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THE EFFECT OF HIGH CONTINUOUS VOLTAGES ON 
AIR, OIL, AND SOLID INSULATIONS 


Nae ie Wijeg ey Keo Fre 


ABSTRACT OF PAPER 


The dielectric strength of air, oil and solid insulations was 
determined for d-c. voltages up to 150 kv. 

The d-c. visual corona voltage is practically equal to the maxi- 
mum a-c. corona voltage for wires varying in radius from 0.013 
em. to the largest sizes. The variation of d-c. and a-c. corona 
voltages with air density is the same over a large range. The 
laws already given for a-c. voltages apply equally well for d-c. 
voltages in terms of maximum values. 

The spark-over of gaps is the same on alternating current and 
direct current for equal maximum voltages when the gap is such 
that spark-over precedes corona. Thus, for the sphere gap the 
same laws apply for a-c. or d-c. voltages. This is true at 
various air densities. 

When corona precedes spark-over there is generally a difference 
in a-c. and d-c. spark-over voltages. For. a non-symmetrical 
gap, spark-over at normal air density takes place at the lowest 
voltage when the electrode surrounded by the denser field is (+). 
At low air densities spark-over takes place when the electrode 
surrounded by the denser field is (—). e 

Insulators spark-over at the lowest voltage when the cap, or 
electrode surrounded by the denser field, is (+). The (+) 
spark-over voltage generally corresponds closely to the maxi- 
mum a-c. spark-over voltage. 

The d-c. spark-over voltages in oil generally correspond closely 
to the maximum a-c. spark-over voltages. In wet oil the d-c. 
spark-over voltage is lower than the a-c. 

The d-c. breakdown voltages of solid insulations, in good 
condition, are generally higher than the maximum a-c. voltages. 
This is especially so when the time of application is long and the 
insulation is thick. The d-c. breakdown voltage on insulations 
tested apparently increases directly with the thickness, while 
the a-c. breakdown voltage increases at a lesser rate. Laws 
are given. : 

When the insulation is moist, the d-c. and maximum a-c. 
breakdown voltages are generally approximately the same. 

It appears that high-voltage direct current would be useful 
in certain high-voltage cable testing, etc. 


IGH CONTINUOUS or “ direct-current’’ voltages were 
obtained from the 60 cycles alternating by means of a 
kenotron rectifier in combination with condensers and inductance 
coils.| A sketch of the connections used is given in Fig. 1. 
1. These tests were made with kenotrons loaned by Dr. Dushman 
of the Research Laboratory of the General Electric Company. 
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The condensers are charged up to the maximum of the alterna- 
ting voltage wave. They remain at this voltage if there is no 
leakage, and no power is being taken at A. Ifcurrent flows at 
A the condensers become partly discharged between the maxi- 
mums of two waves and there is a double frequency ripple on 
top of the ‘‘d-c.’’ voltage across A. With a given current 
taken at A the amplitude of this ripple decreases with increasing 
condenser capacity and increasing inductance. With a given 
capacity and inductance the-ripple decreases with decreasing 
current at A. With a given condenser and inductance the 
amplitude of the ripple decreases with increasing supply fre- 
quency2 The variation is less for connection la than 10. 
Fig. 2 is an oscillogram of a wave taken with connection as shown 
in Fig. la and 0.05 amperes flowing—60-cycle supply. (This 


Fic. 1—CONDENSER CAPACITY = 0.064 MICROFARAD 


is many times the current flowing in the following tests.) Since 
in the following tests, the current flowing up to breakdown was 
practically negligible, there was no appreciable ripple on the 
voltage wave. Voltage was first measured with a static volt- 
meter, and -by maximum of the wave on the voltmeter coil. 
When no power was taken the static voltmeter checked with the 


maximum of the alternating wave, and later, with sphere-gap 
measurements. 
AIR 


Sphere Gaps. Sphere-gap curves were taken on 6.25- and 12.5- 
cm. spheres. The continuous, or d-c., voltage required to 
spark over a given gap was found to be V2 times the required 


2. See discussion by Dr. Hull, G. E. Review, March 1916. 
The author wishes to acknowledge indebtedness to Mr. B. L. Stemmons 
for his skillful assistance in making experiments and calculations. 


PLATE LIIl. 
A. |. Es Ey 
VOL. XXXV, 1916 


[PEEK] 
FI :. 2—WaAVE OF RECTIFIED VOLTAGE (25 Kv., 0.05 AMPERE, 7-28-15). 
Note: There was no appreciable ripple in voltages used in the tests. When the above 


oscillogram was taken a comparatively large current was allowed to flow in order to exag- 
gerate the ripple. 


1 3 4 5 [PEEK] 


~*~ 
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effective sine wave alternating or a-c: voltage, that is, the d-c. 
spark-over voltage and the a-c. max’mum voltage are equal. 
See Fig. 3. This is true for various air densities as shown in 
Fig. 4. The d-c. spark-over voltage curve of a sphere may, 
therefore, be calculated from the formula already given for 
a-c. voltages.’ 


Spacing =1.27 em. 
Ske / 


KILOVOLTS (MAX.) 


KILOVOLTS (MAX.) 


-C Spark-over 


2 3 4 5 6 0 0.2 0.4 0.6 0.8 1.0 
SPACING IN CMS. AIR DENSITY 


Fic. 3—A-C. anp D-C. SparkK- Fic. 4—SPARK-OVER VOLTAGES OF 


OVER VOLTAGES FOR SPHERES 2.54 CM. SPHERES AT VARIOUS 
AIR DENSITIES 


Where 
0.54 
rape te ( 23 V65R 
x = spacing in cm. 
3.925 b = barometric pressure in cm. 
se 273 +t t = temperature, deg. cent. 
R = sphere radius in cm. 
f=¢ (+) (See reference below.) 


3. F. W. Peek, Jr., The Sphere Gap as a Means of Measuring High 
Voltages. Trans. A. I. E. E., Vol. XXXIII, 1914, p. 923. 
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This voltage may also be found by multiplying the a.c. effective 
voltages given by the standard curve by 4/9 5 

Needle Gaps. The d-c. needle gap spark-over voltage cor- 
responds approximately to the maximum a-c. spark-over voltage 


TABLE I. 


A-C. AND D-C. SPARK-OVER VOLTAGES OF 
2/0 NEEDLES IN AIR. 


Kilovolts Kilovolts 
Spacing, cm, 60 cycle (maz) d-c. 
5.1 51.0 52.0 
7.6 62.5 63.0 
10 2 76.5 TRS 
27 88.3 82.5 
Sie 98.3 90.5 


over a considerable range. Atthe higher values the continuous 
spark-over voltage seems to be iess than the maximum alter- 
nating. The results are plotted in Fig. 5. 


KILOVOLTS (MAX.) 


0 2 


6 8 10 12 14 16 
SPACING IN CMS. 


Fic. 5—SPARK-OVER OF 2/0 NEEDLES IN AIR 


Corona. Visual corona and spark-over tests were made on 


concentric cylinders. Typical data are given in Table iD 
ns ee eee 
4. See D-c. Corona Investigations of Watson, Electrician, London, 


1909-1910, Journal Inst of Elec. Eng’ 
, ; ¢. Eng’s, June 1910. Also, F 
Trans. A. 1. E. B., Vol, XX XiiT, 1914, p. 1631. i 
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and plotted in Fig. 6. In this test the outer cylinder was 3.81 
cm. in radius. The polished inner cylinders or wires and tubes 
varied from 0.0038 cm. to 1.11 cm. radii. 


TABLE II. 
D-C. AND A-C. VISUAL CORONA AND SPARK-OVER VOLTAGES 
(CONCENTRIC CYLINDERS—NorRMAL AIR DENsITy 8 = 1) 


R CorRONA SPARK-OVER 
radius r |. - ———_—_—__—- 
outer wire R/r |60cycle; D-c. | D-c. A-c. D-e. | 60cy., D-c. D-c. 

cylinder] radius calc. _ _ 8umax &y kv. + - 
cm. cm. kv.(max)] kv. kv. | kv./em|kv./em | max. | kv. kv. 
3.81 | 0.0038]1000.0 4.9 6.4 6.4 | 186.0 | 244.0 Vibrates be- 
3.81 | 0.0129} 295.0 8.4 8.4 8.3 | 113.0 | 118.0 | 70.0 jfore sparkover 
3.81 | 0.0573] 66.5| 17.2 AZ Le “Ase 715-1400" 1 52.8. 61.0 
3.9L \p-O. 130 29.3} 25.2 25.2 | 25.2 56.9 56,.9°7°25.5 | 48.8 54.5 
3.81 | 0.239 16.0] 33.5 B32. 8 |-3oq5 51.0 51.3) 33.9) 47-5 52.8 
3.81 | 0.635 6.0} 48.9 49.0 | 49.0 42.9 43.0 | 48.1 | 49.5 53.2 
Ssed, | £2110 3.4 54.7 54.8 ' 54.8 40.5 40.6 ' 54.5 | 54.5 55.5 


These data show that the maximum a-c. and the d-c. corona 
voltages are practically equal for wires over a large range of 
sizes. When the wire is positive the visual corona point is 
quite sharp and definite; when the wire is negative the 
slightest irregularity causes brush discharges at fairly low 
voltages. The percent difference between the positive and 


KILOVOLTS (MAX,) 


| —— 
R=3.81cm. 6 =1.00 
a+ and-D-C Corona 


o + D-C Spark-over 
x - D-C Spark-over| 


0 0.2 0.4 0.6 0.8 1.0 12 1.4 1.6 
RADIUS OF INSIDE CYLINDER OR WIRE CMS. 


Fic. 6—A-C. AND D-C. CoRroNA AND SPARK-OVER FOR VARIOUS SIZES OF 
Wire (CONCENTRIC CYLINDERS AT NORMAL Arr DENSITY). 


negative glow point cannot be great. Since this point is in- 
definite on the negative, the recorded value will depend to some 
extent on whether the observer considers the first brushes or 
the complete glow as the visual point. Even on apparently 
highly polished wires, when negative, the voltage for complete 
glow is generally several per cent higher than for local brushes. 
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The negative glow voltage will thus generally be read higher 
than the positive glow voltage. The spark-over voltages are 


equal when Zc < € or where corona does not precede spark- 
1 


TABLE III. 
D-C. AND A-C. VISUAL CORONA VOLTAGES 
(CONCENTRIC CYLINDERS AT VARIOUS AIR DENSITIES) 


A-c. D-c. D-c. 
A-c. cale.| D-c. D-c. calc. &y &y 
R r R/r 5 60 cy. + - &y oo — 
kv(max.) kv. kv. kv/cem. | kv/cem. | kv/em. 
(max.) 
2.90 |0.0573| 50.5 | 0.995 15.8 15.8 15.8 70.5 
2.90 |0.0573} 50.5 | 0.838 14.2 14.2 14.2 yoy 63.2 aie 
2.90 |0.0573) 50.5 | 0.770 13.2 13.5 13.2 58.6 60.0 58.6 
2.90 | 0.0573) 50.5 | 0.720 12.6 12.7 12.4 56.0 56.5 55.2 
2.90 |.0.0573) 50.5 | 0.522 10.3 10.3 10.0 45.9 45.S 44.5 
2.90 |0.0573| 50.5 | 0.363 7.9 8.1 7.8 35.1 36.0 34.7 
2.90 |0.0573! 50.5 |-0.214 5.7 5.8 5.6 25.3 25.8 24.9 


over. Where corona precedes sparkover the d-c. voltage is 
higher than the a-c. The d-c. spark-over voltage is higher 
when the wire or conductor of the greatest field intensity is (—). 


This is shown in Fig. 6. 


TABLE IV. 
~ D-C. AND A-C. VISUAL CORONA VOLTAGES. 
(CONCENTRIC CYLINDERS AT VARIOUS AIR DENSITIES.) 


R A-c. A-c. D-c. D-o, 

radius r cale. calc. 

outer | radius R/r 5 D-c D-c. &y &y 

cylinder] wire 60 cy. + — gy + Fa 
cm, cm. kv(max.)| kv. kv. (max.) | kv/cm. | kv/cm. 
2.90 | 0.239 12 ote} 200 30.0 30.0 | 30.0 50.5 50.5 50.5 
2.90 | 0.239 12.1 | 0.915 28.0 27.8 27.8 47.0 46.8 46.8 
2.90 | 0.2389 12.1 | 0.857 26.3 4 26:2 44.2 Soe 44.0 
2.90 | 0.239 12.1 | 0.824 Pi vew f 25.5 8 43.3 42.9 ¢ 
2.90 | 0.239 L210. 797. 25.1 ie 25.1 42.2 oats 42.2 
2.90 | 0.239 12.1 | 0.720 Bowl 23.1 se 38.8 38.8 
2.90 | 0.239 12.1 | 0.680 22.1 oh 22.1 3.1 By aaa ee 
2.90 | 0.239 12.17 )'0..550 19.1 19.2 19.3 2 el 32.2 32.4 
2.90 | 0.239 12.1 | 0.435 5 Seg ISs% 16.0 26.4 26.4 26.9 
2.90 | 0.239 123d) 10 S3oN 13:6 3.5 a eit: 22.7 ahi 
2.90 | 0,239 12.1 | 0.260 LORE 10.9 11.6 18.0 18.4 19.5 
2.90 ' 0.239 12s! 0.082 4.8 4.4 4.6 8.07 7.4 (ato 


Effect of Air Density on Corona and Spark-over of Wires. The 
visual corona and spark-over voltages were measured for con- 
centric cylinders at various air densities. An outer cylinder of 
glass coated with the fo‘l was used for these tests. The air was 
exhausted and the corona and spark-over voltages measured 
at different air pressures. The apparatus was the same as 
that used in a-c. tests and already described’. The results 


SS Se ee eee 
5. F. W. Peek, Jr., Law of Corona, A. I. E. E. TRANS., 1912, 1913. 
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are given in Tables III, IV and V, and plotted in Figs. 7 and 8. 

The data in Tables III and IV show that the maximum a-c. 
and the d-c. visual corona voltages correspond down to 6 = 0.3. 
The difference is not great even at 6 = 0.08. The difference at 
the lower values of 6 may be due to the difficulty in determining 
the exact starting point in these cases. 


TABLE V. 
D-C. AND A-C. SPARK-OVER VOLTAGES. 
(CONCENTRIC CYLINDERS AT Various AIR DENSITIES.) 


R r 
radius outer radius 60 cy. kv. D-c. D-c. 
cylinder wire Ryjr é max. + — 
cm. cm. ky. kv. 
2.90 0, 239 12ee 0.075 4.2 4.8 4.6 
2.90 0.239 12.1 0.250 10.6 at ye 10.8 
2.90 0.239 12.1 0.354 1275 14.2 14.4 
2.90 0.235 121 0.477 16.8 a 7gee) 18.3 
2.90 0.239 124 0.660 21:6 22.0 23.5 
2.90 0.238 ree 0.760 24.2 24.5 26.3 
2.90 0,239 t2st 0.890 27.2 21.2 30.0 
2.90 0.239 12.1 1.000 30.1 30.5 | one 


See corona data on this cylinder—Table IV. 


Spark-over data are given in Table V for a 0.239-cm. wire. 
At the higher values of 6 the positive spark-over voltage is lower 
than the negative and closely 


32 follows the maximum a-c. The 
[Wire Hadius positive seems to be slightly 
28 ree CMe = ol 
| higher than the negative for 
24 r very low values of 6. 
320 a Ey | 
Ls 
9 16 ire Radius 
° iS} 0.0573 em, 
= ys 
12 = 
604 Cale. asd Curve E 
8 x= DC 2 
0+-DC is) 
wie Dope aT: z 
4 3 padiay Catee! Cylinder__ L 
9 otek. 
i) 02 04 06 08 1.0 0 0.2 04 0.6 08 1.0 
AIR DENSITY \ AIR DENSITY 
Fic. 7—VARIATION OF A-C. AND Fic. 8—D-C. SPARK-OVER OF 
D-C. VisuaAL CoroNA VOLTAGES CONCENTRIC CYLINDERS AT VA- 
wiTH AIR DENSITY é. r1IoUS AIR DENSITIES 


These tests show that the formula already given for a-c. 
corona may also be used for d-c. corona over a wide range of 
wire diameter, air density, etc. The d-c. corona voltage is 


6. F. W. Peek, Jr., Law of Corona and Dielectric Strength of Air. A. 1. 


EE. E. Trans., 1911, 1912. 
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practically equal to the maximum a-c. corona voltage over a 


large range of conductor diameters. 
The d-c. visual corona voltage in kilovolts is 


R stoi : 
ey = gr loge —— wire in a cylinder 
r 


Col = Leet 10g, -. parallel wires 
Where 
0.3 
(= 260 ( 22.) kv. per cm. 
fv = 186 aE Wiis Pp 
where go = 31 (concentric cylinders) 


go = 30 (parallel wires) 


ue 3.92 b b = barometric pressure cm. 
~ 273 +t t = degrees centigrade. 


Surface Spark-over of Insulators. Spark-over tests were made 
on several standard insulators shown in Fig. 9. The results are 
given in Table VI. The spark-over voltage is highest when 
the cap or electrode around which the field intensity is highest 
is (—). . This checks with the impulse tests.’ When the cap is 
(+) the d-c. spark-over voltage generally very nearly coincides 
with the maximum a-c. spark-over. 


TABLE VI. 
SURFACE SPARK-OVER OF SUSPENSION INSULATORS. 
D-c. kv. 
Insulator 60 cycle 
number kv. (max.) 
cap + cap — 
1 116.0 117.5 12%.5 
2 99.0 99.0 106.0 
3 126.0 132.0 139.0 
4 iat 8 128.0 135.0 
5 119.0 128.0 135.0 - 
Ort 


The “corona ’’ and spark-over characteristics of oil are very 
similar to those of air. Practically the same laws are followed 


a Se aT 2 eh 
7. F. W. Peek, Jr., The Effect of Transient Voltages on Dielectrics. 
ANID EB TRANS.) VoluX XO Vel Olas 
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for a-c. voltages in both oil and air.8 This apparently also holds 
for d-c. 


Needle gap spark-over voltages for oil are given in Table VII 


TABLE VII. 


D-C. AND A.C SPARK-OVER TESTS ON 2/0 NEEDLESIN NO. 8 
TRANSIL OIL AT 25 DEG. CENT. 


Needle gap 60 cycle D-c. 
em. kv. (max.) ky. (max.) 
;: 0.317 21.2 21.7 
0.685 34.7 Baeo: 
Pe 50.5 50.2 
1.91 65.0 66.0 
2.54 86.5 82.5 


and plotted in Fig. 10. The d-c. voltages correspond to the a-c 
maximum. 

The effect of moisture on the strength of oil for a-c. and d-c 
voltages is given in Table VIII and Fig. 11. 


7 S(T a om lea 
a Rendel 


KILOVOLTS (MAX.) 


0 0.4 0.8 1.2 1.6 2.0 24 28. +32 
SPACING IN CMS. 


Fic. 10—A-C. anp D-C. SPARK-OVER VOLTAGES OF 2/0 NEEDLES IN No. 
8 TRANSIL Ort AT 25 DEG. CENT. 


When the oil is wet the d-c. breakdown voltage is lower than 
the a-c. breakdown voltage. This is probably due to lining up 
of water particles under direct current. 


8. F. W. Peek, Jr., Law of Corona and Spark-over in Oil. G. E. Review, 
August, 1915, also Dielectric Phenomena in High-Voltage Engineering. 


Chap. IV. 
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SoLtip INSULATIONS 


In air and in oil there is no appreciable loss until local break- 
down occurs in the form of corona or brushes. In solid insula- 
tions loss starts as soon as voltage is applied and generally in- 


TABLE VIII. 


EFFECT OF MOISTURE ON THE DISRUPTION OF NO. 8 TRANSIL OIL 
AT 25 DEG. CENT. 


(BETWEEN 1.27 cM. DIAMETER Disks AT 0.5-CM. SPACING.) 


Parts water 60 cycle-kv. 
added in 10,000 (max.) D-c. kv. . 
0 62.3 61.5 
0.5 3375 34.7 
1.0 33.4 34.3 
2.0 31.7 30.2 
5.0 27.0 24.7 
10.0 25.4 23.0 


creases as the square of the voltage. The heating which results 
increases the loss and weakens the insulation. Practically all 
solid insulations absorb moisture. The interstices in the non- 
homogeneous structure become filled with moisture and gases. 


70 


KILOVOLTS (MAX.) 


20 


2 4 8 


WATER PARTS IN 10,000 


Fic. 11—Errect oF Moisture ON DISRUPTIVE STRENGTH OF No. 8 
TRANSIL O1L AT 25 Dec. CENT. 


This makes, in effect, not only a complicated arrangement of 
resistances, but also of resistances and capacities in series through- 
out the material. Where the conducting paths extend through 
from terminal to terminal, either alternating or direct current 
can flow. But where ae conducting paths extend partly through 


as 
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the structure they are, in effect, resistances in series with capac- 
ities; only alternating current can flow through these paths. 
The effective resistances as measured by alternating current and 
by direct current are quite different except in those solid insula- 
tions in which the “‘ conducting ’’ paths are arranged from ter- 


TABLE IX. 


VARIATION OF 60-CYCLE PUNCTURE VOLTAGE WITH TIME OF APPLICA- 
TION ON VARNISHED CAMBRIC. 


Tests BETWEEN 2.5-in. PLATES, 1}-IN. RADIUS EDGE, IN No. 6 TRANSIL OIL. 


Temperature Sheets Thickness kv. Time 
deg. cent. in. mm. (max.) sec, 
25 1 0.30 24.8 2.3 
(12 mils) ees 12.0 

19.5 liven 

Whore 41.5 

15.9 198.0 

14.2 900.0 

100 1 0.30 14.5 2.0 
13,2 39) 

12.6 11.0 

12.0 25.0 

10.8 620.0 

9.9 1400.0 

25 2 0.60 29.8 213.0 
26.7 700.0 

25.6 1418.0 

25 3 0.90 53.0 8.0 
45,2 fal is) 

42.5 80.0 

41.7 138.0 

38.9 370.0 

Shion: 905.0 

1.20 69.3 4.0 

th ' 65.0 13.0 

64.3 15.0 

55.8 39.0 

53.0 80.0 

50.8 155.0 

47.3 580.0 


minal to terminal. The voltage distribution, heating, etc., 
will generally not be the same for a-c. and d-c. voltages. In the 
homogeneous materials, air and oil, d-c. breakdown voltages 
correspond to the maximum 60-cycle a-c. breakdown voltages. 
In most solid insulations relatively higher d-c. values should be 
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expected, especially in insulations where the a-c. and d-c. “ re- 
sistances ’’ are decidedly different. 

Varnished Cambric. Because of the effects of heating due to 
losses, voltage-time curves are necessary in order to compare the 
strengths of solid insulations. A-c. and d-c. voltage-time curves 


TABLE X. 


VARIATION OF D-C. PUNCTURE VOLTAGE WITH TIME~OF APPLICATION 
ON VARNISHED CAMBRIC. 


TESTS BETWEEN 2.5-IN PLATES, 1}-IN. RApruS EDGE, IN No. 6 TRANSIL OIL. 


Temperature Sheet Thickness kv. Time 
deg. cent. in. mm. (max.) sec. 
25 1 0.30 28.8 8.3 
27.2 20.0 
25.5 54.0 
23.8 94.0 
22.1 363 0 
20.4 668.0 
18.8 5400.0 
100 1 0.30 21.0 1.5, 
20.3 2.0 
19.6 38.0 
18.6 72.0 
17.0 600.0 
15.9 470.0 
15:2 1920.0 
25 2 0.60 52.5 26. 
50.0 50.0 
47.0 230 
25 3 0.90 80.3 68.0 
77.5 130.0 
baie 350.0 
75.5 1400.0 
25 4 1.20 127.2 730 
120.0 16.0 
15.2 45.0 
110.0 100.0 
107.5 185.0 
105.0 330.0 
104.6 730.0 


were taken on varnished cambric. The insulation under test 
was placed in transil oil between 5-cm. diameter brass plates 
with rounded edges. A given voltage was applied and time noted 
until breakdown occurred. The break-down voltages for vari- 
ous thicknesses of varnished cambric jn the approximately 


1916] 


PEEK: HIGH CONTINUOUS VOLTAGES 795 


uniform field between parallel plates is given in Tables IX and 
X and plotted in Figs. 12 and 13. 

Fig. 12 shows that the d-c. puncture voltage for a given thick- 
ness of cambric and for a given time of application is higher than 
the maximum a-c. puncture voltage. Fig. 13 shows that both 
the a-c. and d-c. puncture voltages decrease with increasing 


temperature. (The tempera- 


pe nae os ture referred to is that of the 
T . 6 Transil Oil - 25°C. . : A ° 
meget ete? oil bath in which the insula- 
120 L tion is immersed.) 
> 
ee 122 222=- — DCL Sheets al 
3 
= : pe 
i) ad a 2 woh} 
Ss GAS sae 
= 60 4 ahah - 
60+ - 4Sheets 2 
40 = = cz ects |_| a 
60k - 2Shdets 3 
+— ~1 Sh 2 
2 =f Tener = 
— 


is) 
0 200 400 


0 200 400 600 800 1000 1200 1400° 


600 800 1000 1200 1400 TIME IN SECONDS 


TIME IN SECONDS 


Fic. 12—VARIATION OF D-C. AND Fic. 13—EFrrectT OF TEMPERA- 
A-C. PUNCTURE VOLTAGES WITH TURE ON THE A-C. AND D-C. Dis. 
TIME OF APPLICATION—VARNISHED RUPTIVE STRENGTH OF VARNISHED 


CAMBRIC 


CAMBRIC 


The curves between puncture voltage and time are closely 
approximated by the equation? 


or the unit 


Where 


a 


ge = (: + Fr) kilovolts 


strength by 


a 


= 1 <) kv. per mm. 


= puncture voltage in time 7, kilovolts (max.) 

= time in seconds. 

= puncture voltage for T = ~, kv. (max.) 

= breakdown gradient in time T, kv. per mm. 

breakdown gradient in T = , kv. per mm. 

= constant depending upon the kind and thickness 
of the insulation and the frequency. 


9. F. W. Peek, Jr., Electrical Characteristics of Solid Insulation, G. E. 
Review, November, 1915. Also Dielectric Phenomena in High-Voltage 


Engineering. 


Chap. VII. 
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This equation seems to hold well for a range of time between 
T =1landT = o. The breakdown voltage is plotted with 


in Fig. 14. The result is a straight line from which 


the above relation is obtained. 
In Fig. 15 the a-c. and d-c. breakdown voltages of varnished 


TABLE XI. 


A-C. AND D-C. PUNCTURE VOLTAGES OF VARNISHED CAMBRIC FOR 
VARIOUS THICKNESSES AND “FIME OF APPLICATION 


Time of application, seconds © 100 50 10 2 
Thickness Kilovolts to puncture 
Sheets mm. (max.) 
1 0.30 a-c LEO 16.5 17.5 0.5 25.5 
0.30 d-c 18.0 23.5 24.5 27.5 32.5 
2 0.60 a-c 20.0 Sl) 33.0 39.0 47.0 
0.60 d-e 43.0 49.5 51.0 55.5 62.5 
3 0.90 a-c 30.0 42.0 45.0 52.0 62.0 
0.90 d-c 70.0 79.0 81.0 86.0 95.0 
4 1.20 a-c 37.0 52.0 55.0 64.0 78.0 
1.20 d-c 96.0 11150 114.0 123.0 137.0 


1 0.30 a-c. 36.6 55.0 58.5 68.5 85.0 
0.30 d-c. 60.0 75.0 82.0 92.0 108.0 
2 0.60 a-c. 33.3 51.5 55.0 65.0 78.0 
0.60 d-c. 72.0 82.0 85.0 92.0 104.0 
3 0.90 a-c. 33.3 46.5 50-0 57.9 69.0 
0.90 d-c. (if) 87.5 90.0 95.5 105.0 
4 1.20 a-c. 30.9 43.3 45.8 53,2 65.0 
1520) d.c. 80.0 92.5 95.0 102.0 106.0 


cambric for the time, T = o, are plotted with thickness. As 
[= , this is the highest voltage that the insulation will 
withstand indefinitely without puncture. For this material, 
at thicknesses from 0.3 mm. to 1.2 mm., the puncture voltage in- 
creases directly with the thickness, that is, the d-c. unit break- 
down strength or gradient is constant. The unit strength of 
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solid insulations under a-c. voltages decreases with increasing 
thickness. For a-c. voltages! 


eed Sr) 


or 


a 


e= got (1+) 


For d-c. voltages apparently 


Seconds} 


=) 100 


. KILOVOLTS (MAX.) 


0 0.2 0.4 0.6 0.8 1.0 


Fic. 14—VARIATION OF A-C. AND D-C. PUNCTURE VOLTAGES WITH TIME 


4 
4sheets (1.20mm.) Varnished cambric voltage plotted with 1 INT. 


where 
e = breakdown voltages of thickness ¢. 
t = thickness in mm. 5 
g = unit strength for thickness ¢, in kv. per mm. 
Zo = constant 
a = constant depending upon the kind of insulation, 


time and frequency. 


The curves in Fig. 16 correspond to those in Fig. 15 for T = 2 


seconds. 
It can be seen from the above relations that the ratio between 


the d-c. and a-c. puncture voltages for solid insulations cannot 


10. F. W. Peek, Jr., Electrical Characteristics of Solid Insulation, G. E. 
_ Review, November 1915. Also Dielectric Phenomena in High-Voltage 


_ Engineering. - 
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be constant but must increase with increasing thickness of insu- 
lation, especially where the time of application is long. This is 
shown graphically in the ratio curves in Figs. 15 and 16. Thus, 
in Fig. 16, where the time is two seconds, or relatively short, the 
d-c. puncture voltage very nearly corresponds to the a-c. maxi- 
mum puncture voltage where the thickness is not great. In 
Fig. 15, where the time is a maximum, the d-c. puncture voltage 
is 2.5 times the a-c. maximum puncture voltage-or 3.5 times the 
a-c. effective voltage for a thickness of 1.2 mm. 

Some of the d-c. puncture values (Tables X and XI) for single 
sheets of cambric apparently have a lower unit strength than a 


~ 


RATIO D-C/MAX. A-C 
nw 
o 


RATIO D-C/MAX. A-C 
nN 


S 


2.0Seconds a- 
= WELT 4 
e=45t (>) 


fea) 
o 


KILOVOLTS (MAX.) 
3 
KILOVOLTS (MAX.) 


40 


40 


ness per 
-0.30 mm. (12 mil 


of came No, of Sheets of Camb i 
2 


0 020 040 060 080 100 120 1.40 0 
THICKNESS IN MMS. : SEAOE Ee Pi Hs Se ~ 
Fic. 15—VARIATION oF A-C. Fic. 16—VARIATION oF A-C. 
AND D-C. BREAKDOWN VOLTAGE AND D-C. BREAKDOWN VOLTAGE 
WITH CONSTANT TIME WITH CONSTANT TIME 


greater number of sheets. This is undoubtedly due toa greater 
probability of weak spots on a single sheet. Results of the same 
consistency cannot be expected or obtained on solid insulations 
as on gaseous and liquid insulations. 

The thickness range of the insulation in the above tests was 
not great; it was limited by the available voltage (150 kv. direct 
current). It is possible that the d-c. unit strength will not remain 
approximately constant over a wide range. 

Wet Insulations. Some 2.4-mm. (3/32-in.) treated press- 
board was soaked in water and then partly dried out. A-c. and 


d-c. tests were made on this poor insulation. The results are 
given in Table XII. : 
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5 kv. was thrown on the insulation, after the first minute 
the voltage was increased to 7.5, then to 10, etc., until breakdown 
occurred. If breakdown occurred before the end of the minute 
the time was recordedin seconds. For example, in the first a-c. 
test, insulation No. 6 withstood the voltage for 60 seconds at 5.0 
kv., 60 seconds at 7.5 kv. and 5 seconds at 10 kv. when breakdown 
occurred. It will be noted that the d-c. and a-c. maximum break- 
down voltages average about the same in this insulation, which 


TABLE XII. 
A-C. AND D-C. TESTS ON WET INSULATIONS 
0.24-cm (3/32-in.) VACUUM TREATED PRESSBOARD. 


(Soaked in water and partly dried.) 


Ins. Megohms 
test res. Kilovolts max.) 
no. 5.0 hed, 10OR eho ab Ole 765) 9620; 0 225 


TIME (Figures show time in seconds at various voltages.) 


6 (120) a-c. f{ 60 60 5 
60 60 50 
d-c. { 60 60 12 
60 60 20 
9 (300 - 1500) a-c. f{ 60 60 60 60 2 
60 60 60 17 
d-c. f 60 60 40 
60 60 38 
4 (1000 — a) a-c. f 60 60 50 
60 60 50 
d-c. f{ 60 60 60 60 17 
60 60 30 
5 (2000 +) ac. f 60 60 60 60 60 60 60 10 
60 60 60 60 60 60 30 
d-c. f 60 60 60 60 60 ) 
\ 60 60 60 60 0 


was conducting from terminal to terminal. In some of the tests, 
in fact, breakdown takes place at a lower voltage on direct 
current than alternating current. This is, perhaps, due to 
a better lining up of moisture by direct current. Some of this 
insulation, dry and in perfectly good condition, was then tested 
in the same way. Starting at 5 kv. the voltage was increased 
every 60-seconds in 2.5-kv. steps until breakdown occurred; 
breakdown resulted on alternating-current when 70 kv. (max.) 
was reached; on direc:-current when 130 kv. was reached. 
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Similar tests were made on sections of paper-insulated cables 
that had absorbed varying amounts of moisture. In those 
sections in the worst condition as indicated by low puncture 
voltages, the d-c. and a-c. maximum puncture voltages averaged 
about the same. In the sections in the best condition the d-c. 
puncture voltage was somewhat higher than the maximum a-c. 
voltage. 

There is considerable difficulty in practise in making a-c. 
voltage tests on long lengths of cables, due to the size of the 
apparatus, which is necessarily large on account of charging 
current. The necessary kilovolt-amperes often amount to 
several hundred. The wave shape is often distorted by the 
leading current, the apparatus is difficult to move about etc. 
D-c. tests would eliminate these difficulties, as very small appara- 
tus would be required, providing such tests would detect faulty 
sections, etc. It cannot be said that a given d-c. voltage is 
equivalent to a given a-c. voltage. The above tests indicate, 
however, that faulty sections of cable could be as equally well 
located by d-c. tests as by a-c. tests. In cases of cracks, etc. 
the air- or compound-filled space would be broken down at the 
same maximum voltage on direct current or alternating current. 
In case of a fault due to moisture the breakdown would appar- 
ently take placeat about the some voltage, alternating current or 
direct current. In the case of a cable in good condition there 
would be much less likelihood of injury by direct current than 
by alternating current of the same maximum voltage. A d-c. 
voltage equal to the maximum of the a-c. test voltage would, 
therefore, seem suitable for such tests: 
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Discussion on ‘THE Errect or Hicu CoNTINUOUS VOLTAGES 
ON Arr, O1L AND Soxip INSULATIONS”’ (PEEK), CLEVELAND, 
Onto, JUNE 29, 1916. 


John B. Whitehead: We have again to acknowledge our 
debt to Mr. Peek for a most valuable contribution to our knowl- 
edge of the electric strength of air, and now also that of liquid 
and solid insulation. 

Referring to Mr. Peek’s observations on the comparison of 
alternating and continuous voltage at which corona appears; 
I have recently been conducting, in conjunction with Mr. W. S. 
Brown, a series of similar experiments. The results of these 
ae show some variation from those obtained by Mr. 

eek. 

The expressions for the critical corona voltage in terms of 
the diameter of the conductor, as given by Mr. Peek 
and as given in my several papers on ‘‘The Electric Strength 
of Air,” differ somewhat but not widely. Experiments by Farwell 
and others on corona forming continuous potentials differ as 
between positive and negative potentials, and reveal some 
question as to whether there is any agreement between alter- 
nating and continuous corona potentials. In view of these dif- 
ferences our experiments have aimed to take alternating and 
continuous observations on the same apparatus, under the same 
conditions and with the electroscope and such other precautions 
as to measurement as would insure accurate results. The method 
used for obtaining d-c. potential is the same as that shown by 
Mr. Peek in the lower half of Fig. 1. That is, we have 
used a kenotron with one side of the circuit grounded. Our 
experiments have differed, however, in the method of measuring 
the continuous voltage. For this we have used a standard 
d-c. Weston voltmeter, with series-connected, non-inductive 
resistance aggregating a million and a half ohms. Mr. Peek, 
apparently has depended on the ratio of transformation of his 
high-tension transformer as an indication of his d-c. voltage. 
For our alternating voltages we have used the ratio of trans- 
formation of the transformer together with careful oscillo- 
grams on the low-tension side for determining the maximum 
values. 

Our results show a marked difference between positive and 
negative corona voltages for a range of wires between 0.07 and 
0.23 cm. diameter. When the wire is negative the corona forming 
voltage within this range varies from 6 per cent to about 23 
per cent higher than positive. Mr. Peek states, as shown by 
Table II that within the corresponding range and in- 
deed throughout the entire range of his observations, there is 
no difference between positive and negative corona forming 
voltage. ; 

Mr. Peek, as usual, has contributed a most interesting paper. 
In my opinion the value of it would be greatly enhanced if it 
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contained a better description as to the conditions of accuracy 
under which the observations were taken. For example, a static 
voltmeter seems to have been relied on for the continuous 
voltage measurements. My experience with this type of instru- 
ment leads me to feel that it is far from accurate. One would 
also like to know the general conditions under which the maxi- 
mum value of the alternating voltage was determined on the 
low voltage side and how often throughout the range of voltage 
used. No statement is made as to how closely any of the obser- 
vations may be repeated. -In connection with the puncture 
tests on solid insulation it would be particularly interesting if 
Mr. Peek has been able to secure uniform results with repeated 
observations of the puncture tests on single sheets of material. 

One must always envy the exceptional facilities which Mr. 
Peek is able to bring to bear on his experimental problems. 
A uniform source of continuous potential up to 150 kv. offers 
promise of many valuable observations. 

William Baum: Whenever the subject of high continuous 
voltages has come up in the past in the engineering societies 
it was admitted with regret that we had no definite data on d-c. 
corona and puncture voltages. We know now with certainty 
that the d-c. puncture voltage is 2.5 times the a-c. maximum 
puncture voltage, or 3.5 times the a-c. effective voltages for 
an insulation thickness of 1.2 mm. where the time of test is a 
maximum. : 

This brings back to my mind the old claim of Mr. Thury 
and his followers that an effective alternating pressure of 10,000 
volts imposes on insulation a stress of the same order of magni- 
tude as a d-c. pressure of 25,000 volts. 

It appears now that Mr. Thury was right when he claimed 
that d-c. cables require less insulation than a-c. cables designed 
for the same voltage, so that if d-c. voltage has advantage of 
lower disruptive effects, as Mr. Peek has shown for normal 
operating conditions, this would make the application of high- 
tension d-c. current for transmission purposes more favorable. 
Indeed the Thury system, although it has met with some 
criticism in this country, has further advantages which, I believe, 
have never been pointed out sufficiently until the present time. 

Without wanting to go into the details of the high-tension 
d-c. system for transmission, I take this opportunity of calling 
attention to the multi-circuit feature which makes a constant 
d-c. system especially efficient for inter-connecting a number of 
stations, systems or net-works for the transfer of power. One 
‘of the most important applications would be that to long dis- 
tance railroading, as transcontinental lines, by inter-connecting 
by such a series system the substations of the railroad, and all 
available sources of power near the railroad. 
ae s apeauzeeren Ne testing of cables by direct current, 
Soe ie ans im that faults in cables installed could be 

] y or easier with direct current than with alter- 
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nating current. Anybody who has had to do with cable testing 
in installations appreciates the independence of the source of 
electric power which would exist if we could make use of the 
kenotron rectifier described in the paper in connection with a 
small transportable gasoline-electric set, or similar high-tension 
direct-current rectifiers which have been in use abroad for a 
number of years, and which are known as the Geoffroy & Delore 
and Delon apparatus. In fact, the Siemens-Schuckert works 
have made puncture tests with their Delon rectifier which check 
very close with Mr. Peek’s own exhaustive and defined experi- 
ments. 

I believe that Mr. Peek should continue his investigations 
and extend them over long lines of cables which have been 
installed, so that no doubt may arise in the minds of those who 
question the applicability of high-tension direct current; for 
testing purposes and transmission systems. 2 

Stanley Farwell: I can remember when I was working on 
corona that I went to Mr. Peek’s papers and Dr. Whitehead’s 
papers and used them more or less as text-books. My work has 
been entirely with direct-current corona, and on that account 
I am unable to make any comparison between that and the 
alternating-current corona. In my work it did seem to me that 
the d-c. corona lends itself better, perhaps, to the study of the 
physical nature of corona than does the alternating current. 

In the work I did, I started out to do certain definite things, 
but I found as I went along, the things I started to do got further 
and further from me, because I ran into so many new things 
that apparently had not been explained. I went to one of the 
best physicists I knew and got him to try to help me out on 
the physical explanation of the formulas such as are given 
in Mr. Peek’s papers and Dr. Whitehead’s papers and my own. 
I found, after a while, that we got up against a stone wall. 

‘At the University of Illinois, they are now working on some 
further experiments, aud are taking different gases, trying to 
study them, and get some knowledge of the physical laws under- 
lying corona. I used air entirely, and I found that when working 
with parallel cylinders, the change in the composition of the air, 
due to corona, seemed to cut quite a figure. We are now trying 
to get away from that by using simple gases. 

C. E. Skinner: All of us who have had to do with insulation 
and insulation testing have many times wished we had available 
direct current so that we could get away from some of the com- 
plications which constantly beset us in the testing of insulation 
with alternating current. We have variables enough without 
the extras that come in due to the variations from frequency, 
wave form and things of that kind. Insulations are about the 
most difficult things to investigate, because of the fact that there 
are such an enormous number of variables coming in to mask 
results. 

Our own work has been more along the line of the measuring 
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of the losses at high voltages. The condition we have to meet in 
practise is that we have stresses due to alternating current and 
some of the important features in connection with this phenom- 
enon are in connection with losses which occur in the insulating 
material. 

For some time I have had some experiments going on with a 
view to seeing if we could not determine beforehand when insula- 
tion was in condition to break down, before it actually broke 
down. All of our early work was based on breakdown values 
after the breakdown occurred, and I am very pleased to see that 
some recent work indicates the possibility of predicting very 
definitely when insulation is in a condition to break down, before 
it actually does break down, by a fairly simple measurement 
of power factor and losses. 

Mr. Peek’s paper brings out a new method. It gives us a new 
rule. With each new instrument we enter a new field of investi- 
gation, and I am very sure that this paper marks the beginning 
of a very important era of work along these general lines. 

Chester L. Dawes: Mr. Peek has produced some very inter- 
esting and important results, but I should like to add to, or 
amplify some of the explanations which he presents. In Fig. 6 
which shows the spark over between concentric cylinders, 
the 60-cycle curve gives low values of voltage for small values of 7; 
these values increase to a maximum with increase in rafter which 
they decrease. That is, the greater thickness of air hasa lower 
dielectric strength than the thinner layer until a certain ratio 
of R/r is reached. At first this does not seem reasonable, but 
the following explanation to me seems rational. The impressed 


g xlogio R/r 


It = 
voltage E 0.434 


where g is the gradient at which air breaks down, and x is the 
radius to the air where the gradient is g. This assumes that 
the corona has the effect of increasing the diameter of the con- 
ductor to x. If this assumption were correct the voltage E 


could be increased until « = “= before spark over would occur. 
Therefore it would seem that the spark over voltage would be 
the same for all central conductors whose radius r < is That is, 


the relation if plotted would be similar to the upper dae 
curve shown in Fig. 6. However the corona surrounding the 
central conductor is not the same asa metallic conductor of the 
same diameter for no corona would exist about the metallic 
conductor. The corona formation about the smaller wires is 
emitting ions that are projected into the outside layer of air 
which is supporting the stress. These ions produce others by 
collision, etc. and the outside layer of air breaks down at a much 
lower voltage than it would if the corona formation had acted 
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like a metallic conductor. The smaller wires produce a-larger 
number of these ions and a lower spark-over voltage results 
as shown in Fig. 6. I should like to ask if any reason can be 
ae ior the d-c. voltage following a different law than the a-c. 
in Fig. 6. 

As Mr. Peek states, solid insulation like cambric may behave 
quite differently when tested with d-c. than it does when tested 
with a-c., which partly is due to the fact that the insulation is 
composed of an infinite number of minute capacitances and 
conductances arranged in various series-parallel combinations. 
When a direct current is impressed across a piece of insulating 
material there is an initial rush of displacement current which 
drops off veryrapidly at first and then more slowly until after some 
time it reaches an essentially constant value. This decay of 
current is almost logarithmic. It may be several minutes before 
the current reaches its constant value. Thé above phenomenon 
is often called ‘“‘absorption.’’ It is due to the minute condensers 
constituting the insulation, being charged through high resis- 
tances. Therefore the voltage distribution in the insulation 
will be materially different at the end of charge than it is at the 
beginning and with alternating current. At the end of charge 
the distribution is determined entirely by the conductance 
relations in the insulation and at the beginning of charge and 
also withalternating current the distribution of potential is de- 
termined almost entirely by the capacitance relations in the in- 
sulation. It would seem reasonable therefore to find the short 
time d-c. tests checking more closely than the a-c. tests. The 
fact that they do not, I should say was due to the fact that the 
period of two seconds or so. was long enough for the direct- 
current distribution of potential to assume very nearly the 
final steady state. 

The author shows that d-c. breakdowns are practically the 
same as the a-c. breakdowns when the insulation has a low 
resistance. Outside the question of the alignment of moisture 
particles, I believe that the explanation lies again in the manner 
in which the potential distributed itself through the insulation. 
When the resistance is low the a-c. distribution of potential is 
determined more by resistance than it is by capacitance, so the 
breakdown should be more nearly the same as it is with direct 
current. This is also true in transil oils. The best grades have 
a much lower insulation resistance than other well-known solid 
insulators. Also the oil molecules being mobile, can quickly 
arrange themselves to make the capacitance a maximum. 
Therefore little ‘absorption’ can be found in oils. 

I should not recommend that direct current be used for testing 
cables except perhaps in a few instances. It might be applied 
to homogeneous single-conductor cables provided that sufficient 
allowance be made to account for unknown hysteresis effects 
and the foregoing factors. I believe that the heating is neg- 
ligible at ordinary frequencies. It.would be out of the question 
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to test graded cables and the ordinary twin-conductor and 
multi-conductor cables with direct current, as the voltage dis- 
tribution throughout the various insulations when in service 1s 
determined by the capacitance relations, whereas, in the d-c. 
testing it would be determined by conductance relations. 

Clayton H. Sharp: As I understand it, Mr. Peek advocates 
the use of continuous voltage for cable testing for the reason 
that under certain conditions the continuous voltage is more 
severe on the cable than the alternating voltage, whereas yester- 
day, he objected to the use of the high-frequency oscillatory 
voltage in testing transmission insulators for the same reason. 

John B. Taylor: Has comparison been made between the 
voltage as determined by the transformer ratio; by electrostatic 
voltmeter; and by what, at first sight, would be the normal way 
to measure the high d-c. voltages,—plenty of resistance and stand- 
ard d-c. voltmeter? 

In work with extra high-voltage alternating current there has 
been much doubt as to the correctness of the values of high volt- 
ages, so it is surprising to see in a presentation of d-c. high-volt- 
age experiments the reliance which is placed on a-c. instruments, 
ratio of transformation and the electrostatic voltmeter. 

The Thury system of d-c. series high-voltage transmission of 
power has been referred to. Service experience in Europe ex- 
tending over a number of years has demonstrated the practica- 
bility of working underground cables and other insulators under 
continuous voltages higher than has been attempted with alterna- 
ting current. This advantage of the Thury system from the in- 
sulation standpoint has been well recognized and there are other 
advantages such as opportunity to save copper by using earth- 
return circuit without inductive disturbances to telegraph and 
telephone lines. Lack of flexibility in distribution to many con- 
sumers unfortunately has interfered with more general introduc- 
tion of the system. Mr. Peek’s curves in Figs. 12 and 13 indicate 
how much more a cable may be expected to stand under d-c. 
stress than a-c. stress. Similar tests should be made on com- 
pleted cable samples containing splices and for much longer time 
than the 1500 seconds. 

Continuous high voltages (higher even than the 150 kv. of 
the paper) have long been available from ‘“‘friction’’ and ‘‘in- 
fluence”’ electrostatic machines. Large numbers of small storage 
cells have been connected up, and series of small d-c. generators 
have been assembled for experiments and testing at voltages at 
one time regarded extremely high. The complication of many 
small d-c. generators and the bulk, unreliability and small power 
output from static machines possibly makes the use of a-c. gen- 
erators with step-up transformer and rectifying ‘‘kenetron”’ the 
most practicable high continuous d-c. experimental device. 

_ Cable failures occur principally at splices due to,—cracked 
insulation from bending and handling; damaged insulation from 
overheating (drying out, soldering, lead wiping, or hot compound); 
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insufficient insulation thickness or poorer grade at splice than in 
run of the cable; introduction of moisture; presence of air cavi- 
ties (possibly at reduced pressure resulting from contraction of 
compound on cooling.) 

These different weaknesses probably have different ratios for 
standing a-c. and d-c. stresses. Particularly an air space in the 
field between conductors might be expected as result of con- 
tinued thermal or chemical local action to fail more readily on 
a-c. stresses. Mr. Peek suggests testing cables with direct cur- 
rent of value equal.to maximum of accepted a-c. testing values. 
His results in Figs. 12 and 13 would seem to call for a higher 
direct current than this. Perhaps twice the effective a-c. voltage 
would be comparable. 

F. W. Peek, Jr.: Referring to the questions of Dr. Whitehead 
and Mr. Taylor, the voltages were checked by means of a 
known liquid resistance in series with a milliammeter, and also 
by a known resistance in series with an oscillographic vibrator, 
across the high-voltage lines. 

Dr. Sharp misunderstood my remarks on “‘high frequency.” ° 
I think my meaning will be clear when reference is made to the 
written discussion.! I did not condemn high-frequency tests, 
as such, but gave an illustration to show how easy it is to mis- 
interpret the results of such tests. 

I have not advocated direct current for cable testing. I 
have simply pointed out that it looks very promising, for 
the following reasons: 

I. Air, oil and insulating liquids break down at d-c. voltages 
equal to the maximum a-c. voltages. 

II. Solid insulations containing moisture break down at 
approximately the same maximum voltages on alter- 
nating and direct current. 

III. Solid insulation, im good condition, require a direct-cur- 
rent voltage much higher than the maximum alternating- 
current voltage to cause breakdown. 

It thus seems that most faults will be located equally well 
on a-c. or d-c.,if a d-c. voltage equal to the maximum of the a-c. 
testing voltage is used. This follows because large cracks filled 
with air or oi! will be broken down at the same maximum voltage 
on a-c.or d-c. (see I above); wet insulation will break down at 
approximately equal voltages on a-c. or d-c. (see II above) ; injury 
is much less likely to occur to solid insulation in good condition 
on d-c. (see III above). s 

Although the laboratory tests indicate very promising results, 
I believe it important that practical experience be gained in 
the field, before recommendations are made for extensive or 
general use of this form of testing. Naturally, the principal use 
of the d-c. test would be in the field where a portable set is nec- 
essary. All cables should be given the a-c, test in the factory. 


1. Discussion of papers of Messrs. Creighton and Marvin, Cleveland, 
Part 1 this volume. 
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When the fault occurs in the cable it is often desirable to 
burn it out to low resistance so that its position can later be 
located by a bridge. Our laboratory tests indicate that this can 
be done with the d-c. testing set. The time required to burn out 
a fault in this way depends upon the condition of the sheath. 
If the sheath has been broken open a greater time will be required 
than if the sheath is intact. The time will vary from 1 to 5 
minutes. 

In making the d-c. corona tests we found, as a rule, that the 
visual corona point was quite sharp and definite when the wire 
was positive. When the wire was negative, however, it was 
often quite difficult to determine this point definitely. The 
slightest surface irregularities cause the negative corona to 
brush at fairly low voltage. It is quite possible that the negative 
corona voltage is a few per cent higher than the positive corona 
voltage, the exact difference, however, if there is any, will. 
depend to a considerable extent, upon the observer and what is 
defined as the critical point. 

L. T. Robinson: I think one of the greatest advantages in 
cable testing by direct current is that you can get along without 
an undue amount of apparatus—you are required to furnish 
only the energy for testing the cable and not a big charging cur- 
rent, and therefore you do not need a big 50-kw. transformer 
to test a small cable, but maybe a 3 or 5-kw. transformer, 
which is a great advantage. 

F. W. Peek, Jr.: I wish to say, as a matter of interest, that 
it may require from 1000 to 2000 kv-a. to test long lengths of 
cable on alternating current whereas similar tests may be made 
on direct current with from 3 to 5kv-a. That is one of the 
reasons why d-c. testing suggests itself, and why, I believe, it 
is worth trying out in practise. It will often be a question of 
a d-c. test or no test at all, and not which is best. 


Presented at the 33d Annual Convention of 
the American Institute of Electrical Engineers, 
Cleveland, O., June £9, 1916. 


Copyright 1916. By A.I.E.E. 


THE CORONA VOLTMETER 


BY J. B. WHITEHEAD AND M. W. PULLEN 


ABSTRACT OF PAPER 


An instrument is described in which the first appearance of 
corona is used as a measure of the applied voltage. 

Three methods for detecting the first appearance of corona 
have been developed, in addition to the method Of visual observa- 
tion. These methods involve the use of the electroscope, the gal- 
vanometer, and the telephone respectively. 

For a given wire, in fixed relation to the opposite side of the 
circuit, corona-forming voltage depends on the density of the 
air, that is, on the pressure and temperature. The corona 
voltmeter consists of a grounded metal cylinder, with a central 
conductor on which corona is formed. Both cylinder and con- 
ductor are enclosed in a larger, air-tight cylinder, in which the 
pressure can be varied by a hand pump. This variation in 
pressure provides the means by which a wide range of voltage 
reading is possible. The calibration of the instrument is abso- 
lute, that is, can be calculated, or may be obtained by compari- 
son with existing standards. 

The voltmeter is set for a given voltage by adjusting the pres- 
sure to a value calculated from the dimensions of the instrument 

- and taken from a calibration table or curve. When the ascend- 
ing voltage reaches the value for which the voltmeter is set, 
corona begins, and this is sharply indicated by any one of the 
three methods mentioned. To measure an unknown voltage, 
the pressure is gradually lowered from some higher value and 
is read at the instant corona appears. A table of calculated 
values, or a calibration curve then gives the unknown voltage. 

Tests showing the constancy and permanence of the instru- 
ment are described. 


INTRODUCTION 

URING a number of years’ intermittent experiment on the 
phenomena attending the electric break-down of air, one 
of the most striking observations has been the extreme sharp- 
ness, in an ascending range of voltage values, with which this 
break-down occurs in the form of corona on clean round wires. 
Under suitable conditions of observation, critical voltage read- 
ings repeat themselves to an accuracy equal to that within 
which the usual direct reading instrument can be read, 1.e., of 
the order of one-tenth of one per cent. This fact has led one of 
the authors in his papers! describing the experiments, to point 

4 si For references see bibliography at end of paper. 
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several times to its value as a method for measuring high volt- 
age. It has been shown beyond question that the appearance 
of corona depends on the maximum value of the alternating 
current wave. 

That the visual appearance of corona might be used as a 
means of measurement of the maximum value of the voltage wave 
was apparently first suggested by H. J. Ryan? in his notable 
paper of 1904. His suggestion, however, does not seem to have 
extended beyond the visual observation of the light given out 
by corona, which naturally is only visible in darkness. Re- 
liance on visual observation therefore, practically precludes 
the use of the method except perhaps for laboratory purposes. 
This and the fact that the correction factors for variations of 
temperature and pressure have only recently been definitely 
fixed’, probably explains the absence of attempt, up to this 
time, to make use of the appearance of corona as a measure of 
voltage. 

The fact that air in the neighborhood of the corona is ionized, 
that is, possesses high electric conductivity, has been extensively 
utilized by one of the authors! as a means of detecting the pres- 
ence of corona. A charged electroscope in a suitable location 
near a high-voltage conductor discharges with marked suddenness 
on the appearance of corona. The electroscope, then, may be 
used as a detecting instrument free from the limitations of 
visual observation of the light of the corona. Other means 
of detection have also been developed and will be described in 
this paper. With-a suitable detecting instrument therefore the 
corona becomes far more accessible as a high-voltage indicator. 

Little need be said as to the importance of a convenient and 
reliable method for measuring the maximum value of high alter- 
nating voltage. The question is answered by the fact that the 
electric strength of all insulating material is dependent on the 
maximum value of applied voltage. The needle gap as a means 
of measurement may also be passed with only brief comment. 
Although long the standard of the Institute, its unreliability 
is now universally recognized. It may be stated, however, 
that under properly chosen conditions and with points having 
angles greater than 20 degrees, quite uniform results may be 
obtained. The thorough investigation of the needle gap by 
Weicker* has shown its limited value and many weaknesses. 

The sphere gap has been strongly advocated as an instrument 
free from many of the objections to the needle gap. The authors 
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of this paper cannot claim familiarity with this instrument, and 
therefore, hesitate to call attention to its apparent limitations. 
It is fair, however, to point out that the results of different observ- 
ers using the sphere gap are not in agreement, that the results 
_ of a single observer frequently differ by several per cent, and 
that as shown by Peek®, the calibration curve is widely different 
for the cases of both terminals insulated, and one terminal 
grounded. Its accuracy therefore is very sensitive to the prox- 
imity or presence of other objects in the neighborhood, due to 
their influence on the electrostatic field. Attempts have also 
been made to derive mathematical expressions from which it 
should be possible to calculate the spark-over voltage of any given 
sphere gap. However, the results of Russell® in this direction 
have been attacked by de Kowalski and Rappel’, and the sub- 
sequent discussion indicates that there is considerable doubt 
whether it is possible to calculate accurately the electric intensity 
within the sphere gap. Therefore notwithstanding the adoption 
by the Institute of the sphere gap as a standard, no apology is 
necessary in describing an instrument which seems to be free 
from some of its imperfections. 

Recent papers before the Institute by Chubb*® and by Sharp 
and Doyle? have described crest voltmeters utilizing the rectify- 
ing properties of hot cathode tubes. The arrangement proposed 
by Sharp and Doyle is especially simple and promising. Both 
types should prove valuable for low-voltage readings although 
the use of a vacuum tube is an undesirable feature for general 
utility. On high voltage, series condensers or resistance are 
apparently necessary, and therefore introduce well-known un- 
certainties. 


PRINCIPLE OF THE CORONA VOLTMETER 


The corona as a means of measurement possesses the great 
advantage that it obeys a definite law upon which close agree- 
ment now obtains among many observers. If it is possible to 
foretell with a good degree of precision the value of voltage 
at which corona will begin on a clean round conductor, an abso- 
lute calibration is therefore also possible. This paper describes 
an ‘instrument in which the first appearance of corona may be 
accurately and conveniently detected, and which may be set 
readily and without trouble for any voltage within a consider- 


able range. . aie 
From the nature of the corona it will be evident that an in- 
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strument using it as an indicator of voltage can make no pre- 
tense to a direct-reading scale. No more can the needle gap or 
the sphere gap. The corona voltmeter as now described, 
however, possesses, among other advantages, two important 
features, which in the absence of a direct-reading scale, are very 
good substitutes. (1) Convenience of observation. (2) A wide 
range of voltage without manipulation or adjustment of the 
instrument. 


MeErHOnS OF OBSERVATION 


The appearance of corona obeys a rigid law only when the 
wire or rod on which it appears is accurately placed on the axis 
of a hollow cylinder forming the opposite side of the circuit. 
This arrangement has therefore been chosen for the voltmeter. 
In the present form the outer cylinder is grounded, thus present- 
ing the advantage of screening the wire from outside influence 
and permitting close approach to it without danger. 

Three methods of observing the beginning of corona, not 
including visual observation, have been developed; the electro- 
scope, the galvanometer, and the telephone. 

The Electroscope. The electroscope is the most sensitive instru- 
ment for detecting the state of ionization or conductivity. in a 
gas. Since the corona is attended by copious ionization the use 
of the electroscope for detecting corona involves only the question 
whether the electroscope can be brought into suitable proximity 
of the corona without disturbing the electric field upon which 
the formation of the corona depends. 

If the outer grounded cylinder surrounding the rod or wire on 
which the corona is formed is perforated with afew small holes, 
and an insulated electrode connected to a charged electroscope 
is brought up close to these holes on the outside, the first appear- 
ance of corona causes an immediate discharge of the electro- 
scope. The close coincidence between the appearance of corona 
and the electroscope leak or discharge was described in the first 
paper of one of the authors, on the ‘Electric Strength of Air.’ 
So copious is the ionization with the very first appearance of the 
visual corona that it is not necessary to use a particularly 
sensitive electroscope. A roughly constructed instrument using 
a large strip of aluminum foil instead of gold leaf has been used 
with good advantage. 

In order to meet the possible requirement of moving from place 
to place, a portable electroscope has been developed. This 
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instrument has only one leaf which, in its zero or discharged 
position, rests against a rigid member. Means are provided 
whereby in this position the leaf is pressed throughout its entire 
length against the rigid member by a flap made of the paper 
which separates the successive layers of gold leaf in the books 
in which the leaf is usually furnished. This flap is readily ad- 
justable from outside the instrument, which can thus be handled 
without danger to the gold leaf. The instrument is also fur- 
nished with means for adjusting the sensibility. Since the 
strip of gold leaf swings through a circular arc it may be cali- 
brated, although this is not necessary for the purpose of indi- 
cating the first appearance of corona. Direct visual observation 
of the discharge of the electroscope is possible but is not as 
accurate as when it is viewed through a telescope. 

The electroscope may be charged from a 120-volt, direct- 
current circuit, either directly or by a parallel-series connection 
of small condensers. 

The Galvanometer. If the outer grounded cylinder be drilled 
with small holes fairly close together over its entire surface, and 
if the electrode formerly used for the electroscope be extended 
in area so as to form an outer cylinder surrounding that forming 
one side of the high voltage circuit, a very greatly increased 
volume of ionized gas may be utilized. If this outer cylinder 
or electrode is brought close to the grounded cylinder and is 
connected to ground through a galvanometer and source of con- 
tinuous potential, the galvanometer should deflect when the 
gas between the two cylinders is ionized. The outer or electrode 
cylinder must of course, be carefully insulated. 

The object of this arrangement is to detect the presence of 
corona with a less sensitive instrument than the electroscope. 
The results as described below indicate that under proper con- 
ditions this arrangement serves admirably for its purpose. In 
the larger of the two voltmeters to be described, a portable 
needle galvanometer with a direct reading scale and sensitivity of 
10-° amperes may be used. For the smaller voltmeter a more sen- 
sitive galvanometer is necessary. Up to this time a reflecting 
galvanometer with telescope has been used, of sensitivity in the 
neighborhood of 10-7 amperes. The magnitude of its deflec- 
tions indicates that the more sensitive forms of needle gal- 
vanometer may, if necessary, be used with this instrument also. 
For portable purposes, the needle galvanometer is obviously 


the more desirable. 
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A continuous voltage is necessary in the use of the galvano- 
meter. The 240-volt, three-wire circuit has been used in the 
experiments, provision being made for 120 volts positive or 
negative on the galvanometer and electrode. The arrangement 
is markedly more sensitive for negative than it is for positive 
electrode, owing to the differences in the properties of negative 
and positive ions and consequently the resulting values of the 
ionization currents. os 

The Telephone. The corona emits a sound which is gathered 
and intensified if the region surrounding the corona forming 
wire is enclosed. Earlier experiments showed that if the per- 
forated grounded cylinder or corona tube has its ends capped and 
is enclosed in an outer jacket of any kind provided with a single 
hole to which the ear may be placed, the first appearance of 
corona is attended by sound of considerable volume. If a cone, 
connected by tubes to ear pieces is added, the sound is further 
intensified, and in fact, becomes quite loud. 

As described below, the corona voltmeter in its present form 
involves a variation of the gas pressure in the corona tube. 
This of course, will prevent a direct listening to the sound. 
In order therefore, to take advantage of the sound, a telephone 
transmitter has Deen inserted into a side tube and connected 
with twin receivers in the usual head-piece form, on the outside. 
Obviously gas pressure has no influence on the proper operation 
of the telephone transmitter, This arrangement has been found 
to work admirably, and indeed, has been found quite as reliable 
as either of the foregoing methods for indicating the initial 
presence of the corona. 

Visual Observation. Any of the foregoing methods may be 
checked in a darkened space by visual observation. In the 
present work the two forms of instrument have been provided 
with plate glass disks at their ends, permitting detection of 
the first appearance of visual corona. As numerous tests have 
shown that the indications of all three of the foregoing methods 
are simultaneous with the appearance of corona, the use of the 


visual method has been limited to the purposes of inspection 
and checking. 


RANGE OF OBSERVATION 
At atmospheric pressure and temperature, a given diameter of 
wire or rod, placed in a given outer tube, will form corona at 
one and only one definite value of voltage. Hence to ob- 
tain any Tange in an instrument using corona under atmos- 
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pheric conditions would require a change in the diameter of the 
outer cylinder or of the inner conductor, or in the use of a wire 
or rod of varying diameter. A change from one conductor to 
another is not impossible but is manifestly troublesome and 
objectionable, save perhaps, under laboratory conditions. The 
use of a conductor of varying diameter is not feasible on account 
of the small temperature variations due to the presence of 
corona and on account of the necessity of visual observation. 

Corona-forming voltage depends on the pressure and temper- 
ature of the air. The values of the voltage at which corona 
forms on a given wire under any conditions of temperature and 
pressure are now well-known. The density of the gas is the 
determining factor and variations of density cause quite wide 
differences in the value of the corona forming voltage. 

A prominent feature of the corona voltmeter as here described 
is that the pressure in the corona tube is controlled and varied 
and constitutes the means whereby the instrument is set for a 
given voltage. Adjustment of the pressure throughout a wide 
range is quite easy and thus provides practically any desired 
range of voltage value. In this way values of air density which 
necessitate a troublesome correction at atmospheric pressure, 
are eliminated, and in fact, are turned to acccunt in providing 
a ready means of extending the scale of the instrument. One 
wire or rod serves for the whole range, and no adjustments 
other than that of the pressure are necessary. There is in fact, 
no limit to the range other than that due to the insulation of 
the air tight bushings, through which connection is made to 
the corona forming rod, and that set by a safe gas pressure 
within the instrument. In the two forms of instrument described 
below, in the smaller a working range between 20,000 and 50,000 
volts is obtained with a pressure of 30 cm. below, and 60 cm. of 
mercury above, atmospheric pressure. A corresponding range 
with 100,000 volts as a maximum and the same range of pressure 
is obtained in the larger instrument. 


DESCRIPTION OF VOLTMETERS 
100,000-voLT TYPE 
The first type, designed after a number of preliminary experi- 
ments, for a range of 100,000 volts is shown in Fig. 1. It con- 
sists of an outer steel shell 45.7 cm. outside diameter and 44.4 
cm. inside diameter. The ends are enclosed with plate glass 
disks 1.9 cm. thick, held between flanges, and each supporting 


816 WHITEHEAD AND PULLEN: [June 29 


in a hole in its center a 100,000-volt porcelain bushing. This 
outer shell provides a chamber in which the pressure may be 
varied; the voltmeter proper is inside. The picture shows some 
of the various terminals and auxiliary apparatus. The length 
of the outer shell over flanges is 190 cm. The length of the whole 
instrument over insulator bushings is 238 cm. 

Fig. 2 is a descriptive drawing showing the various parts. 
In order that certain features may be emphasized no attempt 
has been made to make the drawing to a uniform scale. The 
central conductor on which corona is formed, shown at A, 
consists of about 40 in. (101.5 cm.) of Stubb’s tool steel, 0.635 
cm.in diameter. At either end, just outside the cylinder B, the 
central conductor is suitably joined to rods of larger diameter 
which extend through the porcelain bushing FE at either end. 
The object of this enlargement is to make certain that the electric 


Fic. 2—Corona VOLTMETER FOR 100,000 VottTs—CENTRAL SECTION 
AND CONNECTIONS OF AUXILIARY APPARATUS 


discharge occurs only within the region inside cylinder B. This 
outer cylinder B is 92 cm. long, 30.7 cm. in diameter, is perfor- 
ated over its entire surface with holes 1.58 cm. in diameter, and 
is electrically connected to the outer shell C, which is in turn 
connected to earth. The insulators E are cemented to the glass 
disks D, which in turn are held between soft rubber gaskets 
and the flanges on the outer tube. The final centering of the 
central conductor is accomplished at the ends of the insulators, 
the central openings of which provide free play for this purpose. 
F is-a thin metal cylinder surrounding, and very close to, the 
perforated cylinder B. It is insulated and connects through a 
sulphur bushing with the galvanometer G and a source of con- 
tinuous potential S. H is a small electrode fitting in a hole in 
F but not touching it, and connected through a sulphur bushing 
with an electroscope, I, whose case is connected to earth. J is 
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a telephone transmitter fitting into a side tube shown in Fig. 1. 
Lisanordinary hand air pump for either pressure or vacuum; 
together with the gauge M it is connected to the main contain- 
ing cylinder. WN is a small side tube with glass top through 
which the thermometer J, recording temperature inside the 
tube, may be observed. All permanent joints were sealed with 
a cement made from litharge and glycerine, while those holding 
the glass and cap nuts on the end of the central conductor con- 
sisted of soft rubber gaskets. No particular care was given to 
the elimination of unnecessary joints, and it has been found 
possible to maintain pressure as high as 60 cm. above atmosphere 
over periods quite sufficient to insure constancy of observation. 

In designing the instrument as described above, liberal allow- 
ances were made in all dimensions. It was the first instrument 
in which pressure -was applied and in.order to provide also for 
thorough inspection and access to all parts, it was realized that 
it would probably be found unnecessarily large. This proved 
to be the case. The indications of the appearance of corona 
by the several methods already described were so satisfactory 
that it was soon found that the instrument could be made smaller 
without sacrifice of reliability. 

The only limitation which has been found in this first type of 
instrument is in the insulation. If too large a central conductor 
is used, say above 1.75 cm. diameter, the high voltage required 


‘to start corona causes a spark between the conductor and the 


outer casing at the edge of the insulator bushing due to a region 
of high electric intensity. This trouble is entirely eliminated 
by the use of a smaller corona conductor, with ends of larger 
diameter, as already described. Corona then appears at lower 
voltages at atmospheric pressure and the spark-over voltages 
at the bushing are never reached. The voltage at that point 
only rises when pressure is on the tube and sparking is then 
suppressed. ; 

The pressure in this tube has only been carried to 62 cm. of 
mercury. This means a total thrust of 2100 Ib. (952.5 kg.) 
on each of the plate glass disks at the ends. While the central 
conductor can probably be relied on to take up a part of this 
thrust the pressure has not been carried higher up to this time 
for fear of breaking the glass disks. It is not necessary to have 
the whole end of the tube of glass, as small openings only are re- 
quired for observing visually, the appearance of corona. There- 
fore, in a tube of the general dimensions given, 1t should be quite 
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easy to reach pressures far in excess of that mentioned. Our 
experience indicates that the chief limitation of the instrument 
is the insulation of the bushing leading the voltage to the central 
corona forming conductor. 


50,000-VOLT TYPE 

As a result of the experiments with the foregoing instrument, 
another was designed for 50,000 volts in which-effort was made 
to reduce the dimensions without impairing its reliability. Fig. 3 
shows a general view. In all respects the details of the instrument 
are the same as those already described in connection with the 
larger type, except that is this smaller type the telephone has 
been omitted. This was done largely because of the difficulty 
and time required for setting into the outer cylinder a branch 
tube large enough to hold the telephone transmitter, the di- 
ameter of the main cylinder being only 12.7 cm. Observations 
are in no wise dependent on the use of the telephone and this 
was not considered as a necessary feature for an experimental 
type of instrument. ~ 

The principal dimensions for the smaller instrument are as 
follows: Outer tube, 12 cm. inside diameter, 24 cm. diameter 
over end flanges, length over flanges, 52 cm., length over all, 
.’6 cm. The inside or corona tube is 9.51 cm. inside diameter 
and 29 cm. long. Central conductors or rods of various diameters 
have been used. In the experiments described below the rod 
was of tool steel, 0.896 cm. in diameter. 

In this instrument as in the other, the limit has been found 
in the insulation of the end bushings. In the form shown, 
brush discharge begins at 65,000 volts over the inside surface of 
the glass ends. As the insulators were home-made, by making 
the whole instrument somewhat longer, and improving the 
insulation, there seems to be no reason why this instrument 
could not be used for even higher values. The pressure required 
to reach above 50,000 volts was only 66 cm. of mercury above 
atmosphere. 

Pressure is adjusted and varied in the tubes without trouble 
by means of an ordinary hand pump, for both vacuum and pres- 
sure, about 46 cm. long, and of the type used for bicycle and auto- 


mobile tires. A valve with small opening permits easy adjustment 
of pressure. 


OBSERVATIONS AND TESTS 
Power was taken from a 10-kv-a., 100,000-volt transformer 
fed by a 7.5-kv-a., motor-driven, smooth body, surface-wound, 
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single-phase generator, specially designed to give a smooth 
wave. The set was designed for frequencies between 45 and 
120 cycles and was equipped for close speed and generator 
field control within wide ranges. 

Throughout the experiments a frequency of 60 cycles was 
maintained. Variation of the transformer primary voltage 
was accomplished by varying the field current of the generator. 

The transformer is of the core-type, having all of its coils 
wound on one side of the magnetic circuit of rectangular shape. 
It is provided with two primary coils, each for 110 volts. It 
also has a tertiary coil with the same number of turns as one 
primary coil. All of these coils are close to the core. The high- 
tension winding consists of a large number of pan-cake shaped 
coils set side by side over the primary and filling a large portion 
of the central opening of the magnetic circuit. The transformer 
was designed for operation at any frequency between 20 and 120 
cycles. The ratio of high-tension to tertiary coil turns is 833.36. 

All observations have been made with the outer tube of the 
voltmeter, one end of the tertiary coil, one end of the primary 
and one end of the high-tension winding all connected to ground. 
In the observations of the smaller voltmeter the primary coils 
were connected in series while on the larger they were in parallel 
The value of the generator voltage in both cases ranged from 
20 volts up to about 100. It will be seen therefore that all 
observations were taken at comparatively low values of the 
magnetic density in both the generator and transformer. Power 
for the direct-current motor and also for the generator field was 
taken from a storage battery, giving most of the time practically 
perfect conditions as to constancy. 

The general method of taking observations was, with secondary 
connected to the central conductor of the voltmeter, to raise 
the voltage gradually, observing the electroscope and galvan- 
ometer, and listening with the telephones, singly or all together 
Simultaneous readings of all three were possible by using a 
reflecting galvanometer, and throwing, with suitable mirror 
arrangements, the image of the electroscope leaf into the tele- 
scope used for reading the galvanometer. As soon as any one or 
all of the instruments indicated the appearance of corona the 
‘voltage was read by an electro-dynamometer type of voltmeter 
on the terminals of the tertiary coil of the transformer. A large 
number of oscillograms were taken during the course of the 
experiments which, with the voltmeter readings, serve to give 
the crest factors of the voltages in the tertiary coil. 
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Special interest attaches to the extreme constancy with which 
the corona is indicated by any one of the four methods described 
and to the closeness with which the four methods agree among 
themselves. 

The readings in Table I were taken by two observers. One 
observer would read the electroscope or galvanometer or listen 
with the telephone while gradually raising the voltage. As 
goon as indication of corona appeared he would tell the other 
observer to read the voltage. The-voltage would then be lowered 
by an indeterminate amount and the process repeated. The 
readings with each type of indicating instrument were taken 
singly, the several sets following one immediately after the other. 

As a general thing the electroscope leaf would stand. appar- 
ently perfectly still, its normal rate of leakage being extremely 


TABLE I. 


COMPARISON OF ELECTROSCOPE, GALVANOMETER, AND TELEPHONE 
AS INDICATORS OF PRESENCE OF CORONA 


Critical volts on tertiary coil. 0.633 cm. diam. rod in 30.7 cm. tube 


Electroscope....... 48.75 48.75 48.8 48.8 48.75 48.75 
Galvanometer. ... 48.8 48.8 48.75 48.8 48.75 48.7 
Telephone......... 48.8 48.8 48.75 48.8 48.8 48.75 


small. With the appearance of corona the leaf would discharge 
in periods varying between one and five or six seconds depend- 
ing upon the size of the conductor and the condition of its sur- 
face. The rate of leak attendant upon the appearance of corona 
is always sharply marked, and there is no difficulty in distinguish- 
ing it even when at its slowest. 

The galvanometer deflection is also sharply marked. With 
the approach to corona voltage the galvanometer stands at 
zero or with a small deflection due to leakage over the insulation 
of its electrode, the deflection being practically constant. With 
the appearance of corona the galvanometer takes a sharp in- 
crease of deflection the amount of which is dependent upon its 
sensitivity. In the mirror galvanometer already mentioned, 
the amount of this sudden deflection was 6.5 mm. No fine 
adjustment of the voltage increase could bring the deflection 
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below this value. With the less sensitive needle galvanometer 
already described, the deflection was considerably less, of the 
order of one mm. which, however, is readily detectable. These 
deflections increase rapidly with even a small increase of the 
voltage above the corona forming point. 

With reference to the telephone, it has already been stated 
that with the approach to corona voltage there is no sound in 
the telephone, but the instant corona appears a very pronounced 
note is heard. 

A number of preliminary tests with various sizes of central 
conductor were made on each type of voltmeter. These tests 
had as their principal object the study as to how the values 
obtained would agree with the formulas given by various exper- 


TABLE II. 
COMPARISON OF OBSERVED AND CALCULATED CORONA VOLTAGES 
Critical surface 
Diam. intensity 
rod Critical volts 6 
cm. 
Obs. Calc. 
0.238 2heG 22, 7 elas 1.014 59,400 59,800 
0.317 24:6 24l7 . 24.6 1.014 55,500 55,400 
0.396 Siam 215 GO 82e a0) 1.017 53.800 54,000 
0.477 30 30 29.9 1.017 50,700 51,200 


iments connecting the critical surface intensity of a conductor 
with its diameter and with the temperature and pressure. 

The method followed in these tests has been the same as that 
used by one of the authors in his papers on ‘“The Electric Strength 
of Air.’”’ This method involves the reading of the critical voltage 
on the low-tension side, the measurement of the wave form on ~ 
the low-tension side, and the assumption that the ratio of trans- 
formation of the transformer is that of the number of turns in 
primary and secondary. This method has been found to 
give very uniform results for moderate values of the secondary 
voltage. 

Table II shows the results with four sizes of rod in the smaller 
voltmeter. The results calculated from the expression for the 


surface intensity, 


[Days (6 + 0.296 ves kv/cm. (1) 
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are also given in one column of the table. It will be seen that 
the agreement is quite close. The constants of the above ex- 
pression are those which were first proposed by one of the authors. 
Peek’s corresponding expression gives a value in the neighbor- 
hood of 31 instead of 32 for the principal factor of the right hand 
member of the expression. Further evidence, leading to the 
conclusion that the higher value is the correct one, is given in 
our results below in which the density of the air is varied through 
wide limits. 

A number of tests were also taken with various sizes of central 
conductor in the larger voltmeter. The observations were 
taken under the same conditions of accuracy and care, and could 
also be repeated as often as desired. The values of voltages, 
however; as read on the low-tension side, and reduced to the 
high-tension side in the method described, were always lower 
than the values calculated from the expression just given. 
This discrepancy was found to be due to a rise in voltage in the 
secondary circuit, owing to its leakage reactance and to the 
charging current of the larger voltmeter, this rise having no 
equivalent in the tertiary coil. 

The primary current of the transformer increased from 2.9 
to 4.8 amperes on connecting the larger voltmeter, the power 
input of the primary remaining practically unchanged. The 
arrangement of the coils in the transformer has already 
been described and indicates clearly the probability of leakage 
reactance in the high-tension winding which has no counter- 
part in the tertiary coil on which the voltage was read. 


CALIBRATION 


The calibration of ‘any of the types of instrument heretofore 
used for measuring crest voltages has always been an uncertain 
factor. The usual method has been comparison with a standard 
needle or sphere gap, or with low-voltage voltmeter readings 
corrected for crest factors. But, as is well known, both types of 
spark gap must themselves be calibrated, since it is not certain 
that even the sphere gap will break down at a voltage which 
can be calculated in terms of the separation and the diameter 
of the spheres. It is now stated, with considerable confidence, 
that a tertiary coil can be so wound in a high-tension trans- 
former that it will reflect accurately the value and wave form of 
the voltage in the high-tension winding. While this may be 
true, the evidence is still lacking, and the reason is that there is 


yi aa 
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no certain method of measuring the high-tension voltage di- 
rectly in terms of laboratory standards. 

It is the opinion of the authors of this paper that the desired 
standard of voltage for values above 10,000 or 15,000 is available 
in the corona forming on a clean wire centered in an outer cylin- 
der. All observers are now agreed that corona forming voltages 
repeat themselves with the greatest degree of accuracy under 
the same conditions of temperature and pressure, and further, 
the variations due to temperature and pressure are now under- 
stood. The constants which give the actual value of critical 
corona voltage for a given size wire as determined by different 
observers, agree very closely. It would appear then, that the 
only thing necessary to fix an absolute standard of high voltage 
is the formation of a committee who should conduct, under 
properly considered conditions, a series of experiments for the 
determination of the figure for the electric strength of air which 
could be used as a standard. This quantity is undoubtedly 
a definite physical constant, and it is only necessary to eliminate 
all source of error in experiment to determine it accurately. 

The corona voltmeter as already described, can of course, 
be calibrated by exactly the same means which are used for the 
calibration of the standard spark-gaps. In view, however, of 
the uncertainty of such calibration, the authors have preferred 
to compare the indications of the instruments with values of 
corona forming voltage as deduced from formula (1), in which 
E is the electric intensity at the surface of the wire, at which 
corona is formed, in kilovolts per centimeter, and 6 is the density 
factor given by the expression 


3.92 X p (a) 


of P73 nf 


in which p is the pressure in cm. of mercury, and ¢ is the tem- 
perature in centigrade degrees. The constants of formula (1) 
have been checked a number of times by one of the authors. 
The values found by Peek and others are in close agreement. 
50,000-Volt Type. In Table III, are given the results of a 
series of observations with varying pressures on the smaller 
type of voltmeter. The readings taken were: voltage on the 
tertiary coil, air pressure, as measured on a mercury pressure 
gauge, temperature inside the tube, and oscillograms of the 
tertiary coil voltage in order to obtain the crest factors. The 


-oscillograms have an average amplitude of 2.2 cm., and a length 
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at the base of about three cm. The ordinates were measured at 
distances of one mm. As so measured, the crest factors varied 
uniformly between 1.45 and 1.44, over a range of tertiary 
coil voltage from 20 to 45 volts covering the range of observation. 

The values of the corona surface intensity, as observed and 


TABLE III. 
OBSERVATIONS WITH--50,000 VOLTS CORONA VOLTMETER 
Pressure Ter. Coil Crit. surf. intens. 
cm. Temp. volts volts per cm. 
-| deg. 5 | ] Max. 
cent. volts 
Obs. Corr. Eff. Max. Obs. Calc. 
— 34 43.5 27 0.569 17.8 25.9 34,390 34,200 21,580 
— 33 44.5 27 0.581 18. 26.2 34,760 34,800 
— 32.8) 44.7 27 0.584 18.2 26.4 35,120 34,940 
=+26.9| 50.6 27 0.661 20. 29.1 38,600 38,450 watts 
— 26.4] 51.1 26.5 0.668 20 29.1 38,600 38,750 24,200 
= 25.8] 51.7 26.5 0.676 20.3 29.5 39,150 39,120 
— 17.5} 60 26.5 0.785 22.8 33.0 43,920 43,760 
= itech GOs 26.5 0.789 22.8 33.1 43,920 43,920 alee 
= 1%. 60.5 26.5 0.791 22.9 33.2 44,140 44,000 27,700 
wa Sh Oo, 26. 0.861 24.4 35.4 47,000 47,300 
0 74.7 26. 0.979 24. 39.1 51,950 52,350 
0. 74.7 20.5 0.997 27.5 39.8 52,900 53,150 vents 
ae UE. 86.9 20.5 1.160 30.7 44.5 59,020 60,050 37,100 
Jono 2 Stine 20.5 1.164 30.8 44.6 5¢,220 60,200 
29.2). 09%e 1 He 1.294 33.7 48.8 64,750 65,600 
26.3) 98.2 21. 1.309 34. 49.2 65,350 66,200 = tiatie 
27.7! 99.6 21, 1.3827 34.4 49.8 66,050 66,900 41,500 
33.4] 105.3 22, 1.4 35.9 51.9 68,00 6¢,900 
34.2) 106.1 22. 1.410 36.2 52.3 69,400 70,000 
38'.3| 110.2 23. 1.460 37.3 53.9 71,600 72,400 sate 
38.$) 110.8 23. 1.468 37.5 54.2 71,900 72,700 45,100 
ey Glee 23. 1.549 39.2 56.6 75,200 76,000 
45.9) 117.8 23. 1.560 39.5 57.0 75,700 76,400 
53.1] 125. 24, 1.650 41.5 59.9 79,500 80,100 amen 
54.2) 126.1 24. 1.664 41.8 60.3 80,050 80,700 50,300 
56.7] 128.6 24. 1.697 42.2 60.9 80,800 82,000 
60.7} 182.6 25. 1.744 43.5 620 88,250 83,800 
61.9] 1383.8 20. 1.760 43.6 62.9 83,480 84,500 on 3 
63.3) 135.2 25. CARS 44.0 63.4 84,700 85,200 52,800 
66 137.9 26. 1.807 44.8 64.6 85,700 86,400 53,800 


also as calculated from the expression given above are given in 
the last two columns of the table. In Fig. 4 a curve is drawn 
between the critical surface intensity and the density factor. 
The solid curve gives the relation as calculated, and observed 
values are indicated by crosses. It will be observed that at 
higher values of pressure the observed values are slightly lower 
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than those calculated. This is partly due to the fact that the 
observations were taken with very slowly-diminishing pressure 
owing to leaks in the tube. Much time and trouble was saved 


by closing some of the neces- 


Sary openings in the tube with 


~ 


| rubber gaskets instead of 

ian - sealing them permanently. 

t ; af These gaskets leaked slowly 

we = | at the high pressures. It is 

; also possible that a rise in 

ue j “[ it Von || secondary voltage due to leak- 

eee ae] age reactance and charging 

ait current was present at the 
ae Ses: is~ higher values of voltage. 

DENSITY EAGTOR: 6 100,000-Volt Type. The 

Fic. 4—CAaLcuLaTeD AND OB- larger type of instrument has 

SERVED VALUES OF VOLTAGE AT DIF- been operated with a number 

FERENT VALUES OF AIR DENSITY ; : 

of different sizes of central 

conductor and through the range of pressure between 65 cm. and 

136 cm. of mercury corresponding to a range of voltage between 

50,000 and 110,000 maximum values. Table IV gives a typical 
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TABLE IV. 
OBSERVATIONS WITH 100,000 VOLT CORONA VOLTMETER 
Pressure Ter. coil Crit. surf. intens. 
cm. Temp. volts volts per cm. 

SS S|!" elect 6 —| Max. 
Obs. Corr. cent. Eff. Max. Obs. cale, volts 
— 10.6] 64.7 DAR SE 0.861 40.5 60.7 41,300 43,150 50,600 
— 6.4|- 68.9 ai Vag 0.918 42.4 63.5 43,250 45,450 53,000 
— 5.8] 68.9 20.8 0.920 42.9 64.3 43,750 45,500 53,600 

0. TAT. 20.7 0.996 45.9 68.8 46,800 48,650 57,400 
ae le 80.7 20.9 1.076 48.6 73.0 49,580 51,800 60,800 
11.3) 86-0 PAN, 1.146 51 a1 76.6 52,120 54,650 64,000 
£672), 7 9E 50 PA ee 3 1,212 53.4 80.8 54,450 57,400 66,700 
Zid) £6.0 PAS) 1.278 Din 83.5 56,820 59,850 69,600 
27 6) 102.5 Pa 1.365 58.4 82.7 5¢,600 63,300 73,000 
33.9) 109.0 21.4 1.451 61.1 91.6 62,320 66,550 76,400 
Blt bas 21.5 1,502 62.9 94.2 64,150 68,600 78,600 
43.3] 118.5 21.6 1.576 64.3 96.5 65,700. 71,350 80,300 
48.2) 123.5 ileeh 1.643 6529 £8.7 67,200 74,050 82,400 
oo.) Lal.0 21.8 1.742 68.5 102.8 69,800 77,900 85,600 
61.4] 136.7 21.9 1.818 70.8 106.1 42,100 80,800 88,500 


series of observations with a steel rod 0.635 cm. in diameter as 
the central conductor. The table also contains a column giving 
the values calculated from the expression for the critical surface 
intensity as affected by temperature and pressure to which 
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reference has already been made. The curves of Fig. 5 show the 
relation between the critical surface intensity and air density 
as calculated from formula (1) and also values as estimated 
from the readings of the voltmeter on the tertiary coil. 

As will be noted, with ascending values of air density and 
therefore critical voltage, there is an increasing difference 
between the values calculated from formula (1), and those 
estimated from the low-voltage readings. As stated earlier in 
the paper, the explanation lies in a voltage rise due to charging 
current taken by the capacity of the larger corona voltmeter, 
and the leakage reactance of the high-tension winding of the 
transformer, which is not proportionally reflected in the voltage 
at the terminals of the tertiary coil. The amount of this rise 
would evidently be greater, the greater the value of the charg- 
ing current of the voltmeter tube; 
that is, the higher the value of the pa aD OT 
impressed voltage. The curve of 
the observed values, therefore, 
shows values lower than those 
actually reached at the high- 
tension terminals. In the case 
of the 50,000-volt instrument, 
owing to the very much smaller yg, 5—CompaRISON OF 
capacity, this influence, if present VotTace as INDICATED BY 
at all, was scarcely noticeable. READING ON TERTIARY COIL 

The above results, therefore, WITH CALCULATED VALUES AT 
with the larger instrument are DiPsEp en? DEN eee 
not to be considered as an attempt at calibration. They show 
rather, that in applying a range of voltage and pressure to the 
instrument to test its value, a method which has been commonly 
relied on for indicating high-tension voltages in transformers 
is revealed as subject to large error. In fact, the observations 
as taken constitute a conspicuous example of the value of the 
corona voltmeter in checking the ratio of transformation between 
the tertiary coil and the high-tension winding of a transformer. 
The only open question is the accuracy of formula (1), and this 
formula, both as to the value of its constants, and the form in 
which the values are related, is agreed upon with only slight 
divergence among many experimenters. 

Aside from all question of the accuracy of the above deductions 
the instrument has been carried through a range of voltage 
between 50,000 and 100,000 volts. Particular values of voltage 
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as indicated by the instrument on the low-tension side, and by 
the appearance of corona, may be repeated as often as desired 
within a fraction of one per cent. If a suitable method of cali- 
bration can be devised, a calibration curve between the voltage 
and pressure may be drawn giving an absolute calibration of 
the instrument in terms of pressure and temperature. 


METHOD OF MEASUREMENT OF VOLTAGE 


The instrument is susceptible of usage in two ways. (1) It 
may be set for a given voltage and the applied voltage gradually 
raised until the desired value is reached, as indicated by the 
instrument, or (2) with an unknown voltage applied to the 
terminals, the pressure in the tube may be gradually lowered 
until corona appears. ; 

The first of these methods would be that commonly used in 
the testing of insulation. In applying this method the necessary 
operations are as follows: Read the temperature in the corona 
tube, take from a table or curve, calculated from the dimensions 
of the instrument, the value of pressure which, with the observed 
temperature, corresponds to the voltage required. Adjust the 
pressure to this value by means of a hand pressure and vacuum 
pump. Gradually raise the voltage from some lower value until 
the presence of corona is indicated by one of the methods already 
described. , 

Table V gives the values of pressure for the 50,000-volt 
instrument for voltages between 20,000 and 50,000 at tempera- 
tures between 10 deg. and 30 deg. cent. The values have been 
calculated as follows: 

The inner tube having a diameter 9.51 cm., and the central 
rod a diameter of 0.396 cm., it may readily be shown that for 
a difference of potential V between the central conductor and 
the outer tube, the electric intensity at the surface of the cen- 
tral conductor is 1.593 V. The critical corona forming surface 
intensity as calculated is 32 (6 + 0.665 V5). Equating the 
two expressions and giving V any desired value, we obtain 
corresponding values of 6. Formula (2) gives the value of 6. 
Since p is the pressure in centimeters of mercury and? is the 
temperature in centigrade degrees, we at once obtain for any 
observed temperature, a pressure to which the tube may be 
adjusted in order to show corona at the particular voltage V 
for which p has been calculated. Obviously a series of curves 
can be drawn to take the place of the table if desired. 
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TABLE V. 
CM. MERCURY, AT WHICH 50,000-VOLT CORONA VOLTMETER MUST BE SET TO INDICATE VARIOUS VALUES 


WHITEHEAD AND PULLEN: 


PRESSURES IN 


OF VOLTAGE AT DIFFERENT TEMPERATURES 


Temperature, degrees centigrade 


30° 
9 
3 
7 
1 
6. 
111.2 
126.5 


29° 

9 

3 

7 

1 

6 
110.8 
126.0 


110.4 
6 


125 


27° 
39.4 
52.8 
80.8 
110.0 
125.2 


26° 
9 
52.7 
6 
80.5 
95.4 
109.7 
j24.8 


25° 
39.2 
52.5 
80.2 
95.1 
109.3 


124.4 


24° 
39.0 
52.3 
80.0 
94.8 
109.0 
124.0 


38.9 
52.1 
66.0 
94.5 
108.7 
123.6 


22° 23° 
38.7 

52.0 

65.7 

g 

94.2 


108.2 
123.2 


21° 
38.6 
51.8 
65.5 
93.8 
7 
122.8 


OO 0 o © OO +H 
On HtONSH 
HDSRGAON 

5 oe ent 


18° 
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In the second method mentioned, in which it is desired to 
measure the value of an unknown voltage, it is only necessary 
to run the pressure in the tube up to a value corresponding to 
a voltage known to be above that to be measured: The pressure 
may then be lowered rapidly by allowing the air to escape until 
corona appears. Having approximated the voltage by this means 
the pressure may be raised again above the value at which 
corona appears and then lowered as gradually as desirable 
in order to establish any particular degree of accuracy of obser- 
vation. The table of pressures as described above may also 
be used in this case. In using this method it is inadvisable to 
lower the pressure by any considerable amount below the corona 
forming pressure. If this is done the volume of corona increases 
greatly, which may result in spark-over, and which if allowed 
to continue will make it necessary to clean the surface of the 
central conductor. 

Pressures may be read if necessary on an ordinary mercury 
gage. If this is done it is also necessary to read the actual 
value of the atmospheric pressure. However, pressure gages 
are available which read absolute pressure directly, thus obvia- 
ting the necessity of making the additional observation of atmos- 
pheric pressure. 


PERMANENCE OF CALIBRATION 


It is well known that the condition of the surface of the central 
conductor as regards inequalities has an important bearing on 
the sharpness with which corona will appear. Small specks 
of dirt cause regions of high electric intensity which form sparks 
or point discharges at voltages below that corresponding to 
corona for the smooth conductor. In the use of the instrument 
as described, therefore, it is important that the central conductor 
should be carefully cleaned before insertion into the outer tube. 

No special difficulty is met in so cleaning the surface of the 
wire that no preliminary sparks appear and so that the appear- 
ance of corona is not only sharply marked but may be repeated 
many times without a variation in the value of the correspond- 
ing voltage. 

Time Tests. In order to test the possibility of the repetition 
of the readings, a series of observations were taken on a volt- 
meter differing somewhat from those described, extending 
over a period of five months. This voltmeter was open to the 
air and subjected only to atmospheric variations of the density. 
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Readings of the corona voltage were taken four or five times a 
week throughout the period, and showed when corrected for 
temperature and pressure a maximum deviation of six-tenths 
of one per cent from the calculated value. In this series of 
observations the wire was cleaned every day or two. 

Permanence of Surface. In order to determine whether, and 
to what extent, the surface of the wire deteriorates with use, 
a number of tests were conducted on brass, nickel, and silver 
plated rods in addition to copper.and steel rods commonly 
used. These tests consisted of the running of the instrument 
continuously with voltage slightly above the corona forming 
voltage, interrupting the run at intervals to see to what extent 
if any, the observed corona voltage had been lowered. One 
per cent excess voltage will result in a well formed corona, 
while five per cent excess gives one of marked volume and sound. 
The results were as follows: 

Brass rod, 0.234 cm. diameter, primary voltage at start 61.2; 
run for 44 minutes at one per cent excess voltage with a number 
of intermediate readings. Corona voltage at end of test 61 
volts, a change of about one-third of one per cent. 

Nickel plated rod, 0.24 cm. diameter, voltage at start 61.5, 
run for 48 minutes, at one percent excess voltage with inter- 
mediate readings, voltage at end 61.1 volts a decrease of less 
than two-thirds of one per cent. 

Silver plated rod, 0.24 cm. diameter, corona voltage at start 
61.5, run for 42 minutes and from one to 5 per cent excess 
voltage, with intermediate readings; corona voltage at end of 
test 61.5 volts, thus showing no deterioration. 

The lowering of corona-forming voltage in the first two of these 
wires is in a great measure accounted for by the elevation in 
temperature in the tube due to the presence of corona and is 
not all due to deterioration of the surface. Thus in the case of 
the brass wire the temperature rose during the test from 23.9 
to 25.2 deg. In the case of the nickel rod the temperature rose 
from 25.4 to 26.5 deg. In the case of the silver rod the rise in 
temperature was only from 26.9 to 27.3 deg. The conclusion 
from these tests therefore, is that the life of any polished conductor 
for the purpose of observing corona should be quite long for 
any material which does not oxidize freely in the air. 

It is quite obvious that the design of the corona voltmeter 
as already described, permits the ready removal of the central 
conductor in case it should be suspected that the surface is not 
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clean. The use of the telephone as a detector indicates very 
promptly the presence of any single points of discharge, such 
points having a characteristic sound in the telephone which 
is quite different and of a very much lower intensity than that 
corresponding to full corona. 


DIMENSIONS 


The dimensions of the corona voltmeter are apparently deter- 
mined by three factors; the diameter of the corona tube, the 
length of this tube, and the requirements of insulation of the 
connection to the central conductor where it passes through 
the ends of the outer or pressure cylinder. 

The diameter of the corona tube is largely determined by 
the maximum voltage. It has a simple well-known relation to 
the diameter of the inside conductor for any particular value of 
corona forming voltage. The most advantageous relation of 
these two diameters has not yet been determined. For example, 
no direct study has been made of the increase that is possible 
in the diameter of the central conductor before the formation 
of corona is coincident with that of spark-over. For smaller 
sizes of conductor it is possible to raise the voltage by consid- 
erable amount above that at which corona starts without 
resulting spark-over. With increasing diameter of conductor, 
however, this possible range above corona voltage becomes 
narrower. From a number of indirect observations, the present 
experiments seem to indicate that a ratio of diameters of the 
inner conductor to outer cylinder greater than 0.1 is apt to be 
attended by spark-over. These observations have largely 
determined the sizes of central conductor which have been used 
in the two instruments described above. 

The length of the interior or corona cylinder may be consid- 
erably less in each case than those adopted in the two types of 
instrument as described. In order to determine the length 
absolutely necessary a number of experiments have been made 
on tubes of the same diameter but of varying lengths, under 
atmospheric conditions. With tubes 6.35 cm. in diameter and 
rods 0.317 cm. in diameter, observations of corona voltage were 
made with tubes of lengths four, two, one and five tenths, and 
one diameters in length. The observations show that with 
decreasing length there was no perceptible rise in the corona 
voltage until two diameters of length was reached. For this 
length there was an apparent rise in the corona voltage of about 
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one-half of one per cent; for one and one-half diameters a 
rise of about one per cent, and for one diameter of length corona 
voltage was about three per cent higher than for tubes of lengths 
four or more diameters. 

It should be noted, however, that the use of the galvanometer 
as the indicating instrument requires a longer inner tube in order 
to make available a sufficient amount of ionization for the de- 
flection of an instrument of ordinary sensitivity. There are 
obvious advantages in the use ofa galvanometer, and it is 
our opinion that on this account it is not advisable to attempt 
a corona tube shorter than three diameters. 

The requirements of insulation of the leading-in conductors 
add the greatest proportion to the length required for the whole 
instrument. The conditions here are much the same as at the 
leading-in terminal bushings of a transformer. The inner end 
of such a bushing can be brought fairly close to the inside 
cylinder but must not disturb the distribution of the electric 
field within that cylinder nor introduce any regions of higher 
intensity outside the cylinder. 

The observations on the two instruments as described indi- 
cate that it would not be possible to reduce the dimensions of 
the smaller type without limiting its range. The larger type, 
however, is unnecessarily large in every direction. The outer 
cylinder can be reduced somewhat in diameter as can also its 
length without modification of the interior corona cylinder and 
central conductor. The interior cylinder can also be reduced 
somewhat in length without seriously inpairing the accuracy 
of the reading of the indicating instrument. Apparently it 
should be possible to construct a corona voltmeter for 100,000 
volts with an over all length of about two meters and a maximum 
outside diameter of 45 to 50 cm. 

The question of the extreme reduction of the dimensions of 
instrument as well as that of direct calibration, can only be 
determined by further investigation. It is the hope of the authors 
to carry forward such investigations. The present paper has 
as its principal object to show that it is possible to construct 
and operate a voltmeter based on the corona principle, which 
possesses an absolute calibration, a wide range, a high degree of 
constancy, and several other advantages over existing instru- 
ments for the reading of high voltage. Thanks are extended to 
Dr. W. B. Kouwenhoven and Mr. W. S. Brown for their assist- 


ance with the oscillograms and in other particulars throughout 
the work. 


1916] THE CORONA VOLTMETER 833 


SUMMARY 

The following conclusions seem to be justified by the experi- 
ments which have been described: 

1. An instrument making use of the appearance of corona as 
an indication of the maximum value of alternating voltage 
has been devised and constructed in two sizes for ranges 20,000 
to 50,000 volts and 40,000 to 100,000 volts respectively. 

2. The principle of operation depends on a natural constant 
and the calibration of the instrument is definitely determined 
by its dimensions. This calibration may be supplemented by 
calibration with any existing standards. 

3. In setting for different voltages no alterations in dimensions 
nor other manipulation is necessary. Variations in setting re- 
quire changes in air pressure only. The necessary changes may 
be effected with a hand pump. 

4. Three, and if necessary, four means of observing the indi- 
cations of the instrument are described. They may be used 
simultaneously, thus serving as checks upon each other. 

5. No spark-over, nor arc, nor energy consumption occurs in 
the operation of the instrument. 

6. No series resistance nor condensers are necessary to its 
operation. 

7. Observations may be repeated rapidly and any number 
may be taken with one setting. 

8. The calibration is within wide limits, independent of wave 
form and frequency. It is also independent of electrostatic 
influence of neighboring conductors and objects. 

9. It is readily constructed in portable form. 

Johns Hopkins University, Laboratory of Electrical Engineering. 
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Discussion oN ‘“THE CoRoNA VOLTMETER”’ (WHITEHEAD-PUL- 
LEN), CLEVELAND, OHIO, JUNE 29, 1916. (SEE PROCEED- 
INGS FOR JUNE, 1916.) 


L. W. Chubb: Dr. Whitehead’s paper brings before us a new 
standard voltmeter which I think, if all the irregularities can be 
taken out of it, should displace the sphere gap as the primary 
standard. There is some doubt as to the practicability of the 
scheme for a working or secondary standard. : 

In the earlier papers Dr. Whitehead has given us an idea of 
the sharp indications of the appearence of corona and his Table 
I in the present paper certainly is an exhibit of remarkable 
observations by three different methods; and we are to under- 
stand that the fourth method also checks equally well. The 
structure has a great advantage over the sphere gap, in that it 
is independent of extraneous objects. Dirt specks, oil, etc., to a 
certain extent, affect both types of meters but the enclosed wire 
is less apt to have dirt settle on it. 

Several other schemes for crest voltmeters have been described 
in the TRansAcTionsand I have had experience with all of them, 
including the Ryan type of corona voltmeter. One of the old 
students of Prof. Ryan set up a cone-shaped corona voltmeter 
in the laboratory several years ago, and tests showed that the 
indication of transients was its greatest advantage. When a 
surge in voltage would come, you could see the corona shoot 
toward the large diameter end of the cone. As a practical in- 
strument, however, and for indications of steady voltage it did 
not seem to be a success. In all our experience, the scheme which 
was reported in my paper at the midwinter convention last Feb- 
ruary, we still believe is the most practical and the best for all 
around testing. 

I would like to ask Dr. Whitehead a few questions in regard 
to the paper. In the first place he speaks of not having an ab- 
solute method of calibration, and points out that the value of 
the instrument depends upon a calibration, which can be ac- 
cepted universally. At the present time the calibration depends 
upon an empirical formula for the electric strength of air. I 
believe if the method of calibration is used, that was presented 
in our 1913 paper, the author will obtain great satisfaction, 
because it is an absolute method which works from the high- 
tension side and depends only on a current or potential standard 
and the physical dimensions of a guard-ring air-condenser. 

The crest-factor calculations in the paper are carried out too 
far. I have found that it is very hard to calculate crest factors 
accurately with small amplitude oscillograms, and unless a vol- 
tage measuring method is used which derives voltage from the 
high-tension winding and corrects for the crest factor, there may 
be an appreciable error. 

I was surprised at the inaccuracy of the tertiary coil in the 
tests. It was more than is usually to be expected and the dif- 
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ference between tertiary voltage and calculated voltage should 
have been checked by tests with parallel variable-load reactance. 
I would ask whether humidity has any effect on the results and 
whether there is any appreciable error in reading the air tem- 
perature inside of the tube It seems to me that the adiabatic 
expansion and compression, due to rapid change in pressure, will 
cause temperature changes which cannot be followed by a slug- 
gish thermometer. I would suggest that a test be made to 
measure the same voltage, first by holding the voltage constant 
and letting out the air, then by holding the pressure constant 
and raising the voltage. 

I would ask whether improper centering and vibration of the 
wire will affect the calibration, and whether the author would 
expect two voltmeters built to the same specifications with the 
usual workshop precision, to check accurately 

Clayton H. Sharp: It seems clear to me that Dr. Whitehead 
has given us a splendid instrument, which, although the exact 
value of the constant may not be known, is superior to anything 
we have now for the purpose of standardizing high-voltage 
measurements. It may not make an everyday working instru- 
ment, perhaps for the same reason that the Siemens electro- 
dynamometer is not a good working instrument; that is, that 
it requires an extra manipulation to give a reading, namely an 
adjustment of the pressure of the air. Hence it is not so quick 
as a direct-reading instrument might be, but as a standard 
instrument it seems to leave little to be desired, when once the 
correct value of the constant in the equation has been determined. 

James R. Craighead; We should give Dr. Whitehead credit 
for the procedure he pursued in the development of this instru- 
ment. It was, in the first place, simply an instrument used in 
air, and without special standardization of conditions other than 
the exact dimensions of the physical apparatus. In its present 
form, it shows a degree of accuracy which should be amply 
satisfactory for its use as a standard, and the reason for that 
accuracy is the fact that the conditions have been so carefully 
controlled. 

One further point—as soon as you inclose a high-voltage con- 
ductor and have corona develop, there is an ionization of the 
air, which is used as an indication of the actual development of 
corona. On some instruments of a somewhat similar character, 
I have observed that a certain amount of that ionization remains 
for a considerable period of time in the enclosed air, and I should 
like to ask Dr. Whitehead whether he has any difficulty in 
repeating immediately and frequently successive observations 
within this enclosed chamber without any device for ventilating 
in order to produce air that is free from ionization. 

The point that Mr. Chubb mentioned in regard to the change 
of temperature that is associated with change of pressure, seems 
to me to be especially important. If we are to measure a voltage 
by the use of an air pressure, we are going to pump air at a de- 
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finite temperature into a cylinder, and then a change of tem- 
perature will be going on within the cylinder to some extent 
as the pressure diminishes, and an accurate record of the tem- 
perature at the moment when the corona appears might be 
diffcult to obtain. 

C. Francis Harding: The paper presented by Dr. Whitehead 
marks another signal advance toward the much desired primary 
standard for high-voltage measurement to supersede the needle 
and sphere spark gaps. 

In analyzing this problem of the measurement of high voltages 
care should be exercised not to confuse methods suitable for 
fairly accurate practical measurements, with the requirements 
of a primary standard of voltage. A primary standard, if I 
understand the term aright, should be based upon fundamental 
laws, a knowledge of which, together with the constants of design 
of the apparatus will enable such a primary standard voltage 
to be reproduced under any local conditions which may exist. 
This is not possible with the needle spark gap and there is prob- 
ably some error in the hypothesis and therefore in the values of 
calculated voltages for the sphere gap. Several investigators 
have pointed out the rather large errors possible, due to varying 
local conditions such as foreign matter upon the spheres, dis- 
torted electrostatic field between spheres, effects of varying air 
pressure, temperature, humidity, frequency, etc. Furthermore 
the present dual standard of needle and sphere gaps for use below 
and above 50 kv. respectively is particularly objectionable since 
the two standards can not readily be made to coincide at the 
transition point where both should be correct. Such a method 
gives only an instantaneous indication of the voltage and the 
measurement itself, by means of the spark-over, is quite likely 
to disturb the circuit to such an extent as to prevent the main- 
tenance of the desired voltage in the circuit, not to mention the 
impossibility of a permanent indication of the same. Both 
spark-over methods, although valuable for practical tests are 
unsuited for use as permanent primary standards. 

The application of a definite ratio of transformation either 
from a constant-potential transformer or from a voltmeter coil 
of a high-voltage transformer to the present primary standard 
of voltage has apparently been used for practical measurements 
with considerable accuracy. I do not see that one can ever hope 
to use it however as a high-voltage standard, since it is depen- 
dent upon the condition that this coil inclose the average flux 
of the secondary coils under all conditions of load and power 
factor. While this condition may be closely approximated by 
carefully locating the voltmeter coil, one would not feel safe in 
predetermining such a ratio from design data. There is no 
way to prove that such a calculation is accurate save by the spark 
gaps, and the latter have been in turn based upon the ratio 
method in the first place. In the paper under discussion con- 
siderable error has been reported for one particular placing of 


1916] DISCUSSION AT CLEVELAND 837 


the coil. The speaker has found it necessary, in the determina- 
tion of corona losses upon transmission lines, where the volt- 
meter coil was used as a convenient intermediate agent, to plot 
calibration curves between standard volts determined by the 
present sphere-gap standard, and voltmeter coil readings for 
each change of secondary connections. For example, the ad- 
dition of 800 feet of No.4 B & S transmission line with a 12- 
foot spacing will offer sufficient capacity at 180 kv. to cause the 
actual ratio curve to depart 8 per cent from the straight line 
calculated from the constant ratio which is accurate at lower 
voltages. In this transformer the voltmeter coil is made up in 
two parts, each of diameter of the average secondary coil and so 
placed as to inclose as nearly as can be predetermined the average 
flux of the secondary. This error is about the same as that re- 
ported by Dr. Whitehead for the voltage coil method with the 
capacity of the 100-kv. corona voltmeter in circuit. 

In looking further for possible primary voltage standards it 
would seem logical to investigate the possibilities of making use 
of the force action in a uniform electrostatic field just as our low- 
voltage instruments make use of uniform electromagnetic fields. 
The former are quite as readily produced at high voltage as are 
the latter at low voltages. 

In a written discussion of the paper on ‘‘Crest Voltmeters’’, 
the speaker outlined briefly some work by Messrs. Phelps, 
Wright and Holman carried on during the last two years at 
Purdue University upon the use of force action between parallel 
plates at high voltages, in which the theoretical calculated con- 
stant ratio between voltage and distance between plates for 
a constant force action was very closely checked in actual tests. 
This apparatus, constructed upon the principle of the Kelvin 
attracted disc electrometer, may have some possibilities as a 
primary standard for high voltages, although not suitable for 
use in a portable secondary voltmeter. ; 

Another investigator, Mr. L. L. Bouton, also of Purdue Uni- 
versity, has this year shown conclusively that there is little of 
value to be expected from an instrument based upon the attrac- 
tion between metal spheres of large size, for, although test 
values can be reproduced more readily and are probably less 
influenced by local conditions than the spark gap, yet accurate 
theoretical determination of the field and the resulting force 
action between spheres is very difficult when the diameters of 
the spheres are large with respect to the distance between their 
centers. 

The paper under discussion presents another apparently very 
fertile field for the study of possible high-voltage standards. 
Although many factors are involved which should and probably 
can be readily held constant in such an instrument, this apparatus 
has the advantage of several check readings for determining 
the critical voltage. It would seem also that if the dielectric 
strength of air under specified conditions were standardized, 
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that this method of determining voltages would be entirely 
reproducible. 

I wish to emphasize as forcibly as I may, the importance of the 
early study of this problem of high-voltage standards by the 
proper committee of the Institute. The use of high voltages 
has become so general that we must have something more de- 
finite to use as a reference, a standard which may be reproduced 
at any time with any local conditions, guaranteeing a test vol- 
tage determined by the use of proper constants calculated from 
the dimensions of the apparatus involved and the fundamental 
laws of the electric and magnetic circuits. 

F. W. Peek, Jr.: I have heard a great many arguments for 
and against the various methods of measuring high voltages. 
It is generally a question of which method is most convenient 
and most adaptable to any given investigation. All of the 
methods discussed have their advantages and disadvantages. 
In investigating high voltages of extremely short duration, 
durations in the order of a millionth of a second, I have found 
the sphere gap necessary. When the sphere gap is properly 
used, it is not difficult to use it in that way, it will measure 
correctly a-c. voltages, d-c. voltages, and transient or lightning 
voltages. I will not say more about the measurement of tran- 
sient voltages here, but will refer you to my paper read in San 
Francisco, September 1915. This paper also gives the charac- 
teristics of transient corona produced by voltages lasting only 
one-millionth of a second; it is possible to see this corona and 
to detect whether the wire is positive or negative. 

Jacob Kunz: It is possible to add still another instrument 

to measure d-c. or a-c. voltages. Dr. Whitehead has used the 
electroscope, the galvanometer, and the telephone. It is pos- 
sible still to add to those corona-measuring devices an instru- 
ment which directly indicates pressure, because as soon as the 
corona starts, either d-c. or a-c. corona, the pressure increases 
noticeably and measureably. It is very easy in the case of air 
with voltages only as high as 10,000 volts to get an instantaneous 
increase of the pressure to say 3 cm. of mercury. This new volt- 
meter, which is based on the increase of the pressure due to the 
corona itself, is very accurate, and we have found recently you can 
use this increase of pressure by means of an aneroid barometer to 
measure voltage or current; the positive corona current, at least 
being proportional to the increase of the pressure, so that by 
an aneroid barometer, one can also measure currents and poten- 
tial differences. 
_ This brings out a precaution which has been taken in this 
instrument of Dr. Whitehead’s, namely, that it uses change 
of pressure in order to find the starting point of the corona, 
but when the corona starts, then the corona itself changes its 
pressure. There is a reaction of the pressure, as the corona 
increases the pressure itself increases, and if you keep the corona 
going, in a little while heat will be developed, which has to be 
taken into account also. 
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Concerning the constants of the formulas—we have thirty- 
two in the formula of Whitehead, and a different constant in the 
formula of Peek. 

I think a careful investigation should be made into these 
constants, because Farwell found that these characteristic 
constants in the corona are distinctly different for positive and 
negative corona. 

Then it has just been mentioned, that the a-c. corona for high 
frequency is different from the a-c. corona for low frequency, 
or d-c. corona; indeed, you can make experiments, and if you 
use d-c. corona and introduce only a little spark gap of a mm., 
or half a mm., then the visual phenomenon of the corona is en- 
tirely changed and the characteristics also are very much changed. 
So far as I understand Townsend and Watson, they always 
used spark gaps in connection with the corona, and through 
these spark gaps the nature of the visual corona is entirely 
changed; for instance, in a d-c. corona with the spark gap, the 
positive wire is surrounded by a uniform glow and the rest of 
the tube is dark. If a spark gap is introduced, however, the 
whole corona is filled with streams of light, which are separated 
from each other, and in some cases they are very uniform and 
the whole tube glows uniformly. 

Corona assumes quite a different character, for instance, 
in the case of hydrogen. Experiments have been made in our 
laboratory on corona in hydrogen and other gases, and the char- 
acteristics between positive and negative corona are entirely 
different. They do not resemble each other—one is a contin- 
uous and the other is a discontinuous corona, and the negative 
corona appears in the form of beads, while the positive corona 
is uniform. In this case, the difference between positive and 
negative corona in hydrogen, is so great that the hydrogen corona 
tube can be used as a rectifier. We have been able to rectify 
voltages up to 10,000, and there is no reason why we should 
not be able to rectify 100,000 volts. a: 

John B. Taylor: Can the method of determining corona 
formation by listening for sound in a telephone receiver be used 
when working with continuous voltage? 

F. W. Peek Jr.: Some years ago we rectified by corona in 
air. A full description of this is given in an Institute discussion. 

J. B. Whitehead: I think all of the speakers have agreed 
that our instrument has some promise as a standard. That was 
our chief object. Our feeling is also quite pronounced that it 
will also be a working standard, but we are quite satisfied at 
this time to find such a unanimity of feeling that there is here 
the possibility, at least, of an ultimate standard of high voltage. 

As to the cone shaped wire mentioned first by Mr. Chubb and 
last by Dr. Lloyd. The cone shaped wire, in giving the direct 
scale, has this one difficulty—that the presence of corona causes 
a slight elevation of temperature. This slight elevation of tem- 
perature means that corona will appear at a lower voltage, so, 
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consequently, if you use the cone shaped wire, even supposing 
you hit the actual voltage immediately by seeing the point 
along the length of the wire at which it comes out, that position 
will change almost at once. Corona ona vertical wire, is often seen 
to walk up the wire, owing to this cause, hence the difficulty 
of securing anything like permanence in the graded diameter. 

As to the determination of peak factors, the general conditions 
under which our oscillograms were taken are described in the 
paper. A third decimal place has slipped in, as-a result of taking 
an average of several values. I agree with Mr. Chubb that it is 
not possible to measure peak factors to the third decimal place. 
However, the gradual variation of the peak factor as described 
in the paper was quite obvious in our determinations, taken 
over a wide range. The comment is quite proper. The weakest 
point in the determination of maximum value readings of voltage 
from the low-tension side, is the oscillogram. 

The transformer which we used was constructed before the 
engineers who are interested in the possibilities of the tertiary 
coil were quite as certain as to the accuracy attainable, as they 
are now. Having consulted them, they agree that the design 
of the transformer that we have, as regards the tertiary coil, 
could be greatly improved. My comments on that point are 
not intended in any sense to depreciate the present day value 
of the tertiary coil, as a means of measurement. 

As regards the humidity inside of the tube, if you allow the air 
in a corona tube to expand very rapidly through an orifice, you 
will undoubtedly get cooling as you will everywhere in the rapid 
expansion of air, and you will also have condensation of moisture. 
In our experiments, this matter is readily taken care of by pro- 
viding a large opening for the air and letting it out so slowly that 
you do not get appreciable cooling and condensation. By pro- 
viding large enough openings, the air can be changed very readily, 
and you can get as uniform a distribution of temperature as you 
please. The temperature is measured with a thermometer inside. 
So far as we have been able to observe we have not found any 
indications that this is a serious difficulty—indeed, we have not 
observed it as a difficulty at all, we have never found anything 
other than a slow change of one or two degrees throughout the 
course of a full run. 

The centering of the wire is purely a mechanical process. 
We have suitable templates for the inner tube of the voltmeter, 
as shown in the diagram, and these templates can be adjusted 
through the side hole which is large enough to get your hand 
in, and by looking into the side hole at right angles and shifting 
the template, it is easy to determine the centering. The final 

.centering is done in the instruments we described at the ends. 
The holes through the insulators are large enough to give us 
quite three or four mm. in any direction, and this is found to 
meet the situation. ; 


_Mr. Craighead raises the question about ionization. Some 
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of my earlier experiments convinced me at least, although not 
every one, that the normal ionization in the air has no effect 
on the beginning of corona. These experiments included the 
location of radio-active substances in the neighborhood, il- 
luminating the wire for ultra-violet light, and other well known 
sources of ionization, so that there was no lowering of corona 
voltage. 

_ On opening the corona voltmeter after prolonged use, there 
is very decided evidence of ozone. We have never been able to 
detect, however, any variation from the calculated values of 
corona. 

With reference to Prof. Kunz’s very interesting description 
of the use of the elevation of pressure as corona detector I hope 
he will present the results of his studies in that direction, so that 
we may have a complete account of them. FT would like to call 
attention, however, to the fact that in the use of the corona volt- 
meter by which we read pressures to one-quarter of an mm.,— 
of course, we could read them more closely, but that is quite 
sufficient to give an accuracy of less than one-half per cent—we 
have never detected any increase in pressure due to the presence 
of corona. That does not mean Prof. Kunz has not found the 
increase of pressure, but we are working on the threshold ap- 
pearance of corona where the increase of pressure is very small. 
It is very small because we have quite a large volume of air in 
the corona voltmeter, and it is only the initial appearance of 
corona; consequently there is a generation of but very few ions, 
considered with reference to the number of molecules in the whole 
volume of the system. The use of elevation of pressure as the 
result of corona would seem to me to be subject to this very 
limitation that he speaks of in the resulting temperature. Cer- 
tainly we have found that if we carry the voltage above the 
corona-forming voltage, five or ten per cent above, so as to get 
_ a large corona, changes in temperature are immediately obvious, 
and consequently they would introduce error. 

Prof. Kunz, I am sure, will be interested to hear that we have 
carried out some d-c. experiments during the past year, in which 
we have been able to get negative corona without the appearance 
of beads, and I believe that the negative corona without the 
appearance of the beads and localized spots is simply a question 
of constancy of circuit conditions and of clean surface. That is 
our conclusion. If you allow negative corona to remain any time, 
after awhile it will form into these beads, but there is no doubt 
that negative corona can be obtained without the localized 
sparks. : 

As to Mr. Taylor’s question—the sound given out by the 
corona is not the note corresponding to the frequency of the cir- 
cuit, it is entirely due, in my opinion, to indiscriminate snapping 
sparks over the minute irregularities of the surface of the wire, 
irregularities which cannot be gotten rid of, although we polish 
it toa very high degree. Therefore, although we have not before 
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us, the account of our experiments on the sound of d-c. corona, 
I feel sure that the sound could be used there also. 

Since the experiments reported in the paper, we have compared 
the corona voltmeter with the sphere-gap, as shown by Fig. 1. 
The upper solid curve is the calculated corona curve, using the 
formula of my work, namely 32, for the first constant, or 0.518 
for the second. The long dash upper line is the curve of corona 
voltage as taken from Mr. Peek’s formula, namely, 31 for the 

first, and the second constant is 0.54. The curves are plotted 
between kilovolts per centimeter at the surface of the wire, and 
the range of atmospheric change, affecting the whole range of 
the abscissa, is 10 or 15 cm. below atmosphere, to 45 or 50 cm. 
above atmosphere, so that this is a rather wide range of air 


75 in Sf a 
< 
T iin | + + ae. 
ae 
. || bm 2 
e T + | Sea 
ee ie 
65 SS + —— 
x 2 
7 ext 
= a 
= 60 ee 
lu 
a Za a 
eo SSS : las — 
oe | il 
S Sc 
3 85 = i | 5 ee 
= y 
Ca 
Zh ee CORONA VOLTMETER 
SY B 656 CM. ROD. 
Lol AS x x x« xTertiary Coil 
i © o o oSphere Gap 
p SS eeire) 
oe z 32(64.518 2) 
Zi jo} 
A 
40 


0.9 1,0 1.1 1.2 1.3 14 1.5 1.6 17 
DENSITY FACTOR & 


Bice 


density, and therefore the difference between Mr. Peek’s con- 
stant and my own appears somewhat intensified. 

Now, then, the lowest curve with the cross marks gives the 
observations on the tertiary coil of the transformer, 

The tables shown in the paper give the accuracy with which 
the low-tension reading can be repeated, and the circles with the 
dots represent the sphere gap readings, all these measurements 
being taken on a 12.5-cm. sphere gap. The readings were taken 
as follows: We would set the pressure and gradually raise the 
voltage until corona appeared with the spark gap in paral- 
lel with the corona tube, set to a value which we knew was 
too great for spark-over. Keeping the pressure in the tube con- 
stant we would repeat over and over again the corona observa- 
tion, closing the sphere gap by 1/100 mm. each time. Finally 


as 
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we came to a voltage value in which the sphere gap would let 
go just before we had the corona. 

The interesting point about the curve, it seems to me, is that 
it shows that the calibration of the spark gap and Mr. Peek’s 
corona values, are of course, coincident because they are based 
on the same standards and methods of measurement. The 
falling of the tertiary coil observations below these is entirely 
due to the construction of the tertiary coil. The variation of the 
spark-gap determination from the calculated curve would not 
ordinarily be considered great. I call attention to the irregulari- 
ties of the gap readings as compared with those of the corona, 
as referred to their respective curves. 


Presented at the 33d Annual Convention of 
the Amertcan Institute of Electrical Engineers, 
Cleveland, O., June 29, 1916. 
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THEORY OF PARALLEL GROUNDED WIRES AND 
PRODUCTION OF HIGH FREQUENCIES IN 
TRANSMISSION LINES 


BY E. E. F. CREIGHTON 


ABSTRACT OF PAPER 


The overhead grounded wire is used for three purposes: 
lightning protection, mechanical support for towers, and a 
test circuit. The functions of the grounded wire are subdivided 
into at least four categories: First, the vertical grounded wire; 
second, the lightning rod extending above the ground; third 
the electrostatic induction in the horizontally situated wires, and 
fourth, electromagnetic induction. 

The vertical wire prevents splitting of the poles. The light- 
ning rod is of mooted desirability. The electrostatic induction 
for a given cloud on wires under various conditions is worked 
out in this paper. There is given also the protective values of 
overhead grounded wires in different positions and in different 
numbers. The effects of electromagnetic inductions have been 
taken into account. Theory is given to show that the grounded 
wire introduces into the main wave of induced lightning surge 
a superposed high frequency of electromagnetic induction. 

The several factors to be taken into account in the process 
of determining the protective value of a grounded wire are as 
follows: . 

1. Strength of electric field in the neighborhood of the line 
wires. 

2. The direction of the gathering charge in the cloud, that is 
the path of the discharge relative to the line, parallel or perpen- 
dicular to the line before it turns vertically downward to the 
earth. 

3. The screening effect obtained by the use of several wires, 
with and without grounded wires. 

4. The initial momentary potential induced on a wire at the in- 
stant the cloud discharges to earth. 

5. Aninstant after the lightning discharge has taken place, the 
sudden increase in capacitance between the power wire and the 
adjacent parallel grounded wire. 

6. The effect of the number and location of parallel grounded 
wires. 

7. The effect of electromagnetic induction between the hori- 
zontal part of the grounded wire and the parallel power wires, in 
which the energy of the lightning charge on the grounded 
wire is more or less transferred to the power wire, instead of 
being dissipated in the earth. High frequencies are produced 
in this transformation. } 

8. The gradual transference of the charge which travels 
along the power wire to the successive sections of the grounded 
wire and its dissipation in the earth. 
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A cloud charge is chosen of such value as to produce corona 
potential on a No. 000 B. & S. wire, strung at a height of 1000 
cm. (33 ft.) above the surface of the earth. This storm cloud is 
used as a standard in all cases for comparison. The induced volt- 
age on any wire by lightning is directly proportional to the 
height of the wire above the earth. The induced quantity is 
not quite proportional due to the variations in the capacitance 
of the wire at different heights. For heights between 30 and 
60 ft. (9.1 and 18.2 m.), however the quantity can be considered 
as approximately proportional to the height. 

The quantity induced on the wire is only slightly affected by 
the diameter of the wire. This leads to the conclusion that a 
small grounded wire is nearly as effective as a more expensive 
large one. 

The theory is given to show that even on a non-grounded 
circuit a charge can be induced by a-cloud and produce practi- 
cally the same potentials as when the circuit is grounded. The 
only exception is that of circuits of short length. 

The-instantaneous value of induced potential on a circuit. is 
independent of the number of wires used. Using a greater 
number of wires reduces the quantity per wire but does not 
decrease the instantaneous value of the potential at the instant 
the cloud discharges to earth. Even the grounded wire may 
take the full potential and give no relief at the first instant. 
Whether it does or not depends upon how quickly the discharge 
takes place from cloud to earth, and how frequently along the 
line the grounded wire is earthed. There is, however, a screen- 
ing of electrical energy by increasing the number of power 
wires. In other words, each surge has less energy although it 
has not initially less potential. 

There is given a table of the reduction of quantity per wire 
as the wires increase in number from one to seven. 

The two factors in the electrostatic protection of the overhead 
grounded wire are screening and increase of capacitance of line 
wires. The presence of the grounded wire reduces the quantity 
induced on each of the power wires and incidentally after the 
cloud discharges to earth the grounded wire takes over part of 
the charge from the power wires and in taking it the capacitance 
of each power wire is increased. Therefore, with the same 
quantity of electricity the potential is reduced by this increase 
in capacitance. : 

The protection afforded by one parallel grounded wire can 
be expressed as a very simple equation. The protection for each 
power wire can be calculated entirely independent of how many 
there are. 

The general equation to express the protection afforded by 
two parallel grounded wires is more complex but if the two 
grounded wires are placed far apart their protective values can, 
with only a small error, be calculated independently. 


As the charge runs to earth on the grounded wire at the instant 
the cloud discharges, it induces on the line wire by electro- 
magnetic induction a considerable voltage in the usual conditions 
of the overhead grounded wire with low resistance in the earth 
connections and from which part of the protection afforded by 
the grounded wire is lost by the fact that the energy oscillates in 
the ground circuit and is transferred to the power wire. 

The natural frequency of this wave train is found by multiply- 
ing 183,000 miles (300,000 km.) per second by the eres vt 
earth connections per mile of grounded wire. The frequency is 
usually ovet a million cycles per second. 

Traveling waves are more or less absorbed as they pass each 
successive loop of the grounded wire, according to the value of 
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the resistance of earth connection. In any case an endeavor 
should be made to have the resistance in the earth connection 
somewhere near the critical damping value. This prevents 
initial oscillations in the ground circuit and also increases the 
rate of absorption of a traveling wave. 

A slight amount of high frequency is produced in a circuit 

— by transposition of power wires. This may be of the order of 
2 per cent to 5 per cent of the main voltage. 

The general deductions for practical use taken from the 
theory given are as follows: From a theoretical standpoint a 
single grounded wire should be placed as near as practicable 
to the power wire in order to get the greatest electrostatic 
protection. The grounded wires are a little more effective when 
placed above a power wire than when placed below it. 

In installing overhead grounded wires the greatest advantage 
can be obtained by keeping the overhead grounded wires as far 
apart as possible, that is to say, installed, as far as practicable 
on opposite sides of the power wires. The protective value of 
the second wire will then have its full maximum possible value. 
Also from the electromagnetic standpoint, the two wires should 
be placed, so far as practicable, on opposite sides of a power wire 
in order to reduce to a minimum the transfer of surge energy to 
the power wire. 

The most practicable condition of protection by four grounded 
wires is to use the four wires in a rectangular formation which 
gives the widest separation. Naturally two will be above the 
power wires and the other two will be either below or at each 
side about on a level with the two lowest power wires. The 
mechanical conditions of installation will dictate where these 
wires will be hung and it is necessary to follow the rule to make 
the distances between the several grounded wires as great as the 
conditions will permit and still keep the grounded wires 
aS near a power wire as safe mechanical clearance will justify. 


I—INTRODUCTION 

T'HE OBJECT of this paper is several-fold; primarily it is 
an endeavor to place the practise of the use of overhead 
grounded wires on a firmer engineering footing and to discuss 
the conditions of line construction which cause and suppress 
high-frequency surges. The desire is to present the material 
so that the conditions of installation may be made to give the 
greatest degree of protection with a minimum of undesirable 

reaction and lowest cost. 

In the mathematical analysis there is no so-called higher 
mathematics. The difficulties involved are due simply to the 
extremely long simultaneous algebraic equations. It is a matter 
of labor more than skill. The basis of this analytical work was 
given by Maxwell, Kelvin and Heavyside and their familiar 
notation is used. Since most engineers of power systems are 
too occupied with other problems to juggle involved logarithmic 
equations, all this analysis is separated from the main body of 
the paper and is given only as a means of checking up the writer’s 
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conclusions. In most cases the analysis of the value of a grounded 
wire reduces to very simple formulas, due to the cancellation 
of many factors in the long, involved equations. 

Many operating engineers have noted high potentials across 
choke coils of low inductance and other phenomena, which 
point directly to the presence of extremely high frequencies in 
traveling waves on the line. An endeavor has been made to 
analyze the possible sources of high frequency. There are at 
least four of these sources. 

The earliest use of the overhead grounded wire is somewhat 
hidden in obscurity, due to the fact that the engineers of that 
date were not prolific in writing up their engineering feats. 
The earliest application of parallel grounded wires that the writer 
has been able to get track of was made by Mr. C. C. Chesney on 
the original polyphase transmission plant at Housatonic, Mass. 
in 1891. It seems that the next plant to use it was the Montreal 
Light, Heat and Power Co. transmitting power from Shambley 
Falls to Montreal. The overhead grounded wire gradually 
found its way into practise by reason of the strong endorsements 
of a number of engineers, notably among whom was Dr. C. P. 
Steinmetz. The use of overhead grounded wire was a mooted 
problem among engineers over a period of many years. 


II—ANALYSIS OF THE USES OF THE OVERHEAD GROUNDED 
WIRE 


The first question to settle in discussing the overhead grounded 
wire is its purpose... Its primary use is of course for protection 
against lightning and it is recognized also as a strengthening 
support between towers. Mr. J. Lawson has recently stated that 
the grounded wire on a wooden pole line is used also as a means 
of testing for defective insulators. The three recognized uses 
then are: lightning protection, mechanical support for towers 
and poles, and a test circuit. The use which is of interest in 
the following discussion is solely that as a protector against 
electrical and magnetic disturbances in the surrounding atmos- 
phere. 

Even as a protector against lightning the function of the 
grounded wires may be subdivided into at least four categories: 
First, the vertical grounding wire, second, a lightning rod extend- 
ing above the line, third, electrostatic induction in the hori- 
zontally situated wires, and fourth, electromagnetic induction, 
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III—First Catecory—Pronection AGAINST THE SPLITTING 
OF POLES BY THE VERTICAL CONDUCTOR WHICH AT ONE 
Enp Is Buriep IN THE EartTH AND RuNs THE 
HEIGHT OF THE PoLE 


This part of the grounded wire system has been used from 
early times in telegraph construction quite independent of the 
horizontal grounded wire which parallels the power wire, and 
is still standard practise for telephone and telegraph circuits. 
Every fifth wooden pole is protected this way. As such, this 
vertical grounding wire is a protection not against electrostatic 
induction or electromagnetic induction, but against the damag- 
ing effect on wooden poles of a direct bolt of lightning. This 
vertical grounding wire performs the same furiction when used 
in combination with the horizontal wire and at the same time 
it is an essential part of the horizontal wire in protecting against 
induction by acting as an earthing contact to the horizontal 
wire. How frequently along the line these vertical earthing 
wires should be used is a question of importance to be discussed 
as the subject is developed. 


IV—SEconp CatEGcory—A LIGHTNING ConDUCTOR EXTENDING 
ABOVE THE ToP OF THE POLE OR TowER Is DESIGNED 
TO ACT AS AN ELECTRODE TO THE BOLT FROM 
THE CLOUD 


The value of this rod lies in the possibility of its greater 
height keeping the arc flame from being blown between the 
phases of the power wires, which would cause a short circuit. 
Used as such, it has nothing to do with the electrostatic induction 
and functions only in cases of direct stroke on the line. To the 
writer’s knowledge its value has never been definitely deter- 
mined by calculations, experimentation, or use. Its use has 
not been very great. The extremely intense electric force and 
potential gradient in the path of the direct stroke of lightning 
brings the value of the lightning rod into question. Even if 
the rod is high enough to keep the ionized flame away from the 
power wires it must yet be determined if the intensity of electric 
field, induced on the power wires adjacent to the lower end of 
this lightning rod, is not great enough to cause a side flash from 
the rod to the power wires, on account of the so-called isolated 
capacitance of the power wires. With a power wire supported 
on an insulator having a grounded metal pin it seems safe to 

hazard a guess that there will be a side flash which would either 
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puncture the insulator or cause a flash around the skirts. The 
puncture distance is of the order of one inch only, and the flash- 
over distance is of the order of one foot (30.4cm.) Furthermore, 
the equivalent sphere gap of this flashover distance, due to the 
effect known as creepage spark over the surface of the insulator, 
is only of the order of a few inches at best. 

When a wooden cross-arm is used and when the power wires 
are highly insulated by a string of many suspension disks the 
chances of side-flash are greatly reduced and consequently the 
lightning rod comes into the realm where its practicability and 
use are worthy of consideration and debate. 

An endeavor is here made to enumerate the elemental factors 
involved. There are two conditions to be avoided: 

First, to keep conducting arc vapors of the direct lightning 
stroke away from the power wires. 

Second, to prevent a bolt from striking midway between poles. 
Cases are known where such strokes have melted the wires in 
two, even where the line was yet under construction and grounded 
at some distance from the point of the lightning stroke. 

Who is to say how far down on the lightning rod the crater 
of the arc will extend? Taking Dr. C. P. Steinmetz’ estimate of 
10,000 amperes for the average current in a lightning discharge, 
will the crater, during its brief life, extend below the point of 
the rod? The heated gases will tend to rise. The heavier the 
wind the more rapid is the are flame broken up and cooled. 
Perhaps some of the many photographs of lightning may throw 
some light on this problem. 

The protection against direct bolts striking the wire between 
poles may be determined roughly by the following methods: 
First, for a wire supported on pin-type insulators on wooden 
poles, the wire may be assumed roughly to follow the arc of a 
circle, the center of which may be determined. It may he as- 
sumed that if the lightning strikes well into this imaginary 
sector the chances of its turning and reaching the pole are rather 
remote. Second, if a lightning rod is used or the wires are under- 
hung by suspension insulators, the chances of a lightning stroke 
reaching the wire rather than the tower or lightning rod are 
very much lessened. Fig. 1 is drawn on the basis of making the 
distances from the tip of the tower and the nearest point on the 
wire equal. The higher the rod or tower above the line, the less 
the chance of a stroke reaching the line wire, other things being 
equal. The expression, “‘other things being equal” is intended 
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to take into account the fact that a lightning discharge does not 
necessarily take the shortest path to the nearest object, be it 
earth or an adjacent cloud. The location of the electric stress 
depends primarily on the accidental location of condensation of 
moisture in the atmosphere. Otherwise, if there is no free elec- 
tricity given off in the atmosphere, the discharge will take place 
over the shortest path between electrodes. 

While this method is admittedly crude, it is the only one avail- 
able to give a comparison of the immunity of different construc- 
tions. By its use some idea can be gained of the advantages of 
lightning rods and the underhung construction. The evident 

dangers from a stroke reach- 
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lightning rod added to the latter case lowers . 5 5 
the peak of the sector to 160 feet and bands immediately the equivalent 


inward as shown in the above figure. oe i fact STH eo aeliel or 
the atmosphere by the discharge of corona is apparently too 
local and of such a small part of the volume of the electro- 
static field of the atmosphere above the line to decrease 
appreciably the energy of a lightning stroke. 

These questions are still in the speculative field and must be 
left, as refinements, to be cleared up by later work. The rest of 
the subject is of more importance at present and a solution is 


more definitely in sight. 


V—GENERAL PROBLEMS OF THE PARALLEL GROUNDED WIRE 


There are several factors to be taken into account in the pro- 
cess of determining the protective value of the grounded wire. 
‘1. Strength of electric field in the neighborhood of the line 


wires. 
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2. The direction of the gathering charge in the cloud, that is, 
the path of the discharge relative to the line, parallel or perpen- 
dicular to the line before it turns vertically downward to the 
earth. 

3. The screening effect obtained by the use of several wires, 
with and without grounded wires. 


4. The initial momentary potential induced-on a wire at the 
instant the cloud discharges to earth. 

5. An instant after the lightning discharge has taken place, 
the sudden increase in capacitance between the power wire and 
the adjacent parallel grounded wire. 

6. The effect of the number and location of parallel grounded 
wires. 

7. The effect of electromagnetic induction between the hori- 
zontal part of the grounded wire and the parallel power wires, 
in which the energy of the lightning charge on the grounded 
wire is more or less transferred to the power wire, instead of 

being dissipated in the earth. High frequencies are produced in 
this transformation. 


8. The gradual transference of the charge which travels along 
the power wire to the successive sections of the grounded wire 
and its dissipation in the earth. 


VI—GETTING A REASONABLE MATHEMATICAL CLOUD 


In the mathematical analysis of the electrostatic phenomena 
only the simplest forms,—such as cylinders, spheres, ellipses,— 
lend themselves to a practicable solution. The limitless varia- 
tions in the forms of storm clouds make it impossible to select a 
form which might be considered the average for a thunder- 
cloud. Therefore it is necessary to turn from the cloud to the 
local electric field near the earth which is, after all, the center of 
interest. At the surface of the earth all forms of clouds give one 
common characteristic, namely a fairly uniform, perpendicular 
directed electric force over a limited area. It is assumed at 
present that the surface of the earth is smooth. In making the 
mathematical analysis we are, therefore, privileged to choose 
any form of cloud that gives this uniformity of field near the 
earth. Since we are to study first the electrostatic induction on 
overhead wires it is natural to choose, as a matter of simplifica- 
tion, a cylindrical cloud parallel to the line. In the early study, 
lengths of wire only one centimeter long will be dealt with and 
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therefore over many centimeters any sort of a cloud can be 
considered cylindrical. 

In any cylindrical conductor from which a charge of elec- 
tricity emanates there is a central point where all the lines of force 
would meet if they were extended everywhere through the sur- 
face of the cylinder. Mathematically this point is well-known as 
the inverse point of a circle. Electrically it is better described 
as the apex of charge. The apex of charge is that point which, 
if all the charge were concentrated there, would give the same 
effect as it does distributed over the surface. 

It is recognized that a cloud is not a good conductor but due 
to its mobility to the movement 
of electricity by brush discharge, 
it is assumed that the cloud will act 
like a cylinder of equal dimensions. 
ates Since this does not affect the distri- 
srmbemns sutecee bution of field near the surface of the 
Nimo, @arth it seems a permissible assump- 
tion to make and is a great conven- 


<= Image of Cloud ience in making calculations. (Fig. 2) 
The apex of charge of the cloud will 
BiGiZ be found and calculations will be 


_ Cloud of cylindrical cross-section, : 
its electric field, its image, and a made assuming that the charge of 


line wire in the field. : ‘ 
Co aa the cloud is concentrated along this 
apex of charge as if it were a conducting wire parallel to the 
line wires. 


VII—CH5HoIcE orf THE HEIGHT OF A CLOUD 


In absolute measure, the first effect of an increase in the height 
of a cloud would tend to decrease the electric force, and conse- 
quently electric induction, on overhead wires. An increase in 
the total charge on the cloud increases the quantity induced on 
the line wires. All we can say at present is that actual clouds 
will cause more or less severe induction on the overhead wires 
and let it rest at that. The object we have in view is to choose a 
height and dimensions of a cloud such as to give a uniform 
field in the neighborhood of the power wires. If the apex of 
the cloud is a few times as high as the line wires, it is found 
sufficient. A height of 55,000 cm. is chosen, however, for the 
position of the apex of the charge of the cloud. This value 
will be retained as a standard of reference for all future 


calculations. 


854 CREIGHTON: PROTECTIVE DEVICES [June 29 


VIII—Cuoice or A GIVEN CHARGE ON A CLOUD FOR USE IN 
MaxkiInGc CoMPARATIVE CALCULATIONS OF.PROTECTION 
Wuicuo May Bre ExpEcED FROM PARALLEL 
GROUNDED WIRES—AND OTHER DATA 


A reasonable cloud charge is chosen arbitrarily as one which 
will induce a charge on a single overhead wire of corona intensity. 
It is found that such a cloud charge with its apex at 55,000 cm. 
height can be made to give very mild intensities of charge or 
potential gradients in the cloud itself, and such a cloud seems 
satisfactory enough as a basis of comparing induced charges on 
line wires. 

All calculations are made in the absolute system of units. 
Anomalously, the practical system is impracticable. 

An overhead wire of a usual radius of 0.5 cm. (about 3/8 in. 
in diameter, approximately No. 000 B. & S.) will have a critical 
corona gradient of potential_at its surface when the charge is 
about 25 statcoulombs per centimeter length of wire (0.001342 
coulomb per mile.*) Placing this wire at a height of 1000 cm. 
above the surface of the earth calls-for a charge of 5700 stat- 
coulombs per centimeter length of the assumed cylindrical cloud, 
to bring the grounded wire to the condition of corona. In all 
future calculations this constant cloud charge will be used. 

One other assumed dimension is made, namely 10,000 cm. 
from the apex of charge in the cloud to the lower surface of the 
cloud. The assumed and calculated factors are given in the 
following list: 

Apex of charge of the cloud, 55,000 cm. (1804 ft.) above earth. 


Radial distance apex to surfaces, 10,000 cm. (328 ft.) 

Height of wire used as standard of comparison, 1000 cm. above the sur- 
face of the earth (83 ft.) 

Quantity of electricity induced on this line wire, 25 statcoulombs per 
centimeter length of wire (0.001342 coulomb per mile). 

Quantity of electricity in the cloud, 5700 statcoulombs per centimeter 
length of the cylindrical cloud (0.806 coulomb per mile). 

Potential at the surface of the cloud, 26,224 statvolts (7,867,200 volts). 

Potential gradient at the lower surface of the cloud, 1.254 statvolts 
per centimeter of vertical distance (376.2 volts per centimeter). The 
gradient to produce corona is nearly 100 times as great, i. e. 30,000 volts 
per centimeter. Expressed in inches and feet, the potential gradient is 
956 volts per inch and 11,472 volts per ft. 

The field intensity at the surface of the earth is 0.4147 dyne, and cor- 
respondingly the potential gradient is 0.4147 statvolts per centimeter. 
(124.4 volts per centimeter = 3800 volts per ft.) 


2 100 x 1/2 
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Dielectric displacement at the surface of the cloud is 0.1 statcoulomb 
per square centimeter of cross-section of the field. 

Dielectric displacement at the surface of the earth directly under the 
cloud is 0.033 statcoulomb per square centimeter of earth surface. 


Norte: The undisturbed field intensity, potential gradient, and 
dielectric displacement at a height above the surface of the 
earth corresponding to line wire heights are sensibly the same 
as the values given above for the surface of the earth. There- 
fore, over the range of height corresponding to the usual height of 
a line wire the potential may be obtained, theroetically, by 
calculating the product of the height and potential gradient 
(V = centimeter height < 0.4147). The general relations are 
shown in Fig. 2. The calculations are made by equations (1) 
and (2) in the mathematical section. 


IX—TuwHE INDUCED CHARGE ON A SINGLE WIRE AT VARIOUS 
HEIGHTS FROM THE EARTH 


The value of induced charge, initally at zero potential, is 
the second step in the determination of the voltage on the line 
which will suddenly appear when 
the cloud discharges to earth and 
sets free the bound charge on the 
line. We have just noted in the 
previous paragraph that the in- 
ducing potential is proportional 
to the height above the earth. 


Fics. 3 and 4 : f ; ; 
Illustration of the | cross-section The induced quantity at increasing 
of the electric field in the neighbor- ¥ 
hood of a wire, Fig. 3 on the ground heights does not, however, follow 
and Fig. 4 in the air. e latter : ‘ 5 
gathers in the field from each side in direct proportion due to the 


i ti to its height. ° . : 
Relea change in capacitance of the wire. 


Above a height of 1000 cm. (33 ft.) the increase in the quantity of 
electricity induced is almost a linear relation to the height of the 
line. This law holds up to and somewhat beyond 4000 cm. At 
less heights than 100 cm. the charge falls off more rapidly ona 
slightly curved line. The actual values are given in Table I, 3d 
column. These quantities are obtained by a solution of equation. 
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At 1000 cm. high, we have assumed a charge of 25 statcoulombs 
per centimeter length of the wire. At 2000 cm. high the induc- 
tion would be 46.4 statcoulombs per centimeter length of wire, 
using the same inducing charge in the storm cloud. At 4000 cm. 
high, the wire would have induced on it 85.7 statcoulombs per 
centimeter length of it. Fourteen different heights are given in 
Table I, which also gives the quantity on the wire as a fraction 
of the total charge in the cloud. For example, at 1000 cm., 
the charge on the wire is 0.00439 part of the charge in the cloud. 

There is given also in the table the total width of electric 
field that is gathered in by the wire. For example, the wire at 
1000 cm. (33 ft.) gathers in the field from each side for a distance 
of 379 cm. (12.4 ft.), making a total width of 758 cm. (24.9 ft.). 
This electric field would normally go straight to the earth but 
due to the presence of the grounded wire is drawn toward the 
wire and a large part of it passes through the horizontal plane 
of the wire and is looped back up as is shown in Fig. 4. 

At a height of 2000 cm. (65.6 ft.) the overhead grounded wire 
draws a field in from each side from a distance of 704 cm. (23.1 ft.). 

A more satisfactory analysis of what takes place when a 
grounded wire is raised to different heights above the earth is 
shown in the two sketches, Figs. 3 and 4, which depict values 
taken from the table. 

If a bare wire is lying on the ground (Fig. 3), it will take an 

electric charge which is proportional to about half its super- 
ficial area. The earth itself has a charge of 0.033 statcoulomb per 
square centimeter due to the charge of the cloud. Therefore, 
the charge on the wire lying on the ground will be of this order. 
When the wire is raised off the surface of the earth, as is shown 
in Fig. 4, a few of the lines near the wire which before found an 
easier path to the earth, now find a shorter path by bending 
around to the wire. The lines of force just beyond this width 
find a more desirable path to the ground than to the wire but 
due to the removal of part of the electric field directly under- 
neath the wire these lines are bent under the wire in their path 
to earth. 
The width of field drawn into the wire is obtained by divid- 
ing the charge emanating from the wire by the number of stat- 
coulombs of displacement per square centimeter, due to the 
cloud. 

Table I gives the heights of wire, fraction of the cloud charge 

which ends on the wire, quantity statcoulombs per centimeter 


a 
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length of wire, percentage of same referred to a wire at 1000 cm. 
height, the width of the field drawn into the wire at the height 
given, atmospheric quantity is 0.033 statcoulombs per centimeter 
and the potential gradient is 0.4147 statvolt per centimeter. 


TABLE I. 
Stat- Per cent of Width 
Height Part of co lombs quantity of Atmospheric 
| of wire cloud quantity at field potential at height 
dia. charge per cm. height of picked given 
1 cm. on wire length wire of up by 
of wire 1000 cm. Wire, cm. 
Statvolts Kilovolts 
100 cm. | 0.000633 3.610 14.4 119.5 41.47 12.44 
200 cm. 0.001085 6.180 24.7 187.5 82.94 24.882 
400 cm. 0.00196 11.164 44.6 ~ 338.8 165.88 49.764 
800 cm. 0.00360 20.535 82.1 623.0 331.76 99.528 
1000 cm. | 0.00438 25.000 100. 758 414.7 124.4 
1100 cm. | 0.00476 27.170 108.7 824 456.17 136.85 
1200 cm. 0.00514 29.277 iL We 888. 497.64 149.29 
1600 cm. | 0.00663 37.821 151.3 1148 663.52 199.056 
2000 cm. 0.00815 46.422 185.7 1410 829.4 248.82 
2400 cm. 0.00950 54.169 216.7 1642 995.28 298.58 
2800 cm. 0.01090 62.200 248.8 1887 1161.16 348.348 
3200 cm. | 0.01235 70.516 282.1 2140 1327.04 398.112 
3600 cm. | 0.01370 78.092 312.4 2370 1492.92 447.876 
4000 cm. | 0.01502 85.668 342.7 2600 1658.8 497.64 


X—TueE INDUCED CHARGE ON A SINGLE OVERHEAD WIRE AS 
AFFECTED By ITs SIZE 


As a convenient size for reference a diameter of one cm. for 
the overhead wire has been chosen and on this is induced 25 
statcoulombs per centimeter length of wire (0.001342 coulomb 
per mile). 

The first step will be to reduce the size of wire. As a rough 
approximation, take one strand of a seven-stranded cable and 
let us assume an equivalent diameter of one-third which is a 

radius of 1/6 cm. This wire will have induced on it by the storm 
cloud 22.1 statcoulombs which is 88 per cent of the quantity 
induced on the wire of one cm. diameter. The reduction then 
in the weight of the wire approximately to 1/7 has reduced the 
quantity of electricity drawn in by the overhead grounded wire 
by only 12 per cent. This is a good illustration of the slight 
effect that the size of the overhead wire has in gathering in the 
electric field. The same statement is true for sizes of wire larger 
than the one of diameter of one cm. If the weight of the wire is 
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increased four times, that is to say, with an increase in the di- 
ameter from one cm. to two cm. the quantity of electricity ter- 
minating on the wire increases only 10 per cent. If the weight 
of the wire is increased sixteen times, which corresponds to an 
increase in the diameter from one cm. to 4 cm., the quantity 
of electricity terminating on this wire from the same storm 
cloud will be only 20 per cent greater if the weight of the wire 
is increased 64 times, which corresponds to an increase in the 
diameter from one cm. to eight cm., the quantity of electricity 
terminating on this wire will be only 33.6 per cent greater. 

We may conclude from these data that calculations of electro- 
static induction made for a wire of 0.5 cm. radius will give approx- 
imations for all other wires of usual practise. 


INDUCING A CHARGE ON AN OVERHEAD WIRE WHICH IS NOT 
GROUNDED 


From experiences in the laboratory in electrostatic induction 
such as the electrophorus, where it is necessary to ground the 
metal plate while it is near the charged wax plate in order to 
get it to take a charge, it is sometimes erroneously assumed that 
it is necessary to have an overhead wire grounded somewhere 
in order likewise to get it to take a charge from cloud induction. 
Contrary to this assumption, it may be stated that, in general, 
a system with a non-grounded neutral and absolutely no leakage 
over the insulators charges up with about the same quantity 
under the storm cloud as a system with a grounded neutral. 
The exceptional case is the short length of circuit. 

Laboratory experience may give inadequate conceptions of 
the conditions outdoors and the local characteristic of a cloud 
lightning. It is not a question of how many square miles the 
storm cloud covers but only what extent of electrostatic field 
between cloud and earth is relieved by the lightning stroke. 
We are accustomed to seeing the visible part of the streak a mile 
or so long only. If the streak in the cloud is parallel to the 
transmission line, relief over a corresponding length is given to 
the charge induced on the line wires. But the transmission 
wires extend miles beyond this influence and it is the capacitance 
of wire to ground in the extended lengths not directly under the 
influence of the storm cloud which allows a non-grounded wire 
to take an induced charge. 

Fig. 5 shows a short length of wire not extending beyond the 
field of the cloud. The wire takes the potential of the air at 
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the same height. The corresponding d-c. stress is thrown on the 
insulation of the apparatus until the lightning stroke takes place. 
After the lightning stroke there is no charge on the line, and the 
potential of the line wire returns to normal without the presence 
of the usual traveling waves. For the traveling wave there has 
been substituted a d-c. stress over a period of time depending on 
the rapidity of formation of the storm cloud. Leakage over the 
insulators will enter, of course, to give the line more or less of a 
charge. There will be a momentary oscillation between line 
and apparatus. 

Now turning to the more usual condition of a non-grounded 
circuit, Fig. 6 shows how the cloud induces a charge under it 
without leakage to ground. The large part of the line not under 
the cloud acts as a condenser of large capacitance which absorbs 


> 5 a ii) 
Aah os, aX ema e=. 
ys = a iS EoaieS 


; Bip Sak 
i ope 3 3 
Ch Yainituinl cust se aaa 
AFA nA MATA I Ee 


>: = 
TW + 
The nha ys. 


= 
/ RTT ELITE TTP EERE EAT wN 
Oye ei} Fei at Ne et etsy Ny SN 
ie tity jth Hit ty Tne tage asa Ty yyy} 
TOA PDEA UU eeerren crn UT) TAT yyy yh 
i] J CTU dean tig Wily bad 
PRE ce a ea RE WE 
TE Ga: es ee ee ae ee ee Sac a ee a Cin, eae) 4) 
wn 400 
Fic. 5 5 30 
= . oO 
Illustration of a short line under a = 200:| eee oS 
long cloud. This line can become = 100 


charged by leakage to ground only. 


10) 15°20. 25 


10 
STATCOULOMBS 


FIG. 7 


The relations be- 
tween induced quan- 


. tity and potential on 
Fic. 6 a non-grounded line 

Illustration of a long line under a wire. [000 B. & S. 
short cloud. This line can become wire, 1000 cm. (33 ft.) 
charged without any leakage of current high and a field of 
to ground, that is to say, without any 0.414 statvolt per cm. 
grounding. (potential gradient.)] 


the relatively small quantity induced by the cloud without 
causing much rise in line potential. [V = Q + C] The relations 
between the induced quantity and potential on the line wire are 
somewhat unusual. When the quantity is zero the induced 
potential (by the assumed cloud) is 414.7 statvolts. On the 
other hand, when the potential is zero, that is to say, the wire 
is grounded, the quantity is 25 statcoulombs. The intermediate 
conditions are shown by the straight line in Fig. 7. 


V + 16.6g = 414.7 


For different relative lengths of line under and not under the 
“cloud the following conditions hold: If there is one mile under 
the cloud and nine miles of line not under, the potential of the 
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wire will be 41.47 statvolts, {1 + (9 + 1)]414.7. The quantity 
will then be 0.9 X 25 = 22.5 statcoulombs. 

If, again, the relative lengths are two miles and 98 miles, the 
induced potential will be 2 per cent of 414.7 = 8.3 statvolts and 
the induced quantity will be 98 per cent of 25= 24.5 statcoulombs. 

Now, when the cloud discharge takes place there are two 
traveling waves, namely, the wave due to the concentrated 
charge under the cloud, and the wave due to the distributed 
charge throughout the rest of line and coils of the apparatus. 
These waves move in opposite directions and, since they are 
of opposite signs of electricity, as the concentrated wave passes 
through the distributed wave it will lose its potential in propor- 
tion to the cancellation of quantity. 

It should be noted that the distributed charge has a quantity 
located down in the coils of generators and transformers depend- 


+ Charge induced by Cloud 


(-) Charge 
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The shaded parts on the overhead line BS le ok a 
shows the location of the two separated mT ees clk tarth 
charges. -The coils and condensers at Fic. 9 
the end of the line represent the condi- I 
tions in a generator or transformer. The field of the induced charge on a 
Each coil is charged as a condenser by line wire at the instant after the storm 
the lightning cloud. cloud discharges to earth. 


ing on the local capacitance of the coils to the earth. After 
the cloud discharge, this lightning is inside the apparatus and 
must get out. In so doing it must bump into the inductance 
of each adjacent coil and be reflected more or less. Incidentally, 
this is a source of high-frequency oscillations. An attempt is 
made to represent these conditions in Fig. 8. 


FUNDAMENTAL LAW OF INSTANTANEOUS POTENTIAL AND 
QUANTITY IN CASES OF INDUCTION 


It is purposed to show the simple method of obtaining the 
potential after the lightning discharge has turned free the pre- 
viously bound charge on the line. To do this the movement of 
electricity in the cloud at the beginning and during the dis- 
charge of the lightning will not be considered now, but will be 
the subject of a later paragraph. As a further simplification 
the wire will be assumed grounded through either a resistance 
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or inductance, so that its potential may be considered zero dur- 
ing the period of electrostatic induction. 

At 1000 cm. up from the surface of the earth, the chosen 
cloud produces 414.7 statvolts (124,410 volts). A grounded 
No. 000 wire (one cm. diameter) at this height will take a charge 
of 25 statcoulombs by electrostatic induction. When the cloud 
discharges, the field which extends between wire and cloud will 
suddenly flop over (with more or less oscillation according to 
the nature of the lightning bolt) and appear as a field between 
wire and ground. The bound charge has been shown already in 
Fig. 4. The freed charge is shown in Fig. 9. 

The potential will be given by theequation V = Q + Cwhere 
Q is the quantity per unit length and C is the corresponding 
capacitance between wire and ground per unit length. 

The object of this paragraph is to point out that to obtain 
the final potential rise of the wire it is unnecessary to calculate 
either the induced quantity or the capacitance of the wire. 
The potential of the wire immediately after the cloud discharge 
is the same as existed at this height with no wire present, namely 
414.7 statvolts (124,410 volts). 

This is a fundamental law and applies equally well to any 
number of overhead wires. It will be shown later that the 
addition of every wire on a pole reduces the quantity of elec- 
tricity induced on each wire but it does not reduce the instanta- 
neous potential of the freed charge. If a second wire is placed 
at a height of 1100 cm. (100 cm. above the first wire) the instan- 
taneous potential after the lightning discharge is found by 
multiplying the undisturbed potential gradient in the atmos- 
phere by the height of the wire; thus, 1100 cm. x 0.4146 stat- 
volts per centimeter gives 456 statvolts (136,800 volts). The 
first wire again assumes a potential of 414.7 statvolts. 


SCREENING OF ENERGY INDUCED BY THE USE OF SEVERAL 
PARALLEL WIRES ON THE SAME POLE 

It has just been stated in a fundamental law that the presence 
of several wires does not decrease the instantaneous potential at 
cloud discharge although there is a decrease in quantity per 
wire due to the presence of several wires. (Nothing is being said 
at present of grounded wires.) The several wires produce a 
screening of quantity without a useful effect on the resultant 
instantaneously induced potential. There is, however, a useful 
screening effect of energy in the surge. 


862 CREIGHTON: PROTECTIVE DEVICES [June 29 


For example, with one wire alone the induced quantity is 25 
statcoulombs per centimeter length of wire. Theinstantaneous 
potential of the electric wave is 414.7 statvolts and the instanta- 
neous electrostatic energy is 5180 statjoules or ergs per centimeter. 
Placing a second wire of the same diameter and at the same height 
but spaced~100 centimeters reduces the quantity on the first 
wire from 25 statcoulombs to 18.36 statcoulombs per centimeter. 
The energy is thereby reduced to a corresponding amount 
(73.4 per cent), that is, to 3805 statjoules per centimeter. There 
is less energy in the wave on each wire to be dissipated. However, 
the total quantity is increased from 25 to 36.72 statcoulombs per 
centimeter and the total energy from 5180 to 7610 statjoules. 
The quantity and energy are equally divided between the two 


©@ one wire (overhead). Electric field constant. 
q=25 statcoulombs on a No. 000 wire 


q=18.36 18.36 Quantity total=36.7 
q=15.70 13.65 15.70 Tota]=45, Average=-15 


q=13.4 10.6 9.94 10.6 13.4 Total=57.94, Av.-11.59 

09 8.21 9.44 12,42 
Total=68, 23,— Av.= 9.75 

Fic. 10 


Induced charges on line wires by a constant electric field. Wires are No. 000 and spaced 
100 cm, (39.4 in.) horizontally. Five groups separately, each proup 1000 cm. (33 ft.) above 
the surface of the earth. Groups; 1 wire, 2 wires, 3 wires, 4 wires, and 7 wires. All quan- 
tities are given in statcoulombs per cm. length of wire. 


q-12.42 9.44 8.21 8 


parallel wires because they are the same size and at the same 
height. 

In conclusion: Increasing the number of parallel wires de- 
creases the energy in the surge per wire without decreasing the 
initial instantaneous potential. The closer the wires to each 
other, the greater the reduction in energy. As a limit, the re- 
duction in energy, even if the wires are so close as to touch is 
a little less than inversely proportional to the number of wires. 
For example, two wires cannot reduce the energy to quite half 
of what would be induced on one. At the other extreme, when 
parallel wires are far enough apart to be outside each others 
fields they exert no screening effect on each other. 

The numerical values above (Fig. 10) are calculated by equa- 
tions (5), (6), (7), (8), and (9) (mathematical section). The 
general equations are given in equations (12) and (18). 
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For No. 000 wires in a vertical plane, 100 cm. spacing, the 
quantities induced are given in the followi ing list. The central 
wire is always numbered 1, and the even numbers are assigned 
to the right and sy ane ice placed wires to the left are 
assigned the next odd number, thus, (3) (1) (2)..— 

Wire one only g; = 25 statcoulombs per centimeter length of 
wire. Two wires qi: = gq. = 18.36. 

The last diagram with four wires grouped around one wire 
shows an average reduction in quantity from 25 to 10.8 stat- 
coulombs per centimeter which gives a reduction in sur ge energy 
to 43 per cent average per wire, other lightning conditions be- 
ing equal. The equations for this group are (14), (15), (16) and 
(17) in the mathematical section. 


@) 1100cm., qo= 20.9 


Height 
@ 1000em. @) 1000em., q,=17.8 @ 1000em,, q,= 19.4 
q ,=25 Total=38.2 
Av.=19.1 ©) 900cem, q3=15.8 
Total 35.2 
Av. 17.6 
@ 1100cm., q2=18.8 (2) 1100cm. 


14, 41 statcoulombs 
@) 1000cm., q,=13.6 
11°45 8.45 11.45 


(3) 900cm., q3-12.6 @) 900cm. 
Total 45. 


Av. 15. 
Fires il 


Induced charges on line wires by a constant electric field. The five groups are to be con- 
sidered separately. Size of wire No. 000, spacing 100 cm. Quantities induced at the 
given heights as given above. All quantities are given in statcoulombs per cm. length of 


wire. 


USE OF A PARALLEL GROUNDED WIRE. SCREENING AND _IN- 
CREASE OF CAPACITANCE OF LINE WIRES 


The grounded wire produces no more screening effect than a 
power wire in its place. Also it may not,.at the first instant of 
cloud discharge, reduce the potential induced on a power wire, 
except at the pole where the vertical riser from ground is con- 
nected to the parallel ground wire. If the lightning stroke were 
absolutely instantaneous, or if the distance from the induced 
charge to the grounding pole were great the parallel grounded wire 
would rise to the potential it would have if it were not grounded. 
Since the lightning bolt requires time to form, some of the quan- 
tity set free on the parallel grounded wire will have time to pass 
down the vertical connection to ground and immediately be- 
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comes the seat of a charge induced by the charge on an adjacent 
parallel power wire. 

The three stages are shown in Fig. 12. 

The grounded wire increases the capacitance of the power 
wire and thereby reduces its potential without in any way re- 
ducing its charge. The capacitance to earth of the one wire 
alone at 1000 cm. height is 0.0603 statfarad per centimeter 
(10.78 millimicrofarads per mile). The capacitance of the same 
wire to the combined surface of the earth and the parallel 
grounded wire, 100 cm. separation,.is 0.0693 statfarad per centi- 
meter. Therefore, the reduction in potential due to increase of 
capacitance alone should be to 87 per cent. The quantity, by 
screening, was reduced from 25 to 18.3 statcoulombs (73.4 per 
cent). The total reduction in potential will be the product 87 
per cent X 73.4 per cent = 63.8percent. Subtracting this from 
100 per cent gives 36.2 per 
cent, a factor which may be 
called the protection afforded 
by the ground wire. In other 
words, it means that with a 

. Showing three stages of charge on one 
given cloud and no parallel power wire and one parallel grounded wire 


A (the right one). 12-a is the condition of 
grounded wire the potential of induction before the cloud discharges to 
; = : earth (not to the Jine), 12- b is the condition 

a power wire would rise in- atthe instant the cloud is discharged. 12-c. 
is the condition as soon as the charge 

stantaneously to 414.7 stat- on the grounded wire can pass to earth. 
; _ The ground wire then takes an induced 

volts but with the ground wire charge from the power wire and thereby 


ia place Aceon “lead aie increases the latter’s capacitance. 

charge will cause a rise of only 264.7 statvolts. This is a 
voltage ratio of 63.8 per cent, or a protection of 36.2 per cent of 
the potential which would have existed without the guard wire. 


Fie: 12 


PROTECTION AFFORDED BY ONE PARALLEL GROUNDED WIRE 


In the previous work two steps were taken in the calculations 
simply to show the two theoretical factors involved, namely 
screening and increased capacitance. By treating the equations 
symbolically most of the factors cancel out in the two steps, 
leaving a very simple formula which gives the protection in one 
calculation. ; 

Taking first the case of two wires in a horizontal plane, one 
a grounded wire, the 


Potential protected a—b 


Potential unprotected a 
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co) 


where a = 4.6 logiy ( 2 X height of gr. wire ) 


radius of grounded wire 


> 
I 


eee ( spacing 


. 


and the protection = = 


The symbolic solution is shown in equations (18) to (27) inclusive. 

The equation shows that the protection decreases as the 
distance between the wires in the horizontal plane increases in 
accordance with the logarithm of a ratio. For a No. 000 wire 
one cm. in diameter and 1000°cm. (33 ft.) high, the factor a = 
16.6. Various values of } are given as follows: For 50 cm. 
(19.7 in.) spacing from the grounded wire the factor b = 7.38 
and the protection is 44.5 per cent. For 100 cm. (39.4 in.) 
spacing, b = 6, and the protection is 36.3 per cent. For 200 
cm. (78.7 in.) spacing, b = 4.6 and the protection has fallen to 
27.7 per cent. At 500 cm. (197 in.) spacing, half the height, 
b = 2.83 and the protection is 17 per cent. Lastly at a spacing 
equal to the height, viz. 1000 cm. (33 ft.), 6 = 1.61 and the pro- 
tection is 9.7 per cent. 

The protection is entirely independent of the size of the power 
wire. This is due to the fact that as the power wire is increased 
in size it has induced on it a greater quantity, but this is com- 
pensated by an equally greater capacitance to the earth and 
grounded wire. This is proven mathematically in the symbolical 
equations (18) to (28). 

There is another simple relation. So long as there is but one 
grounded wire, the equation just given applies individually to 
any number of wires in, a horizontal plane. Each calculation 
is made quite independently. The equation does not apply for 
two or more parallel grounded wires. 


PROTECTION OF WIRES STRUNG IN A_ VERTICAL PLANE 


The ratio of potentials (protected to unprotected) depends 
on the relative height of the grounded wire and power wire. 
For example, if the power wire (No. 2) is hung 100 cm. (39.4 
in.) under the grounded wire, then due to the height alone the 
ratio of potentials will be decreased by the ratio of heights, 
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900 cm. + 1000 cm. = 0.9. The factor previously designated 
by the symbol 6 will also change somewhat. Thus, 


R= 4 6 toe, (: x height of grounded wire) — spacing 
spacing 

This equation for b’ applies when the grounded wire is above 

the power wire. If the contrary condition is true, then the 

“spacing’’ given in the numerator-is to be added instead of 

subtracted. The potential ratio for vertically situated wires is: 


Pot. protected a—b’ he 
— —————— 2 
Pot. unprotected a «dy Coe 


Ratio = 


Where hy, is the height of the grounded wire and hy the height 
of any power wire strung in the vertical plane beneath. 

Examples: Parallel grounded wire No. 000 (1 cm. diameter) 
at a height of 1000 cm. (83 ft.). Power wire, of any diameter, 
at 900 cm. directly underneath, 


b’ = 5.89 and the ratio 


Pot. protected — 16.6— 5.89 900 = 58% 
Pot. unprotected — 16.6 1000 . 


With the power wire 100 cm. above the grounded wire, 
b’ = 6.085 and the ratio 


Pot. protected __ 16.6 — 6.085 1100 — 69.7 
Pot. unprotected 16.6 1000 7 


Exchanging positions of the power wire and grounded wire 
= 16.78, b’ = 6.085, and the ratio 


Pot. protected _ 16.78 — 6.085 1000 
Pot. unprotected _ 16.78 1100 


= 57.9% 


Now keeping the grounded wire above, raise the power wire 
to double the height, viz. 2000 cm. (66 ft.) and double the 
spacing to 200 cm. (78.7 in.), the oe a = 18, b’ = 6.085 
again, and the 


Pot. protected _ 18— 6.085 2000 


iPLaye. unprotected _ 18 2200 60.2% 
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For a second power wire hung 200 cm. (78.7 in.) under 
the first power wire, b’ = 4.6, and the ratio 


Pot. protected 18 — 4.6 1800 
Se ee ONY tan OG; 
Pot. unprotected 18 2200 Eas 

For the third phase wire hung 200 cm. (78.7 in.) below the 
second wire, 6’ = 3.69 and the ratio 


Pot. protected — 18— 3.69 1600 


Pot. unprotected § 18 2200 — Ee 


Subtracting each of the above ratios from 100% gives the 
degree of protection. 


Attention is drawn to the greater protection given to the lower 
wire as compared to the one just aboveit. There are two factors 
involved which are antagonistic. First, the protection decreases 
as the distance from the grounded wire to the power wire be- 
neath is increased. Second, the protection is increased as the 
power wire is lower, due to the ratio of the heights. 

The foregoing figures are approximately the same as obtained 
in the usual practise. A grounded wire ?in. in diameter is not 
much less than one cm. ‘Towers are about 60 ft. high and spac- 
ings about six ft. Only one parallel grounded wire is usual even 
with two power circuits. The number of power wires has no 
effect on the protection against potential but, as shown pre- 
viously, decreases the energy in the surge on each wire. 

The single grounded wire is not usually directly over the three- 
phase circuit but this makes relatively little difference in the 
results. To give the factor b for wires in a horizontal plane and 
b’ for wires in a vertical plane a general value, needs only the use 
of the well-known equation for the coefficient of quantity, thus 


M21 
T21 


by — 4.6 logio 


where mz, is the distance of the image of the power wire to the 
grounded wire and rz; is the spacing between the wires. 

The laws for obtaining the best protection possible with a 
single grounded wire expressed in a practical form are: (1) 
string the power wires as near the earth as practicable; (2) string 
the grounded wire above but as near to the upper power wire 
as safe mechanical spacing permits. 
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PROTECTION AFFORDED BY TWO PARALLEL GROUNDED WIRES 


It may be said immediately, without mathematical analysis, 
that the degree of protection afforded by two grounded wires 
depends on where the two wires are placed relative to each other. 
If they should, in the one extreme, be placed side by side, the 
added protection by the second wire would beveryslight. If, 
on the other hand, they are placed on the opposite sides of a 
power wire their protection together is nearly as great as the 
values calculated separately and then combined. 

The protection given by two grounded wires with one power 
wire anywhere between them, and all wires situated in the same 
horizontal plane is 


protection = 


Cad 


where the coefficients 6, f, c and d are given by equations (38), 
(39), (40), and (41) respectively. (Mathematical section). 

For example, wires No. 000, one cm. diameter, height = 1000 
cm. (33 ft.) and spacing 100 cm. The central wire No. 1 is the 
power wire. Its coefficient a is not involved because the pro- 
tection is independent of the size of the power wire. Coeffi- 
cient >) = f= 6c ="16.6, and a ="4.6 


6 + 6 12 


Protection = STE ar ae as 


= 56.8 per cent. 


The potential ratio = 1 — 56.8 per cent = 43.2 per cent. 

The potential ratio of one grounded wire and one power wire, 
previously calculated, was 63.7 per cent. Assuming, somewhat 
erroneously, that the real value combined is the product of the 
Separate values, gives 63.7 X 63.7 = 40.6 per cent. This is 
2.6 per cent too small but roughly approximate. 

If the two grounded wires are not on opposite sides of the 
power wire the error of such an assumption will be materially 
greater. 

Before pursuing further the value of the use of several parallel 
grounded wires it is desirable first to consider other fundamental 
relations in connection with electromagnetic induction which 
must be taken into account in deciding on the location of multiple 
grounded wires. 
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THE REACTION FROM THE LOOP OF THE GROUNDED WIRE BOTH 
ELECTROSTATIC AND ELECTROMAGNETIC 


So far it has been assumed that the charge on the overhead wire 
at the instant of release by the cloud discharging to earth, passes 
harmlessly to earth without attending phenomena of interest. 
This is true, it would seem, only under exceptional conditions. 
This freed electric charge represents a definite energy. This 
energy must be either dissipated or transferred to some other 
circuit, since there is no way of preserving it intact in the grounded 
wire loop either as electrostatic or electromagnetic energy. 

Each loop forms a distributed capacitance and double re- 
turn circuit, Fig. 13, and shown in equivalent circuit in Fig. 14. 
Unless the ohmic resistance in the loop is equal to or greater 
than the critical damping resistance an oscillation will follow the 
initial discharge to earth of the freed charge. As a matter of 
fact, the resistance, especially-of metal towers, is but of small 


Fic. 13 Fic. 14 


Distributed charge and loop circuit The equivalent circuit and the dis- 
to ground of a grounded wire at the charge of a grounded loop. 
instant its induced charge is freed. 


fraction of the critical damping value. Many oscillations will 
therefore take place. 

So much for the charge induced by the cloud. The same 
statements apply to the charge induced on the parallel grounded 
wire by the charge on the power wire as shown in Fig. 12. c. 

The value of this induced charge, already calculated for a 
steady condition, will overshoot Fig. 15. Momentarily it is 
possible to get nearly double the steady value. 

For the present, the assumption is made that the length of 
line wire is no greater than the length of the inducing cloud. 
This is done for the sake of simplicity. It avoids the consider- 
ation of the traveling wave. On this assumption the charge 
which is freed on the power wire remains stationary except 
for local disturbances which come from the discharge of the 
grounded wire to earth. me 

Due to the electrostatic effect alone, the surge potential on the 
power wire drops from its initial value and oscillates across its 
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final value. For example, for the two wires at 100 cm. separation 
both in the same horizontal plane and one grounded, the potential 
drops on the power wire from +> 414.7 statvolts to + 195 stat- 
volts and only after several oscillations does it reach its final 
stationary value of +264 statvolts. This oscillation takes place 
while the oscillation in Fig. 15 is active. 

The electromagnetic effects must also be considered. The 
surges in the grounded wire are free to move with a velocity 
nearly equal to that of light. A considerable value of current 
will be reached. Rings of magnetism emanating from the 
grounded wire cut the parallel power wire and induce therein 
electromotive forces which are proportional to the mutual induc- 
tance between the power wire and grounded wire, and to the 

ut 


rate of change of current, e = TF 


<— Quantity induced by Cloud 
+ 


Zero of Quantity 


— Quantity induced on the 
Ground Wire by the Power Wire 


Fie. 15 


The oscillation of the quantity on the 
grounded wire from the steady positive 
value at the instant it was released by 
the cloud discharge to the later negative 
value induced by the adjacent positively 
charged power wire. 


Fic. 16 


The grounded wire loop is shown be- 


low the power wire. Currents are repre- 
sented by arrows. The resulting humps 
in the electrostatic energy are depicted 
above the power wire. 


The surge current in the parallel grounded wire will rise to 
its greatest value at the pole or tower where it is connected to 
ground by the vertical riser. The current will be zero at the 
center of the span. (Reason from conditions of Fig. 4). 

The effect of the first half-cycle of surge current is to produce 
a hump of electrostatic energy midway between towers in the 
power wire. An attempt to depict this condition is shown in 
Fig. 16. As a result the main wave, only a part of which is 
shown in Fig. 16, will be broken up in crests, superposed on the 
energy induced by the direct action of the storm cloud. These 
crests are in fact a superposed higher frequency on a single 
impulse. The frequency is immediately obtainable from the 
distance between grounding points of the grounded wire. This 
distance is a wave length, as shown in Fig. 15. If there are ten 
towers to the mile and the velocity of the traveling wave is 
183,000 miles per second the frequency will be 10 X 183,000 = 
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1,830,000 cycles per second. With 50 grounding points per mile 
the frequency is 9 million cycles per second. We have all been 
puzzled at times to account for the high-frequency effects of 
lightning in transmission circuits. Small inductances give re- 
markable choking effects at times. The foregoing theory has 
not yet had the test given by experimental evidence but it 
would seem to be one of the several possible causes of high 
frequency induced in a transmission line. 


XIV—Sexr-Inpuctance, NaturaL Frequency, Maximum 
CURRENT, CRITICAL RESISTANCE OF THE GROUNDED 
WIRE AND THE Mutua INDUCTANCE WITH 
THE POWER WIRE 


On the assumption that the current in the part of the circuit 
which closes through the earth can be treated as an imaginary 
wire, an image at a depth under the surface of the earth equal 
to the height of the actual grounded wire above the surface 
of the earth, the self-inductance is 428 micro-henries for a length 
of overhead wire of 500 ft. (11,720 cm.) The capacitance of the 
grounded wire has already been found and from the combination 
of its inductance and capacitance its natural frequency is 640,000 
cycles per second. 

The maximum current of discharge is 569 amperes. The criti- 
cal resistance which would just damp out oscillations is 370 ohms. 

The mutual inductance between the grounded wire and the 
power wire is 179.8 micro-henries. 

In these data it should be again noted that the distance be- 
tween the earthing points of the grounded wire is 1000 ft. (23440 
cm.) and is somewhat greater than is usual in practise. The 
effect of lesser distance between grounded points will be consid- 
ered later. 

These data show that with the usual resistance to ground at 
a tower of the order of 5 to 20 ohms, a great many oscillations 
will take place in this circuit before the energy will be absorbed 
in the resistance, since the critical damping resistance is 370 ohms. 
Since the mutual inductance is 42. 4 per cent of the self-induc- 
tance, a considerable percentage of this oscillation will be trans- 


ferred to the power wire. 


XV—DatTA ON THE TRANSFER OF THE OSCILLATING SURGE ON 
THE GROUNDED WIRE TO THE POWER WIRE 

It is assumed now that the transmission wires are many times 

longer than the induced charge on the wires. Traveling waves 


872 CREIGHTON: PROTECTIVE DEVICES [June 29 


will therefore follow the release of the induced charge. The 
primary of the circuit (the grounded wire loop) contains induc- 
tance, capacitance, and resistance. The secondary, which is 
the power wire, contains inductance and capacitance. From 
this standpoint we should use the corresponding mathematical 
equation butit should be noted that the capacitance of the power 
wire is a distributed capacitance and that as soon as a part of 
the charge is transferred to the power wire it does not oscillate 
in conjunction with the grounded loop, but the induced charge 
is transmitted along the power wire as a traveling wave. Since 
this energy is lost,in the mutual operation of the primary and 
secondary, the problem is similar to a secondary circuit contain- 
ing a considerable resistance which absorbs energy. If these 
two problems give different results, it will be necessary subse- 
quently to choose the one which more nearly fits the actual 
conditions. 


Lightning Induction 


Reduction by 
~~ ~increased Cap 


Two Traveling Waves 


PH 


Fic. 18 


Conditions of induced charges on the The same charge as shown in Fig. 17 
power wire and grounded wire at the after it has turned into two oppositely 
instant of cloud discharge. Also the directed traveling waves. Note the 
resulting “currents. decrease in potential as each arrives at 

the adjacent ground loops B and B’. 


Solving this problem as though the two circuits both contained 
concentrated inductance and capacitance without resistance, it 
is found that the voltage induced in the secondary is 51.6 per 
cent of the voltage in the primary. The initial voltage in the 
grounded wire, acting as primary, is 105,000 volts. Therefore 
there would be transferred to the line on this basis a surge which 
has an initial voltage of 54,000 volts and a frequency somewhat 
over 600,000 cycles per second. The transference of energy from 
the local grounded wire circuit to the power wire would very 
quickly exhaust the supply contained in the original surge. In 
round numbers the wave train would run 54 kv. first peak, 
27 kv. second peak, 18 kv. third peak, 9 kv. fourth peak, 4 kv. 
fifth peak, etc. 

On the basis of using a formula for a concentrated resistance 
in the secondary of these coupled circuits the results will be as 
follows: 


To get a conception of the relations of the local oscillation in 
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the loop of the grounded wire and the main traveling wave ina 
power wire, let us assume that the grounded wire is earthed only 
at the limits of the clouds influence. 

At the instant of release, when the cloud discharges to earth, 
the charges on both wires start to spread simultaneously and 
similarly in both directions, Fig. 17. At the midway point 
both wires reach zero potential at approximately the same instant 
Fig. 18. The traveling wave on the power wire has now split 
into two parts and is gradually passing beyond the locality of 
the charged loop of the grounded wire. The grounded wire A 
has produced no decrease in potential of the power wire. When 
the surges on the power wire reach the adjacent grounded loops, 
B and B', they have their potential decreased by the added 
capacitance of these uncharged grounded wires. 

The surge in the grounded loop continues to oscillate locally 
and by mutual induction, transfers a fraction of its energy to 


Line Wire. 


faa Line Wire 


Fic. 19 Fic. 20 


Showing the tail put on to the main Superposed higher oscillation on a 
lightning surge by the transfer of surge traveling wave produced by the oscil- 
energy from the grounded loop to the lations in a grounded loop. This effect 


power wire by electromagnetic induc- occurs when the initially induced charge 
tion. The resistance of the grounded covers several grounding points. 
loop is less than the critical value. 


the power wire. This transferred energy cannot add directly 
to the main traveling wave on the power wire because the main 
wave has passed beyond the influence of the grounded loop, A. 
The grounded loop A can do nothing more than put an atten- 
uating tail on the main wave and make of it thereby a wave 
train (assuming for the present purpose that the cloud discharge 
has caused a simple impulse). This wave train is shown in 
Fig. 19. 

If the induced charge of the cloud covers several grounded 
loops the two traveling waves should be a combination of Figs. 
16 and 19, as represented in Fig. 20. 

From these results we see another defect of the overhead 
grounded wire, namely that after it absorbs its part of the surge 
energy from the cloud it returns this energy to the power wire 
in the form of a wave train, According to the local conditions 

this wave train may be either superposed on the charge induced 
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directly by the cloud on the power wire or it may follow imme- 
diately on the heels of this traveling wave, or both simultaneously. 
Although the voltages of this wave train are condiserably atten- 
uated, the wave train may do harm to insulation. Should the 
coils of apparatus in any part have a natural frequency corres- 
ponding to that of the wave trains, the energy of this entire 
wave train may be concentrated again in this local resonant 
point, and consequently the potential may rise to extremely 
high values. This resonant condition would not oceur, however, 
if the grounded wire had not produced the wave train. 

From this standpoint, therefore, it is desirable to have a 
resistance in the earth connections of the grounded wire which 
approaches the critical damping resistance. Since there are two 
earth connections in this circuit this resistance should be approx- 
imately 185 ohms each. 

The objection to the higher resistance in the earth connection 


©) } 


Fic. 21 Fre; .22 


A grounded wire placed on each side Stationary induced charge on the line 
of a power wire so as to reduce the before the cloud discharges. 
mutual inductance to zero. 


may be found when analysis is made of the conditions of potential 
during a direct stroke. If, however, it is conceded that a direct 
stroke will invariably cause side flashes to the power wires in 
spite of the value of the earth resistance, this objection to the 
higher resistance of the grounded wire will not be valid. 

In placing a parallel grounded wire, the object should be to 
increase the electrostatic protection and decrease the electro- ~ 
magnetic induction of the ground wire surge which is transferred 
back to the power wires. Raising the grounded wire high above 
the power wires decreases the electromagnetic induction but 
unfortunately decreases also the electrostatic protection. 

A better method of reducing the electromagnetic induction 
is to employ two grounded wires and place them symmetrically 
on each side of a power wire or group of power wires. Such a 
condition of zero electromagnetic induction is shown in Fig. 21. 

As a third means of reducing the transfer of surge energy from 
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the grounded wire to the power wire, the use of critical damping 
resistance in the grounded loop has already been mentioned. 


XVI—MOovEMENTS OF INDUCED CHARGES ON LINE WIRES 
COINCIDENT WITH THE MOVEMENTS OF CHARGES IN 
A CLOUD 


So far the assumption has been made that the electrostatic 
charge on a line starts from a stationary condition at the instant 
a lightning bolt takes place between the cloud and earth. A 
stationary charge first collects gradually under the storm cloud. 
This induced charge is distributed along the line over a distance 
somewhat greater than the length of cloud, Fig. 22. Coincident 
with the discharge to earth there is also a collection of the accumu- 
lated charge on the line towards one point. This point has been 
called the bolt peak and is the point on the line nearest to the point 
on the earth struck by the cloud discharge. In the usual 
thunder cloud the quantity of 
electricity in the vertical dis- 
charge from the cloud has been 
gathered from some distance 
horizontally in the cloud and 
m. therefore there will be a corre- 
sponding movement of the 


Fic. 23 
Ge aeeniewtianvet chargeron itehae electrostatic charge on the line 


at the instant of cloud discharge and 5 A 2 
Cetcdent withthe corresponding as represented.in Fig. 23. This 


movements of charge in the cloud. 


preliminary shifting of the 
charges on the power wires and grounded wires will cause some 
loss of energy by induction in the grounded loop. If the charge 
traveling on the line wires can be retarded by means of choke coils, 
especially those which absorb high-frequency energy, it may be 
possible to materially decrease the peak of potential on the line 
wire. This is still an indeterminate condition which should be 
decided by experimental data on the rapidity of movement and 
the quantity of electricity which would be concentrated by this 
particular effect of the lightning discharge. On the side of the 
retardation by inductance it is evident that only a limited amount 
of concentrated reactance is permissible on the line. 

If these reactances in the power wires are staggered they will 
become a help in reducing the potentials of lightning by break- 
ing up the waves. Such a possible effect is shown in Fig. 24 for 
two parallel wires in which the charge on one is retarded behind 
the charge on the other and therefore the capacitance of the 
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adjacent wire becomes available in absorbing the charges electro- 
statically, thereby reducing the potential. Reflections take 
place at each coil, which again give time for the absorption of 
the surge energy on the line by the parallel grounded wire. 
The more the charges can be absorbed on the line the less the 
amount to reach the apparatus in the stations. 

The best type of high-frequency absorbing reactance is the 
one with distributed resistance between turns. A partially 
conducting cement is used which serves both as a mechanical 
support and as an electrical resistance, Fig. 25. As the surge 
potential piles up on each turn of the coil it forces current through 
the distributed resistance between turns. Thereby the recoil 
from stored magnetism is avoided and a part of the surge energy 
is transformed into heat energy. The steeper the wave front 
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Fic. 24 


Illustration of a method of breaking 
up a traveling wave by retardation, 
reflection, and absorption by specially 
designed choke coils placed in staggered 


position in the three-phase wires. 

traveling wave meets the absorber 
choke coil and three things take place, 
namely, it is partially absorbed by the 
shunting resistance from turn to turn, 
it is partially reflected by the inductance, 
and it is partially transferred to the 
adjacent wire by dielectric displacement 
(as indicated by the arrows). This 
displaced charge is divided into two 
parts and one part travels in the opposite 
direction to the original wave. Thereby 
a traveling wave is broken up into many 


Fic. 25—ABSORBED TYPE OF 


CHOKE COIL 
A choke coil made of bare wires cast 


in a semi-conducting cement. This 
gives a distributed leakage which is 
more effective than shunting the entire 
coil with a simple resistance. Every 
turn as it chokes back the surge and 
raises the potential of it, causes an 
absorption of its energy by forcing the 
current through the shunting resistance, 


parts and dissipated. 


and the higher the frequency the more efficient is the absorption 
of surge energy. In other words, the more severe the surge, the 
more it is forced through the resistance. 


XVII—TuHE ApsorPTION OF THE TRAVELING WAVES: BY THE 
SUCCESSIVE Loops OF THE GROUNDED WIRE 


We have just discussed an objectionable feature of the grounded 
Wire in producing a wave train on the power wire and we now 
come to a condition which is more favorable to the grounded 
wire. Lightning impulses and all the succeeding traveling waves 
trains which pass along the power wire must have their electro- 
magnetism looped into every successive grounded wire loop. 
Thereby each of these grounded loops will have transferred to 
it a fraction of the energy of the traveling wave and this energy 
will be more or less absorbed according to the value of the ohmic 
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resistance in the grounded loop. Again, we come to the desir- 
ability of having a comparatively high resistance in the grounded 
loop. This resistance should either be in the earth connection 
or inserted in series in a wire circuit. In this way the grounded 
wire will serve as an absorber of traveling waves and should 
give efficient absorption in all cases except where the induced 
lightning is near a station and has only a short distance to travel. 

If there is no appreciable absorption of energy in the grounded 
loop, the effect of the grounded loop will be to break up the main 
traveling impulse into a long wave train of a wave length corres- 
ponding to the length of the grounded loop. Thereby a single 
impulse from a cloud will be transformed into a long train of 
waves at very high frequency. 


XVIII—Tue FREQUENCY OF THE LIGHTNING BOLT 


So far the assumption is made that the cloud discharge does 
not oscillate between the cloud and earth. Prof. Elihu Thomson 
has shown that some parts of the path of discharge in the cloud 
itself have too much resistance in their paths to permit of a 
free oscillation. Mr. De Blois’ records on an oscillograph (A. I. 
E. E. Transactions, Vol. XX XIII, 1914, p. 519) have shown 
this effect. There is, however, low resistance in the main path 
of the lightning discharge and therefore a possibility of local 
oscillations between the ends of this conducting streak. Since 
the length of the conducting streak is comparatively short, its 
frequency, if it exists, is relatively high, perhaps of the order of 
200,000 cycles to a million cycles per second. 

Any such oscillation will induce a corresponding oscillation 
on the transmission line, and will be added to the natural oscil- 
lations already discussed. It should be noted that any oscil- 
lation induced by an oscillation of a cloud discharge will add surge 
energy to the power wires at each alternation. The original 
quantity induced on the line cannot return to the starting 
point when once freed by the initial action of the cloud discharge. 
The initial charge takes the form of two traveling waves and 
there is not much more argument in favor of their return with 
the oscillation of the cloud discharge than there is that a rifle 
bullet will return to a gun by the force of the air which rushes 
into the muzzle after the bullet passes out. The traveling wave, 
like the rifle bullet, possesses dynamic energy which keeps 1t 
traveling once it is set in motion along the line wires. 

So each succeeding oscillation of a cloud discharge will start 
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a new oscillation on the line and will thereby produce a wave 
‘train which has a greater energy than the original induced 
charge. 


XIX—Tue EFrrect OF THE COMBINATION OF LIGHTNING VOLT- 
AGE AND POWER VOLTAGE AT THE INSTANT THE BOUND 
CHARGE IS SET FREE ON THE LINE 


At the instant the cloud discharges to earth these two sets of 
voltages both appear on the line. The power voltage at one 
instant has one phase positive, another phase negative, and the 
third phase at zero potential. If the lightning potential is 
positive the corresponding quantities of electricity will combine 
or cancel, leaving an inequality in the voltage of the traveling 
waves which depart from this point. This subject has been 
discussed in a previous article by the writer and is of especial 
interest in the subject of the arcing ground suppressor. It is 
another factor which adds complication to any exact calculations 
of what actually takes place during and subsequent to a lightning 
discharge. This phenomenon may produce a material decrease 
in the surge potential by causing waves to travel in the three 
phases one ahead of the other, the stronger holding the weaker 
one back by electromagnetic induction. Asa result it is possible 
that equally induced charges on the three phases, which have 
equal tendencies initially to oscillate towards earth may be 
thrown out of relative location on the longitudinal length of the 
circuit and thereby produce line to line surges. 


XX—HicH FrequENcy PropucEepD IN APPARATUS BY TRANS- 
POSITION OF POWER WIRES 


Transpositions of power wires are made with two purposes, 
at least, in view, namely, first to decrease the induction on 
parallel lines, and second to prevent shifting of the neutral of 
the circuit. Our present interest is centered in the second 
purpose. 

If the power wires are hung in a vertical_plane the lowest 
wire will have the greatest capacitance to earth, and the highest 
wire the least. If there are no transpositions of the phase wires 
there is a tendency to shift the neutral from the center of the 
three-phase triangle. If the neutral of the circuit is grounded, 
this shifting tendency will produce a current at the neutral 
connection to earth. The current passing. to earth will be 


such as to satisfy the unbalanced capacitances of the phase 
wires. | ; 
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If the neutral is not grounded the tendency to shift will 
cause an actual shifting of the neutral throughout the system. 
The shifted point will be permanent. 

A single phase simplifies the illustration, Fig. 26. To get the 
direction of shift of the neutral, without mathematical analysis 
make the capacitance of the lower wire many times greater than 
the upper wire. Practically this can be done by closing the dis- 
connecting switch on the lower wire and leaving the other dis- 
connecting switch open. As a result the transformer gives the 
effect of being grounded by the lower wire. The capacitance of 
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the lower wire is so great as compared to the capacitance of 
the coils of the transformer that the potential of the connected 
side is reduced sensibly to zero. 

Now, if the upper line wire is connected to the transformer, 
the two sides will be more nearly balanced but the lower wire 
will still have the greater capacitance and therefore the neutral 
will remain shifted from the midpoint of the transformer coils 
as indicated in Fig: 27. 

Incidentally it might be noted in passing that the arcing at 
the switch contact in opening on one line wire alone causes 


rapid shifting of potential in the transformer at every break of 
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the arc. If the length of line is such as to resonate with the 
natural frequency of the transformer coils, and especially if the 
transformer coils are not designed to break up the surges into 
several different frequencies, it is possible to get local resonance 
in the transformer coils. Such resonance will produce high 
voltages. 

Our problem is the production of high frequencies, especially 
at the time of switching, not by arcing, but by the transposition 
of the phases along the line. Fig. 28 shows a transformer being 
closed on a transposed line. In the first section wire x is the 
lower one and the neutral of the transformer will be shifted from 
the midpoint M to a point 1. As the traveling wave runs along 
the second section the circuit becomes unbalanced on the opposite 
side and the neutral shifts across the midpoint to a point 2. 
There is a sudden shift for every section the traveling wave 


Fic. 29 Fic. 30 


passes, which throws a high frequency into the transformer 
windings. The frequency (neglecting higher harmonics) can be 
found by dividing the velocity of light by twice the number of 
miles per transposition. For example, if the line is transposed 
every five miles, the frequency produced by closing a switch on 
to this dead line will be 18,300 cycles per second. 


[ (183,000 miles per second) + 2X5 = 18,300 | 


At 60 cycles or any frequency low as compared to the natural 
frequency of the line the successive sections of transposition can- 
cel the unbalanced currents and as a result there will be no 
shifting of the neutral. There can be no such cancellation for 
a traveling wave because the charging currents do not flow to 
the several sections simultaneously, but successively. 

The degree of unbalancing depends upon the relation of the 
capacitance of the coils of the transformer to the difference in 
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capacitances of the line wires. As an example, the following 
data are used: Two line wires No. 000 (one cm. diameter) are 
vertically hung and transposed every five miles. The upper wire 
is 66 ft. high (2000 cm.) and the lower wire 40 ft. high (1210 cm.) 
The capacitance of the upper wire to earth is 10.2 milli-mf. per 
mile (0.0557 statfarad per cm.) and of the lower wire 10.55 
mill"-mf. per mile (0.0590 statfarad per cm.) 

If the quantities emanating from each wire are assumed to be 
equal, the potential of the upper wire will be 7 per cent greater 
than the lower wire. If, on the other hand, the potentials are 
assumed to be equal the quantity on the lower wire will be 5 
per cent greater than the quantity on the upper wire. If the 
neutral of the circuit is not grounded both the charges and the 
potentials will change somewhat. The voltage of the upper wire 
will differ by less than 7 per cent from the lower wire. Since 
this difference is so small it is hardly worth while to make care- 
ful calculations. We may assume approximately that the shift- 
ing of neutral is about 4 per cent of the potential of one wire. 
It is evident that such a slight variation in potential even at 
high frequencies can do no harm to transformer coils except 
perhaps in the rare case of resonance between the coils and this 
high frequency. 


GENERAL SURVEY OF PROTECTION BY OVERHEAD GROUNDED 
WIRE 


It is impossible to make definite recommendations which will 
cover all conditions of transmission circuits. There is much 
territory where lightning is not prevalent and therefore the 
expense of the overhead wire may well be avoided. There are 
also cases where spurs of circuits are carried out to small con- 
sumers where the financial returns do not warrant the expense. 
If such a circuit, when damaged, can be made to free itself from 
‘the main circuit without a general interruption, the use of a 
grounded wire can be questioned. There may be still another 
case where, theoretically at least, the overhead wire may not 
be necessary. This condition will occur when the insulation of 
the transmission line is so high that an induced stroke cannot 
flash over the insulators. In other words, the insulators cannot 
be flashed over except by a direct stroke. With the suspension- 
type insulators and the tower carried well above the insulators the 
parallel grounded wire would then be of no particular value. 
What the dielectric strength of such an insulator must be is 


not_known. 
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In the majority of transmission circuits, however, the problem 
is rather of the nature of how many overhead grounded wires to 
use and where to place them to get the greatest advantage. 
Certain mechanical conditions will limit the freedom of choice 
of location. For example, with the usual suspension type of 
construction it may be unwise to install overhead grounded 
wires in the same horizontal plane as the power wires, due to 
the chances of grounding by side swinging. At any rate, the 
wider tower would be materially more expensive. Under such 
conditions the overhead wires would naturally be strung either 
above or below. 

In the case, however, of pin-type construction the grounded 
wires may be placed laterally as well as above the power wires. 

Various locations of grounded wires are shown in Figs. 29, 30, 
31, 32, and 33. 


Fic. 31 Fic. 32 


Fig. 29 shows two parallel circuits of six wires arranged in 
horizontal formation and six grounded wires separated as widely 
as possible from each other and yet as near to the power wires as 
mechanical clearance will permit. The grounded wires are ar- 
ranged in pairs symmetrically so as to decrease the electro- 
magnetic induction. The two outside lower wires might be 
raised to the same position as the corresponding one in Fig. 30 
without making much difference in the protective value, or the 
two upper outside wires might be lowered on each side without 
making a very great difference in the protection. Mechanical 
conditions of support will be the criterion. The simple rule is to 
space the overhead grounded wires as far from each other as 
convenient, but as near to the power wires as is safe. 
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Fig. 30 shows a desirable location for four grounded wires on 
the same type of circuit as Fig. 29. 

Fig. 31 shows a distribution of six grounded wires for two three- 
phase circuits verticallyhung. Insome cases it maybe desirable to 
keep the grounded wires within the same width as the two circuits. 

Fig. 32 shows another disposition of the six grounded wires 
which is not so good from the electromagnetic standpoint but 
which is somewhat better from an electrostatic standpoint. It 
has already been shown that the lower wires of the vertically 

hung circuits are greatly pro- 
tected by their lesser height 
above earth and _ therefore 
they do not need the presence 

ae of grounded wires as much as 
the upper power wires. 

Fig. 33 shows a desirable 
distribution of four grounded 
wires where non-grounded 
pins on the insulators are used. 
To preserve the insulation af- 
forded by the wooden cross- 
arm the metallic connections 
of the laterally grounded 
wires are carried free of the 
cross-arm, in fact, long metal 
braces might be used in this 
case. At one point in the cir- 
cuit is shown a series resist- 
ance to bring the total resist- 
ance in the grounded loop up 
to a value at least equal. to one-fifth of the critical damping 
resistance. 

From an electrical standpoint grounded wires of small di- 
ameter can be used. From a mechanical standpoint the size of 
the wire is dictated by the length of span. From calculation of 
loading of the wire under sleety conditions the practise calls for 
about a 3/8-in. (9.5 mm.) stranded Siemens-Martin steel wire for a 
span of 600 ft. (182 m.), -in. (6.3 mm.) for a span of about 250 
ft. (76 m.), and the ordinary telegraph wire for spans of about 
100 ft. (30. m.). 

The cost of the 3-in. (9.5 mm.) steel wire will vary according 
to the cost of the metal and the cost of stringing, being usu- 
ally somewhat greater than $100 per mile rather than 


884 CREIGHTON: PROTECTIVE DEVICES [June 29 


less, although $100 per mile is a convenient figure to use 
for comparisons. The total cost of electrical circuits, in- 
cluding the towers, varies from $2000 to $12,000 per mile. 
Each overhead grounded wire adds to the cost from 5 per 
cent to 1 per cent of the cost of a line. Since the use of several 
grounded wires gives such a large percentage of protection 
against lightning strokes in most cases they are justified. If line 
protection could be made sothorough as to do away with large 
installations of steam auxiliaries in local substations the cost of 
parallel grounded wires would drop immediately to a relatively 
insignificant figure. 


MATHEMATICAL EQUATIONS 


Following are the genera! equations for a single overhead wire 
and a parallel cylindrical storm cloud: : 


Vi= (4.6 logio = Jas — (4.6 log 10 si ) dc (1) 
aoe Tel 
V.= (4.6 logio me ) g+ (4.6 logio a ) Ie (2) 


Where V,= potential of the wire 
V. = potential of the cloud at its surface 
gi = statcoulombs per cm. of length of wire 
ge = statcoulombs per cm. of length of cloud 
m1, = distance in cm. from the image of wire 1 to the sur- 
face of wire 1 = 2000 cm. 


r, = radius of wire 1 = .5 cm. 
M1 = mM, = distance from the image of the cloud to wire 
1 = 56,000 cm. 


Ye1 = Tie = distance from the apex of charge in the cloud 
to wire 1 = 54,000 cm. 
M-c = distance from the image of the cloud to the surface 
of the cloud = 100,000 cm. 
re = distance from the apex of the cloud charge to the 
lower surface of the cloud = 10,000 cm. 


On substituting these values, equations 3 and 4 are obtained: 
Vi= 16.6 g, + .0727 g, = 0, ge = 5700 (3) 

o= 0727 2 + 4.69, = V. V. = 26,200 (4) 

For two parallel wires in a horizontal plane, both grounded, the 


quantities are found from the following relations where 414.7 is 
the potential of the undisturbed field at 1000 cm. above the earth. 
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Vi= 0 = 16.6 qi + 6.0 g2 — 414.7 (5) 
Vo= 0 = 6.0 q: + 16.6 go. — 414.7 (6) 
gi = gz = 18.36 statcoulombs per centimeter (7) 


Electrostatic energy = = Givi = s xX 18.36 X 414.7 


= 3805 statjoules per cm. (8) 
For comparison of one of two wires to one wire alone: 


(One wire only) Energy = = x 25 X 414.7 

: = 5180 statjoules per cm. (9) 
Capacitance of one of two wires to 

ground = 0.0443 statfarad per cm. (10) 

Capacitance of one wire to ground = 0.0603 statfarad per cm (11) 

The general relations of potential in statvolts and quantity in 
statcoulombs per cm. length of wire are given below: 

= (4. 6 logio ae ms ) duct (4. 6 logio a) g2 


— (gradient X stone (1)) (12) 


ms ) he (4 6 logio ms ) q2 
112 To 
— (gradient X height (2)) (13) 


V2 = (4.6 logio 


Notation is similar to that of equations 1 and 2. The second 
wire is No. 2 and the effect of the cloud is simplified to the ex- 
pression, “ gradient X height of wire.” 

The equations for induced quantity on 5 wires (4 grouped 
around one, height of 1000 cm., spacing 100 cm., see Fig. 11 in 


text) are as follows: 

Vi = 0 = 16.6¢:+12.0g¢.+ 6193; + 5.9¢5— 414.7 (14) 
V2 = 0 6.0 gi + 21.2 go + 5.4 ¢3 + 5.2 qs — 414.7 (15) 
| Vz = 0 = 6.1 qi + 10.8 ge + 16.76 gs + 4.6 gs — 455.8 (16) 
0= 5.94, + 10.4 g2 + 4.6 g3 + 16.36 g, — 373.0 (17) 
= 8.45, go = qa = 11.45, qg; = 14.4, and gq; = 8.4. 


as 
ao 
| 


To get the protection and potential ratio due to the use ofa 
parallel grounded wire: 

Symbolical solution for potential ratios of two wires in a hori- 
zontal plane, one of which is a parallel grounded wire. The 
initial induction is given by equations 12 and 13, or simplified: 
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Vi=0=an+0q@- (gradient X height of wires) (18) 

V2 =0=bq,+dq@-— (gradient X height of wires) (19) 

Let k be the undisturbed potential at the height of the wires 
Then 


d—b Pile staal 


gaat Pe era tas 


After the cloud discharges the charge on wire 1, the grounded 
wire, will pass to earth and wire 1 will take an induced charge pe 


b 
V: =0=-—aq'+ bq _ whence gq’ = rg? (21) 


Substituting this in the new equation for the potential of wire 2 


b2 
Vi=- bq +du=(d-=)a (22) 
Substituting the value of quantity on wire 2 from equation 20 
gives for the potential of the power wire: 


aovge = ice, 
ad — b ee ee nk? (23) 


Vao5 a ad — & a 


The potential of wire 2 without protection of wire 1 is 


V.’ = k, therefore (24) 
V2 protected . eo 
'V./unprotected a (25) 


In which these coefficients are the same as given in equations 
12 and 13 


a = 46 logis ae and b = 4.6 logis oe (26) and (27) 
12 
d = 46 logw ae (28) 


The protection is independent of the coefficient (d) which depends 
on the size of the power wire. 

If the grounded wire is above the power wire the ratio would be 
decreased in proportion to the percentage of height, then 


Vo protected - a—b 5 height of power wire 
V2’ unprotected a height of gr. wire eee 
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If, on the other hand, the grounded wire is below, the frac- 
tion containing the heights is inverted. 


Protection afforded by two grounded wires with a power wire 
symmetrically placed cetween them, all three wires in a horizon- 
tal plane. The outside wires, No. 2 and 3, will have equal 
quantities of electricity induced on them. The general equations 
are: 


Vi=aqgntbat+batk (29) 
Ve =bateqgtdgatk (30) 


With the wires at zero potential and the cloud charge negative, 


VY. = O0=—aqan+2bq—k (31) 
Ve=0=001+ (c +a) @—k (32) 
c+d— 2b b (33) 


ahs a (c + d) — 20° 


Immediately after the lightning discharges 


b 
V2 = 0 = bq,-(c + 4d) q’, HEE SS Sane aE (34) 
d 2b? 
Vi =aqat2bq = ser Ore a 
2b 
= ay eee 35 
(1 aL (35) 


As before (k) disappears in the potential ratio which becomes 
2b 
( Se 7) 


The protection igen 


If instead ,of taking the two grounded wires equally spaced 
from the power wire, they should have been unequally spaced, 
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then 2b becomes two separate factors, say (b + f), and the pro- 
tection from two parallel grounded wires becomes 


Dicas 
protection = (37) 
c+d 
Nae M2, = image 2 to wire l 
Where b = 4.6 logis ——, (38) 
rei ’o1 = Spacing wires 2 and 1 
Me Ms, = image 3 to wire 1 
if, = 46 logo = (39) 
s ’31 = Spacing wires 3 and 1 
ee Mo, = image 2 to wire 2 
c= 46 logio a (40) 
rr ro = radius 
inks M3. = image 3 to wire 2 
ad = 4.6 logy - 2 (41) 
a3 ’32 = spacing wires 3 and 2 


Since the grounded wires are assumed to be the same diameter 
M33- 


and the same height iis 
; ie) r3 
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Discussion ON ‘‘THEORY OF PARALLEL GROUNDED WIRES AND 
PRODUCTION OF H1GH FREQUENCY IN TRANSMISSION LINES” 
(CREIGHTON), CLEVELAND, OnI0, JUNE 29, 1916. 


Harold S. Osborne: In considering any circuit which uses 
the ground as part of the electric circuit, we are forced to take 
account of a factor which in the present state of the art is to a 
considerable extent unknown, that is the property of the ground 
itself. The ground is not a perfect conductor, and in a great 
many instances in which the ground is used as a part of the cir- 
Sere the effect of the resistance of the ground is very consider- 
able. 

In dealing with currents of a few hundred or a few thousand 
cycles, we have found that as to electrostatic effects, the resis- 
tance of the ground usually has but slight effect. The determina- 
tion of what the equivalent level of the ground is, is sometimes 
difficult. For example, a row of trees may have a considerable 
electrostatic effect, and would be very difficult to take account 
of in mathematical work. In electromagnetic effects, the re- 
sistance of the ground is, for currents of the frequencies of which 
I have spoken, ordinarily very considerable. We have found in. 
some cases that a grounded circuit produces the same effect as 
though the return current were concentrated at a point a thousand 
feet below the surface of the earth, and in some cases a con- 
siderably greater distance, and I would be very much 
interested if Mr. Creighton can give us any information 
regarding the effects of the ground at these very high frequencies 
which he is discussing. 

The other point I had in mind is an effect of the use of over- 
head grounded wires of which the author does not speak—the 
overhead grounded wires not only tend to protect the power 
lines from induced charges from clouds, but also tend to protect 
the circuits paralleling the power lines from charges induced by 
the power circuit. This effect is very considerable in some 
- cases, and I am sure that telephone engineers should be pleased 
that Mr. Creighton is advocating their more extended use. __ 

N. S. Diamant: I think it is well in connection with this 
paper to call attention to the advantages of investigating graphi- 
cally electrostatic effects of ground wires, at least in the simple 
cases: the advantage of the graphical method is its simplicity 
and especially the fact that it gives a picture of the electrostatic 
stresses existing in the space near the ground and transmission 
wires. 

From the nature of the subject, I think it is a serious defect 
not to have included in the paper references to previous work and 
to detailed mathematical and graphical solutions. The funda- 
mentals on which the treatment of the subject is based are given 
in the monumental works of Maxwell. However, without going 
to original sources it would have added greatly to the value 
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and usefulness of the paper to have a few references; even if the 
author used no references whatsoever, it would not have been 
as difficult for him to look up some, as it will be for any reader 
who may desire further details. 

As Mr. Creighton has emphasized there are important as- 
sumptions to be made which are not unassailable and on which 
differences of opinion may exist. The results of this paper depend 
on these assumptions which Mr. Creighton has so clearly brought 
out. Now, references, no matter how incomplete, would have 
allowed us to compare some of the author’s assumptions and 
results with those of others. 

John B. Taylor: I must confess to being somewhat confused 
in following this paper, through the use of some of the terms. 
For instance, when we are discussing periods of time as brief as 
amillionth of a second, what is the interpretation to be put on 
such words as “‘instantly”’ and ‘‘suddenly.”” I judge Mr. Creigh- 
ton wants us to assume that a charge accumulates in a cloud 
gradually through moisture condensation or other atmospheric 
condition, and that equally gradually the ground wire and the 
conductors of the line accumulate charges by induction from the 
cloud. Then “‘suddenly”’ without regard to time, it is assumed 
that the charge on the cloud, disappears in a lightning stroke, 
leaving the charge on ground wire to oscillate at its own natural 
period as determined by the conditions of the circuit,—distance 
between earth connection and the inductance and capacity 
involved. 

A different state of affairs seems more consistent with his 
estimated length of lightning stroke as one mile. How is it 
possible to be rid of the charge on the cloud through a stroke 
a mile long in a time negligible compared with the time of oscilla- 
tion in the overhead ground-wire circuit, which is given, in a 
500-foot span, in the order of two million cycles per second. 

The transfer of the cloud charge over a mile will take, in round 
figures, ten times as long as for the overhead wire charge to 
reach earth through the connection provided at 500-foot inter- 
vals. From this the release of the induced charge on the ground 
wire should follow the cloud discharge and be practically a 
periodic, instead of setting up oscillations of the order of millions 
of cycles. 

In discussing the early use of overhead ground wires, Mr. 
Creighton may have overlooked the long established practise 
of the American Telephone & Telegraph Company. The ‘‘zero”’ 
wire on the tops of the poles served for lightning protection, 
mechanical stability, and convenience in testing. Mr. Creighton 
points out that a small wire is almost as effective as a large 
wire, as regards its electrostatic effect, but mechanical strength 
and ability to discharge heavy strokes without fusing are im- 
portant factors. In some early installations poor material and 
flimsy construction gave more trouble than was prevented. 
There was a time when ground wires were in disfavor, but they 
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have come into favor again, only after recognition of the need 
for good mechanical construction. 

_ John B. Whitehead: It is interesting to remember that ever 
since the days of Benjamin Franklin, scientists, physicists and 
engineers have studied lightning phenomena, but no satis- 
factory explanation or theory has resulted. It is impossible, 
of course, to control the conditions in the natural case, and hence 
experience is limited to inadequate laboratory studies. Therefore 
1t seems to me that it is quite proper to build up assumptions 
which come as near to actual conditions as our existing theories 
indicate, and then to compare the results following from them 
with the natural case. 

Several years ago a paper was read before the Institute by 
Mr. J. P. Jackson, in which he made an effort to plot the equi- 
potential surfaces of a transmission line with ground wires upon 
the towers. The surface of zero or ground potential, was shown 
to have different shapes in accordance with the different positions 
of the ground wire. The whole question reverts of course to 
Faraday’s original proposition, which has been justified by experi- 
ence in a hundred ways, that if you want to protect anything 
from lightning or from electrostatic influences surround it by a 
grounded cage. The grounded wire is simply a small approach 
to that condition, and therefore taking the conditions Mr. 
Creighton outlined in his abstract, it is perfectly natural that 
the nearer you puta grounded wire to the transmission wire just 
so much more nearly do you give it a grounded screen. 

I question the correctness of one of the conclusions, namely 
that the grounded wire placed below the power wire should give 
it approximately as much protection as when the grounded wire 
is placed above it. Naturally, there would be some, but I think 
the difference should be quite considerable for all but the smallest 
distances of separation. Otherwise, the conclusions are in 
accord with the conception that the grounded wire, is simply an 
approximation to a grounded cage. 

The author questions whether a lightning rod should be 
pointed, since when the corona starts from a point it is equivalent 
to making the wire blunt ended. My conception of the point 
of the lightning rod is that it gradually dissipates the charge 
as the potential rises by the discharge from its points, and con- 
sequently tends to keep down the potential. I should, therefore, 
question whether a blunt point would serve so well as a sharp 

oint. 

i L. W. Chubb: The author speaks of the peaking of the charge, 
illustrated in Fig. 8, causing a displaced negative charge which 
forces a charge in the windings of the apparatus in an undesirable 
way. I understand that this menace only exists for the un- 
grounded system. 

E. E. F. Creighton: Yes. 

L. W. Chubb: Mr. Taylor has called attention to the relative 
time constants of the short line sections and the long lightning 
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path, precluding the possibility of propagated wave trains and 
the more probable existence of sloping wave fronts. ‘This iS; 
I think, an important point and the analysis of lightning phe- 
nomena should be made assuming only factors of the proper 
order of magnitude. 

In Fig. 14 Mr. Creighton has shown the parallel ground wire 
divided into short sections by the grounding wires, and each 
having an electrostatic capacitance to ground. At the time of 
discharge from cloud the freed charge in each section will divide 
and pass out the grounding wires as shown... The currents in 
the adjacent sections will induce in the power line traveling 
waves in opposite directions, which will result in standing 
waves. If the induced waves in the power line are nearly in 
phase there will be a rather complete cancellation of the waves 
and a falling off in amplitude along the line as it passes outside 
of the influence of the cloud. This cancelling effect and the 
damping.in the circuits would seem to be enough to limit the 
wave trains beyond the influence of the cloud to a rather in- 
significant amplitude. There is also some doubt in my mind 
whether the released charge in the section of the ground wire 
will oscillate, because the capacitance is not concentrated as 
shown in the figure. The section has distributed capacitance 
and inductance. If the distributed constants of the section of 
the ground wire do prevent the propagation of wave trains 
in the power line, the standing waves will not exist and the bad 
after effects of the ground wire would be reduced to a very sloping 
wave front of much less amplitude than if the ground wire were 
not present. 

In several places in the paper the author, in pointing out the 
inductive effects of the ground wire on the power wire, speaks 
of the sudden change in capacitance to the line. Capacitance 
is an invariable physical constant and I cannot see how a change 
in capacitance takes place during the transient. 

E. E. F. Creighton: I am unable to give Mr. Osborne any 
experimental information on the distribution of high-frequency 
currents in the ground. I am glad Mr. Osborne added another 
use of the overhead grounded wires which I had overlooked. 

Referring to Mr. Diamant’s request for a bibliography, I have 
to confess that I did not make ‘one and in fact did not attempt 
to look up all the references. The mathematical equations, as 
originally given by Maxwell and Heavyside are available to 
those who have the volumes. These I have not referred to 
for many years. The work by Heavyside will be found in one 
of his two volumes of ‘‘Electrical Papers.”’ 

Referring to Mr. Taylor’s comments—I endeavored to simplify 
this matter by considering only one variable at a time. The 
neglected factors are, I believe, stated in the foot note. The 
words “instantly”? and ‘“‘suddenly” then refer in an indefinite 
way to the period of time corresponding to the length of charge 
in the constants of a circuit. In reading the paper it should be 
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kept in mind that in the beginning all factors that could be set 
aside were neglected and subsequently each one of these was 
considered, although they were not all combined, as it would 
make the subject too complex. 

Referring to Dr. Whitehead’s skepticism on the protection 
given by an under-hung wire—I can only recommend to him 
that he make the calculation to be convinced. 

Referring to the last paragraph in Mr. Chubb’s discussion— 
it is impossible to come to any definite understanding because 
‘of the several different definitions given for capacitance. If 
one defines capacitance as the quantity per unit difference of 
potential, then Mr. Chubb’s conception of the invariable physical 
constants will hold only when there are two electrodes, namely 
one positive and one negative. We often think of capacitance 
as certain dimensions, as is always true in a single condenser 
but when there are three or more electrodes then capacitance 
is determined not only by the physical relations but also by 
the relative potentials of the conductors. I have worked out 
many examples to prove this statement. The calculations are 
too long to include in this discussion. This paper was shortened 
more than 50 per cent by curtailing the mathematical work 
and calculations. I can hardly hope to have deleted this material 
judiciously in every case although I hope I have put enough 
mathematical work at the end of the paper to suffice for the 
understanding of the equations used. 
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SUGGESTIONS FOR ELECTRICAL RESEARCH IN 
ENGINEERING COLLEGES 


BY V. KARAPETOFF 


ABSTRACT OF PAPER 


The primary object of the paper is to present a list of topics 
in electrical engineering suitable for thesis, research, and ad- 
vanced study. A plea is made for systematic research, each col- 
lege specializing year after year in only a few topics for advanced 
investigation. The author suggests that the Educational Com- 
mittee of the Institute become a central place for information 
and a stimulus in applied electrical research, cooperating with 
engineering colleges and with individual inventors and investi- 
gators. 

Various types of investigations are enumerated, such as 
invention, experimental study, theoretical study, library 
search, and compilation of data. Some advice is given the 
young investigator as to how to proceed in the most efficient 
way and to avoid a disappointment. 


66 HAT topic shall I choose for my required thesis?”’ This 
is a question that will sound familiar to a teacher in 
electrical engineering. Sometimes the students puts the question 
in thisway: ‘I have some spare time and should like to do research 
work; what would you suggest for a subject?’ Again, once in’ 
a while a young practising engineer writes that he does not wish 
to become “‘rusty’”’ and asks that a subject be suggested for 
systematic study in the evenings. Truth forbids the statement 
that such inquiries come often enough to be burdensome; 
nevertheless the writer found it convenient some years ago to 
compile ‘‘ A List of Electrical Subjects for Thesis, Research and 
Advanced Study,’ as a ready reference in answering such in- 
quiries. This list was privately printed in 1909 and has been 
used since by a number of the author’s colleagues in various 
engineering colleges.* 
A revised and augmented list is now offered to the profession 

in the hope that it may prove useful and stimulating to students, 


*For a similar list of topics in mechanical engineering see H. Wade Hib- 
bard, ‘‘Thesis Directions for Students,’’ Proceedings of the Society for the 
Promotion of Engineering Education, Vol. 21 (1913) p. 129. 
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to teachers, and to engineers who are interested in research, 
invention, and advanced study in electrical engineering. 

The author also recommends that the Educational Com- 
mittee of the Institute revise this list from time to time and 
keep it up to date, soliciting additional suggestions from various 
technical committees, from prominent practising engineers and 
fromteachers. Inthis manner the Educational Committee would 
in time become a source of information and stimulus for organized 
electrical research. 

Anyone who follows European electrical periodicals will agree 
that this country is behind Germany and England in the inven- 
tion of new types of electrical machinery and apparatus, in 
the discovery of new electrical phenomena, and in the develop- 
ment of working theories and numerical relations needed in our 
profession. ~Whatever the causes of our backwardness, we must 
find a remedy for it, and the most important first step is to 
systematize and organize research. 

The American Institute of Electrical Engineers has not 
limited itself in the past merely to recording the progress of the 
art and the opinions of its members. Through its committees 
and representatives the Institute has participated in the solu- 
tion of a number of important national and international prob- 
lems, and it has never failed to take an active interest in activities 
by which it was able to render important service to the profes- 
sion and to the nation. 

The promotion of organized research in engineering and the 
encouragement of young men to train themselves in the art 
of invention is at present an important national problem, if 
we are to rank with the leading European nations and to be 
independent of them in times of need. The author has em- 
phasized elsewhere more in detail the importance of systematic 
research and of encouraging the art of invention among young 
engineers.* The national engineering societies are naturally 
called upon to lead in this movement, and the American Insti- 
tute of Electrical Engineers ought to do its share. In fact, 
one of the principal objects of the Institute, according to its 


*See his paper entitled ‘‘ What has Engineering Education contributed 
to Scientific Progress and Invention,” presented at the second Pan-Ameri- 
can Scientific Congress in Washington, D. C., on Dec. 31, 1915, and 
published in the Bulletin of the Society for the Promotion of Engineering 
Education, April 1916, p. 597. See also J. A. Fleming, ‘Organization 
of Scientific Research,’’ The Electrician, (London), Feb. 18, 1916; 
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constitution, is ‘‘ the advancement of the theory and practise 
of electrical engineering and of the allied arts and sciences.’’ 

The Educational Committee of the Institute could well carry 
on this work if some of its members were selected with this pur- 
pose in view, and if it could arrange for cooperation with the 
other technical committees. This would be a distinct field of 
activity closely connected with the rest of the work of the 
Institute, and at a safe distance from the work of special educa- 
tional societies, especially the Society for the Promotion of 
Engineering Education. This new activity of the Educational 
Committee of the Institute might be carried on as follows: 

1. The Educational Committee could announce in the PrRo- 
CEEDINGS and by letter to the electrical departments of the 
technical schools in North, Central, and South America that it 
is prepared to assist the students and young engineers by sug- 
gesting topics for research, invention, and advanced or special 
study. 

2. The Educational Committee could regularly collect and 
publish suggestions as to timely topics for research from the 
technical committees of the Institute, from manufacturing and 
operating concerns, testing laboratories, consulting engineers, 
prominent scholars, etc. 

3. The Educational Committee could collect information as to 
the facilities for research available in different schools, and the 
problems already solved or under investigation. The principal 
schools might be induced to conduct certain researches in co- 
operation, rather than to duplicate work. Each school ought 
to specialize in research along a few definite lines vear after year, 
in accordance with the facilities available and the relation to 
the local industries. In this manner valuable results could be 
achieved, whereas now the attempts are mostly sporadic, leading 
nowhere.* 

4. The principal results of research might be published regu- 
larly in abstract in the PROCEEDINGS, and thus made of general 
use, where now they are simply filed in college libraries. 

*Perhaps the most instructive case of systematic research carried on 
through many years was that at the Elektrotechnisches Institut in Karls- 
ruhe, under the inspired guidance of the late Engelbert Arnold (1856-1911). 
As a result of this work we have several volumes of the most accurate 
and useful information on dynamo-electric machinery and numerous valu- 
able inventions; while scores of Arnold’s former students all over the 
world, are prominent as inventors, investigators, designers, and scholars. 


In this country Professor Harris J. Ryan with his students has carried on 
investigations on dielectric stresses for years with splendid results. 
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5. The Educational Committee from time to time should 
publish in the PRocEEDINGs a brief account of the most import- 
ant progress in apparatus, methods of measurement, mathemati- 
cal relations, etc. In these accounts emphasis should be placed 
upon the method of attack, logical reasoning, patience of the 
inventor or the investigator, the importance of a clear knowledge 
of physics, mathematics, mechanics, and chemistry, and in 
general all such facts as may encourage young investigators and 
help them in their own research. 

6. The Institute might announce each year one or more prizes 
and medals for the best improvement in apparatus, measure- 
ment of some difficult quantity, the best theoretical investigation, 
etc. These prizes need not be over $50 to $100 each, and the 
money can be easily appropriated out of the general expense 
fund of the Institute. Prizes might also be announced for the 
solution of definite problems of special importance in manu- 
facturing and manufacturers might be induced to furnish money 
for them. 

7. The Institute could help both the electrical industry and the 
colleges by inducing larger electrical concerns to maintain in- 
dustrial scholarships in engineering colleges that are prepared for 
the work. Such scholarships have proved very useful in chemi- 
cal industry, and in the manufacture of cement, steel, etc. 

8. The Institute might pave the way and lend its influence 
towards the foundation of a National Institute for Electrical 
Research, or even a National Institute for Engineering Research, 
similar to some existing institutes for medical research. 


GENERAL REMARKS 


1. The list furnished is by no means complete or exhaustive 
and is primarily intended to be suggestive. It would of course 
be out of the question to write out in detail the purpose and the 
program of every possible investigation in electrical engineering. 
The important preliminaries to almost any bit of research are to 
find out the present status of the problem, to formulate what 
is needed, and to devise the means for carrying on the investiga- 
tion. Having selected a general topic the student should make 
a search in the literature of the subject, consult his instructors, 
and if necessary take the matter up with outside specialists. 

2. The topics are suggested in general terms only, because it 
is not supposed that a beginner would use the list. If neither 
the student nor his teachers know anything about the present 
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status of a certain topic, it is hardly likely or even advisable that 
the student should take it for his thesis. He needs an elementary 
text-book on the subject. If, however, at least one of them 
knows something about the particular topic, its mention in the 
list will be sufficiently suggestive, and will recall to his mind 
certain definite problems to be investigated, and he will know 
where to go for some first-hand information on the subject. 

3. Each technical college will find it more effective and more 
useful from an educational point of view to induce successive 
students. to continue each other’s investigations for a term of 
years until definite results have been achieved. The college 
can then afford to invest a considerable sum of money in ap- 
paratus and will develop real experts among its faculty who 
supervise this research. With a proper selection of a few topics 
this policy would in a few years lead to the formation of a valu- 
able specialized experiment station. 

4. As far as possible, only subjects of vital interest have been 
selected for the list, although the author does not believe that 
the immediate applicability of the results is of prime importance. 
What counts is the ability to size up a situation; to obtain the 
necessary information; to concentrate one’s whole attention and 
interest on a problem, and to get definite results. Facts and 
relations that are of no practical use today, may become very 
important presently. 

5. Much valuable work can be accomplished by colleges and 
their advanced students through exercising a wise foresight as to 
future developments in the electrical industry. Often manufac- 
turers feel disinclined to experiment on subjects whose commer- 
cial usefulness seems remote, and here is where a college can blaze 
the way, clear the situation, perform the first preliminary experi- 
ments and bring the results to the attention of those who may 
continue the work on a larger scale and with more accurate means. 

6. A résumé of the present situation is needed in most of the 
important topics for research. Sometimes a student without 
much imagination but with plenty of patience may be utilized 
for this preliminary work; he may thus become a useful con- 
tributor to the solution of a problem where he would have failed 
if allowed to undertake an original investigation. It is earnestly 
urged that students and others interested in the progress of our 
profession do more of this kind of work, describing in a connected 
and critical manner what has been done, how it was done, where 
the information is to be found, and what remains to be done. 
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Such information freely published in magazines and trans- 
actions would not only serve as a powerful stimulus for research, 
but would relieve able investigators and inventors of a great 
burden. 

PRINCIPAL TYPES OF INVESTIGATIONS 

(a) Invention or improvement in apparatus, in connections, 
in materials, in methods of manufacture, etc. If possible, always 
take an investigation of this kind, because the progress of en- 
gineering art depends essentially upon invention. 

(b) Search in the patent records of the United States and foreign 
countries with the view of determining the state of the art ina 
particular subject or branch of industry. Such a search often 
saves a great amount of labor, expense, and bitter disappoint- 
ment later on. Moreover, a thorough knowledge of the com- 
binations and means used by other inventors sometimes suggests 
one of the remaining combinations not covered by patents, or 
an improvement in the preceding inventions. If students and 
young engineers would do more of this class of work and less 
promiscuous inventing, we would have fewer annoying and dis- 
appointed inventors, and more inventions of real value. 

(c) An experimental investigation of some device or group of 
devices, a material, a process, etc., to determine the effect of 
certain factors, for future guidance. 

(d) A theoretical investigation of some relationship or phenom- 
enon, with the view to explaining or generalizing certain ob- 
served facts; also to predict performance, to enable the designer 
to proportion a piece of apparatus, to avoid some harmful effect 
in operation, or to take fuller advantage of some beneficial effect. 

(e) Compilative or semi-compilative work, such as systema- 
tization of notation or nomenclature; comparison of theories, 
experiments or data of various investigators: unification and sim- 
plification of procedure in design or in other computations; 
preparation of tables, curves, formulas, etc., for a particular 
purpose; bilbiography of a given topic, etc. 


ADVICE TO THE YOUNG INVESTIGATOR 


1. One who hopes to succeed in invention or research must 
possess persistence, accuracy, imagination, resourcefulness, good 
general education (so as to borrow methods from other branches of 
science) and in addition some special knowledge or skill directly 
pertaining to his problem. It may be experimental skill, dexterity 
with tools, mathematical ability, knowledge of foreign languages, 
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etc. Often an attempted research ends in failure not because of 
alleged external difficulties but because the student selected the 
wrong kind of problem; for instance, one requiring experimental 
ability, when his strong pointis library research. An insufficient 
knowledge of the fundamentals of one’s profession often results 
in a failure in research, though it is sometimes difficult to’ con- 
vince the student of the connection between the two. 

2. Before taking up a piece of special research ask yourself 
if the same time could not be more profitably spent in a study of 
some more general topic in electrical engineering. For example, 
would you spend, say, half a year in experimental research of the 
effect of wave-form of the applied voltage upon the core loss in 
a transformer, or would it be more useful for yourself to put the 
same time in a study of books and articles on transformers in 
general, their theory, construction, design, connections, etc.? 
This question no one but yourself can answer. 

3. Remember that in practically every case you expect to 
continue the work of others; therefore be particularly careful to 
find out what has been done, avoid duplication, and give due 
credit to the preceding investigators. The literature search may 
be properly begun with the “‘ Science Abstracts,’’ Part B, Elec- 
trical Engineering. In some cases Part A, Physics, must also 
be consulted. The corresponding German publication “ Fort- 
schritte der Elektrotechnik ’’ is also excellent and perhaps more 
systematic;in addition to abstracts and periodicals it contains new 
books and patent specifications. The well known “ Engineering 
Index,’”’ and the card catalogues arranged by topics and found 
in the Engineering Societies Library in New York, in Carnegie 
Library in Pittsburgh and in large college libraries are also 
great helps. The indexes to the leading electrical magazines 
and transactions should also be consulted. 

4. When planning some research or invention try to think of it 
in the light of the past and future development of the subject, 
and not as a detached little investigation of your own. This 
means that you must connect your work with that of former 
investigators, and present your results in definite form so that the 
following investigators can connect them with their work and 
profit by your labors. 

5. There are problems on which no one is working, either be- 
cause the situation is premature, or because others became dis- 
couraged through lack of results. There is an advantage in . 
working on such a problem. Should you succeed, your credit 
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and recognition will be so much greater. On the other hand, you 
are much safer working on a problem already staked out by 
others, where you are merely developing a detail. Some prefer 
exploring the wilderness, others keep near to beaten paths. 

6. Almost any problem mentioned in the following list may be 
made as short and elementary or as long and thorough as is de- 
sired, from a superficial undergraduate thesis finished in a few 
weeks, to an expert’s deep research carried on devotedly through 
along series of years. Do not ‘‘bite off more than you can chew,”’ 
but whatever you decide to do, do.it well. 

7. Do not try to maintain secrecy regarding your work, but try 
to draw into it and to interest in your problem as many other 
able persons as you can. Both you and they will be benefited 
thereby. _Consider yourself to be but a thief’s apprentice who is 
learning how to steal nature’s secrets, but is not actually doing 
it yet. 

8. Having made a patentable invention or obtained a patent 
do not try to hold it for an exorbitant price. Dispose of it on 
the basis of a reasonable sum down and a moderate royalty per 
year or per piece sold. If you have a real inventor’s stuff in you, 
you will make many more important and lucrative inventions. 
Dispose of your first effort as soon as possible; it will be an en- 
couragement for your further work. 


ELECTRIC GENERATORS AND Motors 


Output Coefficients. Theoretical justification and limitations of the 
D?L formula. 

Values of flux density, ampere-conductors per centimeter of periphery, 
and current density in actual machines. 

General study of the best utilization of active iron and copper. 

Elements of cost of machinery. 

Heating and Ventilation of Machinery. Flow of heat along and across 
laminations, along copper conductors, across slot insulation, 
through thick field coils, etc. 

Heat transfer between various surfaces and the air, stationary and in 
motion. 

Temperature distribution in a given machine, and bettering its per- 
formance by more effective cooling. 

Forced vefitilation. 

Cleaning and cooling of the air. 

Rating for intermittent service. 

Commutation in Direct-Current Machines. Actual phenomena of com- 
mutation with and without interpoles, by means of oscillograph. 

Commutation on a device imitating an actual armature coil. 
Interpoles, effect of their width and saturation; inductive shunts. 
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Effect of compensating windings on performance. 

Study of brushes. 

Proposed formulas and theories of commutation, a critical review of. 

Approximate methods of integration of the differential equations of 
commutation. 

Mechanical Construction and Stresses in High-Speed Machinery. Sup- 
port of armature coils; dovetail stresses; vibration of shaft; stray 
currents in shafts; fastening of field coils; high-speed commutator; 
stresses in stationary frame; eccentric rotor. 

Armature Reaction and Inductance. Armature reaction in d-c. machines. 
Armature reaction in polyphase and in single-phase alternators. 
Proposed methods for compounding alternators. 

Exact theory of armature reaction and practical approximations. 

Leakage inductance of windings, and the separation of slot leakage, 
end-connection leakage, etc. 

Theoretical predetermination of leakage inductance. 

Transient condition during short-circuit. 

Hunting. 

Polyphase Induction Motor. Proposed methods for speed regulation. 
Performance characteristics and circle diagram above synchronism. 
Predetermination of power factor from design data. 

Magnetic leakage and its components. 
Exact circle diagrams of performance. 
Magnetizing effect of distributed windings. 
Experimental separation of losses. 

Methods for accurate determination of slip. 

Single-Phase Induction Motor. Proposed methods of starting. 

Rating of the same frame for one, two, and three-phase windings. 

Design of a single-phase induction motor. 

Experimental and theoretical investigation of the elliptical revolving 
field. 

Circle diagram of a single-phase induction motor. 

Single-Phase and Polyphase Commutator Motors. History of develop- 

ment. 
Classification of types. 
Means employed for improvement of commutation. 
Performance diagrams of the principal types of commutator motors. 
Comparison from the point of view of speed-torque characteristics. 
Comparison from the point of view of commutation. 
Experimental study of a commutator motor. 
General principles of design. 
Complete design of a single-phase railway motor. 
Design and construction of a working model, imitating the electrical 
relations in a commutator motor. 
Phase adjusters for improving power factor. 

General Design. Factors to be considered in the design of a new line of 

machines. 
Critical comparison of procedure used by various authors. 


M. m. f. required for the active layer. e 
Design of a line of small machines for manufacture in large quantities, 
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Layout of a factory for production of a given line of electrical ma- 
chinery. 

Improvements in Methods of Testing. Critical study of methods for meas- 
uring temperature, core loss and the separation of hysteresis from 
eddy current. 

Measurement of friction and windage. 

Resistance measurements. 

Methods of loading a machine by means of circulating power (pumping 
back methods). 

Measurement of speed, slip and acceleration. 

Load losses .in single-phase alternators. 

Special Types of Electrical Machinery. ~Homopolar generator, reduction 
of brush friction, increase in speed. 

Constant-current machine for operating large are projectors. 

Train-lighting generator driven from car-axle. 

Automobile starting motor and lighting generator. 

Magnetos-for ignition. 

Synchronous motor with high starting torque. 

Electric variable-speed drive for automobiles. 

High-frequency alternator for radio work. 

Motor-generator set for intermittent load with energy stored in a fly- 
wheel, such as are used in steel mill and mine-hoist work. 

Combination of an induction motor and a polyphase commutator motor. 

Motor-converter consisting of an induction motor and a d-c. generator 
with inter-connected windings. Permutator or a converter with 
stationary field and armature and revolving brushes. Thury 
high-tension d-c. constant-current machine. 

Battery boosters and counter e. m. f. sets. 


TRANSFORMERS 


Leakage Reactance. Experimental investigation of the influence of ar- 
rangement and shape of coils. 

Theoretical formulas derived from the equations of electromagnetic 
field. 

Influence of unequal distribution of current in large conductors. 

Internal vs. external reactance for safety of large systems during short- 
circuits. 

Economic Relations. The best distribution of losses for a given service. 

Amount of copper and iron as a function of relative prices of these 
materials. 
Best values of flux and current density. 

Influence of Wave-form. Effect upon the voltage drop, upon the iron loss, 
and upon the stresses in dielectrics. 

Temperature Rise. Theory of conduction of heat; experimental data; 
influence of various factors; safe temperature rise with various 
materials; devices for forced cooling. 

Artificial load for heat run. 
Extrapolation of heating and cooling curves. 

Connections. Comparison of delta and Y-connections under normal and 
abnormal conditions. 
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Analysis of currents and voltages in T and in V connections. 
Doubling the frequency by means of two transformers. 
Electrostatic Stresses and potential gradient in and around bushings, ter- 
minals, between coils, etc. 
Extra stresses due to transient conditions. 
See also the section on Dielectrics. 


POWER PLANT DESIGN AND ECONOMICS 


Standardization of electrical equipment for smaller plants. 
Elements of first cost and of operating expenses. 

Rational methods of charging for energy. 

Forms and blanks for accounting. 

Safety appliances, emergency devices, labor-saving apparatus. 
Parallel operation of power plants. 

Division of load between a steam and a water power plant. 
Uses of storage battery. 

Automatic substations. 


TRANSMISSION LINES AND CABLES 


Mechanical stresses in towers and in conductors; influence of tempera- 
ture. 

Skin effect in copper covered and steel wire and in stranded cable. 

Interference between power and telephone lines; theory, calculation of 
induced currents, experimental investigation, methods for reducing 
interference; the general problem of transposition. 

Locating faults with the line energized or dead. 

Protection against grounds and short-circuits, sectionalization, relays. 

Actual experience with lightning and possible conclusions. 

Various types of protection against lightning. 


Theory of the ground wire. 

Current and voltage relations in lines with distributed properties. 
Standing and traveling waves; surges and protection against them. 
Experimental mechanical apparatus imitating electric waves. 
Transient electric phenomena studied experimentally and theoretically. 
Kelvin’s law of economy and its various practical applications. 
Computation of electrostatic capacity and stresses of cables. 
Reduction of capacity in telephone cables. 

Propagation of signals in submarine cables. 


ELEcTrRIC TRACTION 


General Projects. Design of a high-speed underground road for a large 


American city. : 
Design of an elevated road for local and express trains. 
Electrification of a large steam railroad center. 
Electrification of a mountain division of a steam railroad. 
Gasoline-electric and straight gasoline cars for light traffic. 
Storage-battery car. 
Trackless trolley car. 
Competition of the motor bus and of the “‘ jitney ’’ with city, suburban, 


and interurban railways. 
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The electric truck. 

The electric passenger vehicle. 

The dual power car. 

Electric traction of boats on a ship canal. 

Design and organization of repair shops for a large electric-railway 
system. 

Track, Trolley, Signals. Standardization of the materials, and of the 

methods of operation and maintenance. 

Rail corrugation. 

Continuous rail, electric welding, thermit welding. 

Bond testers. 

Stray currents and prevention of electrolysis. 

Overhead construction in various classes of service. 

Mechanical stresses in trolley wire, in messenger cables, and in the sup- 
porting structures; the problem of support on curves. 

The surface-contact system. 

Sectionalization of trolley circuits in freight yards, in large passenger 
terminals, etc. 

Automatic switching. 

Automatic signals. 

The problem of safe and quick dispatching of high-speed roads. 

Rolling Stock. Quick and accurate predetermination of time-speed curves. 
Design of an apparatus for automatic tracing of time-speed curves. 
Resistance to motion of single cars and trains. 

Special equipment of an electric car or locomotive for various tests and 
experiments. 

Single-phase locomotive with an electro-dynamic converter or with a 
mercury-vapor rectifier. 

The possibilities and limitations of high-tension direct-current traction. 

Recuperation of power on electric roads. 

Control of high voltages or of heavy currents in an electric locomotive. 

Various types of drive; gears, side-rods, direct drive. 

Electrically controlled air brakes for high-speed roads. 


ELEcTRIC LIGHTING* 


Light sources: proposed standards; new types of electric lamps; posi- 
tion and shape of filaments, temperature of operation; color 
characteristics, and effects; design for special purposes; operating 
mechanisms. 


Lighting accessories; optical properties of diffusing and reflecting media; 
globes, shades, and reflectors for special purposes; “ daylight’ | 
glass; means for eliminating glare. 


Visual photometry; sensibility of photometers; size of photometric 
field; errors due to instruments; errors due to operator; effect of 
color sensibility of observer; recording devices; calibrating devices; 
integrating photometers; flicker photometers; standardization of 
absorbing solutions; means for eliminating color differences; 
standardization of conditions of measurement. 


*Contributed by Professor F. K. Richtmyer. 
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Physical photometry: the selenium cell; the photoelectric cell; the bolo- 
meter; the thermopile; absorbing solutions; photographic methods; 
other chemical methods; new methods. 

Studies in illumination: Survey and criticism of present conditions in 
various types interiors, in streets, etc.; intensity and type of il- 
lumination necessary for various purposes; eye fatigue and visual 
acuity as dependent on intensity of illumination, color, and system 
used; design of systems of illumination; illumination calculations. 

Terminology of illuminating engineering. 

Relation of art, architecture, physiology, and psychology to illuminating 
engineering. 


APPLICATION OF ELECTRIC MorTors* 


Industries. Agriculture, automobile, bakeries, boiler works, bottling 
works, box factories, breweries, brick factories, broom factories, 
building construction, candy factories, carpet and rug factories, 
cement, clothing, corn mills, cotton mills, cotton oil seed mills, 
creameries, dairies, dye works, flour mills, foundries, freight hand- 
ling, glass factories, glove factories, hardware manufacture, har- 
ness factories, ice machines, irrigation, knitting factories, laundries, 
lumber mills, machine shops, paper box factories, paper and pulp 
mills, piano factories, pipe mills, planing mills, porcelain factories, 
railways, refrigeration, rubber industry, shoe factories, shoe re- 
pairing, soap factories, spice factories, steel mills, stone quarries, 
stove factories, sugar industry, tanneries, textile mills, tile factories, 
tobacco factories, trunk factories, wagon factories, wall paper 
factories, woodworking factories, woolen and worsted mills. 

Classes of Service. Air compressors, blowers, coal cutters, concrete mix- 
ers, conveyors, cranes, crushers, dental appliances, dredges, ele- 
vators, exhausters, fans, hoists, ice cream freezers, lime kilns, locks, 
pumps, printing presses, rock drills, sewing machines, ship pro- 
pulsion, towing machinery, turn-tables, vacuum cleaners, vehicles, 
washing machines. 


MEASURING INSTRUMENTS AND METHODS 


General. Study of characteristics, errors, cost of manufacture, etc. of a 
given type of meter. 
Development of a new type to meet competition in price or to avoid 
infringing certain patented features. 
Design of a complete calibrating equipment for a manufacturing con- 
cern, an operating company, a testing laboratory, a college, etc. 
Special instruments, such as a double tariff meter, a maximum-demand 
indicator, a volt-ampere meter, an automatic synchronizer, a 
phase displacement meter; instruments, for recording rapidly- 
fluctuating currents and voltages, etc. 
Instrument transformers. Design, methods of calibration, errors, exact 
theory, vector diagrams, etc. 
Extra-Accurate measurement of various quantities used in electrical en- 
gineering, viz., current, voltage, power, resistance, inductance, 


*Contributed by Mr. D. B. Rushmore. 
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capacity, speed, acceleration, slip torque, magnetic properties, 
dielectric properties. 

Analysis of methods, errors, applicability in various cases, new devices 
and new diagrams of connections. 

Magnetic Measurements. Measurement of permeability, core loss and 
retentivity. 

Effect of composition and treatment of steel upon its magnetic proper- 
ties. 

Heusler alloys. 

Experimental investigation of distribution of a magnetic field, using an 
analogous condition of flow of heat or electricity through metal, 
or flow of water. 

Detection of flaws in rails by a magnetic method. 

Relays. Overload, underload, and reverse load; over or under-voltage, 
high and low frequency, low power factor. 

Merz-Price and similar selective arrangements. 

Time characteristics, instantaneous, definite time, inverse time, etc. 

Relays for regulating voltage of generators, batteries, feeders, etc. 

Regulation of power factor, frequency, speed, etc. by means of 
relays. 

Relays for submarine telegraphy. 


RapDio TRANSMISSION* 


Methods for producing damped oscillations for transmission purposes. 

Methods for producing damped oscillations of particularly constant 
amplitude for laboratory measurement purposes. 

Methods for producing undamped or continuous oscillations for trans- 
mission purposes. 

Study of radio detectors. 

Study of radio amplifiers. 

Study of the ‘‘ beats ’’ receiver and methods for producing oscillations 
for the same. 

Comparison of ‘‘ tikker’’ and ‘‘ beats ’’ receiver for the reception of 
undamped waves. 

Advantages and disadvantages of using the ‘‘ beats’’ receiver for 
damped waves. 

Directive radio communication. Study of the variation of signal in- 
tensity with varying wave lengths. Methods of modulating the 
antenna current for radio-telephony. 

Design of a compact portable decremeter. 

Study of radio measuring instruments. 

Design and construction of portable radio sets. 

Design and construction of radio apparatus suitable for instruction and 
demonstration. 

Modern theories of propagation of electromagnetic waves (without 
mathematics). 

Experimental determination of ‘‘ radiation resistance.” 


Mathematical theory of radio transmission. 
ap ee ary ie rains 


*Contributed by Mr. C. W. Ballard. 
‘ 
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DIELECTRICS 


Experimental study of various insulating materials under various condi- 
tions of service. 

Theory of dielectric stresses in two dimensions by means of conjugate 
functions. 

Experimental investigation of distribution of an electrostatic field 
using an analogous condition of flow of heat or electricity through 
metal, or flow of water. 

Surface resistivity. 

Design of high-tension insulators, bushings, transformer insulation, etc. 

Reliability of spark gaps of various shapes. 

Measurement of extra-high voltages. 

Design and construction of a transformer for testing purposes. 

Study of insulating oils; development of a practical and reliable test. 

Compressed gas as electric insulation. 


MISCELLANEOUS PROBLEMS 


Agriculture, electricity in. 

Amplifiers for weak currents and voltages. 

Arc phenomena. 

Automobile starting, lighting, ignition. 

Atmospheric electricity, oscillograph study by means of an antenna. 

Circuit breakers. 

Electromagnets. 

Farm lighting and power. 

Fixation of atmospheric nitrogen. 

Fuses. 

Heating and cooking; heat accumulators; high-resistivity alloys; 
temperature control: insulation. 

Magnetic separation of iron ores. 

Marine applications of electricity; electric drive of an ocean steamer. 

Pictures, transmission of, by electricity. 

Precipitation of suspended matter; smoke abatement. 

Rectifiers, aluminum, cathode ray, mercury, revolving, vibrating 
contact. 

Safety rules, standardization rules, and standard specifications of 
various associations in this country and abroad; a critical com- 
parison. 

Submarine signaling. 

Thermo-electricity, generation directly from fuel. 

Telegraphy, rapid, multiplex, submarine with alternating currents, 

Telephone apparatus for the deaf. 

Telephone transmitters of great power; sensitive telephone receivers 
and relays, phantom circuits. 

Water purification by electricity. 

Welding, electric. 


APPENDIX 
In connection with the suggestion that the A. I. E. E. should 


encourage systematic research under the auspices of its Educa- 
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tional Committee, the following description of the organization 
and work of the Research Committee of the A. S. M. E. is given 
by Mr. R. J. S. Pigott, a member of the committee. 


The object of the Research Committee is to promote the investigation 
of phenomena, operations, or results of experiments concerning funda- 
mental laws on which engineering practise is based, and to place such data 
in permanent and basic form. The general committee meets at stated 
intervals to consider suggested research subjects and to appoint sub- 
committees to do the actual work of research. Generally, the chairman 
of the sub-committee is a member of the general committee, but not 
necessarily so. The present sub-committees are those on fuel oil, ma- 
terials of electrical engineering, safety valves, worm gears, lubrication, 
clinkering of coal, steam flow meters, laboratory systems and methods; 
and a committee on investigation of machine tools is under consideration. 

The chairman and members of the sub-committee either carry on 
research in their particular field, themselves, by cooperation with manu- 
facturers, or else have the work done by an interested manufacturer. 
In general, the expense of the research is borne, therefore, by the interested 
parties and not by the society. 

Up to the present time the committee has not presented any final 
reports, but the work on worm gearing is well under way, and also that 
‘on steam flow meters. As research work is usually lengthy, final reports 
in less than two or three years are not to be expected. As noted in the 
definition of the activities of the committee, the work may consist in 
some cases merely of collation of existing data and putting them in usable 
form, rather than of original research. 


Se 
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_ Discussion ON SUGGESTIONS FOR ELECTRICAL RESEARCH IN 


ENGINEERING COLLEGES” (KARAPETOFF), CLEVELAND, 
Outo, JuNE 30, 1916. 


J. B. Whitehead: There is truth in what Prof. Karapetoft 
has to say about the products of research from Germany and 
England. I do not know that it is quite as definite as he would 
imply, but I have in mind the character and form of the publica- 
tion of the results of research as given in the German and Eng- 
lish periodicals; and the publications of the German and Eng- 
lish engineering societies, I think are superior to those of our 
own. I would make a plea here for a more careful editing of the 
publications of our American research. Certainly a comparison, 
particularly of the German publications, with our own will, 
I think, indicate that there is truth in what I say, namely, that 
these publications are better prepared. The precautions that are 
taken in experimental work are better described, and more 
effort is made, and I suppose more careful editing accompanies 
the publication of the results of experiments abroad. 

As regards the special fields of investigation in different 
universities and colleges as related to their particular equipment, 
I do not believe that is a practical suggestion. I think that 
research is a question of men and minds, more than it is of 
equipment and location. I do, however, believe that continu- 
ation of a particular subject that has once been started is a 
most prolific and valuable principle to have in mind. It is one, 
fortunately, which results naturally in the course of events— 
when a particular line of research develops and a mature student 
or a professor is conducting research, it is most natural that he 
should invoke the assistance of the younger men, and the younger 
men’s interest is at once attracted, and so the work continues 
naturally. This condition obtains in many places now. 

I believe that the suggestion of prizes for investigations is 
a very good one. We have a number of prizes in this country 
now for conspicuously valuable results of research, but they are, 
I think, usually given as rewards for completed efforts, for more 
mature work. I believe the offering of prizes for work done by 
young men, perhaps before they leave college, would be a very 
valuable incentive. 

The suggestion of a Research Committee is not a new one. 
I had in my hand before I left my office, and expected to bring 


- with me, a small pink leaflet that perhaps some of those present 


will remember. It was headed ‘‘Committee on Cooperative 
Research,’”’ and I think the date was 1903 or 1904. That leaflet 
sets forth a number of subjects from which in the minds of the 
Committee profitable results might be obtained. I was interested 
to find that a number of the subjects which were suggested in 
that comparatively short list are still to be found in Prof. Karape- 
toff’s list. 

I do not think that the list of subjects, such as given by Prof. 
Karapetoff, goes very far in helping the investigator on his way. 
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Fields for study and for investigation are not difficult to point 
out. I have found in my relation to this subject that it is far 
more important, not only to suggest the subject, but to outline 
the attack. It is almost always indispensable that this should 
be done. Obviously, an investigation cannot be attacked in 
any direction without a complete survey of the literature and 
the work which has already been done. It is not possible, 
however, to entrust to a young investigator a study of the litera- 
ture and to leave him to work out the lines of his attack. You 
can point out the literature to a student and tell him where to 
go so that he can make a survey of the whole field, but even then 
he cannot digest it. His judgment is not sufficiently matured 
to enable him to decide which are the contributions most valuable 
to the particular line of attack he has in mind. I have found 
much to my discomfort that it is the duty of one who is attempt- 
ing to inspire research work to go much further than to simply 
suggest the subject. It is almost invariably a case of outlining 
the apparatus and the equipment, and generally also ordering it. 

Alan E. Flowers: I think a great many colleges have made 
use of lists of thesis subjects, such as are submitted here, possibly 
not so long, possibly more varied in some cases. Such a list 
has very generally been found to be very useful as a starting 
point, and nothing that I say later should be construed as op- 
posed to the idea of having such lists, but it is certainly true, as 
Prof. Whitehead has just said, that the most important thing 
is, that the list should be supplemented by personal interview 
and by a considerable amount of suggestion and in some cases of 
instruction. 

I am also very much interested in the idea which is advanced 
in the paper, of giving prizes for research work. It has always 
been a matter of great regret to me that the original plan for 
the Edison Medal was not so arranged that the medal would 
be made available, in some measure at least, for worthy under- 
graduate theses. As I remember the conditions, there was a 
certain age limit, and in addition it was provided that the 
thesis should be entirely the work of one man. In nine theses 
out of ten, the thesis is the product of two workers. There are 
several reasons for this. One of them is the necessity in a great 
many cases, particularly the case of experimental theses, for 
two observers, and as it is out of the question for a student to 
hire his observer, he must have a co-worker. This provision 
eliminated most of the theses of any value. 

I think the conditions for such prizes could readily be changed 
so as to greatly stimulate experimental research work in the case 
of the undergraduate, and I rather think that there is some need 
for such stimulation, because the student who conducts an experi- 
mental research thesis is greatly handicapping himself as com- 
pared with the student who conducts almost any other type of 
thesis. He is very sure to put in more time on the work; he is 
very sure to have more worry; and he is very unsure to get re- 
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sults that will satisfy anybody. Anything within reason that 
can be done to encourage and help the experimental thesis is, 
in my opinion, worth while doing. 

_ Tam quite sure that, however much I would object to an educa- 
tional committee or a research committee defining what subjects 
certain places should take, there is a great good to be obtained 
by getting major lines started at particular places and endeavor- 
me to make it possible to continue that line of work at that 
place. 

The reason I object to the scheme of fastening research 
subjects on places, is that I believe the most important thing is 
to keep the door wide open for a large number of individual 
suggestions. Whenever we begin to use the fixed method, what 
might be called the autocratic method, it seems to me we are 
killing off the most valuable and the most useful of the possi- 
bilities, that is, the origination of ideas, the origination of sub- 
jects, the carrying on of individual work and the encouragement 
of originality. 

Scholarships would help, to a certain extent and possibly 
the most useful thing would be something in the nature of indus- 
trial scholarships, made available, not for the undergraduate, but 
for the graduate student. The undergraduate student who shows 
ability in research and has originality, would be encouraged 
by the prize and he might then very easily be led on to the post- 
graduate work of great value. 

I think that great good might come to the Institute from a 
Research Committee. I am a member of the Research Committee 
of the American Society of Mechanical Engineers, and I have 
been very greatly impressed by the possibilities of that com- 
mittee’s work. 

I feel it would be hardly right, however, to leave this subject 
without saying one more word about “‘prizes’’ I mean by that, 
compensation. I am afraid that at the present time there has 
come into existence the idea that in research ‘“‘virtue is its own 
reward.” So far as I can see, the relations between compensa- 
tion in research work and compensations for other kinds of 
work is very much to the detriment of the research worker, 
whether he be working in pure science or applied science. That 
seems to me a fundamentally wrong condition, and I think it 
ought not to pass unnoticed. It is not only a question of the 
right of the thing, but also a question of the amount of work 
that might be done. It is a question of the encouragement of 
additional work. I have long had the feeling that there ought 
to be some special form of compensation, besides whatever 
there may be in the way of salary, whatever there may be in 
the way of reputation, that will come to the worker for each 
particular thing which he brings out. I see no reason why, a 
research worker, who reaches results of value, and allows 
them to be put on the market, should not get royalties, should 
not have the sort of thing granted an independent invention. 
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The large companies ought to give serious consideration to 
granting some special royalty or lump payment for each inven- 
tion developed by one of their workers. 

C. E. Skinner: My attitude toward this subject is probably 
quite different-from that of the man in the university, as my 
whole experience has been in connection with a large corporation. 
I have many times been asked by university men to suggest 
subjects for research work. I find it a very difficult thing to do, 
because it is hard to outline the surrounding conditions to the 
man undertaking the research. One does not always know the 
facilities at his command, and the large corporation is, as we 
all know, whether you are inside or outside, somewhat jealous 
of the information leading to new things. 

I think that some of the cautions, some of the advice, given 
by Prof. Karapetoff are very good indeed, and Iam not sure that 
some of his subjects, shown in the list, are not too large. I fre- 
quently tell my associates that no matter what a subject is, no 
matter how small it seems to be, if one goes into it completely— 
going into literature the first, which should always be done, 
going into the investigation with a view to finding out about 
all that can be found out about a particular thing—the subject 
will grow and the interest will grow. 

It very often happens that the by-product of the research 
is of far greater value than the direct result. A research may be 
entirely successful when it proves that the object sought cannot 
be attained. It is very hard for young men, particularly, to 
get that viewpoint, that the proof that a certain thing cannot 
be done in the way he had an idea it could be done is of as much 
value, perhaps, as the doing of the thing he sought. It practi- 
cally always transpires that in the case of doing research of that 
kind there are some by-products which are extremely valuable 
and make very good leads for further research. Having that in 
mind the suggestion of continuous work on a subject when once 
undertaken is very good. 

‘I. have been very much interested in the last year with 
the attempts of some of the British people in endeavoring to match 
up, if possible, with the German research. This war has brought 
home to the English, as nothing else could possibly do, the de- 
sirability of working in advance of anything they have hitherto 
done. I think that ought to come to us in America in the same 
way. We have had a stimulus here in the enormous orders for 
material, and we have had a stimulus in the cutting off. of many 
materials which before the war were available, and research 
in industrial lines is going along at a very rapid rate. The Eng- 
lish people feel that on account of their having a very large 
number of relatively small corporations, that it may not be pos- 
sible for any one of these corporations to carry on the work in 
an entirely satisfactory way. Consequently, they are talking 
of a co-operative research arrangement which would take in 
the industrial corporation, the university, and whoever else 
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- might be interested. There is a germ of thought there for us, 
that some sort of co-operation is desirable. 

It is not easy for the industrial corporations to line up on this 
matter of research, on account of the fact that most industrial 
corporations in this country depend for their business on the 
protection given by patents. Patent protection, as we all know, 
is a difficult enough matter as it now stands, without having 
the added difficulty of the suggestion proposed, that is, the re- 
search being made by thecorporation, andthen the idea developed, 
patented by some one outside, with no control by the corpora- 
tion resulting. If our business is founded on patent protection, 
then we must have control, and while the work of the university 
can be of great assistance, it is difficult to tie that up in a satis- 
factory way with the control that must be had by the industrial 
corporation. 

I have stated on a number of occasions, that it was a shame 
to have the equipment which is possessed by many of the uni- 
versities, idle three hundred and sixty out of the three hundred 
and sixty-five days of the year, when many companies would 
have been glad, if they could get possession of that equipment, 
to use it three hundred days in the year and make it efficient. 
It is too much like the farm machinery which is used, for, let 
us say, one week of the year, and the rest of the year it stands 
out in the weather. There is any quantity of such equipment 
in the technical universities of the country which ought to be 
efficiently used and used throughout the greater part of the year. 

Just what arrangement can be made for accomplishing this de- 
sirable result of cooperation between the corporation, which must 
use the results, and the individual research worker, either under- 
graduate or post-graduate, I am not sure. I have worked out 
a few individual cases, but more with a view of training research 
men than any hope that the work in the school would be very 
productive, so far as actual researches were concerned. As a 
training for research men, it has proven very valuable. , 

F. C. Caldwell: It does seem that some kind of co-operation 
between the various engineering colleges where thesis work, 
both undergraduate and graduate, is being done, would be very 
desirable. We must all feel the lack of effectiveness that we 
experience in connection with much of this work. Along the 
line of what Mr. Skinner has said, we have to remember that the 
primary object of undergraduate research, is not the production 
of valuable results, but the training of men, who are largely 
beginners, so far as this kind of work is concerned. 

What is needed is some kind of clearing house between the 
various institutions to help in avoiding unnecessary duplication 
of work. In some cases, especially with undergraduate work, 
recognized duplication is a good thing, on account of the checking 
of the results obtained. This also would be facilitated by such 


an arrangement. iz 
One other point is perhaps suggested in one of Professor 
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Karapetoff’s items, the desirability of selection of the men who 
are to do undergraduate research. We try to guide men who 
seem to have no talent for investigation, and no very great inter- 
est in it, into other kinds of thesis work. We give them a design 
or a compilation, and thus reserve the energy of the instructing 
force and the equipment for the few men who seem to give prom- 
ise of really accomplishing something in the way of research 
and of really gaining something by the training which their work 
along this line will give them. 

E. E. F. Creighton: I think the most valuable suggestions 
regarding research work were given by our President in his 
address at the opening of the Convention a few days ago. This 
whole question, especially the educational side, is of the utmost 
importance. There is not the slightest possibility at the present 
time that we can have too much research taught. More theses 
should be written, beginning with a student’s freshman year. 
Progress is dependent mostly upon research and invention. 
The idea seems to have gone around that the inventor has 
an especially fine mind, that he was born clever. I think it is 
a misconception. There are degrees of ability shown in lawyers, 
mechanics, doctors, engineers, inventors, and so on. It is not 
a question of relative ability in these several activities, but train- 
ing. Research and invention come from the suitable concomitant 
attitude of mind or view-point. Invention can be taught as 
readily and as certain of results as any of the professions. A 
definite course of educational work could be laid out, I believe, 
which would produce inventors by thousands. Most of the 
training in life, from infancy, is opposed to the production of 
inventors. It is too much to discuss at this time but, briefly put, 
I believe inventors would appear in numbers if everybody would 
give the mental attention they now apply to ‘‘What will people 
think of me if I do?” to ‘“‘What will nature do for me if I do?” 

To show the results of the attitude of mind I wish to draw a 
contrast. In a big organization they have their work divided 
into many different departments. Two of these are Sales Depart- 
ment and Invention or Research Department. The attitude of 
the mind of a salesman is such that he could not possibly invent. 
The attitude of mind of the inventor is such that he makes an 
extremely poor salesman. The salesman must always look to 
the attractive points, the advantageous points of the things he 
has to sell. These are known colloquially as the ‘‘talking points.”’ 
He must so impress the purchaser. On the other hand, the 
research man or inventor must skim over the things that go right 
and he must worry himself night and day about the little things 
that go wrong. Start an inventor out in the sales business, 
and he will tell the prospective customer all the things that are 
wrong about the apparatus rather then the things that go right. 

Before the war started, we had an organization of advanced 
students in industrial work, and it fell to my lot to take these 
students, who were all graduates of colleges, for two, three, or 
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six months and use them in the laboratory. I have had many 
illuminating experiences. I got far enough in this work to be 
able to tell, with a fair degree of certainty, where a man came 
from simply by watching how he went at his work. One illus- 
tration—three men were independently given a problem, and I 
was unable to see them again for two days. The first man went 
to the University library where he combed the shelves for infor- 
mation on the subject. It happened to be an investigation of a 
new type of protective apparatus. He reported that he was 
sorry that he was away from the big libraries where he could 
consult the authorities. (Incidently there were no authorities 
on this subject.) The second man was of a mathematical turn, 
and he sat down with a pencil and got his fundamental equation 
started, and attempted to solve the problem by differential 
equations. He had landed at the point where he had an expres- 
sion that he could not solve. The third man did not think 
about looking up published material, and triéd no mathematics, 
but he went into the shop and commenced to make up a device 
to try out. 

Now, of these three men, the first one was educated in Paris, 
and like the French, venerated the authorities in science. That 
was his view-point. The second man was educated in one of 
our best eastern colleges, where they do a great deal of still 
thinking and a great deal of mathematical work, and although 
his tastes, as I found subsequently, were such as to allow him 
to do experimental work, he had been trained to immobile think- 
ing. The third man was from the good old wooly West where 
they have not formed the habit of looking up the subject or refer- 
ring to some authority. It seems to me that ‘‘try it” is the funda- 
mental need in all research work. 

Some time ago I had the pleasure of giving some young men 
a chance to train themselves forinvention. To help me prove my 
point,I found that as soon as they got the view-point of the inven- 
tor they could invent on short notice. I remember one instance, 
where two of them made three inventions in ten minutes. All 
of these inventions did not ripen into patents, but, nevertheless, 
they caught the view point and invented. 

We often hear discouraging remarks made to young investiga- 
tors stating that they are beginning to investigate before they 
have had any training. It is a great mistake to assume that one 
must be familiar with current scientific facts before beginning 
to investigate independently—very much book knowledge is 
liable to be an overwhelming handicap and a damper to one’s 
enthusiasm. The kindergarten is the place to begin investigation 
and invention. The work of Mari Montesorri is one of the best 
illustrations of this theory. If her methods could be carried 
along through the grammar schools and the colleges the scientific 
world would. move forward in leaps and bounds. ; 

In the university world I know of one professor who, I think, 
has the proper view-point for training investigators. Professor 
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Sanford of Stanford University started his work, and is still 
carrying it on, in the face of a great deal of opposition. In his 
course in physics he took away the books from the students and 
gave them a lot of simple apparatus to work with and set them 
atit. The criticisms of his methods, especially by the engineering 
students, were—I can characterize them in one expression— 
“Tf I were a Faraday, I could get something out of that course.”’ 
That is a great mistake. Every investigator must have a start. 
I have been surprised at the young fellows who have worked 
with me, who have made an investigation, gathered their data, 
and then not knowing what.to do with it, have gone to some book 
to find out what it might mean. 

As a last proof that my theory is correct, I will cite the case 
of the Italian janitor in our laboratory, whom I set to work on 
research work. He has embarrassing moments with his arith- 
metic and spelling, but nimble fingers and an active mind are 
gathering.in much useful data. 

D. D. Ewing: It seems to me the trend of the discussion 
has been mostly along the line of invention. I think that there 
is a great deal of research work that can be carried on in a 
university, that does not have anything to do with invention. 
Research work on subjects like the one which forms the basis of 
the paper following this one, ‘“‘Tractive Resistances to a Motor 
Delivery Wagon on Different Roads and at Different Speeds,” 
is a fair example of what I have in mind. Traffic studies 
relating to the transportation of passengers, the delivery of 
freight, the relation of traffic to schedules and car routing, 
and great variety of other engineering economic subjects are 
fruitful lines of research, the work on which can be carried on in 
universities as well as anywhere else. We should not get it into 
our heads that the only kind of research work is the research 
work which leads to invention. 

Regarding the alignment of research work in universities and 
colleges, I think that that depends on whether the research 
work is being done for the purpose of pure research and the 
results which come from such research, or whether it is being 
done for the purpose of training young men. 

I object to spoon-feeding the students. Too much alignment 
and guidance are not good for the student. The primary function 
of the university, in my opinion, is to train men and not to get 
definite results in research work. Such results, however, as we 
do get I think should be recorded where they may be available 
to all, and that, to me, is the crux of Prof. Karapetoff’s paper. 
I desire to say a word regarding another line of research mentioned 
in Prof. Karapetoff’s paper, namely, that of library researches. 
Such work, I believe, can be carried on in the university to better 
advantage than in the factories of manufacturing companies, 
or by engineers, or by the research men of operating companies, 
because of the library facilities that are available to university 
men. I think that one of our great difficulties, at least at Purdue 
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University, is to get men to do library research. The students 
all want to do experimental research. Prof. Flowers indicated 
that he had some difficulty the other way. I feel, however, 
there is a great field for university research along that line. 
As has been pointed out in the paper a resume of the various lines 
of thought and scientific endeavor would be very useful, and this 
could be carried on by the universities. 

Practicing engineers could co-operate in a very helpful manner 
with the university research men in the suggestion of subjects 
which are along economic or other lines not leading to invention. 
I readily appreciate Dr. Skinner’s statement regarding the matter 
of invention. I can see why the manufacturing companies 
would not care to have such research carried on in the univer- 
sities, but, on the other hand, all those researches which do not 
lead to invention could be carried on in co-operation with opera- 
ting companies, and I think a great deal of value would result 
from it. Further the research work in this country would be 
greatly stimulated if we had a little better cooperation between 
the parties interested in such work. 

C. Francis Harding: I wish to bring up one or two points 
concerning which I am, to some extent, in opposition to the author 
of the paper, particularly with regard to the question of prizes. 
I do not believe that a monetary prize or any other prize is 
going to develop research men or induce them to take up re- 
search investigations in the university. I think possibly that some 
prestige, some honor, which might be conferred on such a man, 
possibly some recognition by the Institute such as the publishing 
of the paper, or that which the Engineering Society of Western 
Pennsylvania offers in connection with its thesis investigations 
would be far preferable to holding out a prize of $25 or $50, 
whatever it might be, for the man who would carry on the best 
research investigation.The latter would take on the form which 
the university degree assumes for such men who are working to 
get the sheepskin only, and not for the training which the sheep- 
skin represents. 

I do not believe, to take up another question treated in the 
paper, that it is necessary for the Institute or any other body 
to suggest subjects. Any live man who is connected with a 
university, talking half an hour with an engineer of a manufactur- 
ing company, or of a public utility corporation, can find readily 
a large number of subjects which are available and worthy of 
research investigation, and which his institution 1s best fitted 
to undertake. Such may have either a practical bearing, 
or possibly some value as an invention. 

I feel that any action which the Institute may be able to take 
such as appointing a Research Committee or along any other 
line which will lead towards further co-operation between the 
universities and the men of the manufacturing companies and 
the utilities interested in research, will be tothe mutual advantage 
of the student, the universities and ultimately we hope, to the 
manufacturing companies and the Institute as well. 
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N. S. Diamant: We may disagree with Prof. Karapetoff as to 
specific suggestions made in the paper, but I think we shall all 
agree that it is high time that universities raise their standards 
of scholarship and research and do their share along with the 
industrial corporations. It may not be exaggerating the impor- 
tance of the subject to say that it will prove a national calamity 
if they do not. 

Research is not something as mechanical as a glance at the 
paper may suggest, and in regard to it we may well refer to 
President Carty’s address and abide by his advice and some of 
his suggestions. 

The average standard of scholarship and research at present 
is very low—considering the universities all over the country— 
and the author seems well justified in using the expression 
“superficial undergraduate thesis’? with emphasis on superficial. 

In regard to the quantity and quality of work that has been 
done so far in the United States and in Europe—as I would 
add Switzerland, France, Belgium, etc., to the countries men- 
tioned by the author—I am afraid both Mr. Whitehead and 
Prof. Karapetoff are right in their comparison—the European 
work in general seems to be more thorough, and to be published 
in a more scholarly form, not only from a technical point of view 
but literary as well. 

J. J. Carty: The distinction which I made in my paper be- 
tween pure scientific research and industrial research is a dis- 
tinction which I think should be borne in mind all of the time 
in considering questions such as these. I have frequently heard 
during the discussion here, the term ‘‘research,’”” employed as 
though it meant but one thing. It really means two things. 
There is pure scientific research and industrial scientific research, 
and the necessity for this distinction is well illustrated when we 
come to discuss the ethics of publication as applied to the two 
cases. 

Pure scientific research is conducted for the purpose of extend- 
ing the boundaries of knowledge and publication is one of the 
goals. It is ethical to publish these results; it would be unethical 
not to do so. 

When it comes to industrial research the ethics of the case 
are different. The industrial scientist is employed by a manu- 
facturer or other client to make a scientific investigation at his 
expense and for his benefit. It would be unethical for the indus- 
trial scientific research worker to publish the results of his 
investigation until his client gives him permission to do SO; 
that is, until the client has determined to his own satisfaction 
that he will not be injured by the publication. 

. There is no obligation whatever upon the manufacturer to 
give out to his competitors scientific information obtained at 
his expense and for his benefit. The manufacturer embodies the 
results of his scientific investigations in practical form and 
benefits the public through the improved product which he pro- 
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vides. Almost. invariably, however, the results of industrial 
scientific investigation are published in due course, as a rule this 
publication being in the form of an issued patent, which is the 
method adopted by our form of government to take the place 
of trade secrets. I am told, however, that there is such a thing 
as property in trade secrets and if you will read the remarkable 
paper by Mr. Frederick P. Fish on ‘‘The Ethics of Trade secrets,’ 
you will find there a great deal of interesting and curious infor- 
mation upon this subject. 

The question as to whether our universities or technical 
schools should undertake industrial scientific research is a large 
one which is now being carefully studied by many who are inter- 
ested in the subject. It is certain that if the technical schools 
are to carry industrial research work to the point of taking prob- 
lems from the manufacturer and solving them for pay, the manu- 
facturer will insist upon a contract with the university whereby 
the publication of the results will be forbiddén until such time 
as he is protected by issued patents, or for other reasons concludes 
that his interests will not suffer by the publication. 

I do not wish to imply that there is no place for industrial 
research in the universities or technical schools. This question 
is now being seriously studied. I hope it will be found that there 
will be a great deal that they can do. I hope to see spring up 
near the universities large industrial research laboratories and 
if it is found that they can be successfully associated with the 
universities, all the better. 

In any event, as soon as our manufacturers have awakened 
to the importance of industrial scientific research, I believe 
industrial laboratories will spring up everywhere and that the 
universities and technical schools will find it difficult to graduate 
in sufficient numbers, men trained in the rigorous methods of 
the pure scientist to carry on the work of industrial research. 

D. H. Braymer: I was interested in the remark of one of the 
speakers, comparing American journals with foreign journals. 
I think I have an explanation. It is hardest to obtain the results 
of research work from professors and universities themselves. 
It is next easiest to get it from the manufacturing companies, 
and it is easiest of all to get it from the research departments 
of the operating companies. Operating engineers interested 
in new developments are always glad to tell what they have done, 
why they have done it, and what they are going to do. I can 
see no reason why there should not be the same attitude toward 
a publication on the part of the universitiesandthemanufacturers. 

A.A. Nims: Weare thinking today in terms of the nation rather 
than in terms of the individual. Five of the national engineering 
societies are just completing an important step in the prepared- 
ness program upon which the country has entered. It is, there- 
fore, appropriate and significant that we have brought to our 
attention, as convincingly as Professor Karapetoff has done, 
another service wherein the same societies, with others, can ren- 
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der effective aid in furthering that larger preparedness for 
national co-operation of which military readiness should be an 
incidental phase. 

Scientific research has not been regarded with that degree 
of respect by those who might devote their talents to it, nor 
has such reliance been placed upon it by those who might use its 
results, as has been accorded it elsewhere. The writer has a 
distinct recollection of the distaste and dissatisfaction with 
which senior thesis was regarded at the engineering college from 
which he graduated. The fellows looked upon thesis work as “‘not 
practical,’ 7. e. unrelated to the work they expected to take up 
after graduation, or else themselves unfitted to accomplish 
results commensurate with the effort expended. Hence the 
majority of them considered there were other more profitable 
uses for their time, and since senior thesis has been made elective 
few take it. 

The business firms that are able to maintain adequate equip- 
ments for effective research are vastly outnumbered by those who 
are unable, and who acquire their new technical information by 
accident or by appealing to some outside agency for the solution 
of special pressing problems. Occasional, unrelated research, 
inspired by sporadic inquiries, is more expensive, less effective 
and commands less confidence than well-organized, well-directed, 
continued effort. The economics of a high load-factor applies 
to a plant for scientific research in the same manner, though not 
to the same degree, that it does to a plant for producing electric 
energy. 

With research encouraged and coordinated throughout the 
country, students would gradually take a different attitude 
toward their first encounter with such work. Inquiries on various 
subjects would be referred to the best authority, securing the 
most reliable information in the shortest time. 

It is quite possible that one of the greater and more lasting 
benefits of the present commercial activity under limited sup- 
plies of materials may be found to lie in the fact that it opened 
our eyes to the incompleteness of our scientific and technical 
knowledge and compelled us to take systematic means to extend 
it. Itis, therefore, greatly to be hoped that Professor Karapetoft’s 
suggestions may lead to constructive action along the lines 
pointed out. 

Alexander Gray: The technical press is not able to obtain 
original articles from the universities because the universities 
are not turning out good stuff. Most of the research that is 
started is never completed because there is a lack of men of 
research ability and because the men available are not properly 
guided. The large corporations take the best of the men and 
some of those that are left become teachers. 

The original work done in most of our schools does not begin 
to compare with that done by the manufacturing companies 
and it is not because of lack of equipment. What we need 
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rather is men like Kelvin of Glasgow, Thomson of Cambridge 
and Arnold of Karlsruhe to guide our graduate schools, but such 
men do not seem to develop in our universities. 

One of the speakers considered it inadvisable to offer prizes 
for research. I have seen how two prizes offered to engineers 
for public speaking have set a whole senior class to work by 
giving direction to its thought. 

Prof. Karapetoff is right when he insists on the schools limit- 
ing themselves to one or two subjects rather than spreading 
their energy over a large number of disconnected subjects. 
Only by years of work in a given field can results be obtained 
that are of great value, and only in this way can the work be 
carried on from year to year with instructors always coming 
and going. 


Presented at the 33d Annual Convention of 
the American Institute of Electrical Engineers, 
Cleveland, O., June 30, 1916. 
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TRACTIVE RESISTANCES TO A MOTOR DELIVERY 
WAGON ON DIFFERENT ROADS AND AT DIFFERENT 
SPEEDS 


BY A. E. KENNELLY AND O. R. SCHURIG 


ABSTRACT OF PAPER 


' In this paper is given a complete report on an investigation 
of tractive resistances of urban roads to a motor delivery wagon 
equipped with sclid rubber tires. The ‘‘ tractive resistance ”’ 
as used in this paper, includes still-air resistance, but does not in- 
clude wind resistance and the resistances internal to the truck. 
The test truck is fully described with its driving mechanism and 
the storage battery which supplied the motive power. The 
investigation involved test runs over definite lengths of road, 
at measured truck speeds, to determine the gross battery output 
during these runs; and laboratory tests to determine the overall 
efficiency of the truck between battery terminals and rear-wheel 
treads at speeds and loads corresponding to the road tests. The 
results included in the paper are (1) overall efficiency of truck 
mechanism and (2) tractive resistances of a number of typical 
urban roads. The components of tractive resistance for a typical 
road are also given. 


HE INVESTIGATION herein described was carried on in 
the Research Division of the Electrical Engineering De- 
partment, at the Massachusetts Institute of Technology, during 
the year 1915, under a fund contributed for reséarches on motor 
trucks. 

Object of the Research. The object of this research was to 
determine the resistance, including air resistance, offered 
to an electric truck, by level urban roads of different surface 
varieties, at standard truck speeds not exceeding 25 km. (15.5 
miles) per hour. For this purpose, the output of the storage 
battery on a test truck was measured, for both directions of 
travel, over standard road beds, at different controller speeds. 
From this output were deducted all the corresponding electrical 
and mechanical losses in the truck mechanism, as determined 
by laboratory tests. The remainder of the output was conse- 
quently attributed to (1) road- (2) air- and (3) wind-resistance. 
The wind resistance was eliminated by averaging the results for 
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both directions of running, leaving as the final result the sum 
of the road and air resistances. 

By ‘‘road resistance’ is meant the horizontal force required 
to pull the truck, assumed as internally frictionless, over the 
horizontal road, in the absence of air. By “‘air resistance’’ 
is meant the horizontal force on the truck required to overcome 
the resistance of the air, assumed as quiescent in the absence of 
the truck. By ‘‘wind resistance’ is meant the horizontal force 
on the truck necessary to overcome the resistance of the wind 
velocity, or that velocity of the air with respect to the ground 
which exists in the absence of the truck. 


Tue Test TRUCK 
Through the courtesy of the manufacturer, a 1000-lb. (450- 
kg.) worm-drive, single-reduction electric truck, or delivery 
wagon, was placed at the disposal of the Research Division for 
the purposes of the test. A picture of this truck is given in Fig. 1. 
Its specifications are as follow: 


Load capacity 1000 lb. (450 kg.) equipped with one d-c. series 


motor. 
Overall length of frame..................4280 mm. 168% “in. 
Wad thror frames case ene at oe $90) mim. | 35, oan: 


Wheel base (7. e. distance between centers 

of front and rear wheels, when front 

and rear axles are parallel)..<....... 2730 mm. 107% in. 
Wheel gages tii eid pecan 1470 mm. 58 _ in. 

The total weight of the truck, including motor, battery and 
body, but without load or passengers, was 4200 Ib. (1910 kg.). 
Each of the four wheels was equipped with one solid-rubber 
demountable tire (manufactured for this type of delivery wagon) 
rated at 36 in. by 23 in. (91.5 cm. by 6.35 cm.), and actually 
measuring about 35 in. (89 cm.) tread diameter, and 23 in. 
(6.35 cm.) width of base. The brakes were of the internal expand- 
ing type on each rear wheel. 


A cross section of the rear wheel, showing bearings and tire, 
is seen in Fig. 2. Fig. 3isa drawing of side and front elevations 
of the truck. This type of electric truck is commonly used for 
city and suburban parcel-delivery service. 

The transmission system was of the shaft type, the speed 
reduction between motor and rear wheels being accomplished 
by a single worm with worm wheel, 7. e., the motor shaft is 
extended, through two universal joints, U (Fig. 3), which allow 
for spring compression due to load and impact, to the worm W 
(Fig. 4). Through W, the rotation is transmitted to the worm- 
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Fic. 2—Cross-SECTION OF REAR-WHEEL BEARING WITH WHEEL AND 
TIRE 


T demountable solid-rubber motor tire, rated at 36 in. by 24 in. (915 mm. by 63.5 mm.) 
S steel band 
F bent felloe 
W wheel with 12 spokes 
B brake drum, containing internal-expanding brake (details not shown). 
y tapered roller bearings 
A hub cap 
A rear-wheel axle 
C approximate scale. 


| Se Ae eee 168% IN. 
14280 MM) 


ff eS NOTIN. C730 MM): <5 ae e \S 
a WHEEL BASE 


Fic. 3—SIDE AND FronT ELEVATIONS OF TEST VEHICLE 


B Battery compartment containing 45 cells 
C Battery compartment containing 15 cells. 
M Truck motor 
UU Universal joints ~ 
S Driving shaft connecting motor and worm gear 
s Speedometer 
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wheel R, (Fig. 4), which makes one revolution for every nine 
of the worm, or of the motor. In order to transmit the motive 
power to both wheels, and yet permit them to revolve at dif- 
ferent speeds, the differential gear is provided, which consists 
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Fic. 4—SEcTION THROUGH DIFFERENTIAL GEAR FOR WorM-DRIVE 


TRUCK 
W worm 


R worm wheel; ratio of worm to worm-wheel = 9:1 
gg gears attached to worm-wheel R 


bh bevel gears meshing with gg and connected to sections of rear- cehedl shaft 
yr tapered roller bearings 


of the small bevel gears gg, capable of revolving about axes 
fixed to the worm wheel R; the small gears gg mesh with the 
two bevel gears bb, of which one is fixed to the right-hand section, 
and the other to the left-hand section of the rear axle. The 
corresponding shaft bearings of the roller-bearing type are rr, 
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Driving Motor and Controller. The electric motor M, Fig. 8, 
has the following specification: No. 282,666, E20, W 2, 
32 amperes, 60 volt, 1200 rev. per min. The manufacturer’s 
test data for this type of motor are given in Fig. 5. 


2000 


100 


Efficienty 85 


a 
? 


KG. PER MET. TON 


60 


TORQUE 


FOOT-POUNDS 
S 
o 


20- 


20 40 60 80 100 120 
AMPERES 


Fic. 5—MANUFACTURERS’ CHARACTERISTIC CURVES FOR AUTOMOBILE 
Motor 
60 volts—32 amperes—1200 rev. per min.—the two series field windings are connected 
in parallel with each other 


Charging 
Receptacle 


Running 
Switch 


Reverse 


tea 
i 


aa | 


Fic. 6—DEVELOPMENT OF CONTROLLER AND DIAGRAM OF CIRCUIT 
CONNECTIONS 


The controller is of the following description: Type 8-35, 
Form A. It is of the drum type, having four forward and two 


reverse speeds. iii 
The connection diagram of the controller and motor is given 


in Fig. 6. 
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The operation of the controller is as follows: 


*Forward, point 1. Fields 1 and 2 in series, all starting re- 
sistance in series with armature and fields. 

*Forward, point 2. Fields 1 and 2 in series, all starting re- 
sistance short circuited. : 

Forward, point 3. Fields 1 and 2 in series, but shunted by 
resistance Ro 

Forward, point 4. Fields 1 and 2 in parallel, starting resist- 
ance not used. 


Storage Battery. The battery consisted of 60 Type A-6 cells 
of the regular nickel-iron type, with a rated discharge capacity 
of 225 ampere-hours. The normal charge and discharge rate 
is 45 amperes, and the normal period of charge is seven hours 


VOLTS AT BATTERY TERMINALS 
~ 


1 2 3 4 5 6 
HOURS CHARGE OR DISCHARGE AT NORMAL RATE 


Fic. 7—MANUFACTURES’ CURVES OF TERMINAL VOLTAGE PER CELL 
DURING CHARGE AND DISCHARGE AT NORMAL RATE FOR ALKALINE 
STORAGE BATTERY 


at this rate. Fig. 7 gives the manufacturer’s curves of terminal 
voltage per cell during charge and during discharge, in each case 
at the normal rate of 45 amperes. The average discharge volt- 
age per cell is approximately 1.2 volts. The battery was placed 
in two compartments, one being 23 in. by 18 in. (58 cm. by 46 
em.) and 15 in. (88 cm.) deep with 15 cells at C, Fig. 3; another 
being 40 in. by 31 in. (102 cm. by 79 cm.) and 15 in. (38 cm.) 
deep, with 45 cells at B, (Fig. 3.) 
_ The entire battery with solution, trays and connections, 
weighs approximately 1200 lb. (550 kg.) 

*Reverse, point 1, same as forward point 1, except that direction of 
current through series fields is reversed. 


Reverse, point 2, same as forward point 2, except that direction of 
current through series fields is reversed. 
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EXPERIMENTAL PROCEDURE 

The tests made were of two kinds; namely, 

(1) Road tests, over selected measured lengths of road, at 
different measured truck speeds, to determine the gross battery 
output. 

(2) Laboratory tests, to determine the overall efficiency be- 
tween battery terminals and rear-wheel treads, at speeds and 
loads corresponding to the road tests. 

Road Tests. The resistance (excluding air-resistance) offered 
by a level roadbed to a moving truck, depends upon 

(1) The surface quality; 7. e., the smoothness, hardness and 
resilience of the road surface. 

(2) The size of wheel and tire quality; 12. e., the dimensions, 
smoothness, hardness and resilience of the tire tread. 

(3) The speed of the vehicle. 

(4) The load or weight of the vehicle. 

(5) The construction of the vehicle, 7. e., whether with or 
without springs. 

In these tests variations in (2) and (5) were eliminated, by 
using the same vehicle and the same type and size of wheel and 
tire throughout, which fairly represent standard average con- 
ditions for half-ton truck service. 

In order to investigate the effects of road surface quality on 
tractive resistance, stretches of nearly level typical urban roads 
were selected, with the aid of records in the Boston City Engineers 
office. Runs were made with the truck over each selected 
stretch of road, at nearly constant speed by controller, and suc- 
cessively in both directions for each controller point, thus cover- 
ing the range of speeds afforded by the controller. The effect of 
load in the vehicle, upon the tractive resistance, was also tried 
in a few cases. 

The technique of the tests was as follows: Previous to the 
first test of the day, the car storage battery was fully charged. 
The car crew consisted of one driver and two observers. The 
driver confined his attention to steering the car, while running 
at constant controller position. If the driver had to change 
the controller position, or apply the brakes, during the run, the 
run was repeated. 

The first observer was stationed on the front seat, beside the 
driver, and noted the stop-watch times of start and finish, as 
well as the readings of the speedometers during the run. 

The second observer was stationed in the body of the truck, 
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and continuously took readings of voltage and current at battery 
terminals, by calibrated measuring instruments; these in- 
struments being supported on cushions to minimize their vibra- 
tion. The positions of these instruments in the battery circuit 
are indicated in Fig. 6 at A and V. 

The start-and finish for each stretch of road were marked off 
by chalk, or other clearly visible lines, drawn across the roadway. 
The car was always set in motion at a suitable distance behind 
the starting line, so as to reach approximately steady speed 
when this line was crossed. A stop-watch was started by the 
first observer at this moment. It was stopped by the same obser- 
ver at the moment when the front wheels of the car crossed ‘the 
finish line. The reading of the stop-watch was thus the time of 
the run. 

The length of the run between start and finish lines was 
determined by means of a tape line. The runs varied in length 
from 400 ft. (120 m.) to 2600 ft. (790 m.) 

Wherever the grades of the test stretches were not obtained 
from the city maps, they were measured directly, on special 
days, by the car observers, with surveyors’ level and rod, in 
the regular way. 

For each controller speed, the car was run three times in 
each direction, over the test section, in immediate succession. 
By this method of running in alternate directions over the same 
section, the effect of wind on car resistance was approximately 
eliminated, on the assumption that if a wind was blowing, it 
was uniform in velocity, and tended to exert a uniform pressure 
on the car, whether the latter was running with it or against it. 
No heavy windstorms occurred during the period selected for 
the tests. The arithmetical mean of the road resistances, as 
measured at nearly constant speeds in opposite directions, was 
assumed to eliminate the effect of wind velocity. : 

A further correction, namely that due to the change of kinetic 
energy inparted to the vehicle, between start and finish, became 
necessary, because the speed was not absolutely constant dur- 
ing the run; 7. e., a slight retardation or acceleration took place 
over the test stretch, in spite of the fact that the controller was 
not changed, that roads of uniform grade were selected, and 
also that the truck was started as far in advance of the mark 
as was practicable. The energy imparted to a truck which is 
accelerating includes not only that necessary to overcome its 
internal and external resistances, but also that definite amount 
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of energy which is required to produce the acceleration. The 
latter portion of energy is known to be equal to 


1W 


a (v2? 01") kg.-m. 
<2 €s 


where W is the mass accelerated (kg.), vg and v, being the veloc- 
ities in m. per sec. at end and at beginning of the run, respec- 
tively; g is the mean constant of acceleration due to gravity, 
1.é., 9.81 m. per sec. This energy was subtracted from the 
total energy imparted to the truck. The importance of this 
correction and the method of its application in a typical case may 
be seen from Table ITI. 

Table I contains a sample set of observations made in a par- 
ticular run in alternate directions over a test-section. 

Laboratory Tests. In order to determine the truck-mechan- 
ism overall efficiency, from storage-battery terminals to tire 
treads, as already referred to, the car was taken into the Lowell 
laboratory, the rear wheels raised from the ground, and belted 
each to a load-generator. The motor was then operated through 
the controller, at a number of speeds, the power being delivered 
to the load-generators and measured over a considerable range 
of speeds and outputs. Fig. 8 gives a photographic view of the 
test arrangement. The car B-9335 is shown, with its rear axle 
supported on I-beams. The rear wheels are belted to two similar 
5 h.p. d-c. generators G,G2, loaded by banks of adjustable 
Ia-Ia resistors R. Fig. 9 givesa diagram of the electrical test 
connections. 

The speed of the rear wheels, in these laboratory tests, was 
measured by means of the magneto m (Fig. 8), belted to one of 
the wheel brake drums. It was also checked by means of the 
magneto M coupled to one of the load generators G,. In order 
to ensure equality in speeds of the two truck wheels, under test 
conditions, so that the load might be equally divided between 
them, and that the conditions might correspond to those when the 
car runs on a straight path, aslip counter c was inserted between 
the two generator shafts, so as to indicate, by the flashing of a 
light, if their speeds materially differed. 

The load generators were separately excited. Their output 
was measured by d-c. voltmeter V, and ammeters A; Az, Fig. 9, 
in their respective circuits. Separate tests were made on the 
load generators G, G2, to determine their mechanical and elec- 
trical armature losses, under different load conditions. These 
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losses added to the outputs, gave the total generator inputs sup- 
plied through the driving belts. 

The losses in the two driving belts B, Bs, Fig. 8, were approx- 
imately determined by taking two successive light load tests, 
first with the regular heavy leather belts shown in Fig. 8, and 
next with special light cotton belts of negligible power loss, 
but of very limited transmitting capacity. The difference be- 
tween the inputs, in these two tests, measured the power con- 
sumed in the leather belts; because the other losses in the two 
tests were the same. 

The friction losses in the front wheels (about 70 watts total), 
were also measured by belting them to the rear wheels through 

light belts in special tests. 

230 Volts No allowance was made for 
any possible increase in 
wheel-bearing friction under 
increased gravitational pres- 
sures: but... since» all’ the 

_wheels had roller axle bear- 
42 ings, such extra friction losses 

were probably very small. 

Fic. 9—D1acram or Connections The sum of the load-gen- 
FOR DETERMINATION OF TEST TRUCK erator outputs, the armature 
Over-ALL Erric1eNcy BY MEANS OF losses, and belt losses, was 
Loap GENERATORS G; AND Ge taken as the car output at 

+*Each generator was belted to one of the 7 
Pe a 4 ats rear-wheel treads, at various 

measured inputs. 

A detailed quantitative analysis of these various losses appears 
in the next section. 


RESULTS OF TESTS 

Although the primary object of this research has been a deter- 
mination of tractive resistances to an electric truck, under the 
conditions previously defined; yet, incidentally the tests have 
furnished results of practical value of the overall efficiency from 
battery terminals to wheel treads of this type of electric car, 
under normal operating conditions. 

Overall Efficiency of Driving Mechanism. A summary of 
typical data obtained in one of the laboratory tests is given 
in Table II. The first column gives the output in watts at the 
battery terminals, determined from the simultaneous readings of 
a calibrated voltmeter and ammeter, V, A, Fig. 6. Column 
II gives peripheral wheel speeds in km. per hr. and in miles 


[June 30 


~ 


[Nor on 
RRR 


= 
iY} 


© 


MmeomwmnnonnDONwnry 


PRE 
T88E 
SZ8E 
LE9E 
OSs 
S8TE 
860€ 
9166 
£086 
8666 
966T 
9T9T 
990T 


s7jem 


KENNELLY AND SCHURIG 


peoi uo 


qyndyno yons4 


quojeaAIndy 


pue syndjno 
‘ues jo wns 


936 


IIIA 


0S BSE 69 FLEE 

€¢ T¥E 9&% LIE€ 

9¢ T9€E $0 OLGE 

6S LLE L9T 060€ 

¢9 66€ cet 0266 2 

GL LGF 96 999Z 

LL LEP 08 09S 

98 IL¥ s9 OZFS 

06 66h og O&6S 

86 6S 9€ T1006 

ost 6E9 IT 68¢T 

T9T cro ¥ 618 

LEG ¢68 0 0 

SJEM s1qeM sem | sqyeM 

Sasso] tamod taddoo 

Wa ABIYS aiInjeuly syndjno 103 
-elaues jo wing 

s10je19Ues IO} Ssasso’y 


‘IA “A “AI ALT 


a ee iii Sar 


*“daDuaVHD ATING AAXALLVG ‘duvMUOY F LNIOG NO YATIOULNOD 


MONUL LSAL AO AONAIOIWAA TIVaYHAO YOU SLINSAA GNV VIVG 


‘Il GTAVL 


SH oH 
mae 


AOtNAHHOSOCBAaAH 


hen! 


nH 


ia! 
ban 


ae 
ba 


et 
in) 


inl 


5 nl 


saNNooanonnonus 


*” 


i yt 
N 


A a 
N 


_ 
N 


RPOMHAHRAOHOnRMOD 
OrPAONNMDONRNDOW NM 


jee4M Ivel [eloydiisg 


1916] TRACTIVE RESISTANCE OF ROADS 937 


per hr., derived from the voltage readings of magnetos M, m, 
Fig. 8. Column III gives the total generator output as deter- 
mined by simultaneous readings of calibrated instruments V, A, 
and A», Fig. 9. Columns IV, V and VI itemize the following 
losses: (IV) armature copper losses (watts) in generators G,; Go, 
as obtained by resistance measurements of armatures, and from 

the observed armature currents 


Be (ammeters A, Ao, Fig. 9.); (V) 
ei _ 2 Be stray-power losses (watts) in 
Zo — Loot generators G; Go, as determined 
& ae from special stray-power tests, 


so already referred to; (VI) belt 
losses; 2.e., frictions in both driv- 
ing belts B, and Bs, as deter- 
mined by special belt-loss tests, 
already mentioned. Column VII 
= gives the stim of the losses in 
olism JOULE IOVS Wo eiarck WAL, 
Column VIII gives the equiva- 

lent output of truck on road, as 
“rat | Obtained by, subtracting from 
the watts tabulated in column 
VII, 66 watts.for average front- 
wheel friction, the latter as de- 
termined by the special front- 
wheel friction-loss, test already 
mentioned. The last column 
i oonnes SorEDT (O eraaunl Taian gives the overall efficiency of 
Fic. 10—Curves or Overatt the car for road runs, 7. e., the 

EFFICIENCY OF TEST TRUCK ratio of columns VIII and I. 


- With battery fully charged (full lines)— Efficiency tests as elaborated 
and with battery partially discharged (dash d h 
lines) —Dotted lines are drawn at constant 1 Table II were made at eac 


rear-wheel peripheral speeds,as indicated— controller position for forward 
60 alkaline cells, type A6, were used. A ‘ 
speeds. In view of the relatively 


large voltage variation (see Fig. 7) of the truck battery, between 
full charge and partial or complete discharge, and at different 
current outputs, it was found necessary to perform efficiency- 
test runs; (1) at a fully charged battery and (2) at a partially 
discharged battery, (1) corresponding to high impressed voltage 
and (2) to a slightly lower impressed voltage. The results of 
the efficiency tests are shown in Fig. 10. It is seen that the 
condition of the battery has a considerable effect upon the re- 
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sults. Fig. 10 shows, besides efficiency curves at fully charged 
battery (full lines), and at partly discharged battery (dash lines), 
a number of constant speed lines (dotted). For example, the 
overall road efficiency of the truck at 3500 watts battery out- 
put, controller on point 2, and at a truck speed of 13 km. per hr. 
(8.1 miles per hr.) is 71 per cent from Fig. 10. It was for con- 
venience in the handling of the data that the truck speed was 
chosen as the third factor necessary for the determination of the 
truck efficiency, rather than the battery terminal voltage. It 
should also be pointed out that none of the efficiency curves in 
Fig. 10 are drawn at constant battery terminal voltage; and that 
they are, therefore, only approximately comparable to the manu- 
facturers’ motor efficiency curves reproduced in Fig. 5. Such an 
approximate comparison shows that the efficiency of transmis- 
sion between motor and rear-wheel treads is in the neighborhood 
of 90 per cent for this truck under the conditions tested. This 
high value may be attributed to the fact that the driving mechan- 
ism involves but a single speed reduction, between motor and 
rear axle, by a worm and worm wheel (Fig. 4). The maximum 
values of over-all efficiency, including all mechanical and electri- 
eal losses beyond the battery terminals are seen from Fig. 10 to 
be as follow, when an approximately fully charged battery (60 
cells, type A 6 )is employed. 
55 per cent, controller on point 1, forward at a battery output 
of 2000 watts. 
73 per cent, controller on point 2, forward at a battery output 
of 3000 watts. 
75 per cent, controller on point 3, forward at a battery output 
of 3500 watts. 
78 per cent, controller on point 4, forward at a battery output 
of 3700 watts. 


Tractive Resistance. The complete data and results for trac- 
cive resistance are shown, for a typical test run, in Table III. 
In columns I and II are tabulated the controller position and the 
direction of run, respectively, as previously defined. The speed 
(average of stopwatch readings divided into measured length of 
run for three consecutive tests) is givenin column III. Column 
IV contains the average battery output in watts, already referred 
to (See Table I). Column V contains the number of meters of 
rise of elevation between start and finish. The average time 
of run (see Table I) is shown in column VI. The truck over-all 
efficiency, as taken from the efficiency curves (Fig. 10), is tab- 
ulated in column VII. Columns VIII,IX and X contain the follow- 
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941 
ing power losses in watts: VIII in truck, as obtained from IV 
and VII; IX against gravity; X due to change of kinetic 
energy of truck between start and finish (see table IV), all of 
which losses are supplied by the storage battery. In column XI 
are tabulated the sum of the entries of columns VIII; IX: and 
X.' The difference between IV and XI gives the total trac- 
tive power, as recorded in XII. Column XIII contains the 
tractive resistance in kg. per metric ton as derived from XII. 
The last column contains the equivalent percentage of grade, 
since 10 kg. per metric ton is just equivalent to 1 per cent 
grade. 

The test data and results for loss of power, due to change 
of kinetic energy of the truck, for a typical road test are tabulated 
in Table IV. The results are 
negative for runs in which the 
velocity decreased. It is seen 
from the magnitude of these 
results, that they are by no 
means negligible. In practically 
all the road tests, this item was 
28 found to be of importance. 
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Pavement: tar macadam in good con- 
dition wet—wind east—curves 1~and 2 
include the effects of the wind resistance 
—in curve 3 these effects are approximately 
eliminated, but not the still-air resistance. 


In Fig. 11 are plotted the re- 
sults for a typical test, in accord- 
ance with Table III. The or- 
dinates of curve 3 represent the 
horizontal force per metric ton, 
and per short ton, which is 


required to overcome the road resistance, and still-air resistance, 
at constant speed on level road, with no wind blowing. Curves 
similar to those of Fig. 11 were plotted for each road test. Asum- 
mary of the tests is represented by Figs. 12 to 18 inclusive. 

Asphalt Roads, (Fig. 12.) Thecurves plotted in Fig. 12 apply to 
both sheet asphalt (a) and to bitulithic pavements (b), both 
defined as follow: (a) asphalt, sonsisting of (1) afoundation of hy- 
draulic cement or concrete, (2) a binder course of broken stone 
and asphaltic cement (dissolved asphalt), (3) a surface layer of 
asphaltic cement mixed with sand; (6) bitulithic pavement, 
which may be classified as a type of asphalt-macadam pavement, 
built on a concrete, stone-block or macadam foundation, con- 
sisting of a mixture of broken stone, sand and asphaltic cement, 
proportioned and mixed before being laid. This mixture, after 
having been laid hot, and rolled, is covered with a coat of hot 
asphaltic cement and fine stone chips. 


» 


* 
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The tests showed that there was no appreciable difference 
between the tractive resistances of sheet asphalt and bitulithic 
pavements as above defined when in good condition; so that 
both of these pavements are represented on one and the same 
diagram Fig 12. The asphalt pavement, when in good condi- 
tion, offers a low resistance to vehicular traffic, on account of 
its smoothness and hardness. Curve (1) is seen to be almost 
flat, and if the still-air resistance is eliminated by an approximate 
formula*, a straight horizontal line, (see curve 5), results for 
the road resistance alone. Curves 2 and 3 are steepened by the 
addition of impact and vibration losses. These extra losses are due 
to the impacts which the truck receives as it encounters local 
lumps and hollows in the worn pavement. The dash-line curve 


~ 
> 


Curves 1 and 4 were taken on the 


same road stretch; Pavement in 
good condition; curve 4 with 12 9 
extra weight { 
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Sheet asphalt and bitulithic. 


was obtained when the total moving mass was increased 12 
per cent, and is seen to be almost identical with curve 1. 
Wood-Block Roads, (Fig. 13). The full-line curve of Fig. 13 
applies to wood-block paving, which consists of rectangular 
a 


aLV2 
7Pe= ape lb. per short ton 


air resistance, in which formula A is the cross-section of the car in sq. 
ft., V the speed of the car in miles per hr., and W the total mass in motion 
(in short tons); see American Handbook for Electrical Engineers, 1914 
Wiley, New York, p. 1166. In metric units, the above easton tailees 
the form “94 

av" 


P = 0.0047 - kg. per metric ton 


if a is expressed in sq. m., v in km. per hr. and w in metric tons. The 
area offered to the air by the test truck was approximately 14 sq. ft 


(1.3 sq. m.) and the moving mass was 2.36 shor 
: t tons (2.14 : 
except when otherwise noted. . na ee 
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creosoted hard-pine blocks, approximately 4 in. (10 cm.) deep, 
3.5 in. ( 9 cm.) wide and 8 in. (20 cm.) long, placed, with the 
fiber vertical, and the long dimension crosswise to the street, 
upon a foundation of concrete with a thin layer of sand interposed 
between concrete and wood blocks. The curve is nearly hori- 
zontal because of the smoothness of the pavement. 

Brick-Block Roads, (Fig. 13). The brick-block roads upon 
which tests were made, consisted of rectangular vitrified paving 
brick, approximately 4 in. (10 cm.) deep, 3.5 in. (9 cm.) wide, 
and 8.5 in. (21.5 cm.) long, laid with the length perpendicular 
to the curb, upon a foundation of concrete and a cushion layer 
of sand. The results for brick roads show nearly as low a resis- 
tance as those for the wood block, but the curve for the former 
is steeper, particularly for the case of a worn surface, again 


(1) wood block. in 00d condition 
(1) brick, in good condition 
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ROADS 


probably because of the impact and vibration losses on the 


rougher pavement. - 
Granite-Block Roads, (Fig. 14). The foundation for these 
roads is either a bed of sand, or a layer of concrete, with a sand 


cushion to separate the blocks from the concrete. Average 


dimensions for the rectangular blocks are about 4 in. (10 cm.) 
wide, 11 in. (28 cm.) long and 8 in. (20 cm. deep). The joints are 
filled either with small pebbles and sand, or with hydraulic- 
cement grout. The former filler is subject to being partially 
washed out by precipitation, and removed by the street sweeper, 
and thus allows the edges of the blocks to be exposed to wear, 
which renders the pavement far less smooth than one with 
cement-filled joints. The full-line curves 1 and 2 in Fig. 14, 
which apply to granite-block roads with cement-filled joints, show 
a greater upward slope than those for the smoother brick-block, 


wood-block, and asphalt roads, already mentioned;..while the 
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granite-block pavements constructed with the less durable filler 
are seen to offer a still more rapidly increasing resistance at in- 
creasing velocities, because of the greater losses of kinetic energy 
due to road impact. 

Macadam Roads, (Fig. 15 and 16). This type of road has a 
pavement consisting of several layers of broken stone, (trap 
rock, granite, lime stone, slate, etc.) ranging in.size from about 
3 in. (7.6 cm.) to about 0.5 in. ( 1.3 cm.) in largest dimension. 
The fragments of stone are held together by a binding material 
of which there are two general types: (1) clay, loam, sand, or 
finest screenings (stone dust from stone crusher), distributed 
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Fic. 14—TRAcTIVE RESISTANCE FOR GRANITE-BLocK ROADS 
over each layer of broken stone, water being sprinkled over the 
surface; and (2) tar, either mixed with the broken stone before 
it is laid, or distributed over the broken stone, after the latter 
has been spread and rolled; type (1) is known as a water-bound 
macadam, and type (2) as tar-macadam. 

Fig. 15 shows the results obtained for water-bound macadam 
toads, the dot-dash curves apply to the oiled pavements, full- 
line curves are for unoiled roads. A dusty road (curve 2), is 
seen to have a greater resistance than a similar one with a hard 
surface without dust (curve 1); while a badly worn road with 
holes (curve 3), shows a far higher resistance than 1 and 2, and 
a much more rapid rise with increasing speed, due to impact 
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losses. Curve 4 for an oiled macadam road, though in fair 
condition, shows a higher resistance than a similar road unoiled. 
Heavy oiling increases the resistance without increasing the 
slope of the curve, as indicated by curve 5; this effect is probably 
caused by the softening of the surface and the resultant loss 
of power due to the depression of the surface material by the 
wheel tires. The combined effects of wear and oil are seen in 
curve 6. Curve 7, if compared with curve 5, (the two curves 
applying to the same road, but to different days and different 
total weights of moving vehicle), shows a slight increase of 


(1) in fair condition, dry and hard 

(2) in fair condition, dusty 

(3) poor, damp, some holes 

(4) oiled, in fair condition - 

(5) heavily oiled, in fair condition 

(5) oiled, rather door. damp.some holes 
(7) heavily oiled, wet.12% extra weight 
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resistance due probably to both decreased road resilience and 
increased weight. 

The results for tar-macadam roads, (Fig.16) are similar to those 
for water-bonded macadam; 1.e., the effects of surface deteri- 
oration are definitely seen by comparison of curves 1, 2, 3 and 4. 
Curve 5 is of interest in again demonstrating that the resistance 
of a soft surface of low resilience is greater than that of a similar 
but hard road by an approximately constant amount, (see curves 
5 and 1). The dash-line, curve 6, (12 per cent extra weight), 
is seen to follow very closely curve 2, (the two curves include 
data_obtained on the same road under similar conditions, but: 


with different total weights.) 
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Cinder and Gravel Roads (Fig. 17.) Curve 1 in Fig. 17 applies 
to a road with a gravel surface, in fair condition, but slightly 
dusty. A cinder road with a dry and hard surface in fair condi- 
tion, is seen to have a slightly lower resistance, probably because 
of its greater resilience. 

Summary for All Classes of Urban Roads Tested. di Nae 
results for all classes of urban roads tested are summarized 
graphically in Fig. 18, and numerically in Table V. It appears 
from these summaries, and from the foregoing discussions, that 
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(2) and (6) include data obtaihed on 
22 es the same road under similar condi- 
tions; curve (6) with 12% extra 
weight. 


ny 
Oo 


S. PER SHORT TON 


TRACTIVE RESISTANCE 
KG. PER MET. TON 


LB 
“EQUIVALENT PERCENT GRADE 


SPEED KM. PER HR. 


é ? 8 $ 10 11 12 13 14 15 
SPEED MILES PER HR, 
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there are three principal elements which determine the tractive- 
resistance-speed curve for unit weight of a given vehicle, within 
the range of conditions covered by this test: 

(1) A constant resistance, see curve 1, Fig. 19*, the magnitude 
A of which depends on the lack of resilience of the road surface 
and wheel tire material, i.e., on the energy losses due to dis- 
placement of tire material and road-surface material. This con- 
stant element A would be encountered upon asmooth level road 


*The quantitative data of Fig. 19 refer to the asphalt fated Fig. 12. 


we 
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of the’ particular type considered, in the absence of impact, air, 
and wind-resistances. 


(2) An increasing resistance with, increasing speed, due to 
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impact losses (curve 2), which results from lack of smocthness 
of road surface; losses of this nature are usually known to vary 
approximately as the second power of the velocity at impact; 


and 
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(3) An increasing resistance with increased speed, due to air 
pressure against the front of the vehicle, curve 3, which resistance 
is known to depend, roughly, on the second power of the speed 


“(see above under “Asphalt Roads”). The sum of the three 
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curves for items 1, 2, and 3, for the case of asphalt roads in Fig. 
12, results in curve 4. The constant resistance (1) may be 
briefly called the displacement resistance, item 2 the impact 
resistance, and item 3 the air resistance. The displacement 
resistance is low for hard pavements (curve 1, Fig. 12) and high 
for soft pavements (of low resilience), as is illustrated by curve 5, 
Fig. 16; The impact resistance is very marked in granite-block 
roads, as already mentioned, (Fig. 14). The air resistance, at 
any definite velocity, is the same for all curves; because the 
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Fic. 19—APPROXIMATE ANALYSIS OF TyPICAL TRACTIVE RESISTANCE 
into Its ELEMENTS, FOR ASPHALT ROAD IN Poor CONDITION (CURVE 3, 


Fic. 12) , 


resisting parts of the truck were left unchanged throughout 


the tests. For the particular type of road represented by Fig. 19 
(asphalt road in poor condition, see curve 3, Fig. 12), ata speed 
of 20 km. per hour (12.4 miles per hr.) the displacement resis- 
tance is 0.84 per cent, the air resistance is 0.11 per cent, the 
impact resistance 0.20 per cent and the total 1.15 per cent 
equivalent grade. 

The displacement resistance of a road manifestly varies, not 
only with the type and surface quality of the road, but also 
with the type, dimensions and quality of the tires on the wheels 
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of the vehicle. In the tests here reported, the same tires were 
used throughout, and they remained in substantially the same 
condition. 

“The impact resistance of a road manifestly depends not only 
on the type and surface quality of the road, and the sizes of its 
irregularities; but also on the type, dimensions and quality of 
the wheel tires, the weight of the truck, and the quality of its 
springs. 

- The air resistance per unit weight of truck manifestly depends 
upon the weight, dimensions and shape of the vehicle, as well 
as on the speed of the vehicle relatively to the surrounding air. 

The wind resistance per unit weight of truck manifestly de- 
pends upon the weight, dimensions and shape of the vehicle, 
as well as on the direction and velocity of the wind and the veloc- 
ity of the vehicle. It is assumed that at low wind and vehicle- 
speeds, like those here considered, only that component of the 
wind which is in the direction of the vehicle’s path needs to 
be taken into account, and that the mean of the wind resistances 
in opposite directions, along the road, is zero. 

The following studies are suggested for future experimenters 
along the line of this investigation: 

(1) Researches on vehicle tractive resistances on country 
roads. 

(2) Tractive resistances to vehicles with different wheel tires. 

(3) Tractive resistances of urban roads at low speeds from 0 
to 10 miles per hour (16 km. per hr.) 

(4) Tractive resistances at speeds higher than 15 miles per 
hour, (24 km. per hr.) 

» (5) Tractive resistances for heavy-duty trucks. 

In conclusion, the authors wish to express their indebtedness 
to Mr. Thomas A. Edison and the Gould Storage Battery Cos 
who contributed the funds for carrying out the work ; to the 
General Vehicle Co. for the loan of the truck used in the tests; 
and to the Edison Electric Illuminating Co. of Boston for their 
helpful assistance in several stages of this research. Further 
acknowledgment is due to Messrs. A. C. Brown (S. B.Sivieds te 
1914) and F. B. Barns, (S. B., M. I. T. 1915), who took most of the 
observations during roed and laboratory tests, and to Messrs. 
D. J. McGrath (S$.B.,M.I. T. 1912) and L. H. Webber (S: Boe 


M.I.T. 1914) who rendered assistance in the preparation of the 
results. 


1916] TRACTIVE RESISFANCE OF ROADS 951 


SUMMARY OF CONCLUSIONS 


The following corclusicns are indicated from the preceding 
results: as confined to urban roads, with a solid rutber-tired 
motor truck between the speed limits of from 13 to 25 kilometers 
per hour, (8 to 15.5 miles per hour.) 

(1) The cver-all efficiency of the test-truck mechanism, as 
described in this report, between battery terminals and rear- 
wheel treads, reached a maximum value of about 78 per cent, 
under the most favorable conditions. 

(2) The mechanical efficiency of transmission from motor 
shaft to rear-wheel treads, for the truck tested, shaft-driven 
through a single-reduction worm gear, was found as high as 90 
percent? 

(3) Tractive resistances are most conveniently expressed as 
an equivalent percentage grade; i.e., a level road of defirite 
tractive resistance may be regarded as a road of zero tractive 
resistance, but rising uniformly x units in 100 units of road 
length, or having an equivalent grade of x per cent. 

(4) Under the conditions of these tests, the tractive resis- 
tance on level roads, in the absence of wind, is composed of 
(a) dispiacement resistance, (b) impact resistance, and (c) air 
resistance. 

(5) The displacement resistance varied from 0.85 per cent 
equivalent grade, for a hard smooth asphalt or bituminous 
concrete to 1.6 per cent for a very soft tar-macadam road, and 
was practically constant, for all speeds considered, on any given 
road. 

(6) The impact resistance increases with the velocity, with 
the total weight of vehicle, and with increasing road-surface 
roughness. In these tests, the impact resistance of good asphalt 
or bitulithic or other smooth pavement, was practically negli- 
gible, and reached its highest values on granite-block roads 
with sand-filled joints, and on badly.worn macadam pave- 
ments. The rate of increase of impact resistance with speed 
was most marked on the roughest roads. 

(7) At the vehicle speed of 20 km. (12.4 miles) per hour, the 
air resistance for the vehicle tested, assumed to be dependent 
only on the speed, was roughly 0.11 per cent equivalent grade; 
i. e., from 4 per cent of the highest, to 12.5 per cent of the lowest, 
total tractive resistance. 

(8) The following urban pavements are enumerated in the 
order of their desirability for vehicle operation from the point 
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of view of tractive resistance at 20 km. (12.4 miles) per hr., 
as found in this investigation. (1) asphalt, (2) wood block, 
(3) hard smooth macadam, (4) brick block, (6) granite block 
with cement-filled joints, (6) cinder, (7) gravel, (8) granite 
block with sand-filled joints. 

(9) The equivalent grade at 20 km. (12.4 miles) per hr. of a 
badly worn city macadam road, was found to be nearly three 
times as great as that of the best asphalt road tested. This 
means, at this speed, a consumption.of energy at wheel treads, of 
nearly three times as much on level poor macadam roads as on 
good level asphalt roads. 

(10) Increasing the gross weight of the vehicle by 12 per cent, 
through load, was found to have no effect on tractive resistance 
within the observed speed limits for smooth roads in good con- 
dition; but on rough roads, a distinct increase in tractive resis- 
tance with this extra weight was observed. 

(11) The presence of a layer of dust, say one cm. thick, on a 
fair macadam road, was found to increase the equivalent grade 
of tractive resistance, at all tested speeds, by about 0.15 per cent. 

(12) A freshly tarred and therefore very soft tar-macadam 
road was found to have an increased tractive resistance equiv- 
alent, at substantially all tested speeds, of about 0.5 per cent. 
The tires in this case sank about 0.8 inch (2 cm.) into the road 
bed, the gross car weight being 2140 kg. (4710 lb.) 

(13) The total range of tractive resistance equivalent grade 
covered in the tests, was from 0.93 per cent on the best asphalt © 
road, at lowest speed, to 2.7 per cent on the worst macadam road, 
at nearly the highest speed. 
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DIscuUSSION ON ‘‘TRACTIVE RESISTANCES TO A MOTOR DELIVERY 
WaGon On DIFFERENT ROADS AND AT DIFFERENT SPEEDS’ , 
(KENNELLY-SCHURIG), CLEVELAND, OHIO, JUNE 30, 1916. 


A. A. Nims: (communicated after adjournment): There is 
one factor of tractive resistance which has not been sep- 
arated and listed in this paper. Its value may be of small 
significance and perhaps may not affect the accuracy of the 
results to any great extent, but its existence should be recognized 
at least, if for no other present reason than technical accuracy. 

The authors of the paper define ‘‘road resistance’ as “‘the 
horizontal force required to pull the truck over the horizontal 
road”’ and ‘‘air resistance’’ as ‘‘the horizontal force on the truck 
required to overcome the resistance of the air’. Eliminating 
“wind resistance,’ the power delivered to the driving wheel 
treads at constant speed on a level road is considered equal to 
the sum of the power consumed by road and air resistances. 
Yet, in calibrating the truck, belt losses on the wheel treads are 
found to be an appreciable item, especially at the lighter loads. 

The driving wheels of any self-propelled vehicle do double 
duty—they carry a large share of the load and also deliver to 
the road, by a friction transmission, the power for propelling 
the vehicle. It would therefore seem logical that, in evaluating 
“the horizontal force required to pull the truck” the losses of 
the friction transmission, consisting of driving wheels and road, 
be considered in addition to those transmission losses that occur 
entirely within the vehicle mechanism. A simple means of 
covering all these losses is to make the term ‘‘vehicle efficiency”’ 
include all losses from the battery terminals to the ground in- 
stead of to the wheel treads only. When ‘‘vehicle efficiency’’ 
has this meaning, it may be used to determine a value of vehicle 
output which, at constant speed on a level road, is equal to the 
power required to tow the vehicle under the same conditions. 

O.R. Schurig: In the discussion communicated by Mr. Nims, 
the “vehicle efficiency’’, (i.e., the efficiency from battery ter- 
minals to the ground) is mentioned as being technically more 
accurate than the “overall efficiency of driving mechanism”, the 
latter meaning the efficiency between battery terminals and 
wheel treads, the difference between the two efficiencies being 
that in the first, the losses in the tire treads are considered as 
part of the vehicle losses; while in the second, they are con- 
sidered as part of the power delivered by the vehicle. In order to 
group the tire-tread losses among the vehicle losses, it would ob- 
viously be necessary to separate the former from the losses 
occurring in the road surface proper. Since an accurate practical 
method for the separation of these two mutually dependent 
losses is not known to the authors, the “vehicle efficiency”’ as 
defined by Mr. Nims seems to be purely theoretical. If the latter 
efficiency were practically obtainable, it would seem to be less 
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useful than the overall efficiency employed by the authors, be- 
cause it would be dependent not only on the truck speed and 
battery output, but also on the nature of the road surface. 

The “‘overall efficiency of driving mechanism”’ as defined and 
determined in the paper, (1) is believed to be technically accurate, 
because it takes account of all components of the power origina- 
ting at the battery terminals; (2) it is readily obtainable ex- 
perimentally by the procedure outlined in the paper; and (3) 
it is the term employed in the determinaton of all those portions 
of the battery output, which are dependent upon the nature of 
the road surface, 2.e., the joint tire-tread and road-surface losses. 
These joint losses serve as a basis for the calculation of the hori- 
zontal force required to move, at constant speed, a truck having 
ordinary tire losses, but being otherwise frictionless. 
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APPLICATION OF A POLAR FORM OF COMPLEX 
QUANTITIES TO THE CALCULATION OF 
ALTERNATING-CURRENT PHENOMENA 


BY N. §. DIAMANT 


ABSTRACT OF PAPER 


In the calculation of alternating-current phenomena by means 
of complex quantities, as a rule, the rectangular components 
of the vector are used, and the rectangular form involving the 


operator 7 = VY — 1 is more common than the polar or exponen- 
tial forms which involve the operators (cos » + jsin 4) or ej ; 
although it is recognized that the latter are very convenient in 
certain cases. 

A simple method for dealing directly with the vectors them- 
selves is described in the paper and it consists in introducing 
the operator j”, where , contrary to ordinary usage, may be 
any positive or negative fraction. Just as 7 or j! rotates the 
quantity before which it is placed through 1 x 90 degrees, so 
j rotates the number into which it is multiplied through n x 90 
degrees. 

The operator j” follows the rules of ordinary algebra and 
according to these the different algebraic operations of multiplica- 
tion etc., are developed in section II. In section III a few 
illustrative problems are given; these are followed by a critical 
résumé in section IV. At the end, for convenience of reference 
a summary of formulas is given, anda very short bibliography is 
included. 


I—INTRODUCTION 

CCORDING to the usual method of dealing analytically 

with alternating-current problems a stationary vector!’ 

representing the harmonic quantity under consideration, is 

expressed algebraically by a complex number of the following 
forms: 

(a) The rectangular form, (see Fig. 1). 
E=e+je’ (1) 


1. As to the classification of vectors into stationary, rotative, non- 
rotative, etc. an interesting paper by A. E. Kennelly, TRANS. Ayal E. E. 
June 1910, may be consulted. It should be noted, in this connection, 
that in electrical engineering we deal with two-dimensional rector repre- 
sentation of harmonic quantities rather than the two- or three-dimensional, 
non-localized true vectors of vector analysis or quaternions, 
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where e and e’ are the rectangular coordinates of the point 


representing the complex number. 
(b) The polar form, (see Fig. 1). 


E = E (cos 6 + j sin 0) (2) 


. 


/ 
where E = Ve? + e”, and #0 = tan (=), are-the polar co- 


ordinates of the same point representing the same complex 
number. Equation (2) can also be written in the exponential 
form by means of the identity, 


(cos 6 + 7 sin 0) =e? 


Thus 
E = Fie? (3) 


Vertical Axis of Imaginaries 


° 


Horizontai Axis of Reals * 


Convenient and useful as it is in engineering problems (whether. 
electrical, civil or mechanical) involving vectors, to resolve these 
into two rectangular components, it is preferable at times to 
deal directly with the vectors themselves. Indeed, it is not 
uncommon in the derivation of general expressions for regulation, 
etc., to use vectors rather than their components; for instance, 


the (primary) impressed voltage of a transformer may be written 
as 


Ey = Ea Ss Zi Yo a Zi Y/a’), instead of, (4) 
2 ea[1 +n(e+ 5) + (60+ 3) + jin: (go +S) 


ae ee 


Py Sey 
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Equation (4) not only looks simpler than (5) but it is a much 
better mathematical shorthand, so to speak, since it allows at a 
glance to see into the physical meaning of the expression; this is 
very important and valuable in engineering, both from a practical 
and educational point of view. Translating (4) into words it 
will be seen that it states in a simple and direct manner that the 
voltage impressed upon a transformer = (the primary induced 
voltage) + (the exciting current, Ej; Yo, times the primary 
impedance Z,) + (the load current [reduced to primary] times 
the same impedance Z,); where the plus sign signifies vector 
addition. 

In actual calculations, however, so far as the writer is aware, 
in standard a-c. engineering works or technical papers, use is 
made of expression (5) rather than such an equation as 


Peete [2 + Ze ( Ye +5 esr )] 


= ei E ot igel g CoP) wae cite» | (6) 


The object of the paper is to discuss briefly the use of a simple 
polar form of complex quantities and indicate some of its ad- 
vantages when used either by itself or in combination with the 
usual present day methods. 


IJ—PRINCIPLES 
1. General. A sinusoidal e. m.f. or current may be repre- 
sented by (see Fig. 1) 


E 


: 


e + je’ 


ae na 


ll 


where the symbol j (= / — 1), as it is well known, rotates the 
quantity before which it is placed through 90 deg. However, 
since j follows the laws of ordinary algebra it is entirely plausible, 


and interesting to inquire into the meaning of j", where m, con- 
trary to common usage is not an integer but any positive or 


negative number. ; 
Just as 7 or j' indicates rotation through 90 X 1 deg. and j 


indicates rotation through 90 X3 deg., so 7# must be interpreted 
as rotation through 90 X 4 = 45 deg. In general Aj*(@ > 0) 
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may be interpreted as rotation of the number A through 90 K @ 
deg. or > a radians in the positive or counter-clockwise direc- 
tion; similarly: Aj-*(a@ > 0) represents a vector which has 


been turned through @ 3 radians in the negative direction. 


Thus the exponent of 7 may be any number and it indicates the 
phase relation of the quantity under consideration. For in- 
stance, an e.m.f. of E volts and 60 deg. out of phase with the 
current will be represented according to the above, as E = E j?/8 
where a = (60/90) = 2/3 and I = Ij° = I, sincej to the zero 
power =-1, just as for any other algebraic quantity. 

If desired the above statements can also be proven by means 
of De Moivre’s theorem, as follows: 


(cos 9+ sin 0) = (cos a 5 +jsina% )= (cost + jsin 5)" 


2 
= 
t.e., the operator j* is identical with (cos 6 + j sin 6), where 
7 


2. Multiplication and Division. As we have seen a vector 
A can be represented as: 


AL= ye 5-08 (7’) 

A = Aj (7). 
Similarly a vector B can be written as: 

Bi bot (8’) 

B = Bj (8) 


According to the ordinary method, 
AB = (ab— a’ b’) + j (ab’ + a’d) (9) 


Woops TR TD Fe 
Nore: It will found convenient to denote angles in degrees by a°, B° 


etc. and the same angles in radians by @’, B "etc. In the method herein 
described @ may then be taken as: 


OS a’ : 
Sa) Oi meee 1H QUES ft 
90° 


90° “" 7/2 


= juirla.e 
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Buta = A ces a®,a’ = A sin @°;b=B cos B°andb’ = Brin 6° 
where a&° = (90 a) deg., and B° = (6 90) deg. 
Substituting in equation (9) we get: 
AaB — AB(cos{a” — 8) sin (a>—=18")) 
The last expression according to the notation under discussion 
becomes: 


AB = AB T2gEN— Cit (11) 
Translating (11) into words it will be seen that the product of 
two harmonic quantities represented, as vectors A and B by 
means of complex quantities of the form (7) or (7’) and (8) or 
(8’) is equal to a new quantity C = AB turned through 


1 : : f 
i 6 ) radians with respect to the reference axis. 
Similarly it will be seen that, 


A A 
BE 2 pe eR Cp) 
Spi | (12) 
If in equation (12) A represents an e. m. f. and B a current 
produced by it, their quotient, the impedance of the circuit, is 
given by: 
Z=Zfjt 


where Z = A/B and y = (a— £8). In this connection it is of 
interest to consider in a little detail the meaning of the reciprocal 
of a plane vector, such as Z = 27" 

Let Y be the reciprocal of Z; then by definition, 


De VT dake Jt) 
= YZjetr) = 17° 


1.e.,(e+y)= Oore =— ¥Y. 
In short, it is seen that the reciprocal of a vector Z =Z jt 


vz 


1 7 ; 
is a new vector turned through (— aeh 9 radians and having a 


length equal to (1/Z). The great simplicity of this result is 
not, of course, unknown in connection with the exponential 
representation of a vector; but it is not shared with the ordinary 
notation, and the average student or even engineer is loath to use 


such expressions as: 


y = (fr-i Fr) = 6-» 
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since the admittance Y in terms of 7, x and Z israther involved 


and its physical meaning is not quite apparent. 
In general the product or quotient of any number of vectors 
can readily be written down: 


AB etc. = AB etc. “(a +B etc.) — (r+é etc.) (13) 


CD etc. CD'te. 
3 Addition and Subtraction. Consider two vectors, A and B: 
A=Ajr=atja (14) 
B= Bj? =b+ 70 (15) 


Their sum C in terms of rectangular components is: 


C = Cj = (a= 8) + j(a' +’) (16) 
whence, placing a’ = 3 aand Bp’ = = B, 
C2 = At + B® + 2 AB cos (B’ — a’) (17) 


This follows also directly from elementary trigonometry, (see 
Fig. 2). 


The phase angle 6’ = “S 6 can be calculated by means of 


one of the following expressions. 


5 Asina’+ Bsin p’ 


ge A cosa’ + Bcos p’ (18) 
' sak A 
=a’+2 (sin aS iene) (19) 


where 2S=A+B4C. 


Similarly the sum of three or more vectors can be obtained 
by the use of the above formulas; however, judgment should 
be exercised in the choice of the method or methods to be used 
in any given problem in order to simplify calculations as much 
as possible. Thus in case of more than two vectors it may be 
more convenient to obtain the resultant by means of the rec- 
tangular form of complex quantities. 
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To find the difference of any two vectors A and C (see Fig. 3) 


it may be noted that if A = Aj* then — A is equal to A 7’ and 
consequently, 


B= Cj'— Aje (20) 
a7 + A qe +2 (91) 


I| 


where @& = 90 a and (a + 2) = (a° + 180) deg. 
Therefore according to equation (17) we get: 


B? = (4+ A*— 2 AC cos (8° — a”) (22) 


Fig. 2 


The phase angle is given by: 


Boas teas C sin 6° — A sin a® (23) 


C cos 6° — A cos a® 


In this connection it may be noted further that, (see Fig. 3) 


Bea A= CP AGG te) =(CICT + A ja) 72, .» (24) 
or. 


Bj = (C7? + A) = (A- ©) (26) 


4. General Expression for Power. The general expression for 
power which applies to a-c. or d-c. circuits of any wave shape and 
phase displacement is: 


Hf T 
aL ad Be 26 
Pas pf oe [ vwo ( ) 
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where e and zare instantaneous values expressed as functions of the 
time, t, or the time angle, 0, and in the simplest case when e and 
1 are constant, P = EI. If, however, e and 7 are given by a 
Fourier’s series, products of harmonics of different frequencies 
will contribute nothing, and for the mth harmonic the power 
P,, will be given by: ies 

1 
2 
where E,, and I, are the effective values of the nth harmonic of 
e.m.f., and current, and a° = (90 a) deg. is the phase angle 


between £, and [,. 
According.to our notation if E, = E,j* and I, = I, then, 


Pe == fe, Le COS Oo 


Y 


Ps a (EL max ti max COS a°) => Ey In cos a@° (27) 


Tf in general (see Fig. 4) 


€ = Emaz sin (6 + @°) (28’) 

t = Imax Sin (6 + B°) (29’) 
or 

Pee hy (28) 

ae! ne (29) 


‘where E and I represent the effective values Ole Myas andes 
and a® = (90 a) deg. and B°=(90 8) deg., the power P will be: 


. 
Pris =} (et) dQ = 3 Emax Imax cos (ae neal B°) (30) 
= ET cos (a° — B°) (31) 


where B may be Positive or negative; 7. e. whether the current 
be leading or lagging thejpower is given by equation (81). 


we hc 
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Comparing this result with the usual rectangular notation we 
have: 


1 ; 
P= = fo d0@ = E, I, (cos & cos B°+sin a? sin B°) (32) 
=eite'i’ (33) 
where E, = (én + jen’) and Ln = Une fin) 


The general expression (31) is very simple and it states that the 
power in any circuit due to any harmonics of the same order is 
equal to the product of the r. m. s. value of voltage and current 
into the cosine of their (algebraic) phase difference. As to equa- 
tion (32) it is seen that it can be translated into the general law 
that the power produced by a voltage B= esp ife")) anda 
current, J = (1 +77’), is given by the real part of their product, 
with one important provision of reversal of sign. This change of 
sign impairs the simplicity of the rule although it may be ac- 
counted for by introducing the idea of double frequency quanti- 
ties, etc.; however, this seems rather unnecessary and round 
about since it is not advisable to define average power as the 
product of two (plane) vectors, in the first place; it is best to 
base definitions on general and fundamental propositions as it 
was done above. 

5. Logarithm of Aj”. This is readily obtained by following 
the rules of algebra according to which: 


log (A j") = log A + log (3”) (34) 
= log A + nlog (J) (35) 


But the logarithm of any complex quantity a + jb is known to 
be: 
log (a + jb) = log (VP +R) +j(O+24m) (36) 


where 0 = tan-! (b/a) and m is any integer which for simplicity 
can be taken as zero. Consequently, 


log (j) = log (1) = 5(G +27 m) (37) 
and therefore substituting (37) in (35): 
log (A j") = log A +jqgutilamn (38) 


where m may be assumed to be zero. 
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6. Differentiation. Assuming again that the operator j” 
can be treated as an algebraic quantity we have: 


d (A) =d (Aj") 


= jd (A) bALaG* (39) 
Assuming that (j”) follows the rules of calculus we have: 
d (j") = j"- log G)- dn (40) 


Whence substituting (37) and (40) in equation (39): 
d (A) = j" dA+AF - GD. dn (41) 


The same result can also be obtained as follows: 
The differential of a complex quantity is known to be: 


d(A) = d(a + ja’) 


d (A cos 0+ 7A sin @) 

cos @.-dA—A.-sin6-d8 

+j (sin #@.dA+A.-cos 6-d 6) 
= (cos? +jsin 0) dA 

+ Ad 6j (cos 6 4+ j sin 6) 


Generator Load 
Fig. 5 


It is easy, by substituting j” for the operator (cos 6 + j sin 6), 
where 0 = 5 n, to obtain equation (41). 


Or again, if desired the exponential form can be used and by 
substituting j” for e7? in 
d (Aéei*) = ef? dA + Aci*; dO (42) 


expression (41) be derived. 


ITI—I.iustrative Prospiems 

In order to illustrate the use and application of the method 
just described a few simple examples will be considered. . 
(1)A Y-connected generator feeds an unbalanced A-connected > 
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load as shown in Fig. 5. To find the respective phase and line 
currents, voltages, phase angles and power. 

This problem will be solved by the use of complex quantities 
and the exponential form as follows: 

A —Notation discussed above. 

B —tThe usual reactangular form. 

C —The usual polar form. 

D —The exponential form. 

Phase currents of load: 


= (€12 + fq e' 12) (nr = j x1) 
Vb 


os E Jue , ne us , se, E {2 
<7) [eos (G a’) +isin (7 — a’) |= 6 ) 


Voie: Co e'93) (ro = j X2) 
=> — ¥ (i +8) SS esse 
Lopn 7 ip Ze 


E Ge 
= fe sin B’ + j cos 6’ | = = i(> +8’) 


LZ. 
fgigeey. (e31 + 7 e’s1) (r3 — 7 x3) 
ze (B/D y) ee NO Ma PEST) AIS Se va 
L sph ee J J Zs 
ES Som V1 AS oe ey ee 
oe [cos (3 — 1’) + jsin(S2 - y)]-2 eG ) 
Line Currents A 


IA = (Liph — Ispn) 
= a2 [2m = P 35h — oa es LT 3ph cos (-F-7'- = whe a’) | 
TB is (Lsph Poe Loph) 


: 4 
=]? [2m + LP? 35h — 2 Toph T3ph sites Ga -. ae + 5 of B’ )] 


Ic = (Laph aa Liph) 


é 4 
- ie [ 2 os Pooh — 2d toh Loph cos ( — q’ + oe 3’) 
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B. 

[a = (Liph — Eph) “= (tiph — taph) + 7 (ton — 1” sph) 

18 = (sph — Toph) = (isph — dopn) +7 (i'spn — U ph) 

Ic = (Lap — Liph) = (taph — tiph) +7 (4'2ph — 4 tpn) 

where, 

(Zipp. + j ttn) = [(erve 7i + e's x1) + 7 (e'12 11 — e12 ¥1)) Z:7? 
(topk + j t’2pn) = [— €’23 x2 + 7 €’05 ra] Zo 
(tpn + j tsp) = [(€s1 73 + €31 Xs) + 7 (e's 73 — ex x3)] Z3~? 


E T E 7 
Ig = —— x / Eo ae oh / 
Is [= cos (5 a’) a cos (4 )] 


E f 
4 —_—_—— ——— — t — —— 4 / 
IB | Z, cos ( 5 ) Z, sin B 


Ic 


Hi 
— 
N 

a 

=) 

i 

| 
N| by 

(e) 

(e) 

n 
— 
(op) 

| 

Q 
SS 


my ied 2) ‘ gee (eae ‘) | 
le sin (F a’) 


In case of method D in order to carry on actual computation 
for I,, J, and I, it is necessary to make recourse to one of the * 
other methods. 

In regard to the expression given under B and C, it may be 
noted that the square root of the sums of the squares of the two 
components has to be taken in order to find the magnitude of 
the line currents Ja, JB and Ic. 

Phase angles of the line currents: A. 


: 5 
Tipp Sin (F — a’) — Igo, sin ( LE ’) 


Ge 
Tiel Cee a’) — Ip, COS Ture ) 
lph 6 3ph 6 


6° = tan” 
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Tsp, Sin (= = 7’) + Top, sin & 2 6’) 


LT aph cos (7 = 7) —iJog, COS ie + 8’) 


Q°:. = tan 


. ( : 1 
— Topp sin(S ob 8’) — Tihs C - a’) 
Tapp COS S + 8’) — Typ, sin be a’) 


where 6° = 90 6 degrees, and similarly for the others. 


N= tan 


B 


a ¥ “ “y 
5° a tagel 4 iph — 14 3ph a @ 3ph — 1 2ph 
Viph — U3ph U3ph — taph 


similarly for 6° and X°. 


Power at the load: A 
Piph = Tip, Z1 cos &° or Pipx = E Tipp cos (30° — a? — 30°) 


Popr = Top, Z2c08 B° or Paps = Eloy, cos (— 150° — B° — 150° 
Pap = Ere Z3 COS v4 or Peak = EI spn Cos (150°— y°— 150°) 


B 


= 2 = * f . 
Piph = Pipe ri or Pipn = e12 Viph “ELC ropk "trp A. 


Popn = Popp ro OF Pro ph = 296 56 1 ooh 


= 72 ; . 
Papin = 1755-43) OF Pspn = @s1 apn + €' 81 4 ih 
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C and D 
E BE ; RE 
Piph = Z, cos a° Pay, = Z, © CSP a= Za cos y° 


which are, of course, similar to the expression given for method A. 


Numerical example: Let E = 100; E,, = BU, 
V3 
45° 
and, Zi is gee 0.707 + 7 0.707 
20° 
Z2 Td ye ae = 1.128 + 7 0.408 
10° 
Z3 = 137 = 1.28 — 70.226 
then, 
15° eM 160° 
Liph =7100) 712% Loph = Baye. Lsph = fe eE es 


Ia = [100° + 77° — 200 X 77 cos 175°] = 177 amperes. 
Ip - = [83.37 + 77’ — 2 X 83.3 X 77 cos 270°]#=114 amperes. 


Ic = [83.3’ + 100° — 200 X 83.3 cos 95°] = 137 amperes. 


6° =. 18°- = 6 (90°); 6 = 0.2 
6° = 112.8° = 6.(90°); 6 = 1.255 
N° = 202.8° = A (90°)A = 2.259 


Power at load: 


P, = 100 X 100 X cos 45° 


= 1 X 100° X cos 45° = 7070 watts 
- P. = 100 X 83.4 X cos 20° 
ue 4. 128<-cos20° = 7860 watts 
Py. = 100. X17 x-cos 10° aa 
TSO UB S< Cos 10° = 7600 watts 


22,520 watts. 


Total power at load 
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Power at generator: 


100 


P= 177 KS] Kos 1S" = 
V3 
100 
Py <=114 X “5 Seco 1200520; 
2 V/ 3 
P; = 137 X ao x cos 240° = 6290. 
4) Oe 


Total power at generator = 22,520 watts. 
The vector diagram is shown in Fig. 6. 

2. A load having a variable power factor and consuming a 
constant voltage is supplied through an inductive line whose 
characteristics are? (r + jx) = Z = Zj*. To investigate the 
effect of leading and lagging current on the generator voltage. 

Taking the load voltage as the reference vector, the generator 
voltage, Ez, is: 


fy = ef 177? 272 = ¢ + IZ je =?) 


where the positive sign refers to leading and the negative sign 
to lagging current. 

Inasmuch as we are dealing with vector addition of a quantity 
([Z), making (@° + B°) degrees with a horizontal line (e) volts, 
a little consideration will show that for any given value of 6° 
the resultant E, will be larger when 6° is negative, 7. e. when the 
load is inductive than when the load is condensive. Indeed it 
is not difficult to form a mental picture of the sum of the two 
vectors, e and ([Z)7j‘«*4), and see that when (a®° + B°) = 
FE, is maximum, and when 


(a° + B°) = 90°-E, is minimum. 


’ 


Suppose now we prove this elementary but fundamental 


proposition by means of the usual rectangular form of complex 
quantities: 


E, = [(e + wr — i’x)? + (a'r + ix)?]#, for leading current. 
E’, = ((e + ir + i'x)? + (ix — i’r)2]* for lagging current. 


It,is not apparent by comparing these equations to see © whether 
E, > E,’ or vice-versa. 
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3. Finally consider the calculation of the characteristics of a 
long transmission line with distributed inductance and capacity. 
It is known that the voltage and current at any point along the 
line, at a distance / from the receiving end, are given by the 
following expressions: 


Ey = E, (1+ ZY/2 + ZY*/24) + ZI, (1+ ZY/6 + Z¥2/120).. 


I = 1, (1+ ZY/2+ 2Y*/24) + VI, (1+ ZY/6 + Z2¥2/240).. 


Fig. 3 


Generator phase voltages, Ei,ph. G. etc. line voltages, E12, etc. are to same scale. Phase 
currents of load, /:pk L. etc., and line currents, JA etc. are to same scale which is 


different from the voltage scale. 


where Z and Y are the impedance and admittance of the length 
of the line under consideration, and the subscript refers to the 
receiving end. These equations are fairly long for purposes of 
calculation on account of the many multiplications involved 
furthermore computations become rather tedious owing to the 
fact that ordinarily, either the real or imaginary components of 
some of the quantities involved are very small, but still cannot 
be neglected. These objections will remain true, although to a 
lesser degree, even when the equations are simplified by dropping 
the terms containing Z? and Y*. For the sake of comparison the 
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e. m. f. equation is given in the usual notation and in the one 
discussed above: 


Ey = (e + je’) (I+ (r + jx) (g + 9)/2 + (7 + jx) (te + jer’) 
EA, =E,j7? +E,ZVjete +9 + 1,7 jet 


As an example the curves in Fig. 7 give the characteristics of a 
transmission line 100 miles long and delivering 20,000 kw. at 
100 ky. (or 100/V3 to neutral) with-a periodicity of 25 cycles per 
second. ‘The line consists of two No. 00 B. & S. aluminum con- 
ductors in parallel, spaced 7 ft. apart and strung on separate 
steel towers. The resistance is 32.2 ohms, the inductive react- 


sl 


wo 
a 


” GEN. STATION E | (P-F.) 


8 


o 20 40 60 80 100 120 
P=LOAD IN PERCENT DELIVERED AT SUBSTATION 
LAG - 90 95 95 - LEAD 


P.F.- POWER FACTOR: IN PERCENT 


RiGee 7s 


ance is 4376 ohms and the condensive reactance is 0.664 ohms 
per conductor. 

The calculations are too lengthy to be given in detail and 
would be of little value since nothing can take the place of testing 
for ones’ self, by actual calculations, the advantages and dis- 
advantages of the different methods. 


IV—Criticat RESUME AND SUMMARY 
It has been shown that without any radical modification of the 
present day method of alternating-current technology it is 
possible to deal in calculations directly with vectors in a simple 
manner by using the polar form of complex quantities involving 
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the operator jt = (V — 1)“, which indicates rotation through 
90 @ deg. in the positive direction. Thus, 


E = &j-, in the polar form given herein; 


E e + je’, in the rectangular form. 

The choice of mathematical methods and notations is neces- 
sarily to a certain extent, influenced by personal tastes and it is 
not practicable to give any general rules as to when the notation 
given herein, either by itself or in combination with others, will 
prove most advantageous. At present some engineers prefer 
to use trigonometric methods entirely, while others employ 
complex quantities almost exclusively; still others use either of 
these methods or exponentials and hyperbolic functions, etc. 
according to whichever they think lends itself best to the case 
under consideration. Although the last ones are probably in 
the minority, it is no doubt best to avail oneself of the peculiar 
advantages of the different notations so far developed. 

The judicious choice of either the rectangular or polar form of 
complex quantities as given here and the judicious combination 
of the same in dealing with alternating-current problems will be 
found useful in the theory and calculation of alternating cur- 
rents and alternating-current machinery. 

For convenience of reference the summary below is given: 

I. A sinusoidal or equivalent sinusoidal function may be rep- 
resented by means of one of the following notations? 


(1) A = js 
(2) A =a + ja’ 

(3) A = A (cos a + j sin a°) 
(4) A = Ak 

(5) 4 = Ale 


Where 5 a = a’ radians and a 90 = a® deg. 

2. The exponent of j in (1) is a number; the exponent of (4) must be 
j (radians); and the angle in (3) and (5) may be expressed in radians or 
degrees. In this connection it may be noted that (5) is more of a symbol 
than a mathematical notation. 
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II. The product of any number of vectors is: 
B=~ABC tte = ABGete nyu) 


III. The quotient of any number of vectors is: 


AB etc. ax AB etc. jla +8 ete.) - (7 +8 ete.) 
CD_ete. CD ete. 


The reciprocal of a vector Zj*1s (7/Z)7 -= 
IV. The sum of two vectors is: 
Aj* + Bj? = [|A? + B? + 2 AB cos (a® — B°)]3 7? 


where, 


A sin a° — Bsin B° 
A cos a° —-B cos B° 


= (906) and a° = (a 90); 
B° =. (8°90) 


0 = tan 


V. The difference of two vectors is: 
Ajx — Bj® = [A? + B?— 2 AB cos (a® — B°)}* 78 
where, 


A sin a® — Bsin B° 


6° ——) tan! a 
A cos a° — B cos B° 


VI. The power in a circuit due to a current J 7 *8 propelled by 
anemi.f, 74s: 


P = EI cos (a° — B°) 
VU. The differential of Aj« is: 
d(Aj*) = je A +4j 5 .da) 


VIII. The logarithm of A ois: 


log (A j#) = log A sbi lee a+ 2m m) 


where m may be taken as zero. 
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IX. Some other expressions of interest are as follows: 
1. A = A j*or strictly A = Ajzt4m, where m may be taken 


as zero, this being the usual practise in all similar cases. For 
instance, 1/2 = sin 7/6 or strictly 1/2 = sin (7/6 +27 m) 


2. (Aje)™ = Am (jma). Similarly, 


NA = Al/mj jo. /m 


: =(cos a° + j sin a@°), where (a X 90) = 
eer (a°) deg. 
Therefore, j = V —1 = ef 7/2 


4. log 7 = log (e/ */2) = ite 


log 7 = log (ef* 7/2) =j a mi 


In conclusion the writer wishes to thank Mr. W. C. Graustein, 
of the department of mathematics of the Rice Institute, for 
valuable criticisms and suggestions. 
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Discussion ON “APPLICATION OF A PoLAR Form oF COMPLEX 
QUANTITIES TO THE CALCULATION oF A-C. PHENOMENA” 
(DIAMANT), CLEVELAND, OHIO, JUNE 380, 1916. 


Alexander Gray: Every September, before I meet my classes, 
I have to review the subject of complex quantities as applied 
to the solution of the problems in electrical engineering because, 
during the rest of the year, I never have occasion to use this 
method in my own work. 

I am afraid that, in some of our schools, the use of this method 
is carried to extremes. An induction motor for example becomes 
a curly line and is called r + j x but, while the solutions obtained 
are elegant, the student does not always know what they mean 
nor does he obtain such an idea of the operation of the machine 
as to argue regarding its characteristics when away from his 
formulas. 

It is true that in circuit work solutions may more readily be 
obtained by the use of complex quantities than by other methods 
but I find that if the problem is not in the book the student is 
not satisfied with the solution until he has checked it by vector 
diagrams and trigonometry. 

Unfortunately the average student is not equipped with suffi- 
cient mathematics to understand what he is doing when he uses 
the methods of Dr. Steinmetz or this elegant method now sug- 
gested by Prof. Diamant. 

E. E. F. Creighton: I think it is very exceptional indeed that 
mathematics is used after leaving college. Men come to me, who 
have been out of college a year, and are unable to use the mathe- 
matics which they learned there. Of course, there are excep- 
tions. I should say this condition is somewhat a reflection on 
the methods of teaching mathematics. There are a good many 
things interesting about mathematics, although you would never 
know it by the way it is taught. 

It happens that other methods seem to be favored in the indus- 
trial concerns. One can get a solution of a problem in general 
more quickly and better by some non-mathematical method. 
I must say, however, I have had several men with me who have 
been of the greatest help to me by being able to use freely the 
mathematics favored by Dr. Steinmetz. 

May I ask Mr. Diamant just where is a good place to apply 
this mathematical method? 

John B. Whitehead: I want to ask Professor Gray what is 
his explanation and justification of the original vector diagram. 
How can he give the vector diagram to a student, without taking 
it back somewhere to a mathematical expression, and if to a 
mathematical expression, why not to the polar diagram? al take 
it that he will agree with me that there is no justification for 
the crank diagram. Therefore, I think this paper should be of. 
some interest to those of us who have to teach. 
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I do not suppose Mr. Diamant will claim that this paper 
should be used by the work-a-day engineer. In fact I question 
whether Dr. Steinmetz, although he has taken his own method 
so far into the range of application, would maintain that to be 
its end and object. The great debt we owe to Dr. Steinmetz is 
for having developed a method which is so universally applicable 
in the teaching of principles. I do not agree that the exponential 
expression is the proper one for the fundamental instruction, and 
I think the polar diagram, taking its origin from the exponential 
expression, and the method of division into two components, is 
the most valuable. The method of Dr. Steinmetz in the division 
into two components seems to me to fail at the problem of 
power expression—the product of two vectors. The present 
paper offers something to fill this vacancy, and hence merits 
attention. 

E. H. Colpitts: Referring to Professor Gray’s question in- 
quiring as to the usefulness of Dr. Steinmetz’s mathematics, I 
feel safe in saying that the telephone engineer at least finds these 
methods of very substantial value in handling many problems. 

N. S. Diamant: I think the general trend of remarks was 
about complex quantities in general, rather than the particular 
method given in the paper and showed a little prejudice in con- 
nection with the question. Probably this is mainly due to the 
fact that some persons want to use nothing but complex quan- 
tities, while a great many others will have nothing to do with 
them. 

In regard to the question raised as to the usefulness of mathe- 
matics I think we must recognize that mathematics in engineer- 
ing is very useful as a tool. I could give actual examples where 
great advance has been made by the use of mathematics, and 
very wonderful scientific and practical work has been produced 
by the use of it. After all, as I say, I am not here to defend 
‘mathematics. I think the trouble comes in when we use too 
much, or try to cover up our ignorance by the use of mathematics, 
and that is done quite often; you will find it in many so-called 
text-books. 

E. E. F. Creighton: I asked what your particular method 
of mathematics is, how you could apply it, in what particular 
way could you apply it. 

N. S. Diamant: I have indicated that in the summary of 
the paper. However, as it has been brought out by Prof. Gray 
—the choice of method depends considerably upon the type of 
mind. Some persons like one method, and some persons like 
another; one is just as good as the other. 

Another point of interest that Prof. Gray brought up was that 
the student, when he is working with complex quantities, is not 
entirely satisfied, and does not well understand the 
problem until he has translated it graphically by means of a 
vector diagram. In that connection I would like to add that the 
advantage of my method is that it is a better mathematical 
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shorthand by means of which to visualize vector relationships. 
This is not easy to do in complicated vector diagrams, when you 
have to deal with the components; when for example, we have 
e + 7e equal to £, or similar expressions. It is easier to visualize 
the different phase relationships if the method described in the 
paper be used, rather than the ordinary method. For example, 
in a certain case, one hundred volts, making 45 deg. with the 
horizontal axis will be represented as 141 j?, instead of 100 
+7 100. 

The question was brought up by Dr. Whitehead in regard to 
double-frequency quantities. Really, that does not come en- 
tirely within the scope of this paper. I would like to take that 
up in detail with Prof. Whitehead, but here I may say that per- 
sonally I think that double frequency is an unnecessary com- 
plication. It was introduced by someone who was interested 
in it, and I think it leads into rather unscientific inconsistencies, 
and I do not think it has any importance. 

John B. Whitehead: Perhaps I have used an unfortunate 
expression in the words “double frequency’’. Certainly I have 
not made myself understood by Mr. Diamant. I simply refer 
to the fact that it was not meant to include what is usually 
called the double-frequency quantity, which is treated by Mr. 
Diamant, at some length. 

N.S. Diamant: In answering I may say that some persons start 
with vector quantities, and use these exclusively and suppress the 
use of instantaneous values. But the scientific definition of power 
is the one given in the paper involving instantaneous values, where 
the mean power is obtained by integrating or summing up the 
instantaneous power over a half cycle. This does not lead into 
the difficulties of changing the sign, and dropping out the im- 
aginary portion of the product into which one is led when he uses 
vectors entirely. This vector definition of power leads into what 
we might consider a quaternion, that is, a quantity made up of 
scalar and vector components; but power itself is a kind of 
scalar quantity since it is fixed when its magnitude and sign— 
whether positive or negative—are given, and it requires no 
additional information as to its direction, as the true non- 
localized vectors of vector analysis do. The double-frequency 
idea is designed to get around this difficulty, and in a way gives 
physical explanation of it, but I think it is unnecessary, and a 
round-about step to take. 
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A DISTRIBUTION SYSTEM FOR DOMESTIC POWER 
SERVICE FROM COMMERCIAL AND ENGINEERING 
STANDPOINTS 


BY CARL H. HOGE AND EDGAR R. PERRY 


ABSTRACT OF PAPER 


The adoption of electric heating and cooking has begun to 
reach such large proportions that the average distribution 
system is unable to take care of the increased load. As the 
domestic power load in all probability will increase until every 
house is electrically equipped, this paper has endeavored to lay 
outa distribution system to take care of this class of business and 
to estimate the revenue to be derived from it. Units of load, 
consumption and revenue were taken from tests conducted 
in different parts of the city and applied to a definite section of 
the city thought to be representative, as it contained every 
class of house, with schools, churches, etc. In view of the 
results obtained, it would seem that this business would be 
profitable at a still lower rate, and that it would be advisable for 
the central station man to make provision for this increased 
load when rebuilding any lines in the future. 


Di power is so rapidly attaining large proportions 

in the central station business that present distributing 
systems and practises are quite inadequate, and it is daily be- 
coming more imperative to revise our methods to include this 
class of service. By domestic power we mean all the electricity 
that is used in the home, and have classed it thus: 

Lighting, including ironing, washing machines, small motors 
and appliances of all sorts, excepting’those used in preparing 
meals. 

Cooking, including toasters, chafing dishes, etc. 

Heating, all current consumed in keeping the house at a habit- 


able temperature. 
Hot water heating for such water as is consumed in the house- 


hold. : 

The past few years have brought such rapid advances in the 
perfection of cooking and heating appliances that our distri- 
bution systems are beginning to groan under the load, having 
been designed to provide amply for illumination only. The 
downward trend of rates, such as Seattle has experienced, has 
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done much to popularize the use of electric current for all pur- 
poses, and the central station man is becoming more concerned 
about the return from this class of business. Hence, we have 
prepared herewith a preliminary analysis of the ultimate con- 
ditions in five, or ten, or twenty years, when every house will 
be. electrically equipped with light, cooking, heat and water 
heating, and have designed such a distribution system as would . 
be required, keeping in mind the commercial aspects of the 
situation. 

In order to arrive at definite ends we have made numerous 
assumptions of conditions, which are based on the most advanced 
knowledge of the present time, and from these have projected 
our hypothesis. A definite section of one Of Seattle’s leading 
residence districts was selected and from a thorough canvass 
each house was assigned to a class representative of its size and 
electrical consumption, as shown on the accompanying map, 
the key for which is given in Table I. ‘ 

This district is known as Capitol Hill and is very representa- 
tive as it includes houses of every type, with schools, stores, 
etc., and might be used as a “‘ unit’ in estimating similar con- 
ditions for a city.. We have also assumed that all construction 
must comply with the State Law and City Ordinances governing 
overhead lines, and that the rights of other public service com- 
panies must be observed, and further that all apparatus, wire 
and materials shall be such as are now considered as standard. 
Our assumptions also provide that no further houses are to be 
built in this district and that property now vacant will be util- 
ized for park purposes, so as to require no electrical energy. 

During the past two years, we have conducted a series of 
tests on cooking and heating loads, the results of which have 
been indicative but not conclusive. Certain constants and 
factors have been determined, however, upon which we can base 
our computations. These factors are fully defined in Table II. 

For the lighting we have taken a group maximum demand 
factor of 25 per cent as indicated by a check of conditions in 
this district; cooking has a demand factor of about 19 per cent; 
heating will average 50 per cent, while hot water heating as 
used here is a full 100 per cent. It is well to remember that these 
factors will vary materially with the kind of people who use the 
service and their daily habits, hence conditions obtaining in 
Seattle may differ materially from those in other cities. In 
the cooking tests, fifteen ranges in different parts of the city were 
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selected, and by means of recording meters the characteristics 
of the load were determined. The heating tests included fifteen 
consumers who used all types of heating apparatus. From these 
sources then the data of Table III were selected, being the units 
of load, consumption and revenue assigned to each class of 
house. The rates applying to this business are quoted in Table 

VI. Having chosen suitable units, they were applied to the dis- 


TABLE 
DEFINITIONS 


Connected Load = Sum of the rated loads 
Maximum of the resultant curve 
combining all the individual max’s. 


Group Maximum Demand Factor = coe ee 


Individual max. demand 


Individual Maximum Demand Factor = ee pe 


Total kw-hr. consumed per day 


Group Daily Load Factor = Ganun mass demaneine a4 


Peak Demand Factor = Per cent of the group maximum demand that 


occurs during the system peak between 5:30 p.m. 
and 6:30 p.m. y 


Kw-hr. consumed per day 
Max. demand x 24 


Peak Max. Demand = Group max. demand X peak demand factor 


Individual Daily Load Factor = 


Arithmetical sum of all the individual maximums 


Maximum of the resultant curve combining all the 
individual maximums. 


Diversity Factor = 


The term ‘‘group”’ is here used to indicate all the appliances of one class, 
such as “water heaters.”’ or ‘“‘cooking,’”’ that occur in the district under 
discussion. ; 


Lt. = Lighting, etc. 
Ck. = Cooking, etc. 
Ht. = Heating 


W.H. = Water Heating 


trict outlined and the totals for this district computed, as in 
Table IV. 

In order to properly design a distribution system to take care 
of heavy loads of this kind, it is necessary first to combine them 
into units; second, to determine the connected load in each unit 
from which the unit maximum demand can be figured using the 
group maximum demand factor; and third, to design a feeder 
system to take care of the load. For example, we find that in 
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TABLE III. 
Unit or Loap, CONSUMPTION AND REVENUE 
Connected load Kw-hr. per mo. Dollars per mo. 
in kw. 
No. | Lt. | Ck. | Ht. |W.H.) Lt. | Ck. | Ht. |W.H.| Let. | Cr. | HE. W.H. 
B EZ bs 8 30 |} 1.0 70 | 300°} 2130) 720 | 3.00} 6.00} 16.0] 3.50 
Calaoley 2 6 20 | 0.8 30 | 224 | 1332] 576 | 1.65] 5.00] 10.0] 2.80 
Dey 210) teh 5 15 | 0.6 20 | 106 | 1000) 432 | 1.10] 3.00} 7.5} 2.10 
E by fa a) 5 a 0.5: 13 94 667] 360 ~40) 3.00} 5,0) 1275 
Apt. | 145 |] 1.0 5 5 | 0.5 25 | 166 667| 360 | 1.40] 4.00}- 5.0] 1.75 
sek, Pf 5204220 50 | 5.0 | 172 |1000 |13320/3600 | 5.00/20.00/100.0/17.50 
Ch. 3 5.0 6 30 | 0.5 | 172 | 250 | 8000} 360 | 5.00] 5.00} 60.0] 1.75 
St. 16 | 3.0 | — 10 | 0.5 | 170 | — 2670} 360 | 5.10) — 20.0) 1.75 
EH. 1] 3.0 | — 20.}°1.0 | 170 | — 1332} 720 | 5.10) — 10°.0) 3.50 
TABLE IV. 
TOTALS FoR DISTRICT 
LoAD, CONSUMPTION AND REVENUE 
Connected load in kw. Kw-hr. per month 
Lt. CE. Ht. W.H. Lt. Ck; Hit: W.H. 
B 51 136 510 17.0 1190 5100 36200 12240 
Cc 642 1926 6420 256.8 9630 71904 | 428000 | 184896 
D 315 1050 3150 126.0 4200 22260 | 210000 90720 
E 57 285 285 28.5 741 5358 38000 20520 
Apt. 145 725 725 72.5 3625 24070 96700 52200 
Sch, 5 20 50 5.0 172 1000 13320 3600 
Ch. 15 18 90 eS 516 750 24000 1080 
St. 48 —_— 160 8.0 2720 —_ 42700 5760 
F.H. 3 — “20 1.0 170 — 1332 720 
Total 1281 4160 11410 516.3 22964 130442’ 890252! 371736 
Dollars per month Dollars per year 
Lt. Ck. ghee W.H Le Ck. Ets W.H 
B 51.00 102 272 59.50 612 1224 3264 714 
Cc 529.65} 1605 3210 898.80 6356 19260 38520 10786 
D 231.00 630 1575 441.00 2772 7560 18900 5292 
E 39.90 171 285 99.75 479 2052 3420 1197 
Apt. 203.00 580 725 253.75 2436 6960 8700 3045 
Sch. 5.00 20 100 17.50 60 240 1200 210 
Ch. 15.00 15 180 5.25 180 180 2160 63 
t St. 31.60 = 320 28.00 979 = 3840 336 
Fon. 5.10 = 10 3.50 61 = 120 42 
Total | 1161.25) 3123 6677 1807.05} 13935 37476 80124 21685 
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block No. 1 there are 14 class C houses and 12 class D houses 
having a connected load of 46 kw. in light, 460 kw. in heat, 
144 kw. in cooking, and 18.4 kw. in hot water heating, a total 
of 668.4 kw. Using the group maximum demand factors as 
shown in Table V, we have 11.5 kw. in light, 27.8 kw. in cooking, 
230 kw. in heat and 18.4 kw. in water heating, making a total 
of 287.7 kw. for the maximum demand of this unit. Proceeding 
similarly with blocks 5, 9 and 13, we find unit maximum demands 
of 310 kw., 273 kw. and 234 kw. respectively. 

After covering the entire district in this manner, it seemed 


TABLE V. 


Loap CHARACTERISTICS AND REVENUE 


Aver. 
Conn. Group Group Max. Peak Diver- | Group daily 
load max. daily |dem. on| dem. sity max. load 
kw. dem. load peak factor factor dem. kw. 
factor factor 
Lt. 1281 | 25.00%| 10.0%| 320. 100.0 1.0 320 32 
Ck. 4160 | 19.84%] 22.5%] 804. 100.0 2.5 805 181 
Ht. 11410 | 50.00%| 21.7%] 5705. 100.00 125 5705 1238 
W.H. 516 |100.00%| 100. %| 516. 100.00 1.0 516 516 
Total 17367 | 38.6 29.4 7325. 1965 
Average kw-hr. per Dollars per Av. rate Av. rate 
year per kw-hr. | per kw-yr. 
Day Month Year 
Lt. 765 22964 275568 13935 5.06c $43.50 
Ck. 4348 130442 1563304 37476 2.40c 46.50 
Ht. 29675 890252 10683024 80124 0.75c 14.00 
W.H. 12391 371736 4460832 21685 0.48c 42.00 
Total 47179 1415394 16984728 153220 0.902 10.90 


advisable to install a feeder from a centrally located substation 
for each 1000 kw. or thereabouts, which is the case in blocks 
1, 5, 9 and 18. We find that in order to properly distribute 
1000 kw. at 2300 volts, a three-phase, 4/0 feeder would be the 
most efficient, on account of initial cost, voltage regulation, 
carrying capacity of the wire and economy of space on the poles. 
We propose to maintain a constant voltage at the center of load 
on each feeder, and if necessary, to install transformers with 
variable taps to give the same voltage over the entire secondary. 
The load being essentially single phase will necessitate instal- 


\ \ 
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ling single-phase regulators on each circuit at the substation. 
As all standard apparatus for domestic use is built for 110 volts 
to 120 volts, we will string a 1/0 neutral over the entire system, 
which will give 120 volts between this wire and any outside 
leg of the three-phase, 207-volt secondary bus, and will provide 
a ground for the transformers. The secondary bus will be a 
500,000-cir. mil cable, except in cases where the load is con- 
centrated at the transformer. We propose to install trans- 
formers either in single-phase units or in one three-phase unit 
as near as possible to the center of load in each block or group 
of blocks, depending upon the load. On the accompanying map 
we have shown the distribution as outlined above, including 
transformers. 


TABLE VI. 
RATES FOR DOMESTIC SERVICE 
Lighting and Cooking: 
Electricity for these two purposes is sold through one meter, at the 
following rates: 
First 45 kw-hr. per month @ 53 cents per kw-hr. 
All over 45 kw-hr. per month @ 2 cents per kw-hr. 
Minimum charge 50 cents per month. 
Heating: 
Rate: 1 cent per kw-hr. unrestricted, or 3 cents per kw-hr. if used off 
peak. Minimum $12.00 per h.p. per year. 
Peak hours are from 4:30 p.m. to 7:00 p.m. in winter and 5:30 p.m. 
to 7:00 p.m. in summer. 
All service has been figured at ? cents per kw-hr. 


Water Heating: 
Rate: Flat charge of $3.50 per kilowatt-month. 
Heater to run continuously. 


In order to determine a reasonable cost for this system, we 
have assumed prices of material and transformers that were 
current prior to the present war prices and have arrived at a 
total figure of $111,400.00. This includes all local distribution 
outside of the substation, services and meters. 

In Table V the revenue from the business as outlined has been - 
computed, making a gross of $153,220.00 per year. The kilo- 
watt-hours total up to 16,984,728 per year, and the average rate 
for all classes of service is 0.9 cents. The average return is $20.90 
per kilowatt-year. 

In concluding, we believe that the development of domestic . 
power will necessitate the complete reconstruction of existing 
lines. New substations will have to be built for each 10,000 kw. 
of load and located approximately at the center of the district 
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served. The heavy load in this service will require three-phase 
distribution, which will also take care of small power loads. 
We believe that domestic power can be developed into a prof- 
itable part of the central station business, and sold at a price 
that will be-attractive to the consumer. The present rate 
schedules, which necessitate two meters and a flat cut-in for 
this business, are not satisfactory and a new basis for charge 
must be developed that will utilize a simple, inexpensive meter 
and can readily be understood by the layman. With increasing 
volume of business, the rates can be lowered materially below 
those quoted herein, and still yield an adequate return. It is 
up to the central stations to make an intensive campaign for 
domestic power service, for this is the solution of the problem 
of profitably serving residence business. 
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Discussion on ‘“‘A DistRIBUTION SySTEM FOR Domestic POWER 
SERVICE FROM COMMERCIAL AND ENGINEERING STAND- 
POINTS” (HoGE AND Perry), SEATTLE, WasH., SEPT., 5 
1916. 


D. F. Henderson: In Table III the paper gives the consump- 
tion per month for the heating installation, as 1332kw-hr. I 
would like to ask the author how that figure is computed. 
Is it taken from actual experience? I have been heating my 
own residence this past winter electrically, and have installed a 
maximum demand very similar to his. I have a demand of 21 
kw., but the kw-hr. consumption is almost ten times what is 
given in this figure. Of course our climate in Spokane is some- 
what more severe than it is here, but it seems to me there should 
not be such a great difference in the kw-hr. consumption. 

E. R. Perry: I think, Mr. Henderson, that that figure is sort 
of an average that we found around here with our climatic 
conditions. Of course you realize here that the people only use 
their heating equipment about six months out of the year. 

D. F. Henderson: That is based on a six months’ period? 

E.R. Perry: It is an average for the twelve months; that 
is the total for the year divided by twelve months. You say 


’ 


that you have about ten times that much in a year? 


D. F. Henderson: Yes, during the severe winter months. 

E. R. Perry: Per month you have about that much you say? 
If you add up the total amount of current you use during the 
year and divide it by twelve? 

D. F. Henderson: It would reduce it very materially. 

E. R. Perry: And the difference in temperature between 
Seattle and Spokane is very great. 

J. B. Fisken: I believe that the idea is to run out single- 
phase feeders from the substation. That was our practise up 
to within the last year or two and then when times got hard and 
expenses were going up and income was going down, we skir- 
mished around to find some way of serving the same load a 
cheaper way. We converted our single-phase feeders into three- 
phase feeders; our cables were six-conductor cables and formerly 
contained three single-phase feeders. | We converted those into 
one three-phase feeder with a neutral wire, installing the single- 
phase regulators oneachleg. Each leg was controlled by a single- 
pole automatic switch so that trouble on any of the three-phases 
did not affect the other two. We have found that worked out very 
satisfactorily and I would like to ask the author whether, in his 
figures as to costs, he figured on three single-phase feeders or one 
three-phase feeder with a neutral brought back ? 

The other point that occurred to me was whether or not the 
secondary was one interconnected system? Of course, in d-c. 
work, we find it is economical to connect the mains together 
everywhere, and it should be done the same way in a-c., work, 
but just how it is to be done, I don’t know. There are two ways 
I have heard of, although I have had no practical experience and 
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I would like to ask for the practical experience from those who 
have had it. One is to introduce fuses between the secondary 
districts so that the trouble in one will take care of itself and not 
interfere with the others. And the other method is to introduce 
reactance so high that a short circuit on one section, which might 
blow the fuses in the transformer and stay on, would not over 
load the neighboring districts materially. Of course, they would 
be overloaded to some extent, but the voltage drop through the 
reactance would be such that the neighboring districts would be 
fully maintained and fairly satisfactory service rendered until the 
trouble could be removed. 

E. R. Perry: I believe, Mr. Fisken, that your idea, or the 
system which you describe, the three-phase system with a return 
neutral, is the one we have here. We have in mind a single 
regulator on each phase; it will not be necessary in this case 
to have a single-pole switch because there will be three-phase 
distribution down each street or alley, as it were. We will not 
take the single phase off the three phase at any place, or run a 
separate feeder line with bus line, single phase. All bus lines 
will be three phase and the secondaries will be three phase, and 
will extend over districts of approximately one block, or one unit 
as we have determined here; in some cases a little over a block, 
depending on the load. There is a transformer for each block, 
each transformer with its own secondary circuit about one block 
long; the secondaries not inter-connected. 

M.T.Crawford: The plan of the distribution system outlined in 
this paper is most economical in first cost, but it has the disad- 
vantage of not being easily installed from time to time as business 
grows. The complete domestic electrical installation, anticipa- 
ted here, will only be gained one unit at a time, and will be many 
years incoming. The trend of distribution systems in the better 
city districts, is toward underground construction. A 4000-volt 
three-phase four-wire distribution system using 2200-volt stand- 
ard transformers between the outside wires and the neutral 
would permit the use of about one third of the primary copper 
specified in this paper. A small transformer vault installed ad- 
jacent to the basement wall of each residence, would permit ser- 
vice wires of approximately No. 12 copper, which would be duplex 
cable and in an iron pipe. This would take 2200-volt power 
direct to the consumer’s house, and make the short service leads 
between the main switch and this transformer vault, the only 
heavy copper necessary. This system would cost more, prin- 
cipally because of the larger transformer capacity neces- 
sary, it being impossible to utilize the diversity factor of the 
various consumers’ installations. In practise, some way of 
overcoming this difficulty could be devised, as by feeding 
several houses close together from one transformer vault, or put- 
ting in secondary tie connections. One consumer could be taken 
at any time on any part of the system, and this method of in- 
stallation could be put in for that consumer; and as more are ob- 
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tained the same scheme followed until eventually, when the com- 
plete electrification mentioned is obtained the mains could 
be put under ground, if desirable, at a reasonably small addi- 
tional cost; that is, little of the existing equipment would have to 
be changed. That is simply my idea of what would be the best 
service, even though at a higher total cost, and it would certainly 
meet with more favorfrom the people. The size of copper on the 
lines and in the service wires, as mentioned in this paper, would 
make such heavy wires as to detract somewhat from the appear- 
ance of a strictly first class residence district. 

¥. D. Weber: The author has a demand factor of about 19 
per cent for heating. I would like to ask if any demand factor 
has been computed for residences, apartments and the various 
classes of cooking. In Portland we have been very much inter- 
ested in knowing what size feeders should be supplied for group 
cooking, such as apartment houses. 

E.R. Perry: We have no information upon that, Mr. Weber. 

C. R. Collins: It is rather difficult to appreciate the magin- 
tude of this proposed heating load. You will notice in Table I, 
nearly every block shows a load of 250 or 300 kw. The present 
density of load in the down town district of Seattle averages 150 
kw. per block. The proposed distribution system for residence 
districts must take care of at least twice the kw. load per block 
that we now have in our most densely settled business district. 
The author calls our attention to the fact that we will have diffi- 
culty with our distribution system. It is also interesting to con- 
sider the increased demand on our generating equipment. Ihave 
taken the figures given in this paper and secured the average kw. 
requirement per customer, which is about eight kw. In Seattle 
we have probably 50,000 consumers such as would come under 
the description given in Table I, 400,000 kw. would therefore be 
required to supply our residence districts. At the present time 
it requires not more than 25,000 kw. to supply the residence load. 

This means increasing our present residence load sixteen times. 
It is also interesting to note that when we do increase our present 
load by that amount, that load is going to determine our peak 
and all other loads will be incidental. 

In Table V,-in the lower right-hand corner are given the re- 
turns fora kw-yr. You will note the return for theheating, figured 
at 2 of a cent per kw-hr., is $14 per kw-yr., and you will also 
note that the kw-hr. consumption for heating is approximately 
65 per cent of the total kw-hr. consumption given. The only 
chance of electric heating becoming commercially possible is that | 
it will be possible to reduce very materially the cost per kw-yr. 
of generating power. $14.00 per kw-yr. is very much below the 
present cost. 

W. D. Peaslee: I am very glad to see brought out, the open 
advocation of a one-meter rate for lighting, cooking and heating. 
To my mind that point strikes the key of the whole situation. 
The idea of electrical engineers being held down at the present 
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date, in the present state of our art to having to insist that every 
time a man wants to do something, he has a different rate put 
on his load, is something of a joke. In the case of the little town 
of Corvallis, I have some electric light and cooking appliances in 
the house for which I have a separate meter; if I put in a hot water 
heater, I have another meter for that or a flat rate, which really 
gives me three separate services in that house, with the attendant 
overhead expenses and clerical expense for the company on each 
of those billings. 

Now, there are two solutions of the rate as given here. Either 
have a very high minimum and a low energy rate, which the pub- 
lic will immediately object to; or take the rate as given in the 
paper, the first 45 kw-hr. per month at 5} cents, a minimum 
charge at 50 cents per month and the rest of it at two cents per 
kw-hr. That first 45 kw-hr. is going to make the man’s bill big 
enough if he-uses any electric heating and cooking at all in the 
house, so that the company will be protected. They will get 
their cost of testing meters and their cost of billing and all those 
things that go into the beautiful theoretical rates that are worked 
up. At the same time the customer will have one meter in his 
house and he can subtract the previous month’s reading from 
the present reading and figure out for himself what his bill is 
coming to; but you take the class rates of power companies 
today, and he is a better man than some engineers if he can 
do it. I think that one of the biggest factors we are going to 
find in the development of heating and lighting load for electrical 
power, is to have a rate that’ protects the power company by 
having either a high enough minimum to take care of these in- 
cidental expenses, or have the first block of energy at a suffi- 
ciently high rate so that any ordinary consumer is going to get a 
big enough bill to come up to the point necessary, and then a 
very low energy charge for the rest of it. 

I know of one location in Oregon where it worked out. A man 
is permitted to take on a load for heating, lighting, cooking and hot 
water and anything less than a one-horse power motor at any time 
of the day or night at $5 amonth minimum, and one cent per kilo- 
watt hour energy charge. That is a little drastic and it may be 
a $5 minimum is wrong, but personally I believe that some form 
of rate of that kind for the high minimum and low energy con- 
sumption is going to build up the load until our heating and lighting 
load will not be as it is now, but may ultimately approach the 
figure given in this paper of 200 or 300 kw. per block in first-class 
residence districts. I think that, the only way the power com- 
panies will be able to build up is to get a rate of that kind. 

F. D. Weber: Near the end of the paper I note the author 
computes his gross income per year. I wonder if anybody has 
investigated the statistics and found out the amount of money 
an average family both poor and rich can spend per month for 
lighting, heating and power. At one time I saw a statement 
covering 20 years in the lighting industry, showing that the an- 
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nual monthly bill has been nearly a constantamount. I think af 
would be well to investigate on the customer’s side and see 
how much money they will actually spend. If they are using 
gas, they spend so much money; if they change to electricity they 
willspenda certain percentage more for the added convenience. 

E. R. Perry: I think that in selling electricity we sometimes 
lose sight of the fact that we are really selling a commodity just 
like sugar in the open market, and we have to compete with all 
the other forms of energy that people use to reach the same end 
that we want to sell our electricity for: and for that reason it is 
well to think of how much a man in moderate circumstances can 
afford to pay for the electric energy that we want to give him. 
Now we might imagine a family of three or four living ina house 
of six or seven rooms, and if he heats with hot water, his heating 
bill is going to be somewhere about $70 or $75 a year, if tie is 
economical, and his cooking bill for gas will be something like 
$35 or $40 a year,—cooking and hot water, possibly. His hot 
water service, however, will be intermittent and he will only 
light up the gas heater when he wantsit, and he will not have hot 
water all the time. That I think will total up somewhere in the 
neighborhood of $140 or $150, that he is paying per year for 
lighting, cooking, heating, and hot water from the different forms 
of energy that he gets now. 

Suppose he purchases electric energy according to the way the 
rates are now. He would pay somewhere around $200 on an 
average for the same service; it is a little bit difficult at the pres- 
ent time to make people see the $50 additional value in the elec- 
tric service. Possibly they do not realize they will only have to 
pay $50 a year more for an entire electric installation. This is an 
average case. Of course, some cases are going to run higher and 
some lower. I do not think the people at the present time are 
educated up to that point where they would want the electric 
service with the additional value in it and the additional con- 
venience of it. With the competition we have in all other forms 
of energy, it is very hard to sell electricity at the present rates, 
and with the handicap of installations already put in for the other 
types of service. Now, if a man is just building a houseand he 
could get all these things and it would cost him only $50 a year 
more, he would put them in without hesitation, I believe. But 
where he has already tied his money up in apparatus to use coal, 
gas and so forth, it is pretty hard to make him junk all that and 
put in the new electric service. Abe 

The point about the metering of the service is one which I feel 
is very important in the sale of energy for domestic use. Selling 
electricity as we do now, with two or three or four meters, is 
just like selling sugar by the quart to a man for putting up fruit, 
and by the pound for making candy. He can not see it, and the 
quicker the central station gets to the point where they can sell 
aman so much electricity for a certain price and don’t care 
what he uses it for and have it taken care of in the rates, 
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that much quicker are we going to get simplicity in accounting, 
metering and in the whole business, even down to selling it to the 
customer. The quicker people understand about our electric 
game, just that much quicker are we going to make strides in it. 

E. G. Robinson: I have been considering the one-meter rate 
a good deal and I have come to this conclusion: That if you 
make your heating load 220 volts instead of putting ina three- 
wire meter,—if we put a straight 220-volt meter in, and then tap 
our lighting on the neutral,—run in three wires, the two 220 
volts and the neutral, then we can tap around the two wires with 
the neutral and fix it so that all our electrical appliances for heat- 
ing would be 220-volt. Then for our lighting, simply tap the 
series circuit of the meter, and that will make our lighting current 
register just twice as fast as our heating current. So, if we were 
making a heating rate at three cents for a certain block, while 
that was being used, we should be getting six cents on all our 
110-volt socket appliances and we would be getting three cents 
out of the straight 220-volt current, because the current flowing 
through the meter would register at 220, while only being used 
at 110. Isimplified our system that way and used but one meter 
for the man who takes power. We tap a neutral around the 
polyphase meter and let him use current at 110 volts, with all 
appliances forge blowers and such as that. I am quite in sym- 
pathy with simplifying the rate, and I believe that any man who 
is figuring on doing this should simplify it as much as possible, 
because the average layman thinks that blocks of kilowatts, 
amperes and so forth, are intended and designed to befuddle him 
as to what he is buying. I have not yet tried out the 110-220- 
volt scheme on heating, only on power, but I hope to do it; and 
I believe it gives a complete solution of the problem of one meter 
with two rates. 

By the way, I would like to ask that if in this distributing system 
where you are going to use one neutral, would that not necessi- 
tate the hooking up of your transformer star instead of to delta? 
It has been my experience that 90 per cent of our transformers 
for distribution are delta connected. Now if you wire them up 
star and one goes out, that puts that entire system out. I would 
like to know how you take care of that? + 

E.R. Perry: It has that disadvantage, and a protective de- 
vice would have to be used. 

E. G. Robinson: In thinking that over we, of course, think 
you are going to have delta transformers. 

E. R. Perry: It would have to be star to utilize the neutral. 
Nearly all our apparatus is 110 volts and 220 volts, and it would 
be necessary to have both voltages in each house. In order to 
accommodate present wiring we would have to have the three-wire 
circuit, as it is called, in each house. . 

L. T. Merwin: I would like to ask the author whether the 
decision on using four-wire three-phase as against a three-wire 


three-phase connection is made on the basis of regulation for. 
commercial economy. 
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E. R. Perry: I think, Mr. Merwin, that we provided a four- 
wire delta connection in order to accommodate the present type 
of household utensils which require 110-220 volts. We have a 
star system with three-phase 207 volts on the outside; that would 
give us 120 volts to the neutral. 

H. W. Buck: The author spoke a few minutes ago about the 
average householder not being educated up to the use of certain 
applications of electric power. I should like to ask what the exper- 
1ence has been on the Pacific coast with the average householder 
in the use of household electrical appliances. Is it necessary to 
have an electrical engineer in each house to satisfactorily operate 
these various devices, or do the public as a whole take hold of 
them intelligently and operate them efficiently? It does not 
take much intelligence to turn on an electric lamp, but it takes 
considerably more technical knowledge to operate an electric 
washing machine, electric range and some Of the other devices 
that are now used. 

E. R. Perry: I think that the people who have taken out 
electrical devices have learned to use them very intelligently, and 
the amount of trouble developing with the different appliances 
is very small. Once people get interested in these things, and 
really appreciate their value, they seem to develop an undue 
amount of electrical wisdom. I think that if we can only get to 
the people and get them interested, it would be easy enough to 
educate them. 

The next step in that direction is the electrical equipment of all 
of the home economic departments of the various schools and col- 
leges in the country, and the training of the girls of the younger 
generation to know and use intelligently all forms of electrical 
appliances and apparatus, and to make their own minor repairs. 
I believe that the coming generation of girls are going to know a 
great deal more about electric household utensils than the pres- 
ent generation of housewives do. It is only through educating 
the younger people that we are going to successfully solve this 
problem. The older people do not learn quite so readily, but 
those who do, as far as experience around here is concerned, have 
been able to take up these things and learn to use them very 

uickly. 

i S. M. Kennedy: The question which you have asked in refer- 
ence to the manner in which the purchasers use apparatus is one 
that is very easy to answer, if you have had much to do with the 
handling of such appliances. What are called lamp socket ap- 
pliances are very readily handled and it does not need any en- 
gineer and requires very few demonstrations to teach the house- 
wife to readily use any such appliances. Even the washing 
machine, which is a little more complicated to operate, practically 
runs itself with a turn of the switch. However, when you get 
into the broader field of cooking—I mean major cooking,—we 
find that the average housewife in Southern California, while she 
is anxious to learn, does not pick up quite as readily the methods 
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of handling the electric range and of substituting it for whatever 
method of cooking she has been used to, heretofore. In the kit- 
chen the average housewife is a little bit sensitive; she has a 
pride in her work; and she does not like anyone to come in to 
show her how to do her work. That kind of education must be 
done very diplomatically,—the average engineer cannot do it at 
all. We find that it pays to have tactful, experienced and good 
looking lady-demonstrators, who can follow up the range installa- 
tions and go from place to place, and find out first, whether the 
lady who is doing the cooking thoroughly understands the method 
of operation and whether she is getting the best that is possible 
out of the range and for the least amount of energy put into it. 
If she finds that things are going all right, the demonstrator 
tells her so. If, however, she finds that they are not going all 
right, that in some parts there is too much heat turned on when 
it is not required, and not enough in other parts of the stove, she 
must be tactful and explain just how the operation should be 
done in order to get the greatest efficiency. The demonstrator 
must be educated and trained for that particular kind of work, 
so that she not only understands the stove and the operation of 
the stove, but she must also understand human nature. 

J. B. Fisken: The average farmer of eastern Washington is 
notorious for not taking care of his appliances,—I do not mean 
electrical appliances, I mean his agricultural appliances,—and it 
might be interesting to learn whether the electrical appliances, 
cooking and so forth, have caused much trouble. Mr. Chrysler 
handles four country towns and a number of farmers and he could 
tell us what his experience has been. 

W.L. Chrysler: We find less trouble with farmers taking care 
of their electric equipment than the consumers in town. These 
farms are run on a large scale by combined harvester tractor and 
modern machinery, which makes the farmer a mechanic for he 
has to operate and keep up his own equipment. We have a few 
farmers on our lines who have quite complete electric-equipment. 
They make their own minor repairs, while the consumer in town 
will call the fix-light department. 

J. R. King: The point I want to bring out is the fact that it 
is becoming more and more apparent in the development of 
electric house heating, not cooking or hot water heating, but to 
heating the home, that the ideas of the electrical engineer, more 
especially of the man who has charge of the operation and the 
control of the delivery of power, have got to be changed. Thatis, 
he has got to recognize new conditions coming in. For instance, 
you will note in Table V, that there is a group maximum demand, 
320 kw. for light, 805 for cooking, 5705 for heating, and 516 for 
water heating. Referring to one of the other tables the rate is 
one cent per kw. hour unrestricted or 3 cents per kw. hour if 
used off peak. It appears to me from this paper that the factor 
which produces the peak is no longer lighting, which comes on 
about half past four to seven o’clock. Power is a more or less off- 
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peak product and cooking can be considered so to a certain extent. 
All the efforts have been made to take on this house heating rate 
under the same assumption and under the same condition, that 
the consumer will not use it during what is called peak. Now, 
the great preponderance of energy is used for heating and this 
demand would indicate that the time of the peak has shifted. 
Therefore, this paper would point out that in order to estimate 
in the future, demands for domestic service in residence districts, 
it 1s necessary to consider primarily what demand will be required 
for heating; and the lighting, cooking and hot water heating 
would be incidental to that. In other words, the determining 
factor is no longer lighting, but it is heating. In the Institute 
meetings and in the National Electric Light Association meetings 
and in other meetings, discussion on that has raged up and down 
and the argument that heating was a by-product has been ad- 
vanced and contradicted. It appears to me; it will be necessary 
to figure very carefully in the future. What is the use of keep- 
ing off the peak, if the heating itself establishes that peak? If - 
we keep the heating off the peak, it will not occur in the afternoon 
any more than it will occur at any other time during the day. 
Furthermore, what are you going to do on a cold winter day 
when the customer comes home and insists on having his heat ? 
If he cannot have it, he comes right back and asks why he is not 
entitled to haveit? Those are points that I think must be con- 
sidered in planning the installation of any house heating. They 
are points that have arisen in connection with the sale of energy 
in Seattle. They are points that will be raised as long as house 
heating is promoted, whether or not the peak be shifted to 
another time of the day, and another class of energy other than 
lighting be responsible for it. 

H. J. Gille: In the first place, this heating rate was filed with 
the Public Service Commission of this state as an experimental 
rate,—simply a try-out proposition. Second, the peak hours are 
the lighting-peak hours, which control at this time the distribu- 
tion peak. It seems to me that in any discussion of the question 
of laying out a prospective distribution system to take care of 
heating and other appliances in residences, it should be impor- 
tant to know whether you are talking of a station peak or a 
distribution peak. The residence peak as we know, comes at a 
different time from the power peak, and the power peak at a 
different time from the commercial lighting peak, but all of the 
resultant peaks establish a certain peak on the station or a gener- 
ation peak. | By developing the electric heating, of course, the 
generating station peak would probably be transferred from the 
point where it is now, to some other part of the day. _ 

C. R. Collins: We have conducted tests in connection with 
electric heating and one of our conclusions is that the electric 
heating peak may come at any hour in the day; sometimes it 
may be in the morning, sometimes in the afternoon and very 
frequently you will have a load almost as large as the peak about 
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six or 6:30 p. m. So this peak cannot be considered as some 
other not coming on the system peak, which occurs about 6:00 


ago 

Robert Howes: In the early days the load on any separate 
feeder was small and scattered over considerable territory and 
it seemed to be necessary to use the low voltage of 110 or 220. 
With the growth of business and the growth in power consump- 
tion by each residence, such as is contemplated in this paper, the 
question raised by Mr. Crawford of placing individual trans- 
formers at the residence and omitting the secondary distribution 
system, may become one of material-importance. In the devel- 
opment of power plants, in this district, at least, after you have 
reached a capacity of forty or fifty thousand kilowatts, the cost 
of generating power and bringing it to the central substation is 
not varied so very greatly, although it is to some extent, by ad- 
ditional capacity. You begin to reach a point where the cost of 
operation per kilowatt hour and the investment cost per kilowatt 
of development, does not vary by a very wide margin, although 
it will to some extent. It would seem it might be a decided 
advantage in such a case as described in this paper, to omit the 
secondary mains and simply use a high-potential distribution 
with transformers at each house or for two or three houses 
grouped together, using low voltage only for the houses. That 
would reduce the copper requirements and cost of good regulation. 
We cannot expect to obtain a great deal of reduction in initial 
cost per kilowatt after we reach a certain power plant capacity, 
but with additional capacity there is room for considerable im- 
provement in the distribution systems and that seems the most 
promising field to look for reduction of cost per kw. hour in 
operating the system. It at least appears possible that with the 
demand per residence increased to such extent as here contem- 
plated, there may be room to reduce the meter installation and 
attendance per kilowatt hour of consumption, and substitute 
small transformers at the point of use; distributing to advantage 
both in simplicity and in cost of investment and operation per 
kilowatt hour sold. 
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SOME FEATURES OF DOMESTIC ELECTRIC COOKING 
AND HEATING 


BY H. B. PEIRCE 


ABSTRACT OF PAPER 

Although electric cooking and heating has always been 

considered possible, it has only recently become popular; hence 
the engineer is found unprepared with information on the 
characteristics of the load. 
_ From tests made on a number of domestic cooking and heating 
installations, it would appear that electric cooking has a better 
load factor than a lighting load and that this load factor improves 
as the number of ranges increases. 

The errors incident to these tests are discussed. 

The demand factors on being plotted against number of ranges 
appear to follow a logarithmic curve which may be accounted 
for by the fact that a modification of*the law of probability would 
no doubt determine the probable coincident demand of a number 
of ranges and that this law is a logarithmic function. 

Suggestions are made for the checking of these results by 
others. ’ 

In the heating field, the effect of water heaters superimposed 
on range loads is discussed in relation to their effect on the 
central station loads and income. 


INCE the use of electrical energy first developed, the pos- 
sibility of successful heating or cooking by heat, generated 
electrically, has never been questioned; the problem has always 
been—can it be done at a profit to the central station, with 
energy sold at a price low enough to put electricity in competi- 
tion with other fuel? 

Today we find a sudden stampede for this ideal fuel, but we 
find the electrical engineer unprepared to solve the problems of 
heating and cooking electrically. 

It will be the province of this paper to show what may be 
expected by a central station after there has been developed 
a load of ranges and water heaters, and along what lines engi- 
neering assistance is needed to solve certain knotty problems 


connected with this phase of the industry. 
First, to consider the effect on the central station of a cooking 


and heating load. It would be natural to expect that a cooking 
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load would have a load factor considerably lower than the 
lighting load in the same community. This we find is not the 
case and it further appears that there is a greater increase in 
load factor in a cooking load by reason of an increase in number 
of consumers served, than would be gained in a lighting load by 
such an increase of consumers. 

These deductions are the result of a number of tests made on 
actual water heater and range installations in homes using 
electrical energy for cooking and water heating. 

The tests consisted of installing recording ammeters on the 
various cooking installations and reading the charts taken there- 
from to the nearest five-minute interval; these readings were 
then assembled and the total load for any day at any hour 
determined. 

A number of assumptions were of necessity made in securing 
these composite loads. 

First, it was assumed that the clocks of the various meters 
were synchronous. This is in error for two reasons; (a) the 
charts were not all taken on the same calendar day but were 
taken at different seasons for different ranges and superimposed 
according to the day of the week on which the readings were 
taken; (b) the clocks were not absolutely accurate either as 
to time of day or as to speed. , 

Second, the readings were taken on a five-minute interval; 
this meant that the reading for the interval had to be integrated 
by inspection, which was, of course, is difficult to do with much 
accuracy, particularly in view of the fact that the swing of the 
needle on these instruments was considerable. 

The first opportunity for error would appear to have more 
weight than it proved to exhibit in practise, since a set of charts 
for a week, taken at one time of the year, have a strong resemb- 
lance to similar charts taken during a week at another season. 
In other words, in the community observed, the habits of the 
public as it concerns the preparation of meals, appears to be 
uniform at different seasons of the year. The opportunity to 
run into error by inaccuracy of the clocks is so slight as to be 
incommensurable with the accuracy of the results which at best 
are only approximate. 

Curves shown in Figs. 1, 2, 3, 4, 5, 6, and 7, exhibit the 
daily load of 42 ranges of assorted manufacture and varying 
capacity from 2.5 to over 6 kw. As the coincident maximum 
demand of these ranges can be obtained from the curve, and as 
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the total connected load is known, the demand factor can be 
computed. As the average kilowatt-hour consumption of each 
range is known, it is also possible to figure the combined load 
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Number of ranges 42—connected load 155.4 kw—maximum demand 27.96 kw.— 
voltage 116. 


factor of the group. These values show that even with as small 
a group as 42 ranges, the demand factor is 4.5; with 25 ranges, 
it has been found never to be less than 3.5. 


= 
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It might be expected that the demand factor would increase 
as the number of ranges increases; this is shown in Fig. 8, where 
a number of groups of ranges have been observed for demand 
factor, and these demand factors plotted as ordinates with the 
number of ranges as abscissas. 
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The result is a shot-gun diagram which interests us not so 
much in its upper limits as in its lower limits; that is, the worst 
condition which we are liable to experience in any given instal- 
lation is that for which we must make provision. The curves 
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through the points on the lower limits appear to have loga- 
rithmic characteristics and by plotting the points on logarithm 
paper (Fig. 9) we find that they approximate a straight line, 
that is, they follow roughly a logarithmic curve. 

Such a curve would have infinity as its upper limit and this 


1006 PEIRCE: ELECTRIC HEATING [Sept. 5 


we know is impossible, as the demand factor can never exceed 
the reciprocal of the average individual load factor. 

It is possible that this last statement requires a word of ex- 
planation as it is not self-evident. 

Consider ten installations, each with a demand of one kw., 
and an individual load factor of 10 per cent. The greatest 
demand factor, 10, would be secured when each individual 
installation was turned on for a tenth of the period and then 
turned off while a second was thrown on the line. The result 
would then be a demand never exceeding one kw. and a load 
factor of 100 per cent for the entire group. 

Let us apply this to the ranges tested. The connected load, 
which for convenience may be assumed as the individual max- 
imum demand of each individual range, will average about 
five kw. on the present types of electric ranges. These same 
ranges will each average a consumption of about 100 kw-hr. 
per month; that is, the individual installation will have a load 
factor of about 2.8 per cent. The reciprocal of 2.8 per cent, 
or 36, is then the maximum limit of the demand factor on ranges 
of this type. To reach this value it would be necessary for the 
combined load factor to be 100 per cent, which is of course 
impossible under present conditions as there are hours during 
the day in which there are no cooking operations being conducted. 

As an academic example this result might be secured from a 
central station supplying energy to consumers extending around 
the globe in a zone of perfectly uniform density. If the loga- 
rithmic curve is followed out to demand factor 36, it will be seen 
that this amounts to an infinite number of ranges to all intents 
and purposes. 

The theory, that demand factor will increase in accordance 
with a logarithmic rule will appear-more logical when it is re- 
membered that diversity and demand factor depend upon the 
theory of probabilities which has logarithmic characteristics. 

To get the greatest practical good from this theory it should 
be checked in a number of different localities by different ob- 
servers and the results compared; then, from the results, a rule 
adopted that would permit the probably coincident demand of 
a number of ranges to be more accurately predicted than is 
possible at the present time. These results should be of sufficient 
accuracy to enable the various electrical rules to be based upon 
them, so that it would not be required that excessive feed cables 
be provided for the care of apartment houses equipped with 


See 
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electric ranges, and so that the proper sizes of feeders and 
transformers for serving a load of ranges would be better 
computed by distributing engineers. 

It will be noted that the demand factors have been figured 
in the computations so far made on the basis of a five-minute 
peak. For practical purposes such a peak is unnecessarily brief 
so that the effect of a 30-minute peak has been indicated on 
Fig. 5 by a dotted line which represents the results of measuring 
the demand by means of a demand meter of the type that inte- 
grates a load over a series of definite half hour periods. 

Integrated peaks of half-hour duration will, of course, make 
the demand factor greater. This should be borne in mind in 
comparing charts taken in different cities. 

In making comparisons, there should also be noted the class 
of people by whom the ranges are used. Those referred to in 
this paper are representative of all the classes that will event-. 
ually do their cooking electrically. ‘They include families with 
incomes of less than $100 per month and homes in which the bill 
for current is a minor consideration. The apartment house 
dweller is, however, not as well represented as he should be. 
To show the effect of such consumers in helping to improve load 
factor, the demand factor of the ranges of one of the apartment 
houses in Salt Lake City is shown in Fig. 8. This demand factor, 
it will be seen is far in excesss of those secured from ranges in- 
stalled in homes in Spokane, the city in which the individual 
tests were made. At first, this does not seem logical, as one 
would think that the dwellers in the same apartment house 
would come from the same walk in like and would be likely to 
do their cooking at the same hours. The answer probably is 
that they do less regular cooking than do the families in their own 
homes. 

Another point that should be commented upon before leaving 


-.__ the subject of electric ranges is the average monthly consumption 


of the individual ranges in kilowatt-hours. This has been re- 
ferred to above as being about 100 kw-hr. It is true that the 
value, 100 kw-hr., represents approximately the average con- 
dition, but to say that this is the probable consumption of any 
particular electric range, is quite another thing; the truth of the 


-matter is that the consumption seems to vary between the limits 


of 50 and 250 kw-hr. while in exceptional cases the energy con- 
sumption of a range used by a farmer has been known to exceed 
400 kw-hr. during a single month. This condition appears 
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generally during the season of harvest when there is a large 
number of hands to feed. Attempts have been made to predict 
the consumption of a range by the size of the family by whom it 
is used; this the writer believes to be unsatisfactory as there 
are wide variations in habits between families of equal size. 

It will be noted that for the ranges observed the daily peak 
occurs very nearly at 6 p. m. In other words, it will coincide 
closely with the lighting peak. This is unfortunate, but when it 
is remembered that with a fair number of ranges in use, the 
demand factor will probably be 8, the feasibility of making this 
business profitable with a low rate per kilowatt-hour becomes 
clearer. 

For instance, if we assume a monthly consumption of 100 
kw-hr. per range, an average individual demand of 5 kw. and a 
demand factor of 8, we get the following results with a rate of 
3 cents per kw-hr. for energy: 


Révenule:perirangelper yea sini aei-tacieiaiet-te cil room steele ete $36 .00 
< “kw-year ol range demands (42: a eimee reer 7.20 
ce Se else Stat Ons ena nl Gyre et meer sere 57.60 


So far this paper has dealt only with the electric range; the 
next point to be considered will be the heating of water for the 
home. 

A supply of hot water is essential to the satisfactory use of 
the electric range; that this can, in many instances, be accom- 
plished electrically, is not questioned. The problem is, how it 
shall be done. 

To compete with coal, wood and gas, for hot water heating, 
electricity must be supplied at a very low rate. This can only 
be done by securing a high load factor for the service; by taking 
the supply from valley hours; or, by limiting the use of the 
heater to those hours when the range is not in use. 

A high load factor can be secured for this service by installing 
the heaters on flat rate and assuming that they will be used 
continuously; this has the disadvantage of superimposing their 
load on the existing peak. The revenue they return must then 
be sufficient to yield enough per kw-year to pay for all the fixed 
charges depending upon maximum demand at peak. 

The disadvantage of limiting the use of water heaters to the 
valley period of the system load is that a very large amount 
of hot water must be stored, as in most instances the valley 
hours are not of very long duration and occur at a time when: 
there is no need for hot water. The result is that if the hot water 
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supply is depleted during the day, there is no alternative for 
the consumer than to wait until the next day for more hot water. 
A further disadvantage is the expense of an installation to supply 
such a system. Time switch, large capacity heater, and large, 
well-insulated storage tank, all will be found to amount to a 
considerable sum. 

The third method of limiting the use of the heater to the hours 
when the range is not in use, has some of the advantages of both 
systems with less of their disadvantages; it can be controlled 
by a double throw switch or by a special rotary snap switch now 
on the market for that purpose. The diagram of wiring for such 
an installation is shown in Fig.10. The effect of such a water- 
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Fic. 10—W1rING DIAGRAM FOR ELECTRIC RANGE AND WATER HEATER 
CONTROLLED BY SPECIAL SWITCH 


heater load when superimposed on a load of ranges is shown in 
. Fig. 4. 
It will be seen from the curves on this figure that a load of 
42 ranges gave a peak of 33.41 kw. when operated without water 
heaters, (Curve A). When 21 of the ranges were equipped with 
600-watt water heaters on double throw switches, the peak was 
only increased to 37.47 kw. (Curve B). , 
A common rate for a 600-watt water heater operated in this 
fashion is $2.00 per month and if the ranges use an average of 
100 kw-hrs. each per month the rate for energy being 3 cents 
per kw-hr. they would return a revenue of $36.00 per year per 
range or a total revenue of $1512.00 for the 42 ranges. These 
ranges show a demand of 33.41 kw. which means a revenue of 
_ $45.00 per kw-year when operated without water heaters. 
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If 21 water heaters pay $24.00 each per year, we would get 
an additional revenue of $504.00, or a total of $2016.00 from 
the ranges and water heaters combined. The demand is now 
raised to 37.47 kw. which gives a return of $53.70 per kw-year. 
It is conceivable that the addition of such a water-heating load 
might make an otherwise unprofitable installation of ranges, 
profitable. 

Regarding the size of heater required for this purpose, there 
are few accurate data which can be offered. The 600-watt size 
appears to be the smallest that will work satisfactorily while 
it is seldom that a heater larger than 1.5 kw. is required. The 
number of people in the family, their habits, the size of the 
storage tank, the system of hot water distribution, all affect 
the results. 

Problems dealing with the electric heating of buildings are 
so large that they are felt to be beyond the scope of this paper. 
It is undoubtedly possible to secure a load of this nature when 
cheap power is available, in a locality whose climate is not so 
rigorous as to make the cost of heat units the main criterion by 
which the efficiency of the system will be judged. The writer 
feels, however, that his experience is so limited in this regard 
that anything said by him at this time might do more harm than 
good to the ultimate development of this field. 

Another field that will bear investigation is the question of 
how best to distribute for a range and water-heater load. The 
use of individual transformers for each range with no connection 
between the secondary lines is objectionable by reason of the 
high cost of installation. The use of safety devices between 
transformer secondaries for providing safety to adjacent trans- 
formers connected in multiple may make it possible to secure 
greater benefit from the large diversity that undoubtedly does 
occur between different groups of these appliances. 

The question as to how the electrical engineers of today can 
best promote the development of electric heating and cooking 
and whether there is any phase of this subject that has been 
neglected by the Institute to the detriment of the electrical 
heating and cooking field and to the standing of the profession 
of electrical engineering is worthy of our attention in closing. 

The electrical cooking of food does not appeal to the average 
engineer as worthy of his august attention, asit smacks too much 
of the work of the humble house maid. The big problems of 
large transformers and high-tension transmission appear far 
more important. 
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Is this position well taken? Is not the service of society the 
main object that should stimulate the engineering profession 
and is there any problem more worthy of the attention of the 
engineer than the problem of supplying food to the citizens of 
the community? Certainly this is a problem far more important 
than the problem of supplying the luxury of light. 

The humble work of heating water is certainly as vital to 
the advance of the community as any that may, on the surface, 
appear more poetic by reason of the handling in one unit of a 
large capacity of power. The cake of soap has been considered 
an index of the progress of civilization, but of what little use is 
the soap without hot water to use it with. 

The standards of the Institute have been looked upon by both 
the engineers of this country and by those abroad as indicative 
of the progress-ef the art and as representing the formulated 
practise of the country. Be it to our shame that there is in the 
rules of standardization no mention of the proper installation 
of electric cooking and heating appliances, and but one brief 
mention of the insulation of the heating and cooking appliances 
that are now in use on the lines of every central station in this 
country. 

In the early history of the art the engineer with mistaken 
ideas of dictating the possible for the practical, developed heat- 
ing and cooking appliances that impeded the growth of the use 
of electrical energy for the saving of labor in the home. Be it 
to the credit of a few men of wide vision that this is not the case 


today. 
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Discussion on ‘‘SoME FEATURES OF Domestic ELECTRIC COOK- 
INGAND HgaTING”’ (PEIRCE), SEATTLE, WASH., SEPT. 5, 1916. 


J. B. Fisken: I want particularly to call attention to the para- 
graph in which the author refers to the manner of heating build- 
ings. It is true that electrical heating of buildings may be 
practicable in one community and not in another. In our com- 
munity, where we have a temperature varying from, perhaps, 
twenty degrees below zero in winter to one hundred above in 
summer, itfwould require a very much larger installation to furnish 
heat for buildings than it would possibly in Seattle, where the 
temperature variations are not so great. 

C. E. Magnusson: It is essential, in order to secure a low price 
for electric energy, that we have a good power factor and a good 
load factor, and that there be taken into consideration a seasonal 
load factor as well as a daily load factor. If the heating of build- 
ings entirely by electricity is to be undertaken, it means that 
for a short period of the year there would be a tremendous peak, 
and the rest of the year the installation would stand idle. To 
install a system for supplying electric energy for heating purposes 
which would be adequate for two months of the year when the 
demand would be greatest, and during that time be obliged to 
supply several times as much power as in the other ten months, 
when the demand would be very low, seems to me to be out of 
the question. We can never do that, because it will never be 
practicable to provide the machinery which would be required 
to supply the heat consumed during that short period and al- 
low that machinery to remain idle during the balance of the year. 
Therefore, in order to provide a seasonal load factor, the heating 
of buildings by electrical energy, should only be auxiliary to 
steam or hot air heating systems, and the peak of the winter 
would be taken care of by the ordinary furnace. It would be a 
great relief here in Seattle if we could have a small amount 
of heat available in electrical form during the fall and spring 
months. We could operate our furnaces, then, for two or 
three months each year—probably two months would be all that 
would be required—and by following this plan, we would be en- 
abled to provide electric energy at a rate sufficiently low to make 
its use practicable for heating purposes. Some of the engineers 
of the city having in mind the paper that was presented this 
morning, asked us at the University to make some experiments 
in designing a heater of the induction type, having a high power 
factor. I think there is a general feeling that resistance heaters 
have too large a maintenance expense, and that the induction 
heaters on the market at the present time have too low a power 
factor to make them practicable. I will describe a hot water 
heater, modified so as to include an electric heating element, which 
was built at the University, and on which we have made a series of 
experiments. The core is an ordinary iron pipe and is surrounded 
by a copper layer sweated on to the pipe, forming the secondary 
coil; which in turn is surrounded by a primary coil connected to 
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the electric circuit. With that simple arrangement, we have an 
induction heater with a power factor of over ninety-eight and one- 
half per cent. I think that with a heater of this type used as 
auxiliary on a hot-water heating system of a house, good results 
could be obtained. 

W. D. Peaslee: There is on the market to day a heater con- 
structed on that identical principal, with the exception that they 
claim that it is not a short-circuit transformer. The big fault 
that I have to find with that type of heater—I made some 
tests on one this year—was that it is so very sensitive to 
voltage variations. That is, a voltage variation of two per 
cent as the machine is commercially manufactured at the present 
time, gives a current variation of something like forty per cent. 
You are all very familiar with the short-circuited current-voltage 
curve of a transformer. Unless you make the impedance of the 
secondary so high that you lose a great deal of the beneficial 
effect of low power factor, all induction heaters that I have had oc- 
casion to examine, are extremely sensitive to slight voltage var- 
iations. For instance one machine that I put under test this 
year was rated at 1200 watts, and if it was put on a commercial 
load in the city in which it was to be used, it would have fluctu- 
ated between 900 and 1700 watts, and I don’t believe the power 
companies care to have them connected with their feeders. If it 
is on a flat rate they are losing money onit. While that machine 
can be so designed as to give a very high power factor, at the 
same time its characteristics are such that it is very sensitive to 
low-voltage fluctuation. I know the one made in Portland has 
some kind of a silica flux put over the coils, and the only way to 
hurt it is to use current enough to actually melt the apparatus. 

L. F. Curtis: It may be of interest to know that this heater 
has practically a straight line curve between current and voltage. 
The reactance of the unit is so small that it has practically no 
effect. The iron does not become saturated and therefore has 
little influence on the performance. The particular unit in ques- 
tion was used in a seven-section radiator, and when run at about 
two kilowatts gave a rise of about fifty degrees above room tem- 
perature centigrade in an hour and a half. When run at one kilo- 
watt, the temperature was maintained at approximately fifty 
degrees above room temperature. The power factor was uni- 
formly above ninety-eight per cent in all of the tests run at 
different voltages. 

R. W. Pope: One of the authors of the paper this morning 
gave some figures in regard to household heating, lighting and 
cooking, which compared very well with my experience. My 
house is a nine room, frame structure clapboarded and shingled 
outside, and heated with hot air, and lighted with gas, with an 
_ auxiliary gas burning grate in the dining room which we have found 

exceedingly satisfactory. We can go into the house at any time 
of year, light it up and have heat available. We spend about 
$150.00 a year for all purposes, burning about fifteen tons of hard 
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coal at $6.50, the gas bill for all purposes averaging about $4.00 
per month. If the cost of electricity is $24.00 for heating water, 
and $36.00 a year for cooking, that would be a total of $60.00, 
leaving a $90.00 margin for the heating of the house. Heating 
by electricity is not considered economical, compared with other 
methods. : 

E. R. Perry: I think it will be interesting to consider the use 
of electric water heaters in connection with the electric range. 
It was first suggested, as stated in this paper, that a good load 
factor could be secured for this service by installing the heaters 
on flat rate, assuming that they would-be used continuously, which 
would have the disadvantage of adding their load to the existing 
peak. To eliminate this disadvantage the water heater was 
alternated with the entire range by a double-throwswitch arrange- 
ment. That condition gave rise to a little dissatisfaction, because 
the people, in preparing dinner, used a great deal of hot water, 
drawing it all out of their tank, and the small capacity heater 
provided did not heat the water up again soon enough for their 
purposes. It was then suggested, and in somie cases, they tried to 
alternate the hot water heater with a part of the range, and the 
question then rose as to what part of it. It might be operated with 
part of the oven of equivalent capacity, or some other part of the 
stove with equivalent capacity, but this was found to give the 
hot water peak on top of their range peak. So the proposition 
generally came down to the situation where it was found best 
to connect the water heater on a flat rate, and make the rate high 
enough to give a sufficient revenue, and not bother with the range 
at all, because a hot water heater of 500-watts capacity cannot 
be satisfactorily operated in connection with a range. 

Prof. Magnusson mentioned the seasonal load factor in con- 
nection with heating. I do not think that electrical heating will 
ever be very successful, as long as it is an auxiliary to other systems 
of heating. The general public will not have a duplicate system of 
heating installed in their homes, and use electricity as an aux- 
iliary. The output of a hydroelectric station in this section of the 
country usually runs greatest from the month of January to 
the month of July, and then falls off during the rest of the 
year. It is evident that the seasonal load factor, then, which 
would be desirable, would be to use electric heating from 
January until summer. Unfortunately, there are about three 
cold months, October, November and December, which come 
along, when there is not a great deal of water. In most hydro- 
electric systems, I dont think that a heating load, which will 
cater to the seasonal load factor, will do the job of heating 
the houses. Some arrangement will have to be worked out 
for electric heating, that will run any time or all the time that 
the people want it, and give them all the capacity they will need 
to keep warm. 

H. F.tHolland: I think possibly we will have to consider our 
own cities in making deductions. As engineers, you must not 
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overlook the fact that many houses are going to be heated by 
electricity. I will refer particularly to Idaho. Inaschool house 
there, something like 800 kw. of heat is used. In another case, 
about 500 kw. Many of the houses and the hospitals are heated 
by electricity. You will have to consider that you are not work- 
ing in Spokane, or New York, or the middle west, but you will 
have to consider conditions all over the country, and it is well 
worth your while to consider electric heat as among the neces- 
sary things to be supplied by your power systems. 

H. J. Gille: There is one thing in connection with this water 
heating proposition that has not been touched upon. Where 
heaters are used without any restrictions, and the heater is just 
a little larger than would be required for continous operation, a 
sufficient diversity factor will be obtained by the heater being 
used only during the night. 
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TEMPERATURE RISE OF INSULATED LEAD-COVERED 
CABLES 


BY RICHARD C. POWELL 


ABSTRACT OF PAPER 


After a brief historical note the factors that determine the 
rating of a cable are considered. 

The thermal conductivity of a cable is expressed in terms 
of the volume thermal conductivity of the insulation, the 
surface thermal conductivity of the lead sheath, and the dimen- 
sions of the cable. The values of the thermal conductivities as 
given by various observers including the author are compared. 
A diagram is shown for readily obtaining the thermal conduc- 
tivities of one-conductor cables, and tables are given of the 
carrying capacity of one-conductor cables for various duct 
temperatures and thicknesses of insulation. Factors are added 
so that the carrying capacity of multiple-conductor cables may be 
taken from these tables. 

Sometimes the lead sheath of a cable carries considerable 
stray current. A formula is given for calculating the increased 
temperature due to such current. 

The carrying capacity of a cable is largely determined by the 
thermal properties of the duct line in which it is installed. This 
feature is discussed briefly. 

The overload or intermittent rating is calculated from a 
formula involving the thermal capacity of the cable multiplied 
by afactor. Experimental values of this factor for several types 
of cables are given. A formula is given to take account of vari- 
able air temperature. 

Various formulas given in the paper are developed in three 
appendixes. 


I.—INTRODUCTION 


HE limitation of the current-carrying capacity of elec- 
trical conductors due to heating effects has been a subject 

for investigation since 1849 when Joh. Miller’ starting with 
Newton’s Law of Cooling, arrived at the result that, for bare 
wires of the same material, the current required to produce 
the same rise of temperature varies as the 1.5 power of 
the diameter. We now know this to be incorrect as 
the exponent is nearer 1.25. However, the subject was not 


1. Gltthen von Metalldrahten durch den galvanischen Strom. Bericht 
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really seriously considered by engineers until taken up by Forbes? 
in 1882. Since then quite a number of investigators have 
published data relating to the heating of wires and cables, and 
avery good resume—of the whole subject up to 1905 is given by 
Teichmiiller in his ‘‘Die Erwarmung der Elektrischen Leitungen.”’ 

Since Eurpoean practise is to employ armored cables buried 
in the earth, we find very few European data of any real practical 
value to American engineers desiring information on lead covered 
cables for a draw-in system. 

It was not until 1905 when Fisher published the results of 
some quite extensive tests at Niagara that current ratings for 
lead-covered cables began to take definite shape. Based upon 
these tests, Fisher published in 1906 a table of current ratings, 
which has been quite extensively used by engineers. 

This table is to be considered more as a good safe rule applic- 
able under somewhat unfavorable conduit conditions, rather than 
data which enable an engineer to rate a cable intelligently in 
accordance with the actual] conduit conditions. It is to be noted 
that Atkinson in 1913 at the discussion of an Institute paper by 
Atkinson and Fisher, gave the results of some tests in a form more 
suited to the use of engineers. This paper and discussion will 
be referred to later. 

Previous to the above mentioned table by Fisher, cables were 
usually rated according to some rule allowing a certain number 
of amperes per unit area, generally thousand circular units or 
square inch; and Fisher’s work was a very great advance. 

In order to expedite matters for a subject such as cable ratings, 
where there is an almost endless variety of conductor sizes, 
insulation thickness, types of make up, etc. and at the same 
time make it possible to compare properly the work of various 
investigators, the problem must be reduced to its simplest 
physical terms. That is, the complexity must be reduced by 
considering only the independent physical constants. Once these 
have been established, any engineer having the dimensions of 
a cable, and sufficient data upon the surrounding temperature 
may obtain a dependable rating cable. 

In searching through the available literature, the erie: has 
found only a few papers that conform to the above requirements 
and which may, eer) be a basis for proper comparison. 
These are: 


a 
2. On the Thickness of Wires Required to Carry Different Electric 
Currents without Overheating. Electrician (Tgaden) 1882. 
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Mie,—Uber die Warmeleitung in einem verseilten Kabel, 
Elekt. Zeit. 1905. 

Melsom & Booth—The Heating of Cables with Current. 
Jour. Inst. Elec. Engrs. Vol. 47—1911. 

Atkinson and Fisher—Current Rating of Electric Cables, 
Trans. Am. Inst. Elec. Engrs. 1913, p. 325. 

Dushman—The Heating of Cables Carrying Current. TRans. 
Am. Inst. Elec. Engrs. 1913, p. 333. 

The purpose of the present paper is to discuss more particu- 
larly the carrying capacity of paper-insulated cables, although 
it will be evident that much of what follows is applicable to 
cables insulated with other materials. 


II—RatTinG oF CABLES 


The rating of an insulated cable is determined by 
A. —Continuous rating. 

1. The maximum temperature at which the insulation 
may be operated without undue deterioration. 

2. The thermal conductivity of the cable. 

3. The thermal condition and properties of the surround- 
ing medium, usually the air in a conduit system. 

B. —Overload or intermittent rating, in addition to 1, 2, and 

3 under A. 

4. The thermal capacity of the cable and surrounding 
medium, that is, the ability of the cable to store 
a portion of the heat released in the conductor, and 
thereby, for short periods of time, to put less demand 
upon the cable as a dissipator of heat. 

It is demonstrated in works on heat and is a fact so well known 
as not to require proof here that the thermal conductivity of an 
infinite hollow cylinder in watts per cm. of length per deg. cent. 
is . 

2 
a (1) 


In 7 


hey = 


specific thermal conductivity of the material in 
watts per deg. cent. per cm. 
In = Naperian logarithm 
d, = outer diameter of cylinder 
d = inner diameter of cylinder 
For a cable, d; and d are, of course, the inner diameter of the 
lead sheath and the diameter of the conductor respectively. 


in which A 


~ 
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In applying equation (1) to thermal measurements of cables, it 
is necessarily assumed that the conductor and the sheath are in 
very close contact with the insulation, and that there is no 
appreciable temperature drop from the conductor to insulation 
or from insulation to sheath. This assumption may not be 
correct; hence it is always advisable to obtain values for 
X from measurements on actual cables instead of from the in- 
sulation taped up on cylinders, etc. It may be said, however, 
that equation (1) when applied to cable measurements gives 
consistent values. 

The surface thermal conductivity of the lead sheath to air 
is, in watts per cm. of length per deg. cent. 


ko = 1 d3h (2) 


where h = specific surface thermal conductivity for lead to 
air in watts per deg. cent. per cm’. 
d3; = outer diameter of the sheath in cm. 
The thermal conductivity of the cable, that is, the watts per 
cm. per deg. cent. difference in temperature of the conductor 
and the air surrounding the lead sheath is 


ie ky Ro 


eke as (3) 


This expression is at once recognized as that giving the elec- 
trical conductivity of two conductors in series and the analogous 
thermal conductors in series are the insulation and the lead 
sheath. 

It is now readily seen that it is only necessary to agree upon 
values for \ and h in order to establish ratings for all one-con- 
ductor cables. Various observers have obtained somewhat 
widely differing values for these. 


VALUES FOR X\ AND h, 


oN h 
Observer 
for saturated paper for lead sheaths 

Melson atid Booth. 7... are 0.00102 to 0.00134 0.00088 to 0.00155 
Atkinson and Fisher,....... 0.00100 to 0.00115 0.00083 to 0.0096 
Powells jweiwiek scoaialdenens 0.00081 to 0.00114 0.00090 to 0.0011 
DUshmeamssyex ete. ataeiees 0.00081 to 0.0011 
4Symons & Walker......... 0.00142 to 0.0017 


1. The Heat Paths in Electrical Machinery, Jour. Inst. Elec. Engrs., Vol. 48. 


These values were obtained by wrapping the paper on a copper cylinder which was then 
placed in an oil bath. 


yt 
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It will be apparent, after examining into the conditions of 
the cables tested, that the above values are in reasonable agree- 
ment. Atkinson and Fisher state that they tested new cables 
with bright lead sheaths, and Dushman presumably made his 
tests upon new cables. The writers’ values are from tests on 
old cables taken from service as well as on new cables, and it 
is to be especially noted that the variation in } is greater than 
that given by any other observer, excepting Melson and Booth, 
and the writer is unable to state anything regarding the age of 
the cables tested by them. 

The values 0.00114 for \ and 0.0009 for h were found for new 
cables with well saturated paper and bright sheaths, and are in 
very close agreement with the values by Atkinson and Fisher. 

The value 4 = 0.0011 found by the writer for lead with dis- 
colored and roughed surface is the same as Dushman’s value for 
lead painted black. It is, of course, well known that lead under 
these conditions is a better thermal dissipator. 

The value 0.00081 for \ was measured upon a piece of 500,000- 
cir. mil. 5/32-in. lead cable which had been in service for a 
number of years. The paper was in excellent condition and of a 
very strong quality. It was so dry, however, that there was not 
a trace of free oil and it had the slightly translucent appearance 
of thick oiled paper. ‘The writer has tested a number of pieces 
of old cables taken from service and the values for } all ranged 
from 0.00081 to 0.00092, none showing so good values as for 
new, well saturated cables. 

In the writer’s opinion the degree of saturation and hence the 
age (since there is more or less continual drying action in service) 
has an important bearing upon the carrying capacity of paper 
insulated cables. 


THERMAL CONDUCTIVITIES IN WATTS PER Fr. PER DeEG. CENT. OF NEW AND OLD 
PAPER-INSULATED CABLES 


Observer 
Thickness 
Size of 
cir. mils - insulation ' Atkinson & Fisher Powell 
A.I.E.E. 1913 

500000 4/32 0.21 

500000 5/32 0.19 
1,000000 4/32 0.275 0.26 
1,000000 (new) 4/32 0.308 
1,150000 4/32 0.31 0.318 


ee cee atttEtttSSSSSISINSISSISSSIIISSISSSES ESSE 
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Although the thermal conductivity of the paper decreases with 
service, that of the lead increases, and the two effects just 
about balance, so that an old cable has nearly as good carrying 
capacity as a new one. 

The values due to Atkinson and Fisher are for new cables 
and are those calculated from the table given in the discussion 
of their previously mentioned paper and increased by 12 per cent 
to agree with their test values. Except as noted;-the writer’s 
values are for old cables. 

Values of \ and h to be Used in Determining Carrying Capacity. 
The above mentioned table recommended by Atkinson and 
Fisher is based upon A = 0.00100 and h = 0.000833. 

It is believed that the value of A is too high for cables after 
" several years service, and h is too low even for new cables after 
being exposed to the air for afew months. The writer, therefore, 
proposes ratings for paper cables based upon A = 0.00085 and 
h = 0.001. First class cables, particularly, in a short time after 
installation, will usually show 15 per cent to 20 per cent greater 
carrying capacity than that calculated from these values, and 
most old cables of the same quality, 10 per cent greater. However, 
allowance must be made for paper and saturation which may not 
be of the best, for inaccuracies of measurements on cables in a 
conduit system, and some uncertainty as regards heating due 
to sheath currents. 

If ¢ is the thickness of insulation in inches and \ = 0.00085, 
equation (1) becomes 


_ 27X 0.00085 


ky 
rs (1 a 3) 


x 30.5 


rae. watts per ft. per deg. cent. (4) 
Similarly, equation (2) becomes, if ds is in inches, 


ko = 7 d3 X 0.001 X 6.45 & 12 
0.244 d3 watts per ft. per deg. cent. (5) 


ll 


These two equations suggest a comparatively simple diagram 
for obtaining z, the thermal conductivity of the cable. Such a 
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diagram is Fig. 1, proof of which is given in Appendix I. To use 
the diagram proceed as follows: 

Follow the ordinate through the given value of ato its inter- 
section with the curve C, thence horizontally to the scale at the 
left. Through this point on the vertical scale and the value 
for d; on the lower horizontal scale pass the edge of a transparent 
triangle or straight edge, and the intersection of this with the 
line L is k read off on the vertical scale. 


THERMAL CONDUCTIVITY 


Fic. 1—D1aGraM GIVING THERMAL CONDUCTIVITIES OF ONE-CONDUCTOR 
PAPER-INSULATED LEAD-COVERED CABLES. 


With the help of this diagram, the three curves in Fig. 2 have 
been drawn. These curves give the thermal conductivities of 
one-conductor paper cables for various sizes of conductors and 
three thicknesses of insulation, viz. 4/32 in.; 8/32in.; and 16/32 
in. Values for any intermediate thickness of insulation may be 
readily interpolated. 

As a maximum safe temperature for saturated paper 85 deg. 
cent., the value allowed in the Rules of the Institute may be ac- 
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cepted with every assurance that it is conservative and does not 
represent the maximum temperature that this material will stand 
without deterioration. The Institute Rules call for a reduction 
from 85 deg. cent. of one degree for each thousand volts of 
operating voltage. 
The maximum current carrying capacity, or the rating of a 
cable is given by 
Wo I? rp = k (0 — 6a) (6) 
in which J = the current in amperes 
W, = watts lost per ft. at temp. 0 
ry = resistance, per ft. at temp. 
6 = maximum allowable temperature for the conductor 
6, = temperature of air in duct. 


I 


0.30 


THICKNESS OF INSULATION 


THERMAL CONDUCTIVITY 
WATTS PER FT,/ DEG. CENT. 


0 

0 

0 
000 


j=) 
oO 
wo 


ot 0 ’ 
SIZE OF CONDUCTOR IN THOUSANDS OF CIRCULAR MILS, 


Fic. 2—THERMAL CONDUCTIVITIES OF ONE-CONDUCTORPAPER-INSULATED 
LEAD-COVERED CABLES 


° 
° 
So 
a 


It is sometimes assumed, that the thermal conductivity of 
paper has a positive temperature coefficient comparable in value 
to the negative temperature coefficient’ of copper, so that the 
increase in loss due to the latter may be neglected. In order 
to check this point, the writer made the following test. The 
copper core was removed from a piece of 1,500,000 cir. mil 
7/16 in. paper and §-in. lead cable about 75cm.long. A heating 
coil was wound on a piece of insulated pipe and covered with 
asbestos taping to such a diameter as just to fit snugly into the 
space formerly occupied by the copper. This core was then 
wound with fine copper wire to be used as a thermometer coil, 
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which was in rather good contact with the paper when the core 
was finally slipped into place. To guard against the escape of 
heat at the ends, they were filled for several inches with felt. 

The values of \ for core temperatures of 75.5 deg. cent. and 
118 deg. cent. differed by less than 2 per cent. The writer, 
therefore, concludes that the above assumption is incorrect. 
Moreover, it is to be particularly noted that the error in neglect- 
ing the temperature coefficient of copper is not on the safe side. 
In the following tables }-in lead has been assumed. Although 
the smaller cables invariably have thinner lead, the difference 
from § in. is not sufficient to cause appreciable error. 


III. Tapes oF CARRYING CAPACITY, IN AMPERES, OF ONE- 
ConpbDucTtorR PApPER-INSULATED LEAD-COVERED CABLES. 


TABLE I. 
INSULATION 4/32 IN. WORKING PRESSURE 750 VOLTS. MAXIMUM TEMPERATURE 85 DEG, 
CENT. 
Temperature of air in duct deg. cent. 
Size 
30 40 50 60 70 

4 133 120 106 90 70 
3 154 139 122 104 80 
2 181 164 144 122 95 
1 200 182 160 136 105 
0 240 220 192 163 126 
2-0 277 250 220 187 145 
3-0 320 290 256 217 168 
4-0 376 340 300 254 197 
250M 418 380 333—C- 282 219 
300 475 430 379 320 248 
400 570 515 454 385 298 
500 670 608 535 454 351 
750 870 790 695 590 456 
1000 1070 970 855 725 560 
1250 1240 1120 990 840 650 
1500 1410 1275 1125 950 735 
2000 1700 1535 1355 1150 890 
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TABLE II. 


INSULATION 8/32 IN. WorKING PressuRE 5000 VOLTS. MAXIMUM TEMPERATURE 
80 Dec. CENT. 


Temperature of airin duct. Deg. cent. 


Size 
30 40 50 60 70 
4 125 112 97 79 56 
3 145 129 112 91 64 
2 166 149 129 105 74 
1 181 162 140 115 81 
0 214 192 166 135 96 
2-0 251 225 195 159 112 
3-0 290 259 225 183 130 
4-0 339 303 262 214 151 
250M 371 332 288 235 166 
300 431 385 333 272 192 
400 519 464 402 328 232 
500 610 545 472 386 273 
750 785 702 609 497 352 
1000 955 855 740 605 427 
1250 1100 980 850 695 490 
1500 1255 1125 970 795 560 
2000 1510 1350 1170 955 675 
TABLE III. 


INSULATION 16/32 IN. WorKING PRESSURE 15,000 VoLTs. Maximum TEMPERATURE 
70 DreG, CENT. 


Temperature of air in duct. Deg. cent. 
Size 
30 40 50 60 

4 107 93 76 53 
3 122 106 86 61 
2 139 120 98 70 
i 152 132 108 76 
0 181 157 128 90 
2-0 208 181 147 104 
3-0 239 207 169 120 
4-0 284 246 201 142 
250M 312 270 221 156 
300 351 805 248 175 
400 420 364 297 210 
500 490 423 345 245 
750 632 548 447 316 
1000 766 664 542 383 
1250 900 780 635 450 
1500 1015 880 720 510 
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IV. Carryinc Capacity oF MULTIPLE-CoNDUCTOR CABLES 


The preceding tables may be used for multiple-conductor cables 
by applying the following factors to the carrying capacity of 
one-conductor cables having the same total thickness of insula- 
tion. 


Number Type of cable Multiply one conductor 
conductors capacity by 

2 Flat or Figure 8 87 per cent 

2 Round 80 do 

2 Concentric 75 do 

3 Round 70 do 

3 Oval Sector 77 do 

3 Cloverleaf Sector 80 do 

4 Round 67 do 


Thus, the carrying capacity of a 4/32 X 4/32-in. round, 
three-conductor cable is 70 per cent of that for an 8/32-in. one- 
conductor cable. 

The subject of multiple conductor cables is treated more fully 
in Appendix II. 


V. ~INcREASE OF TEMPERATURE DuE TO SHEATH CURRENTS 


It happens, not infrequently, that cable sheaths carry con- 
siderable current. This current may be stray railway, or neutral 
or currents induced by alternating currents in neighboring 
one-conductor cables. 

Let w = watts per ft. loss in conductor 
w’ = watts per ft. loss in sheath 
k, ki, and ky = thermal conductivities, for cable, conductor 
to sheath, and sheath to air, respectively. 
6 = conductor temperature above initial 
6’ = sheath temperature above initial 
Then w = k, (0- 0’) 
WwW + yw’ = ko @’ 


Eliminating 0’ we have 


w w’ 
Yeates 


or, the temperature of the conductor is increased by the amount 
ot which is the temperature the sheath would have with the 


ke’ 
same current in the sheath but no current in the conductor. 
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As anexample; a t,000,000-cir. mil 4/32-in., in. lead one-con- 
ductor cable which has a sheath resistance of 0.00017 ohms per 
ft. will operate at an increase in temperature of 5 deg., 17 deg. 
and 40 deg. with sheath currents of 100 amperes, 200 amperes and 
300 amperes respectively. The effect of small or moderate 
sheath currents may be neglected, but large currents must be 
avoided. 

VI. Cas ies In Duct LINEs 

The carrying capacity of a cable islJargely determined by the 
thermal properties of the duct line in which it is installed, and 
hence, will vary greatly with type of construction and character 
of soil. In order to determine the proper carrying capacity —of 
cables with any degree of reliability, it is necessary to make a 
temperature survey of the conduit system. Or, at least, sufficient 
data must be gotten covering the various types of construction 
and soil conditions to enable one to make a reasonably accurate 
estimate of temperatures. 

It will be found that the thermal conductivity of a duct 
line is a constant, and is 


k= ea i watts per ft. per deg. cent. (13) 


u 


I 


where w = total watts per ft. loss in duct lines. 
dg = mean temperature of air in ducts 
9, = temperature of air at surface of street 


This equation will apply after the temperatures in the ducts 
have become steady, usually only after one or two weeks. It is 
to be noted that the temperature of the external air has an 
important bearing upon the subject and that, under otherwise 
similar conditions, a duct line will run much warmer in summer 
than in winter. 

In practise, loads are seldom steady; hence, the temperature 
of the air in ducts follows, more or less closely, the load varia- 
tions, although it will be found that the earth directly in contact 
with the conduit changes only with the seasonal variation of 
load. 

The problem may conveniently be divided into two parts; 
viz., one having to do with heat transference from the air in the 
dees to the earth directly in contact with the conduit, and the 
other with transference from the earth to the air at the surface. 


~~ 
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For the first, the thermal conductivity is 


kg = eon watts per ft. per deg. cent. (14) 


In this, w = maximum watts per ft. loss at stationary 
maximum temperature 04 for air in ducts. 
6, = soil temperature. 
For the second, we have 


Ws 
k= 7 gags watts per ft. per deg. cent. (15) 
where W, = average watts per ft. loss for a given load 
cycle. 


For most loads the cycle is probably a week. 

All thermal measurements on duct lines should be made mid- 
way between manholes, as this is the warmest point. Soilunder 
pavements which are a considerable distance from unpaved 
sections rarely has the variation in moisture content found in 
soil under unpaved streets. Hence, measurements in soil under 
pavements as above may be made at almost any time of the year, 
but in other soil should be taken at the dryest season. : 

The losses wg and w, may be calculated from the station load 
reports, and 8gis taken with a recording thermometer. Measure- 
ments for 6g should be taken in several ducts, particularly if 
there is a large number in the run. 

After kg and k, have been obtained the effect of change in 
loading for the cables already installed, or effect of additional 
cables may be calculated. 

Let wg’ be the maximum duct loss, and w,’ the mean loss over 
the cycle for the whole conduit, both in watts per ft. after the 
change. 

Then the new soil and duct temperatures are: 


ges Ws" 
67 peat Bi 64 
‘— wa" = wa! Ww," | : 


It is hoped that the preceding discussion of duct line tempera- 
tures may assist in forming a clear conception of the physical 
principles involved. For only in this way may we expect to 
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make a duct line in any degree, amenable to design as a dissi- 
pator of heat. The writer does not wish to leave the slightest 
impression, however, that judgment and experience are not of 
the highest importance in designing duct lines and may be re- 
placed by some equations and a table of data. But unless backed 
up with quantitative information, “judgment and experience” 
are apt to be nothing but snap judgment and mental impressions. 

If the large investments in duct lines and cables are to be 
operated with the greatest economy and reliability, it is very 
necessary that we increase materially our rather meager supply 
of information on the question of heating in conduit systems. 


VII—OVERLOAD OR INTERMITTENT RATING 
If a constant load, in amperes, is applied to a cable, the temper- 
ature rise of the conductor, at any time after application of 
the load, is given by the equation 


k-aw 


Gis 0 (vent) aes (liana : =) (11) 


k-—aw 


in which 6 = temperature rise above initial temperature at 
time f, 


0 = final temperature rise, 
€ = base of Naperian logarithms, 
k—- aw 


B= —— = constant, 


= time in hours. 

w = watts loss per ft. at initial temperature. 

a@ = temperature coefficient of copper referred to 
initial temperature. 

constant depending upon thermal capacity of 
cable. 


~ 
| 


o 
ll 


It is sometimes assumed that c is equal to the total thermal 
capacity of the cable, which is, of course, assuming that the 
rate of temperature rise is the same for all parts of the catle. 
This assumption is incorrect. It is at once apparent, for example, 
that the rate of temperature rise of the lead sheath is not SO 
great as that of the conductor, particularly, for heavily insulated 
cables. The error is not appreciable for small cables, but for 
large well insulated cables the above assumption leads to results 
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which are in error on the danger side, that is give too small a 
value for 8 and hence a lower temperature rise in a given time 
We may put 


C= + p(e2.+ 3) (12) 
where ¢, = thermal capacity of the conductor in watt- 
hr. per ft. 
cz = thermal capacity of the insulation in watt-hr. 
per ft. 
c3 = thermal capacity of the lead sheath in watt-hr. 
per ft. 
b = constant, depending upon the type of cable. 


Some values for as found by the writer follow: 


EXPERIMENTAL VALUES FOR CONSTANT 2. 


No. Size Thickness of Thickness D 
conductors conductor insulation Lead 
1 4/0 7/16 Paper 4 0.81 
500,000 b/s2 = = $ 0.70 
1,000,000 4/32 * $ 0.70 
1,500,000 4/32 “ 4 0.77 
3 4/0 13/64 X13/64 Paper 3 0.595 
250 M Submarine |(6/32 rubber + 2/32] 5/32 + 41 0.59 
Var. Cl.) X 5/32 No. 4 Steel 
Varewl. Armor Wires 


From data given by Dushman for a one-conductor 250,000, 


4/32-in. rubber cable, p was found to be 0.80. 
Hence, for practical purposes, it appears that we may put 
pb = 0.75 for one-conductor and p = 0.60 for three-conductor 


cables. 
The following quantities may be used in calculating the thermal 


capacity of a cable. 
THERMAL CAPACITY IN WAT?T-HrR. PER INCH CUBE 


WOPPEN, 1fOll_Steele. eee eae 0.01525 

Wee HOR ia. ci hale. oka, 6 Satach or suelel og dons feeb oes 0.0064 

FRAT CTE PRM casos oncist slo a ereret nel 6 os eegaors ars 0.00625 (Dushman 
0.0047 


For a further discussion of equations (11) and (12) see Appendix 


EE: 
In Fig. 3, is shown some test curves together with those 


plotted from equations of the form of (11), 
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With the assistance of a curve, Fig. 4 giving (1 — €*) 
for various values of 8t, we may very readily obtain the tempera- 


ture at any time #, provided the final temperature 9, and the 


70 __—_—_ * 
A a ee 
60 =e 


ee 
van 


TEMPERATURE RISE - DEG. CENT. 


eed 

eae 

=e 

Bee makers 
Pe ee 


| Se 


2 4 5 6 
TIME - HOURS 
Fic. 3—RATE OF TEMPERATURE RISE OF CABLES 
Load Equation 
Curve Type of cable amps. 

A 4/0 3-conductor round 13/64 X 13/64 paper #/ead 300 —0.83 t 
6=69 (1 —e ) 

5 ‘ —0.86t 
B 1,500,000 cir. mil 1-conductor 4/32 paper } lead 1500 @=62(1 —.e ) 

—1.4t 
. 500,000 c.m. 1-conductor 5/32 paper } lead 500 @=30(1 —e ) 


250,000 c.m. 3-conductor submarine (6/32 rubber -+ 

2/32 var. cl.) X 5/32 var. cl. 5/32 lead and 41 

No. 4 steel armor wires. 310 @=17(1 — ¢— 1.051 ) 
Points calculated from equations shown X. 


time constant 8 are known. These, however, may easily be 
computed with the preceding equations and data. 

For example, let it be required to find the time for a 1,000,000- 
cir. mil 4/32-in. paper cable to reach 85 deg. cent. starting at a 
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temperature of 40 deg. cent. with a load of 1200 amperes. It is 
assumed that the temperature of the surrounding medium 
remains constant at 40 deg. 


w, at 40 deg., = 17.0 watts per ft. 
a (40 deg. reference) = 0.0036 


2 SS Oy 
God 
Ww ky 5 


areca OLD 1 = 81 deg. cent. 


(1-e€ #) 


Fic. 4—CurveE oF (1 —<~?+) 


The rise is to be 45 deg., hence 


45 
Ale exh t= .0,556 
gees ) 


From the curve (Fig. 4), we find Bt = 0.8 


k—-aw_ 0.21 _ 
But B = C eit, 


= t 50 minutes. 
and therefore, = 0.8 hour, or abou 
In general, the duct temperature increases simultaneously 


with that of the cable, and usually at approximately the same 
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rate. If this increase is small, that is, 5 or 10 deg., we may 
simply add this increase to the final temperature. For instance, 
in the above example, if the final duct temperature had been 
50 deg. instead of 40 deg., we should have had 6 = 91 deg. and 
the time about 40 minutes. 

If the increase in duct temperature is large, the temperature 
coefficient of copper should not be neglected. A more correct 
value for the final rise of a cable is 

Here, 0; is the final rise the cable would have at constant 
duct temperature, and ,» is the final increase of duct air tempera- 


Fic. 5 


ture. For the general equation involving variable air temperature 
see Appendix ITI. 

Many of the cable tests, from which the data given above were 
taken, were made by the Laboratory Department of the Pacific 
Gas and Electric Company, San Francisco, and the writer de- 
sires to thank Mr. Knopp, the Superintendent and his staff for 
the very careful manner in which these were done. 


APPENDIX I. 


DIAGRAM FOR FINDING THERMAL CONDUCTIVITIES OF ONE- 
Conpuctor CaBLEs 
This construction is based upon a well known geometric 
construction which is sometimes used for finding graphically the 
circuit resistance of two resistances in parallel. 
Two perpendicular distances k, and ky (Fig. 5) are erected at 
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the ends of a given line and the top of each is joined to the foot 
of the other by a straight line (the lines L and M in the figure). 
The perpendicular dropped upon the base line from the inter- 
section of these two lines (k in the figure) is connected to 2, and 
ke by the relation 

1 1 ky ko 


iad ee Ae 


1 
k 


By plotting the equation k, = Sue the “curve” Cis 


In(1+ 1) 


obtained giving k; for any value of a 


The straight line {Z in the figure), ke = 0.244d3, is next drawn. 
After the point k; is found by means of the curve C, k is given, for 
any value of d; by the intersection of the line L and the line M 
through k; and the point P distant d; from 0. The thermal 
conductivity k is, of course, read off on the same scale as ky. 

It is more convenient to place a transparent straight edge 
through k; and d; than actually to draw the line. 


APPENDIX II 
MULTIPLE-CONDUCTOR CABLES 

The thermal conductivity, k; from conductors to sheath for 
multiple-conductor cables having the conductors laid up in a 
single layer may be calculated from an equation given by Mie 
in his paper previously mentioned. This equation covers the 
usual two-, three-, and four-conductor cables for power pur- 
poses, and is 


2n7TxX 
oF tt ft. per deg. 
ky HA ee We niin watts per ft. per § 


cent. in which 2 = number of conductors 


z ay 
a=(z 
R,—(n+1)r 


LE ON aa es l)r 
r = radius of conductors 
R, = radius of circle circumscribing the con- 


ductors 
R, = inner radius of lead sheath 
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R,; and R, depend upon the size and number of conductors 
and thickness of insulation. 

If ¢; and ft. are the thicknesses of insulation for conductors and 
belt respectively, then 


R,=Rithtt 
and R, = 2r + 4;, for two-conductor round cables 


Ky = ee +r = 2.16r + 1.15t, for three conductors 
Ke = eee +r = 2.427 + 1.41¢; for four conductors 


The quantity (1 — a8) + V(i — a) (1 — 2) = is approx- 
imately a constant for a given type of cable, and the following 
values may be used, 

1.90 for two conductors, and 

1.96 for three and four conductors. 

Equation (7) may, therefore, be somewhat simplified. We 
may put 


R, = (a -b b) r 
2n 
whereupon, a — 8B = a (1—g) = O A a 
and, finally, k,; = ann 
in ——*— (8) 

n wR 

Ry a? 

m 


That is, a multiple-conductor cable has the same thermal 
conductivity as a one-conductor cable of the same outside sheath 
diameter and a conductor diameter equal to 


In practise, it is scarcely worth while to make calculations for 
the various sizes of conductors and thicknesses of insulation as 
it will be discovered that the factors for applying to one-conduc- 
tor cable ratings do not differ by more than 5 per cent. To find 
the carrying capacity of a multiple-conductor cable, apply the 
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following percentages to the carrying capacity of a one-conductor 
cable having the same total thickness of insulation. 


No. Conductors Multiply One-conductor Capacity by 
2 80 per cent 
3 70 «“ “ 
4 67 “ “ 


Two-ConbDucToR FLAT AND THREE-CONDUCTOR SECTOR CABLES 


In addition to the above there are frequently used two-con- 
ductors flat and figure 8, and multiple sector cables. Sector 
cables are of two types, oval and clover leaf. The oval is laid 
up with fillers and the clover leaf without. It is evident that 
sector cable has greater carrying capacity than round, and that 
the clover leaf is somewhat better in this respect than the oval. 
The writer has found by test that a 4/0, 13/64-in. X 13/64-in. 
paper, three-conductor, oval sector cable has 12 per cent better 
carrying capacity than a similar round cable. 

It is believed that the following percentages may safely be 
applied to two-conductor flat and three-conductor sector cables. 


Type of Cable Multiple One-conductor Capacity by 
2 Conductor, flat 87 per cent 

3 “ Oval sector hfe ns 

3 ie Clover leaf sector Ue 


Two-Conpuctor CONCENTRIC CABLE 
Concentric cable is sometimes used for direct-current feeders 
where duct capacity is limited. 


Let d = diameter of inner conductor, 
d, = inner diameter of outer conductor 
dz = outer diameter of outer conductor 
dz; = inner diameter of sheath 
ds = outer diameter of sheath 


total area of both conductors 
area outer conductor 


a= 


The slightly increased loss in the inner conductor due to 
operating at a little higher temperature than the outer may be 
neglected. Sometimes the area of the inner conductor is made 
larger in area than the outer. 

The thermal conductivity is 
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(a ki) 3 ko! 


= a watts per iL. per Ger scent. 
Amore mean (10) 
: : eek Rs 
in which ky’ = ora 
aah 2a Xx 
ln ae 
d 
Pe 2aX 
ln ie 
dy 
ks = 0.244 dy 


The carrying capacity of a two-conductor concentric cable 
with conductors of equal area may be taken as 75 per cent of 
that for a one-conductor cable. 

Increasing the size of the inner conductor is of very little 
advantage, for example, a concentric cable with 1,250,000 cir. 
mil inner conductor and 1,000,000 cir. mil out has only about 
9 per cent greater carrying capacity than a cable with both 
conductors 1,000,000 cir. mil. 


APPENDIX III. 


RaTE OF TEMPERATURE CHANGE OF A ONE-CONDUCTOR LEAD- 
COVERED CABLE 


In order to develop the theory of temperature rise of cables, 
one might follow along the usual lines of mathematical physics, 
but it will soon be evident that the mathematical difficulties 
are such that a rigorous development is not suitable for engineer- 
ing purposes. The following discussion may be of interest. 

It may be shown experimentally that the following equation, 
which is only approximately true but sufficiently so for engineer- 
ing use, gives the rise of temperature of any part of a one-con- 
ductor cable from the time load is first applied: 


0, = 0, (1.— 78+) 231) 


in which 6, = temperature at time ¢ and at any point P between 
- the conductor and the lead sheath distant r from 
the axis of the cable, including also the conductor 

and the sheath. | , 
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0,= final temperature (at t = ) at the point P. 
€ = base of Naperian logarithms 


6 = constant for any given cable and loading. 


With this assumption, the quantities 6, and 6 may be ex- 
pressed in terms of known physical constants and the dimensions 
of the cable. 

In the following, all temperatures are in degrees centigrade 
above the initial temperature assumed constant. 

Let w = watts per cm. loss in cable at initial temperature. 


q@ = temperature coefficient of copper referred to initial 
temperature. 


= temperature of conductor at time ¢ 


= temperature of insulation at time ¢ at point distant 7 
from cable axis. 


6, = temperature of lead sheath at time ¢ 
@ = final temperature of conductor. 


@, = final temperature of insulation at point distant 7 
from cable axis. 


@, = final temperature of lead sheath. 
C, = thermal capacity of conductor in watt-hr. per cm. 
C. = thermal capacity of insulation in watt-hr. per cm. 


C3 = thermal capacity of sheath in watt-hr./cm. 


p = density of insulation, grams per cm.* 

c = specific heat of insulation watt-hr. per gram. 

\ = volume thermal conductivity of insulation; watts 
per deg. per cm. 

h = surface thermal conductivity of sheath to air, watts 


per deg. per cm.? 
a = radius of conductor 
b = inner radius of sheath 


d3; = outer diameter of sheath 


The following equation expresses mathematically the fact that 
the heat generated in the conductor is equal to that stored in 
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the copper, insulation and lead plus that dissipated at the surface 
of the lead. 


b 


w (lta @) = C; — A ef 2a7pcr ee dr+C3 TO sh dsb 
(2) 
Differentiate equation (1) and 
dé 
—_-> = ale) 
' BO €-8! 
~ = BO, €- 8! : 
(3) 
he d Oi, Oecd 0 
dt ems te 


Substituting this value for cas in (2) and evaluating the inte- 


gral, we find after substituting 


27 kik 
en ca 1 Re 
1 pa Re wd3h, andk = Eek, 
n— 
a 
that 
w (lta 6) =-[Citec]a (j= a’)(1 4. 5) 
eb Tee ky ss 
eran re pie 
Or, we may write this in the form: 
wa tavac 8s 4¢ | (4) 


in which 


C= Ci + pC. + pC; 
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o -(1+;4)- ces) 


puter ke eee 
Aaa pe Cer te 


In practise, we may approximate further and put 
C= Ci + p(Co + Cz) 
The integral of (4) is 


a en ) (5) 


VARIABLE AIR TEMPERATURE 


Since the change of air temperature in a duct line or other 
location where cables are usually installed is due to increased 
load on the cables, an equation of form (1) will express the 
temperature change for the air. Let this equation be 


0, = O, (1 — € 782) (6) 


in which the temperatures as before are those above the initial 


temperature. 
The equation of heat balance for the cable now becomes 


w(ltas)=CU+RO- 9a) (7) 


and the solution is 


@ = (1-6!) + arg, (1 em 


} ReGPOntue tuyere: 
a CORTE Ae ee 


In which 
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For most practical purposes, one may put Ba = £6 so that (8) 

becomes. . 
‘Gh (0,4 sheen (9) 
: ae 


~ 


= 


That is, the final temperature of the conductor is greater 


by the amount E — 02 over what it would have Hees with 


Xd 3 
constant air temperature. 


x, 


ae 


“etd it it ohh oe ee 


‘- 


Aye’ . 


1916] DISCUSSION AT SEATTLE 1043 


DiscussIoN ON “TEMPERATURE RISE oF INSULATED LEAD- 
ay CABLES” (PowWELL), SEATTLE, WasH., SEPT. 5, 

M. T. Crawford: Reference is made to cables in duct lines, 
stating it will be found that the thermal conductivity of a duct 
line is constant. A formula is given for applying this, consider- 
ing the temperature of the air in the ducts, and the temperature 
of the air at the surface of the street. There is one thing which 
should be considered in a city where an underground system of 
steam heating service is maintained. Steam mains or steam 
service pipes frequently parallel and cross duct lines, and the 
close proximity of the steam pipe has quite an effect on the cables 
or the duct lines. This will be much greater in winter than in 
summer. If the steam line belongs to another utility, the exact 
location of it with reference to the duct line may not be very defi- 
nitely known. Sometimes a steam line crossing a duct line at right 
angles may create a hot spot in a location which would not be 
noticed at manholes, or not easily discovered. This matter 
should be considered in addition to the temperature of the air 
in the ducts, and at the surface of the street. 

L. T. Merwin: I think, perhaps, the experience of the North- 
western Electric Company in Portland, along the line Mr.Craw- 
ford has just spoken of, has been a little more severe, possibly, 
than he has had here, owing to the type of construction, in the 
alignment of the steam heating mains with the electric lines. 
Fortunately, or unfortunately, as the future may determine, our 
electric duct lines in those streets that carry steam heating mains, 
lie over or beside them. We have noticed no discomfort elec- 
trically or physically in handling the operation and maintenance 
of the system under ordinary conditions. But in our last sea- 
sonal high water period, which came this year in July, rather than, 
as usual, in June, owing to the late spring, we had a rather dis- 
tressing set of conditions to combat. It was the first time, since 
our system was installed, that we had had very high water. Asa 
matter of fact, the flood stage this year, reached a point that had 
been reached previously only twice since the weather bureau has 
been keeping its records. While, at the present time, for in- 
stance, the state of the Willamette River is, on United States 
Engineers’ gauge, approximately six feet, it rose to the level of 
23.9 feet on July 4th and 5th. That put the steam lines under water. 
So far as I know, it is practically impossible to make the instal- 
lation of steam lines thoroughly waterproof, although, probably 
if we had forseen just the situation that subsequently arose, we 
might have obviated some of the difficulty; but the fact remains 
that the steam lines were under water, and subject to a consider- 
able infiltration. The electric duct lines overlying the steam 
pipes were then subjected to a very high temperature, due to the 
fact that the ground was thoroughly saturated, and the moisture 
in the ground was heated not merely to the boiling point of water, 
but practically to the temperature of the pressure we are carrying, 
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namely, about six or seven pounds,—say 227 or 228 degrees 
Fahrenheit. The electric duct lines are of vitrified clay, the 
joints presumably not the best especially in one street, where the 
construction was carried on with heavy interurban trains run- 
ning beside it, so that there was more or less settlement when 
the lines were laid. We had the peculiar anomaly of suffer- 
ing: from high water and yet being face to face with 
the necessity of keeping the overlying electric duct lines 
flooded artificially with cold water in order to keep them 
cool. Our paper insulated cables were subjected to a tem- 
perature of 228 degrees, even imagining that the cables were 
carrying no current. Now, over the evening peak, the cables 
carried a current which would normally bring them, for the time 
of the peak, to something approaching, we will say, 150 degrees 
Fahrenheit. Then, in addition to this, they were subjected to a 
flat temperature of 228 degrees. I should say that in the neigh- 
borhood of 14,000 feet of lead covered, paper insulated cable was 
affected, and of that, we had failure in but one block. During 
the trouble, and subsequent to it, I have been endeavoring to 
find data that might be available covering the quantitative 
value of the deterioration that might have taken place. I have 
been unable to find anything in our literature on the sub- 
ject to give me a hint as to what I might expect as to this quan- 
titative value. I do know that in this one block, we had one 
cable fail. Unquestionably, we must attribute it to the excessive 
temperature, but whether it was augmented by other conditions, 
I do not know. Unfortunately, the trouble arose suddenly, and 
our force being small, it was impossible for us to make a lot of 
rapid determinations that would have been of great value to 
have on record. But if there are any here who can give me ap- 
proximately what might be a quantitative value of the deteriora- 
tion in these cables that I might expect in the future, I would be 
only too glad to receive it, or to be directed to any literature 
that may be printed on the subject. In this paper, reference is 
made to the maximum temperature at which the cable may be 
operated indefinitely without undue deterioration. Whether 
there is a time element involved there— presumably there is— 
I don’t know. In our case for a period of at least 24 days, the 
temperature of certain portions of our cable was approximately 
220 degrees Fahrenheit. In one instance where a steam service 
line crossed under a 10,000-volt lead-covered, varnished-cloth in- 
sulated cable, there was a failure—one of the crossings mentioned 
by Mr. Crawford. The cable was very old—one of the very 
early ones—and undoubtedly the breakdown was hastened by the 
excessive temperature. The 14,000 feet of cable that I am speak- 
ing of, however, is not high tension. It is single conductor used 
in the ordinary three-wire Edison system. 

I wish to bring up the advisability of connecting with as strong 
a bond as possible, the neutrals of the system with the lead 
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sheaths, so as to increase the carrying capacity of the neutral over 
and above the conductivity of the copper that is already in. In 
other words, to make the lead sheath act as a part of the neutral 
conductor. If there are any present who have followed out that 
system and have had any bad effects from it, I would like to hear 
from them. The author advises against this practise. 

J. B. Fisken: In regard to the question Mr. Merwin asked 
as to using the lead sheath as part of the neutral conductor. I 
believe, where a street railway system is operated from the same 
power house as a d-c.distribution system using the same ground in 
the power house, it is impossible. A number of years ago, when 
we made the underground installation of our d-c. system in 
Spokane, we put in bare neutral conductors, and we found that 
with the variations on the street railroad load, the regulation of 
our lights was very bad. The investigation, of course, showed 
that the street railway current was coming back over the bare 
d-c. neutral and causing a very considerable drop. The result 
was that we had to take out all the bare neutral cables we had 
put in, and put in covered cables, and we had to keep our cables 
insulated to just the same degree as the outside wires. 

S. C. Lindsay: We connect the neutral of the Edison system 
to the negative bus of the railway system where both systems are 
supplied from one station, but do not ground the Edison neutral 
at any other point. We also bond all the lead-covered cables 
together in each manhole and connect them to the negative bus 
of the railway system at the station, and have had no trouble 
from electrolysis on the cable sheaths during 13-years experience 
with this system of connections. 

Referring to another part of Mr. Powell’s paper, he says that 
the temperature of the duct lines should be taken midway be- 
tween manholes. I am interested to learn of the method he used 
to obtain temperatures at those points. Further along in his 
paper, where he gives the rating of cables and loads to be placed 
on them at different temperatures, it seems to me that Mr. 
Powell’s investigations do not enable us to load our cables any 
heavier than, nor quite as heavy as, some of the accepted methods 
of loading that we have been using. We have been loading our 
cables for a number of years heavier than any of the figures 
given by Mr. Powell, and we have been singularly free from cable 
troubles. 

C. R. Collins: The author of this paper makes the statement 
in connection with the cables in duct lines: “The problem may 
conveniently be divided into two parts: viz., one having to do 
with heat transference from the air in the ducts to the earth di- 
rectly in contact with the conduit, and the other with transference 
from the earth to the air at the surface.” Ido not see that he has 
taken into consideration the fact that a duct might be hotter at 
the center of the duct line than it would be near the edge. If we 
had some means of keeping the outside of a duct line cool, having 
it in contact with water for instance, the cable in the center duct 
would get much hotter than those in the outside ducts. 
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H. W. Buck: We had considerable experience at Niagara 
Falls in transmitting large amounts of current over large single- 
conductor cables, at 25 cycles. Our experience was in line with 
the paper, as to the serious amount of heating due to the induced 
current in the lead sheath. A one-million circular mil cable 
with an ordinary lead sheath carries 800 or 900 amperes. If the 
lead sheaths are short-circuited as secondaries to the copper, by 
connection together at the man-holes, the loss in the lead sheaths 
from induced currents is approximately equal to the copper loss. 
The question naturally arose as to whether these lead sheath 
currents could be stopped by breaking the connection between 
the lead sheaths. It could easily be stopped, but when the 
short-circuited connections were removed the induced voltages 
in the lead sheaths rose in some cases to as high as 500 volts. 
On this account we found that the damage due to the possible 
short-circuiting of these lead sheaths with an arcing contact, 
was a more serious matter than the power loss due to the current 
in the lead sheaths. 

We also found, as referred to by the last speaker, that the 
temperatures, on the inside ducts of a group of ducts, might at 
times rise to a very high degree. Heat insulation of a nest of 
ducts is almost perfect to the inner ducts. We were obliged to 
abandon entirely all groupings of ducts more than two in width, 
so that the ducts would always have at least one side in contact 
, with the earth. We made a number of tests on the heating of 
conduits, and found wide variations due to the seasons, and due 
to the character of the surrounding’soil. When a new duct line 
was built, it did for a while operate at a low temperature. It 
would then gradually bake the moisture out of the surrounding 
earth, until the earth became a dry powder, and then the tem- 
perature would rise to a very much higher point. These wide 
variations in temperature, due to fluctuating conditions, should 
make engineers extremely cautious in estimating maximum tem- 
peratures, because the factors which enter vary within such wide 
limits. 

Transmission of large alternating currents through single- 
conductor lead-covered cables should be avoided as much as 
possible on account of the eddy current heating. Not only is 
the heating objectionable, but the current flowing through the 
joints at manholes seems to have a disintegrating effect. 

J. B. Fisken: Might I ask whether that was an alternating 
current ? 

H. W. Buck: Yes; alternating current; and the higher the 
frequency, the higher the eddy current loss. 

S. C. Lindsay: Was any attempt made to cool your ducts at 
Niagara by forcing air through them with fans? 

H. W. Buck: We tried various methods, and the air cooling 
method worked, but it required such a very high pressure of air 
that the power required was prohibitive. In some cases, where 
it was necessary to operate ducts having a large number of 
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cables in a group, such, for instance, as 6 by 6, or 12 by 12, we 
placed water pipes through every other duct and kept a stream 
of water flowing through them. That was the only method 
which we found satisfactory for cooling the ducts under certain 
conditions. 

S. C. Lindsay: The conditions for the absorption of heat into 
Site were rather poor? The formation there is principally 
rock. 

oe W. Buck: Yes; some broken rock, and some sand and 
clay. 

S.C. Lindsay: Here in Seattle where the ground is saturated 
with water most of the time, we have a different condition. 
However, we had one particularly hot place in our underground 
system where we installed a fan in a manhole and ran an 8 inch 
pipe from the man hole to a pole on the sidewalk, and extended the 
pipe about twenty feet up the pole, forcing the hot air through 
this pipe with a 3-h.p. induction motor. The fan has been in- 
stalled about two years and we are getting results from it. 

H. W. Buck: The difficulties at Niagara were due to the 
large currents involved. The eddy-current loss in the lead 
sheath increases as the square of the current in the copper. 
We found that the permissible loss per duct foot varied from a 
minimum of about 1 watt per duct foot to 5 watts per duct foot, 
depending upon the conditions for getting rid of the heat. 

L. T. Merwin: May I ask, if it were applicable, why did you 
not merely flood the ducts with water, rather than run a water 
pipe through adjacent conductors, as I understand you did? 

H. W. Buck: If the ducts had been flooded, the manholes 
would also have been flooded, and it was easier to control the 
water by isolating it in pipes, than by allowing it to flow freely 
through the ducts themselves. In other words, it was not quite 
such a sloppy job. 

L. T. Merwin: Would not the manholes have stood flooding? 

H. W. Buck: No, they could not have been drained in this 
particular case, because they were below the level of the canal. 

C. R. Collins: We tried the plan mentioned by Mr. Merwin, 
and found the water had disappeared before it got to the next 
manhole. A duct line will not always hold water. 

H. W. Buck: That is true. 

R. Howes: I would like to ask if any of you have had any 
experience with single-conductor cable on three-phase circuits 
under water,so as to state whether there is any electrolysis be- 
tween the lead-covered cables? 

H. W. Buck: Personally, I cannot answer that question from 
my own experience. 

L. T. Merwin: Were these cables, lead cables? 

H. W. Buck: Paper and rubber, both. Mostly paper. | 

L. T. Merwin Have you any means of knowing what limit 
of temperature was reached and for what duration, and could 
you place a value on the deterioration that took place in the 


insulation ? 
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H. W. Buck: The temperature rose in some cases so high 
that the paper insulation was entirely carbonized. 

J. B. Fisken: In reference to the remark made by Mr. Lind- 
say as to taking temperatures in the duct lines. I don’t know 
whether this practise is followed or not, but it seems to me that 
in installing a large duct line, it would be good policy to leave a 
space vacant in the center. We have taken temperatures in our 
duct lines, not necessarily in the center of the duct line, but in 
other parts, by simply pulling in a registering thermometer, and 
leaving it there, for a certain time, and then pulling it out and 
reading it. I believe the heat in the center duct will be as great 
as in any in that duct line, especially if the ends were closed to 
permit the accumulation of heat in the duct. And then, by 
putting in the thermometer, we could make a thermal survey of 
that duct line, and tell very closely what the temperatures were. 

H. W. Buck: I think that could be done very effectually, 
but it should be remembered that the temperature of the duct 
is not a correct indication of the temperature of the copper in- 
side of the cables. The temperature gradient must be steep in 
order to force the heat out; consequently duct temperatures are 
very much lower than temperatures to which the cable insulation 
is subjected. 

M. E. Cheney: In this capacity, I would suggest exploring 
coils in the center of the conduit lines, midway between the two 
manholes. You can determine the temperature in the cable by 
the difference in the resistance. That system is used a great 
deal in taking temperatures. 

H. W. Buck: That method was adopted by Mr. Fisher in 
the tests referred to in this paper. All the temperatures were 
See by moving exploring coils along through the various 

ucts. 

W. A. Del Mar: There are two conditions which Mr. Powell 
has not considered in his paper, which have an important bearing 
upon the carrying capacity of cables in ducts, namely: the in- 
fluence of neighboring ca blesin reducing the continuous and short- 
time rating and the influence of the thermal capacity of the ducts 
in increasing the short-time rating. These are matters of the 
utmost importance but unfortunately experimental data are 
lacking. In the absence of such data the following suggestions 
are offered for discussion. 

The influence of the number of similarly loaded cables in a 
conduit line may be estimated as follows, assuming the number of 
ducts to always equal the number of cables. Assuming a given. 
temperature rise in the cable, let | 


n = Number of outside duct faces in the cross-section 
: of conduit line. 

N = Number of cables in the conduit line.. 

d = Heat dissipation per duct face per foot. 

D = Heat dissipated per cable, per foot. , 

Iy = Current per cable with N cables similarly loaded, 


Se 
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Tr, = Current with one cable in a one-duct condtit line. 
A r = Resistance of cable, per foot, at ultimate temper- 
ure. 
Then, DN = dn 
dn 
or, Dec CAs (1) 


By Joule’s law, 
ie \/ (2) 
r 


when the cable has reached its ultimate temperature. 


Combining equation (1) and (2), 


= i 
neva Me 


(3) 
And, 
FY. 5 
asst ih/et 3 
liad <V Be (5) 


Thus in the case of twelve similarly loaded cables in twelve ducts 
arranged 3x4, N = 12, and m = 14 and therefore by equation 
five, 
jy AE 
5 rath ar lore 0.54 


Hence, due to the neighboring cables, each cable will carry con- 
tinuously only 54 per cent of what it would carry if alone. 

Table I shows the estimated influence of the heat storage 
capacity of tile ducts upon the short-time rating of a two-circular 
inch cable. The temperature rise of the duct is purposely under- 
estimated. 


TABLE I. 
Watt-hours 
Weight Specific per deg. | Temp. rise | Total watt 
lb-ft. heat cent. deg. cent. |hr. absorbed 
COP DED, onaafeje sev ateronstes> 6.18 0.094 0.31 74 23 
Wi StalatAOmleces joys cuss. .e 0.97 0.360 0.18 72 13 
Lead..... Se Seperateerrsi a 4.54 0.031 0.074 69 5 
JO} ifs 0 oe a Ree a 11.00 0.200 1.16 25 29 
Total 70 
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The effect of the tile duct, in this case, is to add at least 70 
per cent to the effective thermal capacity of the 2-cir. in. cable, 
and this proportion would be greater with smaller cables. In the 
case of a 2-cir. in. cable, the two-hour rating would be increased 
at least 20 per cent due to the thermal capacity of the duct. 

A table of reduction factors for rectangular duct groups is 
given in Table II. These factors, being based upon the assump- 
tion that all the heat generated in the cables is dissipated into 
the earth through the duct walls, are incorrect for short-time 
ratings. If the absorption of heat by cables and ducts be taken 
into account, the reduction factors. will approach unity, the 
shorter the rating period. Thus, the one-minute rating of a 
cable would scarcely be affected by the number of adjacent simi- 
larly loaded cables, as practically all the heat generated would be 
absorbed by the cable and duct. The two-hour rating, on the 
other hand, depends more upon the heat dissipation than upon 
the heat absorption and the reduction factors may be used with 
it, without great error. 

Hence, the ratings in Table II are derived by calculating the 
two-hour rating for one cable in a duct, taking into account the 
thermal capacity of the cable and duct, and then multiplying by 
the duct reduction factors. The error, due to the assumption 
that these factors are correct for the two-hour rating, will not be 
very great and will be on the safe side. The ratings thus obtained 
are considerably in excess of those usually published, in spite of 
the low reduction factor and low temperature rise (25 deg. cent.) 
assumed for the ducts. Experimental data to carefully confirm 
this table, are lacking, but several observations upon cables in 
large groups, indicate that the ratings given for sixteen ducts or 
more, are conservative. 


TABLE II. 


CARRYING CAPACITY FOR TWO HOURS. 
Single conductor, 2 cir. in., 650 volts, paper-lead in ducts, (74deg. cent.) 


Number Number 

of ducts Factor Amperes of ducts Factor Amperes 
i 1 2840 28 0.444 1260 
2 0.845 2400 32 0.433 1230 
3 0.82 2330 36 0.425 1210 
4 0.79 2240 40. 0.416 1180 
6 0.678 1930 44 0.412 1170 
8 0.611 1740 48 0.408 1160 
12 0.540 1530 52 0.404 1150 
16 0.500 1420 56 0.401 1140 
20 0.474 1350 60 0.398 1130 
24 0.456 1300 64 0.395 1120 
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INDUCTIVE INTERFERENCE AS A PRACTICAL PROBLEM 


BY A. H. GRISWOLD AND R. W. MASTICK 


ABSTRACT OF PAPER 


_ In this paper are given a review of the factors which affect 
inductive interference in telephone circuits from high-voltage 
power transmission circuits, a presentation of the practical 
considerations regarding the reduction of the interference, and a 
description of actual cases of the application of these means of 
reduction. 

Distinction is made between the effect of balanced and of 
residual voltages and currents on the power circuit and between 
the effect of voltages induced between the wires and those induced 
between wires and ground. 

_ The wave shapes of the voltages and currents in the power 
circuits have a very important effect in the amount of inductive 
interference in telephone circuits. The precision of the electri- 
cal balance of the power circuit is also important because of 
the relatively very large effects of unbalanced voltages and 
currents in producing inductive interference. 

A discussion is given of the principles to be used in the design 
of coordinated transposition schemes for power circuits and 
telephone circuits which parallel each other, and schemes are 
described which have been devised for application to the tele- 
phone circuits in order to simplify the design of transpositions 
in the power circuits which make it possible to balance the 
induced voltages. 

A detailed discussion is given of three particular cases of 
parallels showing the application to them of the different 
methods by which inductive interference can be reduced. In the 
appendix is an outline of information regarding parallels in- 
tended to facilitate the determination of the remedial measures 
desirable in any given case for reducing inductive interference. 


HE discussions of the subject of Inductive Interference 
hitherto presented before the Institute andin the technical 

press, have dealt chiefly with the technical aspects of the prob- 
lem. Very little has been said to show how the conclusions 
theoretically and experimentally established can be practically 
and successfully employed for the solution of problems in the 
field. It is the purpose of this paper to review some of the im- 
portant aspects of inductive interference and to indicate by means 
of concrete examples, the solution of some of the practical prob- 
lems met in the field. It will be our endeavor to show the sim- 
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plicity of remedial measures in general in an effort to correct 
the idea prevalent among those who have not had time to care- 
fully study the problem, that the measures developed to date 
are impracticable and burdensome. 

Before proceeding to the discussion of remedial measures and 
their application, we believe it well to again review briefly, the 
factors involved, through which inductive interference arises. 
An understanding of these factors, and their relative importance, 
is necessary in order to appreciate the significance of the remedial 
measures. 

In what follows, three-phase three-wire power circuits and 
metallic telephone circuits, physical or phantom, are assumed. 
We are concerned with voltages induced in the telephone circuit 
through two phenomena—electric and magneticinduction. Both 
effects are always present, and they combine to produce the re- 
sultant disturbance noted. 

The voltage induced in the telephone circuit electrically and 
magnetically can be classified as: 

1. Between the two sides of the circuit (referred to through- 
out this paper as the transverse effect). 

2. Between the two sides of the circuit and ground, or along 
the circuit (referred to throughout this paper as the longitu- 
dinal effect). 

The transverse induced voltages regulating through line im- 
pedances cause currents in the terminal apparatus. The long- 
itudinal induced voltages, in addition to raising the telephone 
circuit to a potential with respect to earth which may be danger- 
ous, cause currents in the telephone circuit owing to the differ- 
ences in series impedances and admittances to ground of the 
two sides of the circuit. 

A perfectly balanced power or telephone circuit may be de- 
fined as one in which the series impedances of the several phases 
and the admittances between the several phases and ground are 
exactly the same at every point. 

If it were possible to construct a perfectly balanced telephone 
circuit, there could be theoretically no transverse induced vol- 
tage, regardless of the magnitude of longitudinal induced voltage 
provided that a sufficiently large number of exactly spaced trans- 
positions were placed in it so as to equalize the induced voltages 
in each side. 

Conversely, if it were possible to construct a perfectly balanced 
power circuit, there could be theoretically no voltages induced _ 
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on a parallel telephone circuit, provided that a sufficiently large 
number of exactly spaced transpositions were placed in it so as 
to expose each phase of the power line equally to the telephone 
line. 

In practise, the balance of neither power nor telephone circuits 
can be made perfect as defined above, and it is, therefore, neces- 
sary, in order to avoid induction into paralleled telephone cir- 
cuits, to balance both power and telephone circuits as well as 
practicable, and also transpose both circuits with due regard to 
one another. 

It is convenient to consider the voltages and currents in the 
power circuits, which cause induction, as consisting of two com- 
ponents: 

1. Balanced voltages and currents. 

2. Residual voltages and currents. 

The balanced components are three voltages or currents equal 
in magnitude, displaced 120 degrees in time-phase with respect 
to one another, and whose vector sum is, therefore, zero. 

Single-phase loads connected between wires cause voltage and 
current components whose effects are very similar to those of 
balanced three-phase voltages and currents, and are treated in 
a like manner. 

The residual components are three voltages or currents equal 
in magnitude, in common time-phase, and whose vector sum is, 
therefore, not zero.* 

The balanced voltages and currents are those which perform 
the useful functions of the power system. On the other hand, it 
is significant and fortunate that the residual voltages and cur- 
rents are not essential to the operation of the power system. 

Balanced voltages and currents are common to either of the 
two general types of power systems (grounded or isolated), and 
the remedial measures for the mitigation of inductive effects 
arising therefrom are identical. This is not true of the residual 
voltages and currents. These arise from different sources in the 
two types of power systems, and generally exhibit character- 
istics peculiar to the particular type of system. 

The remedial measures for their mitigation are also dis- 
tinctly different. 

Thus, it will be seen that there are two different phases of the 
general problem of inductive interference, 1.e., 

*See Appendix II, Report of Joint Committee on Inductive Inter- 


ference. A. I. E. E. TRANSACTIONS, Volume XXXIII, p. 1461. 
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1. The mitigation of induction arising from the balanced vol- 
tages and currents, requiring remedial measures which are the 
same whether the power system be isolated or grounded. 

2. The mitigation of residual voltages and currents requiring 
remedial measures peculiar to the particular type of power system 
involved. 

Residual voltages and currents may arise in different types of 
power systems from one or more sources which act singly or 
together. 

On grounded systems, the principal sources of residual vol- 
tages and currents are: 

1. Unbalanced loads between the three-phases and neutral, 
causing unbalanced-load currents to flow through the neutral 
to earth. 

2. The third harmonic and its odd multiples, due to a variation 
of permeability of the iron, occur in common time-phase in the 
three phase’ of the transformer banks, thus giving rise to a resid- 
ual component of voltage and current in the connected trans- 
mission lines. 

On systems isolated from ground, the principal source of re- 
sidual voltages and currents is: 

Unbalanced capacitance and conductance between the several 
phases and ground. The conductance factor is generally of minor 
importance on well constructed and maintained systems. 

The tendency in the best power system design and operation 
is inherently toward practises which reduce the possibility of 
large residuals. Moreover, the majority of the future parallels 
with communication circuits will undoubtedly be short, owing 
to the increasing tendency of both power and telephone companies 
to seek private rights-of-way. Were this not so, the problem 
of mitigation of residuals would be as difficult to combat in 
the future asitisat present. With the increased attention being 
devoted to this matter we expect that the longitudinal effects 

of residual voltages and currents will, in the shorter parallels, 
be reduced to magnitudes small enough to be relatively unimpor- 
tant. 

It must be realized that the inductive effect per volt or ampere 
of residual voltage or current is proportionately far greater 
than for equal amounts of balanced voltage or current. It should 
be clearly understood that the mitigation of residuals where 
parallels ofconsiderable length are involved is of great importance. 
The longitudinal effect then becomes of importance by main- 
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taining the telephone circuit as a whole above ground potential 
and producing a transverse effect by virtue of the unbalances 
inherent to commercial circuits. 

The wave forms have much to do with the severity of induc- 
tion. Higher harmonics are present in both voltages and cur- 
rents and their power of producing disturbances increases with 
very great rapidity up to about 800 cycles. Practically all 
noise in telephone circuits caused by induction from power 
circuits arises from the higher harmonic voltages and currents. 
Were these entirely absent, the problem of inductive inter- 
ference would be indeed simple of solution, for then we should 
have to deal with only the fundamental frequency which is 
scarcely audible to the human ear. 

The frequency and magnitude of these attendant harmonics 
should determine the extent of remedial measures to be applied 
owing to the variation in effectiveness of given remedial measures 
and severity of induction with the frequency. 

Another important phase of the problem is the question of 
abnormal conditions, accidental or otherwise, on the power 
system. An abnormal condition in any type of power system, 
whether it be due to an accidental ground, short circuit, open- 
circuit or switching operation, produces a great increase in the 
residual voltage or current, or both, of the system momentarily, 
or for a considerable period of time, as the case may be. 

On a star-connected grounded-neutral system, an abnormal 
condition generally produces a large residual current which 
is approximately equal to the short-circuit current to ground 
(if the condition be one of a grounded phase) on that portion of 
the circuit between the sources of power supplying the fault and 
the point where the fault occurs, or if the fault be an open one in 
phase, the residual current will equal the unbalanced-load cur- 
rents flowing in the other two phases. A residual voltage is 
created in proximity to the fault and in certain instances through- 
out the length of the circuit from the fault to the receiving 
transformers, which voltage approaches as a maximum 58 per 
cent of the voltage between phases. 

On an isolated system, a ground on one phase causes a large 
residual voltage throughout the entire length of the circuit 
whose magnitude is 173 per cent of the voltage between phases. _ 
A residual current is created in proximity to the fault, its magni- 
tude depending upon the extent, voltage and frequency of the 


system. 
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Fortunately, abnormal conditions are becoming less frequent, 
owing to the demand for greater continuity of service, leading 
to better construction of power lines and to the use of better 
apparatus. There have been no remedial measures developed 
which can adequately care for the inductive disturbances atten- 
dant to abnormal conditions of power lines, nor are such expected. 

It is, therefore, a question of reducing to a minimum the acci- 
dents on the power lines by proper construction and maintenance 
and of using methods and apparatus in switching which shall 
incur the least possible disturbances. 

The difficulties encountered in attempting to mitigate the 
disturbances under abnormal power circuit conditions consti- 
tute an additional reason why it is very desirable to avoid 
parallelism wherever possible. 

As an instance in which the use of improved methods and 
apparatus have resulted in a material reduction of transient 
disturbances, the charging of electrolytic lightning arresters 
can be cited. Since the adoption of the four-tank electrolytic 
lightning arrester, the use of charging resistances and metallic 
contact during charging, the formerly serious transient distur- 
‘bances experienced on parallel telephone lines at times of charg- 
ing, have been largely reduced. 

The configuration and spacing of the power-circuit conductors 
has an important bearing on: 

1. The liability to short-circuits on the line. 

2. The residual voltage (of an isolated system). 

3. The resultant induction from balanced components. 

Since the last two items can be cared for by transposition, 
the first is of chief importance. 

Vertical configuration of a power circuit renders it liable to 
short-circuits where snow and sleet are encountered. 

The equilateral triangle is far superior to either vertical or 
flat construction with respect to residual voltage caused by 
capacitance unbalance. The wishbone configuration is inter- 
mediate. For induction from balanced components, the differ- 
ences are less marked, the flat configuration causing the most 
induction. 

The configuration of telephone circuits is standardized to a 
far greater degree, and since transposition is comparatively 
inexpensive and effective, the configuration of telephone cir- 


cuits is relatively unimportant with regard to the mitigation 
of induction. 
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For the mitigation of inductive effects produced by the bal- 
anced voltages and currents, transpositions offer the most 
feasible, simple and effective means developed to date. A trans- 
position in a circuit interchanges the positions occupied by its 
conductors. In a three-phase power circuit, a transposition 
changes the phase of the induction produced by the balanced 
voltages and currents by 120 degrees. Thus, by locating power- 
circuit transpositions so that each conductor occupies all of 
the several conductor positions for equal distances, a “barrel’”’ 
is obtained within which the vector sum of the induced voltages 
on an untransposed parallel circuit is zero. The effect of trans- 
posing a power circuit may, therefore, be said to be one of 
neutralization. 

A transposition in a telephone circuit changes the phase of 
the induced transverse voltage by 180 degrees, that is, it reverses 
in successive lengths the phase of the induction between the two 
sides of the circuit. Transposition of a telephone circuit, there- 
fore, exposes each side of the circuit equally to the influence of 
the power circuit, and the effect may be said to be one of equali- 
zation. It should be noted that the phase of the longitudinally 
induced voltage is in no wise changed by transpositions in the 
telephone circuit. 

This change of phase of the induction into a telephone circuit 
by transposition in either the power or telephone circuit, or 
both, affords a means of reducing inductive effects in that the 
induction in one section may be largely neutralized by the in- 
duction in neighboring sections. 

A proper adjustment of neutralization and equalization effects 
by transpositions in both power and telephone circuits con- 
stitutes a “co-ordinated transposition scheme” as referred to 
throughout the remainder of this paper. 

In Fig. 1 is shown a co-ordinated transposition scheme in 
the case of a three-phase power circuit and a simple metallic 
telephone circuit. Let the three configurations of the power 
circuit be designated A, B, C. Let a and a’ denote the length. 
of telephone circuit, exposed to configuration A; 0, b’ and ¢,c’ 
are similarly defined. Primes denote that there is an odd 
number of telephone transpositions between the given length 
and the reference section of the telephone conductor. For 
balance to induction the lengths a, a’, b, b’, c, c’ must fulfill the 
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Longitudinal induction balance for balanced voltages and 
currents is obtained when the condition 
Tata) = 26+ oy) =Z2e+c) 
is fulfilled. 


Transverse induction balance for balanced voltages and cur- 
rents is obtained when the condition 


r(a —a’) = V(b —-5’) = Ze -ey 


is fulfilled. 


The system of “barreling’”’ shown in Fig. 1 is called “‘continuous 
barrelling.”’ In practise where long uniform parallels occur, 
it is possible and many times desirable to modify the co-ordinated 
system shown in Fig. 1 by omitting every third power transposi- 
tion as depicted in Fig. 2, thus obtaining a system of ‘“non- 
continuous barrelling.”’ 

The same conditions for balance hold for this system as given 
for continuous barrelling shown in Fig. 1. The only advantage 


of continuous barrelling over non-continuous is that balance is 
obtained in any three consecutive sections regardless of the point 
of starting. | 

Power circuit transpositions with reversed rotation are some- 
times used when it is necessary to obtain an exposure of a partic- 
ular phase in a particular section to balance with another 
type exposure in some other section of the parallel. A simple 
illustration is shown in Fig. 3. 
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It is interesting to note that the use of reversed power trans- 
positions in the manner shown also results in not altering the 
relation of power wires at ends of the parallel. Reversing the 
rotation of a power. circuit transposition changes the phase of 
the induction in the section of parallel immediately beyond the 
transposition by 240 degrees. Since a telephone transposition 
changes the phase of the induced voltage by 180 degrees, it is 
obviously immaterial whether the rotation of telephone trans- 
positions be normal or reversed. Normal rotation is considered 
as that of the existing transpositions in a given power line. 

Transpositions of the power circuit-in no way changes the 
phase or magnitude of induction produced in telephone circuits 
by residual voltages and currents, except in so far as it changes 
the residual voltages and currents themselves, which happens 
in some cases. 


a ait bib b’ ve Ciseee i 
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- Longitudinal induction from the residual voltages and cur- 
rents cannot be reduced by either power or telephone trans- 
positions. It follows, therefore, that the reduction or elimination 
of longitudinal induction from residual voltages and currents 
must come about through a reduction or elimination of the 
residuals themselves in the power system. 

Transposition of the telephone circuit is an effective means 
for reducing the transverse induced voltage produced by resid- 
ual voltages and currents. 

Transverse balance for induction from residual voltages and 
currents is obtained when the condition (see Figs. 1, 2, or 3). 


S(tb+o=2e'+04+c’') 


is fulfilled. 
When the conditions for balance cited above are not fulfilled 


the unbalanced exposures are as follows: 
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TABLE I. 
Component of 
Type of power circuit Length of unbalanced exposure 
Induction voltage or 
current 
Transverse Balanced 2(a—a’) /0° -=(6 — b’) /120° + 3 — c’) 
/240° 
< Residual Z(a +b +c) — Za’ +b’ +c’) 4 
Longitudinal Balanced D(a +a’) /0° + 2(6 + 6’) /120° + 
Z(e-+ c’) /240° 
id Residual* S(a+b+e+a’ +0’/+ 0c’) 


*Independent of all transpositions. 


The ‘unbalanced exposure” is the length of exposure between 
untransposed telephone and power circuits which will produce 
inductive effects of the same magnitude as those produced in the 
actual exposure of the same configuration with the given trans- 
positions in telephone and power circuits. 

The unbalanced exposures of different circuits in any given 
parallel are of value to indicate the relative severity of the 
induction in the different circuits, and those corresponding to 
different transposition systems for a given parallel are indicative 
of the relative effectiveness of such transposition systems. 

Summing up from the discussion above; the various factors 
involved and the conditions for induction balance between power 
and telephone circuits may be simply tabulated as follows: 


TABLE II. 
Component of Balance depends 
Type of power circuit Condition for on transpositions 
induction voltage or balance in 
current 
Transverse Balanced Z(a —a’) = X(b — b’) = Both lines 
Z(c — c’) 
s Residual Z(a +b +c) = Z(a’ +b’ +’) Telephone line 
Longitudinal Balanced Z(a +a’) =2(b +d’) = Power line 
Z(e +’) 
Gye Residual _ —_ 


The application of telephone transpositions in a manner to 
obtain the conditions for balance indicated in Table II is subject 
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in practise to the condition that on telephone leads carrying 
more than one circuit, it is necessary to provide against induction 
from one telephone circuit into another, commonly referred to 
as “‘crosstalk’’. This necessitates a complicated telephone trans- 
position system to provide balance for induction from outside 
sources such as power lines and also among all the circuits on the. 
telephone lead. 

Even though it were possible in practise to fulfill exactly the 
conditions for balance as indicated in Table II, there would still 
be present some inductive effect because of the changes in phase 
and magnitude of the voltages and currents along the power line. 
This point has an important bearing on the length of the power- 
circuit barrel, for it is necessary in order that this effect be ren- 
dered sufficiently small, that the conditions for balance outlined 
in Table II be fulfilled within as short a length of exposure as is 
practicable. In practise, it has been found, in some cases, that 
barrels in the power circuit six miles in length are satisfactory. | 
Except under very severe exposure conditions we believe that 
barrels in the power circuit three miles in length will afford a 
satisfactory solution when uniform sections of parallel are long 
enough to permit their use. _ 

Points of discontinuity within a parallel, such as changes in 
configuration of either power or telephone circuit, large changes 
in the separation of the two lines, crossovers, branch loads, load- 
ing points in the telephone line, or in fact any points at which an 
abrupt change in magnitude or phase of the power line voltages or 
currents or induced voltages occurs, should in general be made 
neutral points. In other words, balance to induction should be 
obtained between such points of discontinuity independently of 
the remainder of the parallel. Thus the number of and distance 
between points of discontinuity is a controlling factor in deter- 
mining the length of power-circuit barrel. It should be noted in 
this connection that a loading coil in the telephone circuit is a 
discontinuity with respect to the transverse induced voltage, 
but not with respect to the longitudinal induced voltage, since 
the loading coils are non-inductively connected in the circuit 
formed by the telephone wires and ground. 

Crossovers of power and telephone lines within the parallel 
are in general considered as points of discontinuity. In some 
cases, however, where the same separation obtains between the 
power and telephone lines before and after crossover, it is pos- 
sible by interchange of the pin positions of the power wires to - 
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make the crossover equivalent to a transposition in the telephone 
circuit, or in both the power and telephone circuits. If the cross- 
over is treated in such a manner, it need not be considered as a 
point of discontinuity. re 

In Fig. 4 are shown several types of crossover transpositions 
represented by the terms ‘‘0° crossover’’, ‘120° crossover’ and 
‘240° crossover’ which number of degrees has reference to the 
change in phase of the longitudinal induced voltage between the 
two sections immediately adjacent to the crossover. 

It has been previously pointed out. that transposition of the 
telephone circuit is an effective remedy for reducing the trans- 
verse induction from residual voltages and currents; that long- 
itudinal induction from the same source cannot be cared for by 
either power or telephone transpositions, hence must be reduced 
by a reduction of the residual voltages and currents within the 
power system. 


Power Line 


Telephone 


B Cc 
0° Crossover 120° Crossover 240° Crossover 


BrGs545 


In the type of power system isolated from ground, the problem 
of reducing residual voltages and currents is a comparatively 
simple one. Earlier herein it was stated that the principal 
source of residual voltage and current in systems isolated from 
ground is the unbalanced capacitance between the several wires 
of the circuit and ground. Hence the remedial measure ob- 
viously necessary is a balancing of these capacitances to ground. 
This is most readily accomplished by transposing the power line 
throughout its extent (including all the lines metallically con- 
nected to the one in the parallel) so that each conductor occupies 
the several pin-positions for equal distances. 

To a company operating an isolated system of large extent, 
this remedy appears to be a severe and costly measure, unless 
very few and widely separated transpositions will accomplish 
the desired result. In general, practise indicates that transposi- 
tions for this purpose can be relatively few and widely separated. 
Here again in determining the length of barrel required, the wave- 
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shape of the residual voltage is a dominant factor, since with the 
higher frequencies shorter barrels are necessary. 

It does not seem probable that barrels of less than 6 miles in 
length will generally be required and in some cases longer barrels 
will be sufficient. Branch lines, switching points and changes of 
configuration must be taken into account and frequently fix the 
length of barrel. 

In the construction of new lines, it is a very simple and inex- 
pensive matter to cut in transpositions at reasonable distances 
to accomplish the reduction of residual voltage without detri- 
ment to the operation of the system. Then if parallelism occurs 
in the future, the only transpositions required would be in and 
near the parallel. 

With existing parallels, it may or may not be necessary to 
transpose the power line outside the parallel, depending upon 
the severity of the exposure. In any event, all of the measures 
should be applied within the parallel and found insufficient before 
giving consideration to this point. 

In the type of power system operated with a star connection 
of transformers and grounded neutral, the reduction of residual 
voltages and currents is not so readily accomplished as in the 
case of systems isolated from ground. Two principal sources of 
residual voltages and currents for this type of system have been 
previously mentioned herein; namely, unbalanced loads be- 
tween the three-phases and neutral, and the introduction of the 
third harmonic and its odd multiples as residuals. 

The obvious measure agairist the former is the removal of all 
grounded neutrals but one, thus removing the ground path for 
the unbalanced currents. In some cases this may not always be 
considered safe or feasible, particularly if the network be of large 
extent. There seems to be, however, a growing tendency on the 
part of power companies operating systems of large extent to- 
ward the elimination of the ground connection at all but im- 
portant generating and switching points. Since the use of ground- 
ed single-phase loads has almost disappeared from practise with 
the larger power companies, it is now generally true that power 
circuits operated by such companies can be very well balanced 
as to magnitude of load current in the three phases and the un- 
balanced load current can usually be practically eliminated. 

The introduction of the triple harmonics as residual voltages 
and currents is the chief problem of the grounded neutral system. 
Since these triple-harmonic voltages and currents are introduced 
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through the effect of variable permeability of iron in transformers 
and as their magnitude is directly dependent upon the magnetic 
density at which the transformer is operated, this type of re- 
sidual is reduced by operating the transformers below their rated 
voltage. There is no doubt that the practise of operating trans- 
formers over-rated voltage is the cause for the large residual 
current of triple frequencies observed on star-connected systems, 
since the magnitude of these harmonics increases very rapidly 
as the transformer iron approaches magnetic saturation. 

The employment of the delta-star connection of transformers 
on grounded systems is greatly preferable to the star-star con- 
nection, in that the delta winding provides a low impedance 
path for the triple harmonics, in parallel with the path provided 
by the line and earth, hence reduces the magnitude of such cur- 
rents over the line and earth path. 

It is difficult to accurately predict on systems employing the 
star-delta type of connections whether or not the magnitude 
of triple harmonic residual will be large enough to cause severe 
inductive effects, since it depends upon a multitude of con- 
siderations dealing with the interaction of different portions of 
the system on one another. 

In the case where both star-star and star-delta banks are used, 
the line sides being in star with grounded neutral, the star-delta 
bank offers a low-impedance path for the triple-harmonic mag- 
netizing currents of the star-star bank. Hence in the line, 
between two such different banks, there will be a large residual 
current, and an exposure occurring there is liable to serious 
induction. Such a star-delta bank may, however, be used as a 
shunt path for the triple-harmonic residuals, and greatly reduce 
their magnitude in the line beyond. Thus, a remedial measure 
is suggested for the mitigation of triple-harmonic residuals on 
systems employing the star-star connection. 

The triple-harmonic circulating current of the delta vindile 
is greatly increased where such connection is used in combination 
with star-star banks and hence a star-delta bank of size com- 
parable with the star-star bank is required to give effective 
results. 

On a system employing only the star-star connection of trans- 
formers with grounded neutrals, it is always a safe prediction 
that serious triple-harmonic residuals will be present, and it is 
essential that measures for their reduction be considered. Ter- 
tiary delta windings on such transformers are beneficial and new 
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transformers for proposed installations of this connection should 
be designed to provide such windings. Power engineers recog- 
nize the advisability of providing such windings for their own 
benefit when using this type of connection so that much of the 
trouble formerly experienced will thereby be eliminated in the 
future. 

The interconnected-star is a method of reducing triple-har- 
monic residuals by neutralization. Besides being less efficient 
than the star-delta connection, it reduces the voltage rating 
by 13 per cent and requires a more complicated arrangement of 
the wiring. 

It will be seen from the above discussion of the mitigation of - 
residual voltages and currents under normal operating conditions, 
that: B 

1. In isolated delta-connected systems, residuals may be 
effectively and easily reduced by simple means. 

2. In star-connected grounded systems, several measures can 
be practised for reducing residuals all of which will reduce them 
with some degree of success but none of which are entirely 
satisfactory. 

Types of power-circuit transpositions and barreling have been 
described previously and their application to the practical case 
will be readily understood. In the case of telephone transposi- 
tions, only a single metallic circuit has been considered in the 
discussion of the co-ordination of transpositions, without ref- 
erence to cases where more than one telephone circuit is involved 
other than to mention the fact that the problem was further 
complicated. 

For the application of co-ordinated systems of power and tele- 
phone transpositions to the practical case, a telephone trans- 
position system has been designed which will care for as many as 
forty telephone wires (20 physical and 10 phantom circuits), 
providing adequate crosstalk balance between the telephone 
circuits themselves and being capable of properly co-ordinating 
with power-circuit barrels of varying lengths. Further work is 
in progress which will extend this system to a full eighty-wire 
lead. ; 
This system is known as the ‘‘exposed line system’. It is com- 
prised of two types of sections as follows: 

1. Exposed line A section. 

2. Exposed line X section. 

Additional short sections, whose characteristics have not, as 
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yet, been determined, are in the process of development; namely, 
the exposed line Y and Z sections. 

The exposed line A section is nominally eight miles in length 
with 32 transposition points for the circuits most commonly used, 
and has been designed to give high crosstalk-balance together 
with induction balance to power lines transposed: 

1. Opposite any mile-points of the telephone transposition 
system. 

2. With two complete barrels (five transpositions of the power 
line) between mile-points of the telephone transposition system. 

Thus, for a uniform parallel, this section gives balance to in- 
duction from power lines transposed with six-mile, three-mile 
or one-half mile barrels. It is possible to adjust the length of 
this nominal.eight-mile section to any value less than eight miles, 
and this is frequently done in adjusting the sections or mile- 
points to correspond with discontinuities in the parallel. Trans- 
verse balance of all circuits to induction is accomplished in every 
mile. 

The exposed line X section is nominally one-half mile in length 
with four transposition points, and is so designed that any number 
of units may be installed end to end. The X section unit does 
not balance to power lines transposed within any one unit, but 
is designed to be so used that transpositions of the power line 
and discontinuties of the exposure occur at junction points be- 
tween successive units. Thus balance to induction is obtained 
in three successive sections if power transpositions are located 
opposite their junction points. Nominally this would give a 
power circuit barrel of one and one-half miles. The X section 
can be made of any length less than one-half mile per unit where 
required. 

Short exposed line sections may be used in any part of an 
eight-mile loading section, and the remainder transposed ac- 
cording to some other transposition system. 

By “other transposition systems,” reference is made to the 
“standard system’ which involves the use of four sections, 
A, X, Y, and Z, whose nominal lengths are 8, 4, 14 and 4 
miles respectively. In the standard system, however, balance 
to induction from outside sources, such as power lines, is not 
obtainable except by modification of certain of the transpositions 
involved. Also, the use of the X, Y, or Z sections consecutively 
is not permissible without modification. 

Another method sometimes used is to superimpose on the 
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crosstalk transposition systems, already in the line, special 
transpositions of all the telephone circuits on poles between the 
regular transpositions poles.. That is, their function is to trans- 
pose all circuits with reference to outside circuits so as to givea 
minimum of disturbance to the crosstalk balance of the telephone 
circuits themselves. The prime purpose of ‘‘whole-line”’ trans- 
position is, therefore, to make possible the retention of systems 
of transposition involved in parallelism which do not provide 
balance to induction in themselves. The use of whole-line trans- 
positions is limited by crosstalk considerations to some extent 
where phantom or loaded circuits are involved. Their chief 
application is to very short parallelisms. 

There are two types of whole-line transpositions; namely, 
the quarter-mile unit and half-mile unit. These are shown in 
Fig. 5. 

The use of short sections or whole-line transpositions is dele- 
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terious to the telephone service in that it is impossible with 
these arrangements of transpositions to reduce cross-talk as 
effectively as with eight-mile sections. Moreover, the difficulty 
of maintenance of telephone service is increased. 

In order to illustrate in a more comprehensive manner the 
application of remedial measures, such as have been described 
and discussed in the previous sections of this paper, a few 
concrete examples will be cited and their solutions discussed. 
Before doing this, however, we believe it well to call attention 
to the fact that the successful design of remedial measures 
necessitates an exact knowledge, on the part of the engineer, 
of many details of the particular case. Not only must he be 
thoroughly conversant with the telephone circuits involved, 
but he must also be conversant with the characteristics of the 
power system involved. It is highly desirable that a personal 
inspection be made and copious notes taken in order that all 


1068 GRISWOLD AND MASTICK: [Sept. 6 


practical difficulties be observed in advance of the design of 
remedial measures. That it is not possible for the engineer to 
personally inspect every case is recognized, hence the data must 
ofttimes be collected by some other person, and it is, therefore, 
necessary that.a procedure be devised for presenting an accurate 
and detailed report to the engineer for his guidance. 

Through the courtesy of The Pacific Telephone and Telegraph 
Company, we present in Appendix I of this paper-the pertinent 
part of an engineering circular, describing a procedure for survey- 
ing a case of parallelism and for transmitting an accurate account 
of the essential facts, which we have found exceedingly satis- 
factory. 

In the examples which follow, the symbolic representations 
described in Appendix I are used, and the reader is referred to 
this Appendix for their explanation. 

The foregoing text has emphasized the fact that the severity 
of requirements of transpositions and balance which must be 
imposed on the circuits in a parallel depends largely on the wave 
shape of the generating apparatus as well as on the fundamental 
frequency of the power system and on other local conditions. 
This fact has been taken into account in the examples given 
below. Incases II and III the number of transpositions in the 
power circuits is less than would in many cases give satisfactory 
results, but case II represents an arrangement which was ap- 
plied with success, and case III, one which it seems rea- 
sonable to install, in a particular case which has arisen. 


Case [I 


Case I presents an example of a uniform parallel involving 
three power circuits (see illustration) whose parallelism is 
coincident for a little over half of the total parallel. The case 
was presented for solution as a practical problem in the field, 
and the remedial measures to be described have been in- 
stalled in part and found effective. The details of the parallel 
and characteristics of the power lines and telephone system are 
as follows: 

Power Systems No.1. 30,000 volts, three-phase, 50 cycles, 
vertical configuration; tower construction; star-star connected 
and star-delta connected transformer banks employing a ground 
connection. No transpositions. 

No. 2. 15,000 volts, three-phase, 50 cycles. Flat configura- 
tion; pole construction; star-star connected transformer bank 


1916] INDUCTIVE INTERFERENCE 1069 


supply with grounded neutral and delta-delta and star-star 

(isolated neutrals) connected load banks. No transpositions. 
No. 3. 15,000 volts, three-phase, 50 cycles. Triangular 

configuration; pole construction; star-star connected trans- 
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former bank supply with grounded neutral and delta-delta con- 
nected load banks. No transpositions. 

Telephone System. High-grade loaded physical and phantom 
long distance circuits; ultimate capacity of lead 40 physical 
and 20 phantom circuits. Standard system of transpositions. 

Parallel. 10,170 feet in length; separation of power and 
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telephone leads: No. 1, 75 feet; No. 2, 49 feet; No. 3, 18 feet. 
Crossover at beginning of parallel circuits No. 1 and No. 3. 

Co-ordinated Transposition Scheme. The variation in length 
of parallelism of the three power lines, different separations from 
the telephone line, difference in voltages, configuration and 
transformer connections as indicated above and on Case I, 
coupled with the added fact that the parallel is short and located 
in the middle of a telephone loading section which could not be 
disturbed as to length, makes this case a very interesting example 
of transposition-coordination and residual-mitigation. 

Short transposition sections of the exposed-line type offer 
the most feasible solution and the coordination was accomplished 
as follows. 

Considering power circuit No. 1, one barrel within the exposure 
was deemed sufficient to accomplish satisfactory longitudinal 
balance to the balanced voltages and currents. Hence the section 
of power line involved within the parallel is divided into three 
equal sections by the installation of transpositions therein at 
the towers adjacent to the one-third and two-thirds points. 

Circuits No. 2 and No. 3 are operated in parallel and their 
exposures to the telephone line are coincident, hence accomplish- 
ing longitudinal balance by means of one barrel in each circuit 
within their exposure is feasible. Therefore, the length of par- 
allel involving these circuits is divided into three equal sections 
by transpositions installed in the two power circuits at the one- 
third and two-thirds points. 

Transverse balance to induction from both the balanced and 
residual voltages and currents is accomplished by using exposed 
line X sections of such length that their junction points fall 
opposite the power-circuit transpositions as depicted in Fig. 1 
of Case I. From.a point opposite the second transposition in 
power circuit No. 1 to the end of the parallel, a Y section is 
used since no discontinuities intervene to require shorter sections. 

Mitigation of Residuals. The mitigation of residuals for this 
case brings out some interesting features. Considering Circuit 
No. 1 (see Fig. 2, Case I), a combination of star-star and star- 
delta connected transformer banks, with grounded neutrals is 
employed. As pointed out in a previous section of this paper, 
a condition is here established which is conducive to the passage 
of large triple-harmonic residual currents over the power line 
past the exposure with consequent heavy longitudinal induction 
on the telephone circuits. The obvious measure for reducing 
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such effect was to remove the low-impedance path of such cur- 
rents. Accordingly, it was suggested that the neutral on the 
low side of the star-star connected supply bank of transformers 
be ungrounded. This request was acceded to and the residual 
current was thereby reduced to a value small enough to have 
no appreciable inductive effect on the telephone circuits. 

With the neutral of the No. 1 circuit supply bank grounded 
on the low-voltage side, some transient disturbances on the 
60,000-volt line feeding the bank were transformed and caused 
severe trouble on the telephone circuits. The ungrounding of 
the neutral eliminated this trouble. 

Circuits No. 2 and No. 3 are supplied from a star-star connected 
bank employing a grounded neutral, but all other transformers 
on the two lines are isolated. The star-connected supply bank 
has two taps on the low side so that power may be supplied at 
star voltages of 10,000 and 8,700 volts. From the 10,000-volt 
tap energy is supplied over a third circuit not involved in the 
parallel. Hence a shunt path is provided for the third-harmonic 
residuals, thus reducing the magnitude of such eurrent in the 
line involved in the parallel. This condition, coupled with the 
fact that a high-impedance path is offered to residual currents 
via the earth due to the presence of a ground at but one end of 
the circuit, sufficiently reduces the magnitude of residual current 
in this short parallel so that its inductive effect can be tolerated. 


CAsE IT 


Case II presents an example of a parallel with a power circuit 
employing a grounded neutral at one point only. (See illustra- 
tion, Case II). It is of interest to state at the outset that this 
parallel is one which has recently been studied, the remedial 
measures outlined below installed in part and elaborate tests 
made to determine their efficacy. The details of the parallel 
and characteristics of power and telephone systems are as follows: 

Power System. 60,000 volts, three-phase, 60 cycles, triangu- 
lar configuration; 6-foot spacing; delta-delta connected trans- 
former banks throughout the system with one exception; a 
star-connected bank with grounded neutral at one end of the 
line (see Case II.) Three existing transpositions; two within 
parallel and one outside. 

Telephone System. One long-distance telephone circuit and 
several long suburban circuits. Standard system of transpositions. 

Parallel. 75,090 feet in length; separation between power 
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and telephone leads, 45 feet. Two crossovers, one of which 
is at the end of the parallel. 

Co-ordinated Transposition Scheme. In this case a long uni- 
form parallel is presented which offers an excellent opportunity 
for the use of the exposed line A section. 
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The method was adopted of installing first a very small number 
of transpositions in the power circuit to determine the extent 
to which the induction was reduced. The design is such that 
additional power transpositions can be economically installed 
if later found desirable, 
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Referring to Fig. 2, Case II, beginning at point a (the com- 
mencement of parallelism) an exposed line A section is installed 
of such length that it occupies eight-ninths the total distance 
from point a to the crossover at point 6. Thence, two X sections 
of equal length extend to the crossover point 6. Transverse 
balance is obtained when the existing power transposition is 
removed. Longitudinal balance to induction from the balanced 
voltages and currents of the power system is accomplished by 
installing a barrel in the power circuit between points a, b, with 
two transpositions opposite the three-ninths and six-ninths points 
of the telephone transposition system. 

From the crossover at point b, another exposed line A section 
is installed of such length that it occupies eight-ninths the total 
distance from point b to the end of the parallel at point c. Thence 
two X sections of equal lengths are installed, extending to the 
end of the parallel, at c. 

Transverse balance is obtained when the existing power trans- 
position in this section is removed. Longitudinal balance is 
obtained in the same manner as outlined for section a, b, but 
with reversed rotation of power transpositions, the purpose of 
which will be explained below. 

Thus, coordination of the power and telephone systems is 
- obtained within the parallel in so far as induction from balanced 
voltages and currents of the power system are concerned, and 
also transverse induction balance from the residual voltages 
and currents. 

It will be noted by referring to Figs. 1 and 2 that a junction 
occurs in the telephone line at a point d which would ordinarily 
be treated as a point of discontinuity, and, therefore, balance 
to induction should be obtained on either side of it. In this case, 
such balance is unnecessary since the junction point shown 
represents a tap off the long distance circuit under consideration. 
Had one or more circuits branched from the lead or terminated 
at this point, the others running-through, it would have been 
necessary to make the junction a neutral point and obtain 
balance independently on each side. This would probably 
have required the use of short sections in the telephone line and 
two additional transpositions in the power line. 

Mitigation of Residuals. Due to the presence of the grounded- 
neutral bank at one station and the triangular configuration 
used in most of the system the effect of capacitance unbalance 
of the lines in causing residual voltage will be very small, Hence 
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under the operating condition shown in Fig. 3 transpositions 
outside the parallel were not in this case necessary. The manner 
of locating such power transpositions for capacitance balance 
is however shown in Fig. 3. When the grounded-neutral bank 
is disconnected from the system there is a considerable residual 
voltage due to the vertical configuration of the two lines ab. 
The line ae being triangular has a much lower capacitance un- 
balance. Moreover the ultimate replacement of the grounded- 
neutral bank by a delta-delta bank is contemplated. An atten- 
dant advantage of transposing this line throughout its length 
is the improvement of the power-system telephone circuit which 
is located on the power-circuit poles. 

In view of these considerations it was deemed desirable to 
rely upon the efficacy of the coordinated transposition system 
and balance of telephone circuits to avoid interference from the 
triple-harmonic residuals due to the grounded-star transformer 
bank. 

The plan devised for obtaining an approximate capacitance 
balance is outlined below. If the transpositions according to 
this scheme prove to be insufficient others can economically be 
added. 

Considering first the two power circuits a b (see Fig. 3 Case II) 
operating in parallel, two 15-mile barrels are installed in each line. 

The section involving the parallel c,d, is already balanced by 
virtue of the two barrels installed to co-ordinate with the tele- 
phone transposition system and provide longitudinal induction 
balance within the parallel. Hence one section, a,c,and a second 
section on the other side of the parallel, d,e, remain unbalanced. 
In the section a,c, there is an existing transposition, to be re- 
tained if possible. Therefore, two barrels of unequal length 
were installed in the section a,c, utilizing in one of them the ex- 
isting transposition; by reversal of the two transpositions 
within the section of parallel b,c, Fig. 2, the proper type of ex- 
posure occurs in the section d,e, Fig. 3, which, considered with 
the section from the existing transposition to point c makes up 
the deficiency in length of the barrel. Hence capacitance balance 
is obtained by the use of two 19-mile barrels, although using a 
detached section of power line for balance. This case again 
illustrates the use of the reversed rotation of power-circuit trans- 
positions. ; 

It may be stated in connection with this case that the trans- 
positions for capacitance balance and reduction of residual. vol- 
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tage in the power system have not, as yet, been installed. The 
reason that they were not installed, is that under the present 
conditions of operation the coordinated transposition system 
within the parallel was determined by test to be sufficient to 
provide the requisite relief and that the longitudinal effect of 
the present existing residual currents and voltages was sufficiently 
small not to warrant greater refinement at this time. 
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In Case III (see illustration Case III) is given a typical ex- 
ample of parallelism between a telephone line and a power line 
operated isolated from ground. The details of this case are as 
follows: 

Power System. 22,000 volts, three-phase, 60 cycles. All three 
conductors in same horizontal plane, spacings 35 and 65 inches. 
Delta-delta transformer connections at three stations. Three 
existing transpositions within the parallel. 

Telephone System. Long-distance telephone circuits; 10 phys- 
icals and four phantoms. Standard system of transposition. 

Parallel. 38,970 feet in length; separation between power and 
telephone pole leads, 50 feet. Five crossovers. 

Coordinated Transposition Scheme. Owing to the number of 
points of discontinuity in this case (crossovers) short telephone 
transposition sections (X sections) in combination with an A 
section, all of the exposed-line type, together with power-circuit 
transpositions as shown in Fig. 2 of Case III, give the best 
arrangement. 

From the first neutral point of the telephone transposition 
system a (end of an existing section) adjacent to the beginning 
of the parallel, a Y section is installed, terminating at the first 
crossover 6 (beginning of the parallel). Thence, two exposed 
line X sections of equal length to the second crossover c, thus 
obtaining transverse induction balance of all telephone circuits 
in the section of parallel b,c, from both the balanced and residual 
currents and voltages of the power system. From the second 
crossover ¢ to the third crossover d, three X sections are installed © 
two of which are of equal length inserted between the crossover 
and the existing transposition in the power circuit. A trans- 
position is installed in the power circuit opposite the junction 
point of the first two X sections. Transverse balance and ap- 
proximate longitudinal balance to induction are accomplished 
by this arrangement in section c,d. If the existing transposition 
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in the power-circuit had been at one of the third-points of c.d, 
exact longitudinal balance would have been obtained. It will 
be seen that here a sacrifice in longitudinal balance was made in 
order to retain an existing power transposition. 

From the third crossover d to point g, the end of the parallel, 
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two X sections and one A section are installed. The exposed 
line A section is of such length that the pole at two-eighths of 
its length falls at the crossover point f. The two X sections are 
installed between the point d and the first pole in the A section 
and are of equal length. A power circuit transposition of re- 
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versed rotation is installed opposite the junction of the A and X 
sections, thus giving in combination with the section b,c, ap- 
proximate longitudinal balance in the total section b,c, and d,e. 
The existing power transposition in section d,e,is removed. 
Whole-line transpositions are installed in the A section between 
the one-eighth and two-eighth points in order to reduce the trans- 
verse unbalance incurred due to the interruption in parallel 
from e,f. Thus, transverse balance has been obtained in the 
section of parallel d,e. 

In section f, g, power transpositions are installed opposite the 
three-eighth, four-eighth, six-eighth and seven-eighth points of 
the A section, thus accomplishing longitudinal and transverse 
balance to induction in this section. The existing power trans- 
position in the section f, g, is removed. 

It will be seen that a coordinated system of power and tele- 
phone transpositions has been applied which balances to both 
transverse and longitudinal induction from the balanced volt- 
ages and currents of the power system, and transverse induction 
from the residuals of the power system. 

Mitigation of Residuals. Since in this case an isolated system 
is involved and the flat configuration causes a large residual 
voltage, the remedial measure required is transposition of the 
power circuit outside the parallel in such a manner as to balance 
the capacitance to ground of the several phases. 

In order to determine how small a number of transpositions 
would give relief in this case, it is proposed to install very long 
barrels in the sections of power line beyond the exposure, as in- 
dicated in Fig. 3. These will not be entirely effective if high- 
frequency components in the power circuit are prominent. 
The method of laying out these transpositions is as follows: 

The transpositions of the power circuit within the parallel 
for longitudinal induction balance from the balanced voltages 
and currents also provide capacitance balance for this section 
of power line. It remains to transpose the section of line outside 
the parallel so that capacitance balance is obtained throughout. 

In the section between one limit of the parallel g and the sub- 
station h (26 miles), one barrel is cut in the power line by installing 
two transpositions of normal rotation at the one-third and two- 
third points. 

In the section between the other limit of the parallel 6 and 
substation 7 (22.5 miles), a barrel is cut in the power line by 
installing two transpositions of normal rotation at the one- 
hird and two third points. 
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The section from the power line junction point k to substation 
i (7.5 miles) is cared for in a like manner. 

Thus, in each of the four sections cited, capacitance balance 
is obtained. Attention is called to the manner in which the 
practical considerations such as length of line and location of 
discontinuities arbitrarily determine the length (maximum) of 
power circuit barrel both from the standpoint of coordination 
of transpositions and measures for capacitance balance. 

This case is one which was presented for solution in the field. 
However, for the purpose of simplifying the discussion, the extent 
of power system beyond either end of the parallel has been 
greatly reduced. 

The above cases, it is thought, will serve to give a general 
idea of the practical methods pursued in the field for the solution 
of inductive interference problems. It must be remembered 
that the remedial measures set forth in the above cases are not 
necessarily applicable to other cases, and that each case requires 
a consideration of its particular conditions in order that adequate 
remedial measures may be provided. 

In conclusion, we can say with conviction, based upon the 
facts cited in this paper and our actual experience, that the gen- 
eral problem of inductive interference involving three-phase 
circuits, while seemingly difficult of solution, is in fact, when 
fairly and reasonably approached, usually simple and inexpensive- 
The remedial measures employed, when properly designed and 
installed, are very effective. It is true that occasionally a problem 
will arise, the solution for which will impose some burden on 
one or both interests involved. When such a problem does 
arise, it is capable of solution only through a broad co-operative 
spirit between the two parties and their mutual willingness to 
bear such burden for the welfare of the community. 


APPENDIX I 


DATA REQUIRED IN CASES OF PARALLELISM 
To FacrLitaTE THE DETERMINATION OF REMEDIAL MEASURES 
FOR THE MITIGATION OF INDUCTIVE INTERFERENCE 
The severity of the inductive interference with telephone ser- 
vice caused by any given patallel is dependent upon the physical 
characteristics of the parallel, the electrical characteristics and 
method of operation of the power system, and the condition of 
the telephone circuits. The following pages describe the data 
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necessary for a study of a parallel to devise means for the pre- 
vention or reduction of inductive interference arising therefrom. 
In order that the best results may be secured, the instructions 
given herein concerning the preparation of the report trans- 
mitting the required data should be very carefully followed, 

In the case of a proposed parallel, or general reconstruction 
of an existing parallel, a study shall be made to determine 
whether or not other routes are available, for either the tele- 
phone or power lines involved, which will avoid the parallel. 
A report on possible alternatives shall be presented in connection 
with the transmittal of other data concerning the parallel. 

The forms and instruction of this circular have been devised 
to facilitate a complete report on parallels already in existence; 
the same general plan can be followed, however, for proposed 
parallels. 

If any of the data are doubtful the best obtainable information 
shall be given and its degree of reliability stated. 

A—Telephone and Power Line Data. A form for reporting 
the data regarding the power and telephone line is given. The 
form should be typed or mimeographed as convenience dictates. 
It is self-explanatory as to information required. 

B—Exposure Chart. The telephone pole line involved in a 
parallel shall be plotted as a straight line, from left to right in 
the direction of transposition. The scale should be 4000 feet 
per inch, or 2000 feet per inch for short parallels and any case 
where complications render a smaller scale undesirable. 

The power line and all arc circuits, distribution circuits of 2200 
volts or over, telephone, telegraph and signaling lines of other com- 
panies, shall be plotted so as to indicate continuously along 


the telephone line the horizontal separation between the tele- 


phone pole line and the pole or tower lines supporting such other 
circuits. These are to be plotted only within the exposure to the high- 
voltage power line. 

The scale for plotting separation will depend on the average 
separation; 50 feet per inch is usually convenient. The ac- 
companying exposure chart, shows an example of a parallel and 
how the chart is to be plotted. 

Distances measured along the telephone line from a given 
reference point, (and corresponding telephone pole numbers) 
shall be shown for: A 

a. Each telephone transposition pole, with transposition let- 


tering. 
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b. Loading points. 

c. Beginnings and ends of parallels. 

d. Points where power lines cross over telephone lines. 

e. Points where abrupt changes in separation occur. 

f. Points where changes in configuration of power or telephone 
circuits occur. 

g. Location of bridged stations and sections of cable in the 
telephone line. 

h. Power-circuit transpositions. 

i. Points where load or feeder branches connect with power 
line. 

j. Places where there are spans of excessive length; river 
crossings, R. R. crossings, etc. 

k. Each tower in case power circuit is supported on towers. 

The chart shall contain as many sketches of the cross-section 
of the exposure as are needed to show the several types of con- 
struction, configuration and relative location of lines. A note 
under these shall specify the point at which each type begins 
and ends. These diagrams should show: 

a. Average pole or tower heights. 

b. Difference in elevation of ground under the two lines. 

c. Dimensions to locate points of support and spacing of all 
wires on poles or towers. 

d. Traffic numbers of telephone circuits with the number of the 
pole to which they apply. 

A sketch shall be given showing the method employed in trans- 
posing the power line and number of poles involved in a trans- 
position. 

If special construction is employed at power line crossings, 
the details shall be given in the report. 

Any special construction in the telephone line, such as at river 
crossing, shall be described in the report. 

The chart shall contain a title including the number of the 
parallel, location, companies involved, voltage of power lines, 
and date. ; 

The survey of the telephone line shall determine the location 
of telephone transposition poles, crossovers, power-circuit trans- 
position poles, and other features to at least the nearest 10 feet. 
This distance should be the ‘‘wire distance’, where obtainable 


from the records. wee 
- Horizontal separation of pole lines shall be measured within 


23 per cent (thus, where the separation is 20 feet, it shall be 
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obtained to the nearest foot, if 109 feet, to the nearest five feet). 
The heights of wires above the ground shall be given to the 
nearest foot. The horizontal and vertical distances between 
wires of a power circuit and wire spacing on the telephone line 
shall be given-to the nearest inch. 

Many minor irregularities must be neglected, but the purpose 
should be to present the average conditions as faithfully as 
practicable, and to give data of all pronounced changes in the 
character of construction. 

C—Circuit Diagram of Power System. Much of the required 
information concerning the power circuit can be shown diagram- 
matically as indicated in accompanying illustration. This dia- 
gram shall show: 

a. All lines or apparatus metallically connected to the power 
circuits involved. Auto-transformers constitute metallic con- 
nections between lines of different voltages, hence the circuit 
diagram should not terminate in such transformers. Lines or 
apparatus which are connected to the circuit involved in the 
parallel by two-coil transformers are not required to be shown. 

b. Method of connection of both primary and secondary sides 
of all transformer banks connected to the circuits. Indicate 
particularly the condition of all neutrals, whether grounded or 
not. Where single-phase, open delta or Scott connections occur, 
the particular phase, to which each wire is connected shall be 
shown. 

c. Type and location of air and oil switches. 

d. Type, location and connections of lightning arresters. 

e. Location and ratio of potential and current transformers; 
location and range of ammeters in neutral ground connections. 

f. Transpositions in the power circuits. 

g. The length of power circuit between all points of 
importance, such as stations, branch points, transposition points, 
and points where configuration changes, to the nearest 0.1 mile. 

h. Voltages and capacities of transformers or other apparatus 
connected to the circuit. 

i. A cross-section of the power circuit at some one point with 
_ the conductors numbered to show their respective positions. If 
there are two or more circuits, the wires composing each shall be 
designated. 

The title should include name of power company, number of 
the parallel, location, voltage of power circuits, date and legend: 

A list of symbols for use in making up power-circuit connection 
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diagrams, in the manner shown in the illustration, is given 
herewith. 

D. General Route-Map. The power and telephone lines 
shall be plotted on a map whose scale may be several miles per 
inch. Where available, the U. S. Geological Survey topograph- 
ical maps are very convenient for this purpose. The toll route- 
maps of the telephone company can sometimes be advantage- 
ously used as a basis. The telephone line shall be indicated as 
far as the adjacent S poles outside of the parallel. The power 
circuit and substations shall be shown to an extent correspond- 
ing to the diagram of connections. In case the extent of the 
power system makes this impractical, a separate geographical 
map of the system shall, if possible, be obtained from the power 
company. Possible routes for either line to avoid the parallel 
shall also be indicated on this map. 


DATA CONCERNING TELEPHONE AND POWER LINES 
INVOLVED IN A PARALLEL 


Ao a eS ae eee Se Ot 
I. General 
Uh ESN Sea OS EUs eh a 
(Between what towns?) (State) 
2.. sLeneth, along telephone Lites... cacacececcteeeeeneteeen neers miles. 


MaMMEIOl POW Cl sCO lal Vemma eee eee a Sr ee ese 
Namberoti power clrcuitseessas. fe) eee ee 
Tsrpneqaralelexistemt or proposed. wept 22. Sennen ee ee 
PMY RIC Hida t MeuSeIn OL, COMI Pel ey: hee sewer se nees eal ee ea oe on cae ee oe 
II. Telephone Line 

1. If parallel is existent, state in detail the nature of the observed 
COOL ST MWe an dap A NA NIA ie nee Eee IRA ke «2 ea SNe 


D Or we go 


2. What other parallels are there involving these telephone lines? 
3. Is there trouble from secondary ING UCtION ?.-nnna--nnnoeeenneeeeenneees ed 
4. State the present physical condition of the telephone line. 

How soon will it require general reconstruction? -_..........-.-.-..--- 
5. Insulation of telephone circuits 
Relative noise on telephone circuits 


Circuit Insulation-Megohms per mile Relative* 
No. Tip Ring Mutual Noise % 


*Estimate noise in per cent of noise on noisest circuit rated at 100 per 
cent. 
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III. 


6. What is the ultimate capacity of the telephone line? 


7. State specification and drawing numbers of telephone trans- 
position system 


8. If any circuits are loaded, state the location of loading points, 
give pole numbers within the parallel and at the adjacent 
loading points outside of the exposure, and state whether or 
not loadings p ont as serra EUs siete nee ee 


10. If the apparatus connected to any circuit is not standard 
ie Rel & 1. Co. equipment,.describe its ==. 
11. State location of any points within the parallel at which cir- 
cuits enter cable (e.g., river-crossings). Give specification 
humiberjof cables. (ied ee ee ee ee 


12. Do any circuits branch from the telephone line within the 
exposure? If so} state traffic numbers and points of branch- 
ing. If local circuits are also involved in the parallel, give 
their points of branching. =e 


13. Telephone Circuits involved in the Parallel 
Traffic Physical or Size & material Loaded or Terminals 
No. phantom of wire non-loaded 


14. Describe special construction in telephone line at river cross- 
ings, etc 


15. State any other pertinent information 


Oe re a in hn oo cece eee 


Power Circuit | Neco 2 

at fe tt ae, a a en ee RN LS Np let 
(actual operating voltage between wires) 

2. Number of phases... ; Ureduencyas = osae cycles per sec. 

3. Power circuit supplied Irom.o =e...) a Station... 


G.” Average current per phases ape Po ae amperes. 
7. Average daily maximum current... amperes. 


*If there are two or more power circuits they should be reported sepa- 
rately and every sheet marked to indicate (by number) the particular 
circuit reported thereon, 
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Sm Lourat witchemea kiOaGrOCcire sesh 8 ee 
9. If the neutral points are grounded, are there ammeters in the 
DEGLEAlmeOnm COLO H si eeemnenen meena ne et Lo Se bt ee 
Peectare their range ei ae earns. i Seth ears 


11. Are they connected directly or through current transformers? 


Seve: Lato Of CLAMS tOTrdia LiOl st ener en wees ene See SS CT ee 
What is the average neutral current? 22.2222... amperes. 
ee PACIOE OOLCACTOrS: ensues teres FAP SE) 7 EE pera ete oe a ga. 
Miatermaliol conductors: 2! 5 Ie iy ie ret se Ses Se ee 


14. In case the power line is existent, state its present physical con- 
dition. How soon will it require general reconstruction? 


ie petOndineliiators met se Me ee Aer er a ee 
Ane tuehssdlapor pins. srounded to... 25 Sek es 
If suspension insulators, state number of discs_-.............---..------ 
‘16. Lightning arresters. 

Location Type Connections Frequency Charging 
and time current- 
of day of amperes 
charging per phase 

Wihat isstae method offcharging?.@ 2s. see. 
17. Switches 
Location Type Mechanically inter- What devices are 
connected for simul- there for auto- 
taneous action? matic operation 


of switches? 


18. Transformers 
Location No. Mfr. Kv-a. Voltage Form Single If three- 
of rating rating No. or phase, 
units etc. three- shell or 
phase core type 


19. Rotating apparatus. If generators, motors or converters, etc., 
are metallically connected to a circuit involved in a parallel 
or if such circuit connects directly to a generating station, 


give data as to 
Kind of Location No. Mfr. Type Kv-a. Voltage Electri- 


Apparatus of rating rating cal con- 
units nection 
20. State other pertinent information ._.------------------------- ee 
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Discussion ON “INDUCTIVE INTERFERENCE AS A PRACTICAL 
PRoBLEM” (GRISWOLD AND MaAsTICK), SEATTLE, WASH., 
SEPTEMBER 6, 1916. 


Frederick Bedell: Remedial measures for inductive disturb- 
ances are necessary because we do not have perfect telephone 
circuits, nor perfect power circuits, nor perfect power generators. 
By improving the wave-form of the power generators—that is, 
by making the wave-form more nearly a pure sine wave— 
inductive disturbance and the necessity of remedial measures 
can be reduced, as is pointed out in the paper; but in-all probabil- 
ity the best that can be done in the design of machinery, without 
prohibitive expense, will only reduce, but not eliminate the dis- 
turbance. The problem of remedial measures will still remain, 
but it will be an easier problem. A standard of wave-form, in 
this connection, is seen to be desirable. 

L. T. Merwin: The authors’ paper presents one consistent 
scheme only for overcoming the troubles of inductive interference 
Unquestionably, the telephone companies have made elaborate 
experiments as to the possibility of developing other means of 
overcoming the troubles. So far as I know, the power com- 
panies have done little or nothing along this line. It would be 
extremely interesting to us, as power men, to know what other 
remedial measures were tried, and, if tried, why they were 
abandoned. I would like to ask Mr. Mastick if the telephone 
companies have tried, for instance a scheme that appears to me 
to have some value, and, if they have, what were theresults: For 
example, is it possible to so modify the Thompson system of 
telephone line loading with inductive shunts, that those shunts 
instead of giving a straight line function, for the 7 component 
of the impedance which would be obtained with inductive 
character only—would give an approximate straight line function 
for all frequencies above, for instance, the 5th or the 7th harmonic 
of a 60-cycle system, and a sharply divergent or logarithmic 
function for all frequencies below? In other words, that the 
shunts would perform two functions, namely, that of providing 
a short-circuit path for low frequencies; and, on the other hand, 
perform the same service as the inductive shunts of the Thomp- 
son system of loading for the higher frequencies, namely, that of 
producing a distortionlessline—laying asidethe matter of attenua- 
tion for the present—for frequencies within the usual range of 
voice currents, but producing short-circuit paths for these 
troublesome 3d, 7th and 9th harmonics of the 60-cycle system. 
Have the telephone companies experimented with series im- 
pedances in their lines of such a nature that the series impedances 
if judiciously placed, would produce a high resultant impedance 
for all low frequencies, and yet~produce a straight line function 
of the Pupin type of loading for all frequencies say from the 9th 
harmonic of the 60-cycle system up through the range of the 
voice frequencies? If methods of this sort, or of any similar sort 
have been tried, it would be extremely interesting to us to know 


1916] DISCUSSION AT SEATTLE 1089 


what were the difficulties encountered, and why they were 
abandoned. Any scheme of transposition, that is laid out, 
involves the expenditure of money, and it is only natural that 
when the power companies, themselves, are only concerned, in so 
far as the reaction of the trouble may lead to force expenditure, 
it 1s only right, I say, that we should ask of those who are fitted 
to answer—the telephone engineers themselves—as to the 
possibilities of other methods of overcoming the troubles. 

J. B. Fisken: Two years ago the power engineers were pretty 
much alarmed at what they learned regarding the California 
order, and it looked as if we might possibly have to go into the 
hands of receivers or go out of business. It does not look as bad 
to me now as it did then. It looks as if a good many cases could 
be taken care of without prohibitory expense. One question 
I want to ask Mr. Mastick is whether I am right in supposing 
that the flat construction of a line is more detrimental, in that it 
produces more residual voltages than the triangular construction ? 
I have had some experience with a line of flat construction 65 
miles in length, and this line was built to avoid, as far as possible, 
paralleling the telephone toll lines, although, to some extent, it 
does parallel them, and we had nothing brought to our attention 
to lead us to believe that the flat construction was objectionable. 
Of course, it is transposed, just the same as a triangular construc- 
tion, and we have had nothing to indicate that the residuals are 
serious on that line. It begins to look as if we had to take care 
of two features of construction, or, rather, one feature of con- 
struction and one feature of design of apparatus; the feature 
of construction being the location of transpositions, which, to 
my mind, unless our telephone friends insist on putting them in 
too frequently, are not objectionable; and the other of getting 
rid of the higher frequencies, which, I think, are just about as 
objectionable to the power men as they are to telephone en- 
gineers. 

W. D. Peaslee: There is another feature that has not been 
_ mentioned in the paper, that is of considerable importance, I 
think, in the interference of a power line with a telephone line, 
and that is the effect of the continual corona discharge on a defec- 
tive insulator, and also the effect, which I have seen on a great 
many of the lines, in the northwest, especially when they have 
taken to grounding the insulator pins on wooden poles. Ona 
great many of those lines, you will see the ground wire connec- 
tion to the insulator pin, loose, and at night, you will see a con- 
tinuous discharge from the line into the condenser of the insulator 
from this loose connection. In a short study of that, I took 
an insulator—a standard, 60,000-volt, pin-type insulator—and 
putting on an artificial line with loose connection to a pin of 
that nature, with an ordinary coil of wire containing 300 feet and 
a telephone receiver, I have succeeded in getting considerable dis- 
turbancé into the coil of wire. I would like to know if Mr. 
Mastick has encountered any situation of that kind, wherein the 
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transmission of such disturbance on the transmission line into the 
telephone circuit occurs. Being of high frequency, and oscillatory 
in character, it would be a very difficult thing to get rid of, and 
also, a defective insulator, always produces a high-frequency 
discharge or oscillation in the power line. These discharges are 
very troublesome to the power people, and I would like to know 
in that connection, also, if interference has been encountered 
with this static inductance, with these ground connections show- 
ing up in the telephone line, either as a bat in the telephone 
receiver, or as a continuous high-frequency disturbance. 

R. F. Robinson: In answer to that.last question, I had some- 
thing to do a few years ago with a line, where there was a great 
deal of trouble with the charging of the electrolytic lightning 
arresters. We made some tests with the power man, and had 
him vary the way in which he charged the arrester. He drew, 
for instance-a very short, quick arc, that made very much less 
disturbance in the telephone line that when he drew out a long 
arc and held it for a long time. In drawing that long arc, it 
seemed to put the telephone line out of business all the time 
that the arc was held. The results on that line on account of 
the trouble were rather serious. There had been two or three 
cases of persons being injured while using the telephone line at 
the time the charging operation was taking place. In one case, 
a lady who was using the public telephone in a booth, was ren- 
dered unconscious during the time of this electrolytic charging. 
The answer seems to be indicated in this paper, that it is a 
matter for co-operation of the telephone companies and the power 
companies. The telephone people have probably done more 
studying on these questions, and in many cases, they have 
come to the conclusion, ‘Well, it is up to the power 
people. We can’t do anything more.’’ The power people on 
the other hand, say “It is not our trouble. Let us leave it to 
the telephone people. They have got to figure out some way to 
get around it.” But this paper very clearly indicates, I think, 
that it is impossible for either the telephone companies or the 
power companies to do all the work to overcome this induction 
trouble, but they must work together, and design the necessary 
means to get around the trouble at the least expense to both 
companies. Apparently, that consideration was one of impor- 
tance in designing these transpositions which have been brought 
out here—that neither the telephone nor the power company 
should be put to any unnecessary expense or any unnecessary 
work on their lines, which could be avoided by co-operation on 
the part of the other company. : 

_ L. J. Corbett: Two years ago the investigations on inductive 
interference had just been started and a working rule was inaugu- 
rated and adopted in California. Only the simplest circuits, 
if I remember rightly, were taken up. At the present time, 
we have a great many different types of lines and interference 
cases analyzed. In time I presume all possible cases will be 


ree 
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worked out, or we will be able to analyze all cases as combi- 
nations of certain cases which can be classified properly. I wish 
to call up the matter of the transmission line which crosses the 
telephone line at an angle of 20 degrees. I would like to ask 
Mr. Mastick if any investigations have been made upon such 
cases, because it seems to me that the effect would be greatest 
at the point where the line crosses, and as the departure be- 
comes greater and greater, the influence, of course, would 
become less and less. In that case the interference would not 
be a true cosine function. I would like to ask also if they 
have investigated cases containing phantom circuits as applied 
to these schemes. That undoubtedly will have to be taken hee 
and I presume that in some of these complicated cases the ad- 
dition of phantom circuits will complicate the matter even more, 
where a great many lines cross the power line. ; 

C. A. Whipple: I have had occasion to investigate a number 
of cases of telephone troubles in connection with their proximity 
to power lines, and in all cases, I have found that the difficulties 
arising from the application of these rules, as set forth in the 
paper, have arisen from one of two conditions: Either the con- 
struction of the transpositions was not done in accordance with 
the instructions of the engineers, or there were defective insu- 
lators or other apparatus which caused these difficulties. In 
many cases the engineers relied upon those in the field to accur- 
ately place the transpositions where indicated. Investigation 
showed that in almost all cases the field work inaccurately done, 
sometimes the transposition points being but a few feet off, but 
the accumulation of a few feet on various sections of transposi- 
tion lengths was cumulative, thus making quite a distinct dis- 
turbance upon the telephone line as a whole. In other cases, the 
discharge from defective insulators or the static effect of other 
apparatus in the near vicinity produced the effect upon the 
telephone system. These defects threw considerable disrepute 
upon the method. But it was not the method that was at 
fault, it was the execution of the method in the field. 

J. B. Fisken: Mr. Mastick in his paper recommends that the 
neutral grounds be applied only at the power stations and 
important switching stations. Apart, altogether, from the 
question of inductive interference, I thoroughly approve of that 
recommendation. I have had some experience both ways. 
When we first installed our 60,000-volt distribution line, we 
grounded the neutrals of all our transformers, but after a few 
years experience with that method, we removed those grounds ex- 
cept at the power stations just asfast as we could. There was one 
experience we had, where a line switch was dead-ended, on 
insulators with very short connections, with solid wire to the 
switch itself. One of those connections broke, and before we 
found it the railroad in that vicinity was operating trains with 
flag signals; they had no apparatus left; and the telephones, of 
course were entirely out of business. It took us some time to 
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find the break, because it was only about half an inch, and could 
hardly be seen from the ground. We found it by repeated experi- 
ments in trying the line and finally one man saw a flash, examined 
it, and found the wire broken. In many cases, the transformer 
itself does not give an absolutely true neutral, and if the trans- 
formers have neutrals grounded all over, there will be a slight 
interchange of current between them, which is not serious from 
the power man’s standpoint, but I conceive might be quite serious 
from the telephone man’s standpoint. 

L. T. Merwin: If the telephone companies have-experimented 
along other lines of remedial measures, as suggested in my 
previous remarks, I would like to ask,-if a distortionless line was 
obtained at the expense of great attenuation, what percentage 
attenuation would be considered the limit that could be utilized 
and yet be not objectionable, by reason of modern methods of 
amplification in use by the telephone companies, either me- 
chanical or of the audion bulb type. 

R. W. Mastick: It seems desirable before replying to specific 
questions to discuss briefly the subject of ‘‘Noise’’ in telephone 
circuits which are exposed to high-tension power circuits, since 
in the main the discussions have borne directly on the elimina- 
tion of noise by means other than those described in the paper. 

The noise induced in a telephone circuit by the paralleling 
power circuit is usually due to several currents of various fre- 
quencies, viz., the fundamental, third, fifth, seventh, ninth, etc., 
harmonics. The fundamental is, however, from the standpoint 
of noise production, practically unimportant as compared with 
currents of higher frequencies. Analyses of noise currents have 
indicated the presence of frequencies from 50 cycles up to 2000 
cycles and more. 

The telephone speech current is of a very complex character, 
being a combination of a large number of waves of different. 
frequencies, of which the most important waves lie within the 
range of the noise-current frequencies, that is, between 200 and 
2000 cycles. 

The detrimental effect of noise currents on telephone conversa- 
tions increases very rapidly with the frequency up to a point 
near 800 cycles (which represents roughly the average frequency 
of voice currents and at which point therefore telephone appara- 
tus is of maximum sensitiveness). For higher frequencies, the 
effect is gradually reduced. Since the frequencies present in 
noise are also those present in speech within the most important 
range of the latter, it can be seen that the application of a device 
in the telephone circuit whose successful action is based on the 
short-circuiting of the noise currents to the exclusion of speech 
currents is not generally feasible. 

Mr. Merwin has suggested the possibility of modifying the 
Thompson shunt method of loading so as to short-circuit. the 
noise currents below a certain frequency, and yet obtain the 
advantages of loading for all higher frequencies, The studies of 
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this method of loading by telephone engineers have shown it to be 
generally unsatisfactory, because it is not possible to obtain 
sensibly uniform attenuation of all frequencies within the range 
of speech. In other words, the Thompson method of loading 
1s inherently inefficient except for a small range of frequencies 
near the particular frequency of maximum efficiency for which 
the loading is designed. This method has also the disadvantage 
that it is not adapted to the use of superimposed telegraph on 
the telephone circuit, which practise is used to a large extent by 
the telephone companies. 

The application of series impedances that Mr. Merwin has 
mentioned, is, of course, the principle of the present method of 
telephone circuit loading. Such arrangement gives a sensibly 
uniform attenuation of all frequencies up to a frequency deter- 
mined by the coil design and spacing. Above this frequency 
which is always the upper limit of voice frequencies, the attenua- 
tion rapidly increases. Hence it is not possible to use this system 
of loading to exclude the lower frequencies in the range of noise 
currents. 

Commenting further on both of Mr. Merwin’s suggestions, it 
should be pointed out that it is not sufficient to exclude the noise 
frequencies below the ninth harmonic, but also those above must 
be eliminated since the detrimental effect of higher frequencies 
particularly in the vicinity of 800 cycles is far greater than the 
low frequencies. The 11th, 13th, 15th and 17th harmonics occur 
in present-day power-circuit waves in sufficient amount to re- 
quire serious consideration in any attempt to mitigate inductive 
interference. 

Configuration of the power circuit and its bearing on magni- 
tude of induction and the residual voltage of an isolated system 
as mentioned by Mr. Fisken are of great importance. Studies 
have shown that the residual voltage of triangular lines is less 
than that of horizontal or vertical lines and. that the horizontal 
configuration with unequal spacing of conductors is productive 
of the largest residual voltage found in practical cases. With 
respect to magnitude of induction from various configurations, 
the triangular configuration is generally to be preferred. How- 
ever, the severity of the induction is governed by the relative 
location of the two lines with respect to separation, height of 
wires above ground, depth of ground plane for magnetic and elec- 
tric phenomena, etc. For specific cases computations can be 
made which will indicate the best type of configuration to use. 

The matter of discharges over defective insulators, mentioned 
by Mr. Peaselee, is a source of much concern to telephone com- 
panies. They are manifest in the telephone circuit as disagree- 
able cracklings, if intermittent, and in the event of total failure 
of the insulator, as very severe noises sufficient sometimes to 
temporarily deafen the telephone user. Total failure of an insu- 
lator generally creates a bad unbalance of the power circuit pro- 
ducing large residual voltages or currents which, of course, induce 
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harmful voltages on paralleling telephone circuits. These 
induced voltages are frequently of sufficient magnitude to operate 
the telephone line protectors. 

From the standpoint of inductive interference, angular cross- 
ings, as mentioned-by Mr. Corbett if of fairly large angles, are 
usually not serious enough to require remedial measures. Some 
work of a mathematical nature has been carried out for a case in 
which a power line of high voltage crossed a telephone line at an 
angle of 30 degrees, and the results therefrom bear out the above 
assertion. However, if the angle of crossing is so small that 
quite an appreciable distance is required from the crossover to 
obtain a large separation between the two lines, some measures 
would generally be required. 
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TESTING FOR DEFECTIVE INSULATORS ON 
HIGH-TENSION TRANSMISSION LINES 


BY. BriG] FLAHERTY 


ABSTRACT OF PAPER 


This paper discusses the importance and necessity of field 
tests on high-tension insulators and three methods of making 
such tests, viz.; with the oscillator, the megger, and the tele- 
phone receiver. The latter is described in detail, and some 
data given on-its development and use on a 60,000-volt line 
in western Washington, covering a period of 2.5 years. Labor- 
atory checks on 13 of the defective insulators located, are given, 
and an approximate relation established between the tele- 
phone receiver test and the break-down value at 60 cycles. 
Success of test is shown in note on its effect on operation. 

Figures from regular routine tests show percentage defect 
on various lines, and cost of locating and replacing defective 
units is given at $1.13 each (labor only), and cost of testing only 
was 2.3 cents per insulator on the line. 

A method of studying the rate of depreciation is outlined and 
some data given in illustration. 


INTRODUCTION 

OST of the literature dealing with the failure of insulators 
on high-tension lines, treats almost entirely with the 
question from the point of view of improving the quality of the 
future insulator by various means of manufacturing improve- 
ments and specifications for testing before putting into use on 
the line. It does not deal to any considerable extent with 
methods of locating defective insulators among the great number 
already in service. While it may be admitted, without question, 
that the evolution of better insulation for future use is the most. 
important need, the treatment and handling of the large quantity 
of insulators already installed should not be neglected. In fact 
this problem becomes the most serious one to the operating man, 
both from the standpoint of preserving the continuity of service, 
and of conserving as much as possible the large investment in 

the stock of the insulators in use. 
Formerly, there was considerable discussion and argument 
about the depreciation of the porcelain in line insulators, though 
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the majority of recent opinion seems to deny the depreciation 
per se and attributes failures after a period of service to various 
causes; such as inherent faults in the part as it comes from the 
firing, troubles due to improper cementing together of parts, 
or the use of cemented-in iron pins, causing unequal expansion. 
There is, however, no denial of the fact of deterioration of the 
insulator considered as a unit, 2.e., failure after a period of service. 
Undoubtedly a great deal can be, and has already been done to 
improve the quality of the porcelain; and by laboratory tests, 
to weed out the defective units in the process of manufacture 
and distribution. To this end the Transmission Committee 
has evolved the “‘ Specifications for Insulator Testing ”’, dealing 
almost entirely with factory tests. 

More important to the man now operating high-tension lines 
is some means of locating the defective insulators he already 
has on the line, thus affording him an opportunity to improve 
his factor of safety, and to preserve continuity of service, to 
which insulator failures have been in the past such a menace. 
Such a device, or devices, should be cheap, both as to first cost 
and as to methods of use; and should be reliable within practical 
limits. Too much expense either in first cost, or labor involved, 
could not be put into this class of work without approaching the 
point where it would be more economical to put in new insula- 
tion throughout. As yet, only three methods of testing insula- 
tors already in use on the line have been suggested; the oscilla- 
tion transformer, the megger system, and the use directly of the 
telephone receiver. 

The use of the oscillation transformer is recommended by 
Prof. E. E. F. Creighton and clearly outlined as to connections 
and adaptation in the Transactions of the A. I. E. E. (Vol. 
XXXIII, 1914, p. 1122). The data given in the discussion indicate 
that it is very satisfactory as a high-frequency test and capable of 
being made very severe. Its availability and simplicity as a 
laboratory method for new insulators or those that have been 
removed from the line is evident; but its adaptability to service 
in the field is not so evident, presenting many difficulties. In 
the first place, in testing insulators on a line in actual service, 
it would be necessary to take the line out of service during the 
period of test; or to remove a quantity of insulators from the 
line, crate, transport, uncrate, test and replace on system, 
making the test prohibitive in cost. Also in attempting field 
work, a considerable crew would be required to handle and 
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operate the apparatus and to make connections to each indivi- 
dual insulator, removing the line wire for the test. Another 
difficulty would be the source of current for the testing apparatus 
at all points of the line. These difficulties make the method im- 
practicable for field work. 

The megger test has become so commonly used throughout 
the country, especially on suspension insulator work, that it 
needs no description here. Mr. T. A. Worcester (General Elec- 
tric Review, June, 1914, page 600) gives a thorough statement 
of the uses and limitations of this means of locating defective 
insulators. His main deduction is that it is not unconditionally 
reliable, being primarily a measure of the resistance, which may 
be practically “infinity ’’ on a broken or punctured insulator 
unless contact is made directly with the defect and the latter is 
made conducting by the application of moisture. Another 
objection to the use of the megger for this purpose, is the neces- 
sity of ‘‘ killing’ the line under test for considerable periods 
and the use of a crew of men to make connections and remove 
the line wires from the insulators. It seems more particularly 
adaptable to testing the separate units of suspension-type in- 
sulators. 

The use of the telephone receiver in the detection of defective 
insulators is mentioned by Mr. M. T. Crawford (Trans. A.I.E.E., 
Vol. XXXIII, 1914, p. 1483), and it is with the develop- 
ment and use of this method that the present paper has to deal. 
Mr. P. H. Thomas (page 143, same volume) says, ‘‘ We must find 
some way of detecting bad insulators. That can partly be done 
by tests, but we need a few new tests.” If it can be shown that 
the test is reliable to a reasonable degree, it is evidently the 
most ideal method yet suggested, in that the actual testing can 
all be done by one lineman of reasonably good judgment and 
hearing, and also without any interference with the operation 
of the line, 7.e., the test is made at line voltage and frequency. 


APPARATUS AND USE 

The apparatus as developed for use on wooden poles is shown 
in Fig..1. The double head set receiver is used to the best 
-advantage as it aids in excluding foreign sounds, and focuses 
the observer’s attention more closely on the work in hand. 
Almost any telephone receiver is found to be serviceable so that 
patrolmen in their routine work may use the receiver in the por- 
table test set which they carry with them to locate the worst 
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cases of defect. Where greater sensitiveness is required, the 
two thousand ohm wireless set shown in the illustration is found 
to give the best results, with the two units connected in parallel. 
The flexible cord used for connections is fastened by a small 
nut to the lineman’s spur at one end, this serving as the ground 
terminal; and by a double connector to the large stiff wire run 
through the bamboo stick and sharpened to a point for contact- 
ing to the pole; 7.e., shunting a portion of the current flowing 
in the pole, through the receivers to ground. This, with the 
lineman’s spurs and belt and proper notebook constitutes all 
the equipment necessary for locating defective insulators on 
pole lines using pin-type insulators. For use on steel tower 
lines using pin-type or suspension insulators the modifications 
are slight, looking more toward the safety and protection of 
the observer than anything else. The upper terminal is extended 
to a miniature wireless antennae, either in the form of radial 
spokes of a wheel, or a circular plate, and is used to explore the 
electrostatic field in the neighborhood of the insulator instead 
of measuring the actual current flowing over and through the 
insulator. Slightly greater sensitiveness is necessary for these 
cases and a higher resistance receiver with the units connected 
in series is recommended. The principal difficulty with this 
method is in protecting the operator from accidental contact 
with the high-tension wires. This is accomplished by covering 
the terminal with an inverted basket of wooden strips of dimen- 
sions sufficient to give proper clearance of four times the needle- 
gap spark value for line voltage to ground. 

Two qualifications are necessary to the successful observer 
at this work; first, that he should be a good lineman, capable 
of going up and down, and working on the pole or tower near 
high-tension lines with quickness, steadiness, and assurance; 
and second, he should have good hearing. It is not especially 
important that he should be a technically trained man, although 
a little laboratory training and knowledge of electrical phe- 
nomena will help him considerably in the interpretations of the 
various sounds he will find throughout his experience of this 
work. The ordinary first class lineman of average intelligence 
can be taught by example to use the set and give a first rate 
judgment of defects indicated, in a few minutes time. Scientific 
truthfulness, 7.e., the faculty of setting down results as they 
actually come to him rather than as he believes he should get 
them, is also an important requisite. Absolute accuracy in 
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keeping the records of the test is imperative if it is to be of any 
value in eliminating the defective insulators afterwards. Ordi- 
Nary surveyor’s field books ate found to be mist serviceable 
in use over the varied country which most transmission lines 
follow. The inspector in traveling along the line sets down the 
pole number and the result of the test on the ground. Four 
degrees of defect or leakage are arbitrarily assumed, namely, 
zero, first, second and third. The judgment of the observer 
must be depended upon to place properly the sounds heard. 
If the pole test indicates zero leakage it is not necessary to deal 


__INSULATOR TEST ____ TACOMA No. 1 LINE 
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Gardenville Station. 


Fic. 2 


further with that one. If any leakage is heard, the inspector 
proceeds up the pole and tests to each insulator pin, or slides 
the point out along the crossarm or up the pole top if apprehen- 
sive of danger from too bad an insulator. Beginning at the left 
hand crossarm position, and looking in the direction in which 
the line is numbered, the insulators are numbered clockwise 
over the pole top in the case of equilateral construction. In 
vertical construction they are numbered from bottom to top. 
If more than one insulator supports the wire in each position on 
the pole or tower, the respective units are given sub-letter des- 
ignations, as 1-a. 1-b, for double construction. Fig. 2 shows 
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a sample page from the standard note book used. Only one man 
is necessary for this work, but the practise so far has been to 
send along a helper who is ready to climb to the other’s assist- 
ance in an emergency, and this man can expedite the work con- 
siderably by keeping the record. 

Weather conditions have considerable influence on the testing 
work through their effect, both on the insulator itself, and the 
working conditions of the test apparatus. Rainy or foggy 
weather increases the leakage over the insulators, especially if 
there is a deposit of dust, smoke, or ether foreign matter, to such 
an extent that the exercise of a good deal of judgment on these 
effects is necessary in testing to keep from condemning a great 
many good insulator units. If rain is falling it is impossible to 
use the testing set, as the drops about the head and receivers 
shut out all other sounds effectually; and work on “bad” 
insulators on the pole top becomes literally ‘“‘ hair-raising ”’. 
The ideal time to make this sort of test is when the sky is clear 
and the ground slightly moist underfoot to afford a good ground 
connection. 

THEORY OF ACTION 

The discussion of the theory of action here advanced is based 
on the pin-type insulator on wooden poles, but may be adapted 
to the other cases.. The pin-type line insulator may be considered 
as a resistance shunted by a number of small condensers con- 
nected between the line wire and ground, and some idea of the 
magnitude of the currents flowing in such circuit may be ob- 
tained from measurements already published. Just to show that 
the resistance component of the current over the insulator from 
line to ground is of an appreciable value for measurement in 
the telephone receiver, Mr. Ralph D. Mershon may be cited 
(Vol. XXVII, Trans. A. I. E. E.) as giving the power loss per in- 
sulator as between 40 and 75 watts at 50 kilovolts. From this 
it is readily seen that the effective value is sufficiently large to 
give considerable indication at 60 cycles, a-c., in an ordinary 
receiver, which is sensitive to a millionth of an ampere. Some 
idea of the relative magnitude of the capacity component may 
be obtained from Mr. Edward Bennett’s statement (A. I. E. E. 
Trans. Vol. XX XIII, p. 1127) of the capacity of a 40-kv., three- 
petticoat insulator at about 2 X 10-" farads, giving a current 
on a three-phase, 40-kv. system of the order of 2 X 10-4 am- 
peres effective. 

Thus by shunting a portion of the high-resistance path of 
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the resultant current through the crossarm and pole to ground, 
it is seen that an effective current of the order of ouxl0nvam- 
peres is obtained through the comparatively low resistance re- 
ceiver. This means _4 maximum variation of current, positive 
to negative, of 2 V2 xX 3x 10— or 8.5 X 10-4 amperes in the 
complete sine-wave cycle. 

Over the perfectly good insulator this current is audible in 
the telephone receiver as a clear musical tone of the same pitch 
as the line frequency. If however, there is any defect, such as 
a crack, or a punctured petticoat, the leakage path is shortened, 
the capacity is changed, and the volume of sound increased con- 
siderably. If the defect is at all serious at the impressed voltage, 
a brush discharge effect becomes audible in the receiver as a 
scratching, spitting sound characteristic of such phenomena, 
before any evidence of it is given to the unaided eye or ear. On 
an ungrounded delta system, this sound can be heard to fluct- 
uate as the neutral shifts toward or from the wire on the in- 
sulator under test. 

The range of sound and variations, from the perfect insulator 
to the dangerously defective one, is very considerable, and 
capable of being subdivided into many more than four degrees 
selected, though they seem sufficient for all practical work. If 
more than one petticoat of a 60,000-volt, four-part insulator is 
defective, the noise of the brush discharge becomes so intense 
that it is unmistakable, though perhaps inaudible to the ear 
alone. 

Many curious phenomena will present themselves to the ob- 
server who spends any time at this work, which can only be 
mentioned here, but may be used in further development or use 
of this same test. For instance, definite knowledge of the exact 
time of “‘ killing ’’ or ‘‘ making the line alive’’ may be had by 
simply listening in the usual way at the bottom of the pole. 
Any disturbance on the transmission line is clearly audible in 
the test set, and the charging of lightning arresters miles away, 
is heard as distinctly as though near by. If considerable capac- 
ity is present on the pole top, through a number of insulators 
in parallel, an overtone of a very much higher pitch than the 
fundamental becomes audible, which is probably due to the 
presence of a higher harmonic. 

No difficulty seems to be encountered by various observers 
in grading the sounds as to leakage indicated, though there may 
be a difference of one degree set down in the record by different 
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persons when near the dividing line between two degrees. This 
is dependent on the judgment of the individual, and experience 
is the most-valuable instructor in grading the defects accurately. 


CuHEcKs OF METHOD 

The origination, and institution on the Puget Sound Traction, 
Light & Power Company lines, of this system of testing, in the 
spring and summer of 1914, followed a series of particularly 
severe interruptions to service during the winter of 1913-14, due 
almost entirely to insulator failures on that portion of the system 
which had been operating at 60,000 volts for about ten years. 
The effects of the apparently increasing number of failures were 
so annoying and cumulatively destructive that some method 
of locating the dangerous units became imperative. A number 
of tests were made on the defective insulators with a megger, 
but no satisfactory results could be 
obtained as it was necessary to 
actually find the flaw in the porce- 
lain and then moisten it before any 
indication of less than infinite resis- 
tance could be gotten. A great deal 
of preliminary experimentation was 
done with the telephone receiver also, 
before it was adopted as a routine 
testing apparatus. 

As a preliminary check on the 
accuracy, a pole was selected on one 
of the lines that had given most trouble during the previous 
winter, which carried insulators indicating in the test set 
all three degrees of leakage, as mentioned above. These three 
insulators were removed from the line and taken to the White 
River generating station, where a temporary high-voltage test 
set was rigged up out of the apparatus available. The insulators 
were kept as nearly as possible in the same condition as on re- 
moval from the line, and but a short time, perhaps a couple of 
hours, elapsed until the high voltage was applied to them. 

The apparatus used consisted of a 50,000-volt oil-testing 
transformer and a 50,000-volt, 100-watt potential transformer 
connected in series on the high tension side, with the common 
terminal grounded. The secondary windings were energized 
from the local 220-volt service and regulation was obtained 
from the hand induction regulator on the oil-testing transformer. 


500:1 Transf. 


Fic. 3—HiIGH-VOLTAGE 
TEST 
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A new three-part suspension insulator, hung from the-ceiling, 


carried one terminal of the set and the insulator under test was 
suspended by the pin from this point. To a piece of line wire 
fastened to the test insulator head with fine copper wire, was 
carried the other high-tension lead. A diagram of the connec- 
tions is shown in Fig. 3, and the results of the application of 
high voltage in Table 1. 


TABLE I. 
PRELIMINARY HIGH-VOLTAGE TEST AT WHITE RIVER, JULY 1, 1914. 


Insulators taken from Pole, No. 1739, Tacoma No. 1. 


Tel. test Volts at breakdown 
Ins. No. degree leakage from trans. ratio 
3a 3 63500 
3b 2 84500 
la 1 Did not break down but showed distress at 


full voltage obtainable. 


The maximum e.m.f. obtainable from the induction regulator 
for the secondaries of the transformer series, was 175 volts, 
giving 87,500 volts, (trans. ratio 500:1) on the high-tension 
side; if the effect of a possible phase-angle difference in the two 
transformers were neglected. While not regarded as a rigid 
check, this test was considered a practical demonstration of the 
utility of the telephone receiver for locating defective insulators. 
It was felt that the argument, that the chosen insulators failed 
at a voltage at least not any greater than the values given, 
would hold; and that while further use would give more data, 
the test would be sufficiently reliable to put into use at once in 
clearing the transmission lines of the worst cases of defective 
insulators. A complete test was therefore run on two of the 
older lines, Tacoma No. 1 and Seattle No. 1, and the poor in- 
sulators taken off immediately afterwards. 

No other source of e.m.f. higher than 60,000 volts was avail- 
able in this section, than the rough set-up described above, until 
the placing in service of the 20 kv-a., 200,000/220-volt testing 
transformer at the University of Washington, built by Messrs. 
Dodds & Dashley in 1915. Through the courtesy of Dr. C. E. 
Magnusson and the University of Washington, the use of this ; 
transformer and the facilities of the university laboratory were | 
offered in checking up the results of the test. ns 

A group of insulators, ten in number, was selected from those, 
found leaking in a test with the telephone receiver on the after- 


— 


1104 FLAHERTY: INSULATOR TESTING [Sept. 6 


noon of February 17, 1916. On February 18th, these were 
removed from the line, and on February 19th, were transported 
by automobile to the University of Washington laboratory and 
tested to complete breakdown. The comparative results of the 
two tests are given in Table 2. The current to energize the 
transformer was obtained from an alternating-current generator, 
whose voltage wave had previously been determined to be very 
close to the true sine curve. This machine was run.by a 10-h.p. 
motor at a speed giving close to sixty cycles, and the voltage 
(generator) was controlled by varying the field of the d-c. 
dynamo used as an exciter for the a-c. generator. E.m.f. was 
measured from an instrument coil in the low-tension winding 
of the transformer and the high-tension voltage calculated from 
the turn ratio (10,000:1). Since the test the high-tension voltage 
has been checked by means of a sphere gap and found to be 
about 9200:1 in the neighborhood of 100,000 volts. 


TABLE II 
COMPARISON OF TESTS 


Breakdown test, U. of W, 3/19/16. 


WEE a | eee a SS SS Se 
Rec. Brush discharge Breakdown 
Nea H SS Ny aS | A i 
No. | No. 16— Volts Volts Petticoats 
Test, |——_—_—_————-— ——<—<—<—<——. | —___———— — punctured 
degree Turn Sphere Turn Sphere 
Tatio gap tatio gap 
2645 1 3rd 80,000 73,600 104,000 95,700 | Ist, 2nd, 3rd 
2645 2 3rd 84,000 77,200 96,000 88,400 } Ist, 2nd, 3rd 
2693 1 2nd 100,000 92,000 134,000 123,200 3rd 
2693 2 2nd 80,000 73,600 116,000 106,800 4th 
2709 3 3rd 80,000 73,600 100,000 92,000 1st, 2nd 
2711 2 3rd 76,000 70,000 94,000 86,500 1st, 2nd, 3rd 
2717 2 3rd 60,000 55,200 98,000 90,000 Ist, 2nd, 3rds 
2737 1 2nd 80,000 73,600 104,000 95,000 Ist, 2nd, 3rd 
2737 2 3rd 50,000 46,000 80,000 73,600 1st, 2nd, 3rd 
2759 1 8rd 75,000 69,000 120,000 110,300 1st, 2nd, 3rd 


Note: Petticoats are numbered from top to bottom. Those not noted as punctured are 
the only ones over which the flash of power are was plainly visible at breakdown. 


In considering the results of this test and comparing with 
those of the preliminary check, there are several changes in con- 
ditions to be taken into account, chiefly effects due to weather. 
The insulators removed for the latter were tested during damp 
weather in the winter time, February, 1916, and in a tide flat 
location where they were subject to salt water fogs. Two days 
afterwards they were transferred to a warm, dry laboratory room 
for the breakdown test. The preliminary test was made on a 
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very warm, fair day in July and high voltage applied tothe in- 
sulators soon afterwards. The searching out effect of the mois- 
ture on the insulator faults in the former case being so much 
greater in the receiver, a change being made in the observer, 
and the increasing severity of requirement in grading the leakage, 
all being taken into consideration, the apparent discrepancy 
between the two tests does not appear to be so great. 

Three important points are to be noted in the results obtained; 
first, that all, except one, of the insulators rated at second and 
third degree leakage chosen for the test failed at double the 
rated insulator voltage (60,000 volts) or less; second, the 
effect of the location of the punctured petticoats, 7.e., 
whether top, middle or bottom; and third, that every one 
selected by the test set as of second or third degree leakage 
shows one or more defective parts. Evident distress, shown by 
the beginning of the brush discharge, at or near the rated voltage 
of the insulators should also be noted. If we accept the state 
law requirements, not one of the entire group would be con- 
sidered a satisfactory insulator on test, as every one punctured 
or flashed over at less than two and one-quarter times line 
voltage. 

By scrutiny of the results it is possible to place an approximate 
upper limit of puncture value for the third-degree leakage in- 
sulator near one hundred thousand volts; and a consequent 
like lower limit for the second degree insulator, though of course 
in the very nature of the test there is no sharp dividing line 
between any two consecutive degrees. It was not possible to 
test insulators of lower than second-degree leakage, on account 
of the temporary, makeshift nature of the terminals in use at 
that time on the testing transformer, rendering it impracticable 
to go above 135,000 volts. The installation of permanent con- 
denser terminals will later render an extension of the check 
possible. Note should be taken also of the fact that all the 
second-degree and highest puncture value insulators were those 
one or more of whose widest flaring petticoats were not punc- 
tured, but flashed over. A view of the type of insulator dis- 
cussed in this test is shown in Fig. 4, cemented on a 2}-in. 
(10 cm.) galvanized iron pin, as all were. 


ReEsuLtTs ACCOMPLISHED 


As mentioned before, a complete test was made July, 1914, 
on two of the lines giving most trouble during the winter 1913-14, 
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namely, Seattle No. 1 from Sumner to the city limits of Seattle; 
and Tacoma No. 1 from Sumner to Tacoma city limits. Only 
the insulators recorded as third-degree leakage were replaced, 
although the record is kept for all degrees for further data on 
the rate of depreciation. In April and May, 1915, a second test 
was made on these lines, and the third annual test was made in 
May, 1916. In March, 1915, a test was also made on two pole 
lines from Sumner to Electron, a distance of eighteen miles. 
Following is a tabulated summation of above mentioned tests. 


TABLE III 
SUMMATION OF TESTS 
Test 1914 
3rd_—s deg. 2nd_ deg. Ist deg. Clear 
No. of 
Line Ins. Per Per Per Per 
No. cent No. cent No. cent No. cent 
Tacoma NO- deem anit 1716 100 | 5.85 155 | 9.05 216 | 12.6°] 1245 | 72.5 
Seattle No. 1... ....: 3405 25*| 0.735 49 | 1.44 29 | 0.89 | 3302 | 97.0 
Test 1915 
Seattle No. Li.chr =. 3405 82 | 2.4 68 | 2.0 45: (13.2 3210 | 94.5 
Tacoma No. 1.....,..| 1716 85 | 4.96 60 e325 5 OU Po ES(6) 1552 | 90.2 
Blecs INO: Wat cissiepe or 2670 2 65 | 2.42 103 | 3.86 | 2430 | 91.0 
Blec. NOs2.acasccsant) 2000 224 | 8.4 (ED 105 | 3.94 ' 2266 ! 85.0 
TOTALS 
VO TA eee cee te geen | 5121 | 125 | 2.44 | 204 | 4.0 245 | 4.8 4547 | 89 
1915 - ek |LOSOL 463 | 4.4 268 | 2.56 270 1 2.6 9458 | 90.2 


588 removed from lines. 
*First completely tested line. E 
Note: Decrease in first and second-degree insulators in 1915 test was due to skipping 
poles of lowest leakage in order to locate most defective ones first for removal from line. 


A close check on the labor costs of the complete operation of 
locating and replacing the 85 defective insulators on Tacoma 
No. 1 on the second test was made, and is here presented. 


Cost oF TESTING AND REPLACING INSULATORS 


Two men testing, S.days time @ $7,901: . soo). Fee $39.50 
INaainber of polesie. ives Mun ttee ales ier boc pani tnd ei at eum 558 
Gost pen polere isn, sink Jai ca. a uae ane rere) gs eee eee : esha 
Number of insulators included in test..... 1716 
Cost) peninsula tors tc<e ee eee ae Cee eee ee ree 2.3¢ 
‘Rotalatmibenaeplacediang scars eee eae ane 85 
Total cost locating andtreplacings 1..27.0.990% )8se), 2 $96.35 
COSt Ga Ch sta a:c 1 ces, 5 atypia fa le ARS eee A ou ire ee $1.13 


Of course as the line insulation becomes better the costs will 
somewhat decrease, and vice versa, but the average cost of test- 
ing runs less than ten cents per pole over all kinds of country, 
and most insulation conditions on lines in operation, ° 


Se 
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In conclusion should be given some data on the~success 
attained in the elimination of troubles due to defective insu- 
lators, but this material is not in shape just now for presenta- 
tion in definite form. The fact stands forth, however, that 
whereas in 1914 any ground on the system, arcing or otherwise, 
resulted in numerous insulator failures, burning off poles and 
crossarms, and even burning through No. 0000 copper line wires 
on the lines mentioned above; since that time there have been 
only two cases of destructive insulator breakdown on these lines. 
The first one of these was on Thanksgiving Day, 1915, and was 
apparently due to a direct stroke of lightning, which stripped 
every bit of porcelain out of a three-disk, dead-end insulator 
on a river crossing tower at Orting on Electron No. 1 Line, 
leaving the pole top wire connected directly to the pole by the 
inter-linking hardware; and broke down a pin-type insulator 
on the same wire four miles north of Orting, literally blowing 
the top of the insulator clear of the pin. Despite the fact that 
one line wire between Renton and Kent lay on the ground for 
some time until burned off above arcing distance, no other in- 
sulators on the tested line failed under the severe strain, although 
on other lines not tested quite a number did. The second case 
of failure was February 2, 1916, on Tacoma No. 1, during the 
very severe sleet storm of that period and was caused by trees 
growing near the line bending over under the sleet load and 
grounding one wire numerous times at short intervals. It is 
also to be taken into account that the last two years have been 
a period of more severe storms, especially of lightning and sleet, 
than have been known in this district for many years. 


DEPRECIATION DaTa 

Some effort is being made to collect data on the rate of de- 
preciation of porcelain insulators through annual tests over the 
same lines, but completeness along this line will require more time 
and more standardized methods than have been used in the past. 
Considerable study and latitude in reasoning are necessary to 
correct interprétation of the records obtained in order to get a 
clear idea of the facts as to the rate of depreciation. For in- 
stance, the testing so far in this work has been done with the 
sole idea in mind of locating the worst insulators and improving 
the line insulation at once by their removal, so that very little 
attention has been paid to those of second-degree leakage or 


less, and the records of them are not complete or exact. Another 
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factor for which considerable allowance must be made is the 
personal equation of the observer, who in some cases is very 
liable to miss the indications of lower leakage, either inten- 
tionally as intimated above, or due to lack of keenness of observa- 
tion. Then too, there is considerable chance for confusion of 
circuits of the leakage current, that is to say, if a pole top holds 
one very bad insulator, there may be some indication of leakage 
from the other ones, though the latter will show up as perfectly 
sound upon removal of the defective unit. All of these things 
are brought out in the accompanying depreciation list, which 
contains the results from three tests over the same line, each one 
being made by a different man, without any record of the pre- 
vious survey. 


TABLE IV 
DEPRECIATION LIST TACOMA NO. 1 LINE 
Tested July , 1914 May, 1915 May, 1916 
Insulator 
Numbers 1 2 3 1 2 3 1 o 3 
Pole Nos. 
2137 1 1 Bl 0 Sis 0 1 1 3 
223k 1 1 (0) 0 2 2 1 2 3 
2333 1 1 1 Clear 1 3 3 
2499 1 1 0 1 3* 0 1 0 iL 
2587 2 0 1 3 3 1 
2609 3* 0 1 0 2 3* 0 0 0 
2657 1 1 0) 3* 3* 3* 0 0 0 
2671 0 1 0 3* 3* 3* 0 0 0 
2699 il 2, 0 2* 3* 3* 0 (0) 0 
2723 1 1 1 3* 3* 3* 0 0 0 
2753 3* 1 1 0 2 if 
2789 2 2 oe 3* 3* 0 0 0 0 
2793 0 3* 0 3 0 3 
2827 3* 3* 3* 0 0 (0) 0 (0) 0 


*Insulators replaced immediately after the test was completed. 


Pole No. 2137 serves as a good illustration of several of the 
points stated above. The first test, July, 1914, was made with 
more care than that of May, 1915, the lower leakage conse- 
quently being noted. In the latter test the depreciation and 
excessive leakage of insulator No. 2 so overshadowed that of the 
other two in the hearing of the observer, that, coupled with the 
main idea of locating the bad insulators only, the result was a 
record of zero leakage for insulators Nos. 1 and 8, although 
careful attention would probably have also designated them. 
The third test, May, 1916, after the replacement of No. 2 in- 
sulator, shows what is probably the effect of a confusion of the 
circuits, as it is conceivable that a portion at least of the leakage 
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current from No. 3 insulator would flow along or through the 
crossarm to the pole, up the pole top to the receiver terminal 
and back through the receivers to the pole at a lower point. 

Poles Nos. 2609 to 2827 show very clearly the improvement 
in insulation and the clearing up of the line from the replacement 
of the third-degree insulators, whether singly or all three on 
the pole top. No. 2753 exemplifies the perfect insulation of 
insulator No. 1 two years after the replacement of a defective 
one, and the gradual depreciation of the other two. No. 2793 
is a like example, but with much more rapid depreciation of the 
clear ones. No. 2789 shows the increase to third-degree leakage 
from second in less than a year’s time and the subsequent clear 
test a year after replacement. This table will give some idea of 
the method for studying the depreciation rate which is being 
planned on for the future. 
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Discussion ON ‘TESTING FOR DEFECTIVE INSULATORS ON 
HicH-TENSION TRANSMISSION LINES” (FLAHERTY), 
SEATTLE, WASH., SEPTEMBER 6, 1916. : 

Harris J. Ryan: The purpose of the author is primarily 
to lessen the operating troubles that are caused by the deterior- 
ation of insulators. The elimination of the deterioration of 
insulators will require much effort and time, and until it is accom- 
plished, the transmission engineer must value highly a method 
that enables him to have a defective insulator located before 
it causes an interruption. In the meantime he has an intense 
interest in the discovery of the causes of such deterioration and 
their avoidance. Doubtless some deterioration of porcelain 
high-voltage line insulators may be due to defects in design 
or construction, though from the evidences at hand most of 
the deterioration that is going on is due to defective porcelain. 
From the ceramist we learn that it is difficult to make electrical 
porcelain which is altogether non-porous, and from the geologist, 
that earth products to be mechanically strong and durable 
under the action of the elements, must be highly refractory 
and impervious to moisture. In one instance the deterioration 
of more than a thousand suspension insulator units manufac- 
tured eight years ago was one and a half per cent for their first 
six and one half years of service on a 100-kv. line. In another 
case more than a thousand units were bought and stored in 
the open four years ago. By tests made on them during the 
past summer, five per cent were found by the megger to have 
failed, and fifteen per cent failed to withstand the one-minute 
flash-over potential test. It is reasonably certain that design 
and construction can account for but a small portion of the 
great difference in the number of failures that occurred in these 
two lots of insulators. It is also reasonably certain that the denser 
structure of the porcelain in the older insulator was largely 
responsible for their few failures. 

Finally it appears that if such a material as fused quartz 
could be cast into insulator forms, a decided improvement in 
insulator practise should result. Fused quartz is a thoroughly 
vitrified material that is dense, tough and refractory, requiring 
no annealing. 

L. T. Merwin: I would like to commend for experimenta- 
tion a method that might lead to results possibly cheaper in 
some instances than this method outlined in the paper. A 
year ago I had occasion, in experimenting with a wireless re- 
ceiving set which, as some of you know, we use regularly as a 
means of dispatching on our transmission line between the City 
of Portland and the power station on the White Salmon River, 
to find out whether it would have any application to the dis- 
covery of weak insulators. We noticed that intermittent dis- 
charges were coming in, that could not be attributed to any 
nearby wireless station. We believed that some of them came 
from defective insulators, and further tests proved that to be 
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the fact. I have not had the time to continue the experiments, 
and I simply offer them for what I believe to be a very profitable 
line of experimentation. It is as follows: Take an ordinary 
audion receiver set of the De Forrest pattern, with a high re- 
sistance head set, and if the line is along a highway sit in your 
car with a wire fastened to a bamboo pole, say, of six or eight 
feet in length, with the bulb ready for action and the receivers 
at your ears. Drive along, and, as you do so, you will hear 
the characteristic hum of the transmission frequency with its 
harmonics, and if you pass any insulators that are defective in 
such a way that transient discharges are taking place, you will 
hear the characteristic scratch. I have not carried the experi- 
ment far enough to know how conclusive the determinations are, 
but when driving along a line at the rate of 15 miles an hour, you 
would not fail to hear any oscillatory discharge in an insulator. 
It would certainly be a much more rapid means of discovering 
broken down insulators than any other. Now, having once 
discovered a pole with a broken down insulator, whether the 
means that I am mentioning will be effective in definitely lo- 
cating which insulator it is, I do not know. I talked with Mr. 
Crawford last year about it, and it is quite possible that he has 
made-some experiments with this method. Whether it will be 
effective in finding defective insulators on steel tower lines, I 
do not know, but I belive it is a means that is well worth investi- 
gation. I might mention one little instance that came up in 
my experiment: In driving along at a rate of approximately 
15 miles, I heard the scratch, and stopped the machine and got 
out to locate, as nearly as I could, the pole that had the defec- 
tive insulator. By moving the antenna wire, which we will call 
this little wire fastened to the eight-foot pole, back and forth, 
I finally located the trouble on an adjacent power system some 
four blocks away, so I do believe that the method has merit. 

E. A. Loew: Notwithstanding the fact that all insulators 
are reputed to be more or less ‘‘rotten,’’ it is, nevetheless, evident 
that if the power companies are to continue to transmit power 
at all, until better insulators have been designed and manu- 
factured, they will have to continue to use those which are now 
on the market, and, therefore, it seems to me that some method 
of testing insulators which are in use, while they are in_use, is 
of exceedingly great value to the power companies, expecially if 
that method is a simple one. Therefore, in reading over Mr. 
Flaherty’s paper, I have been impressed with the idea that some 
such method of conveniently testing insulators in service as 
therein described, is the kind of insulator test which operating 
companies have long needed. So far as insulator testing is con- 
cerned, there are two distinct circumstances under which tests 
are desired: First, there is the demand for a factory test or 
series of tests, which are made before insulators are accepted and 
installed by the purchasing company, in order to insure the de- 
livery of units which will meet such specifications as are suited 
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to the service for which the insulators are intended; secondly, 
there is the demand for tests on the installed insulators at regu- 
lar intervals while they are in service, that is, without the expense 
and interruptions incident to their removal from the line, in 
order to determine the condition of insulators from time to 
time so that those which have developed defects and are liable 
to cause trouble may be detected and replaced by new ones 
before the trouble develops. As already pointed out by Mr. 
Flaherty, the first mentioned class of tests have in the past been 
the subject of considerable discussion and are now- pretty well 
standardized. The methods there developed, however, have not 
been suitable to the testing of insulators under ordinary service 
conditions. The method outlined in Mr. Flaherty’s paper and 
now in use by the Puget Sound Traction Light and Power Com- 
pany on its lines is, so far as I know, the first method proposed 
by which a fairly reliable test of the serviceability of an installed 
insulator may be quickly and conveniently determined. Its 
simplicity and cheapness, accompanied by a fair degree of re-- 
liability will, no doubt, recommend this method, or some modi- 
fication of it, to power companies generally, where a rough 
qualitative test of this kind is required. A modification of this 
method of testing, which seems to me to be highly desirable, 
is some arrangement whereby the personal equation of the 
operator may be either largely or wholly eliminated. How this 
test may best be brought about I am not prepared to say. 
Some of the obvious advantages of making qualitative tests of 
this kind on insulators in service may be enumerated as follows: 
First, the test may safely be made while the line is in service; 
it is a simple test easily made by the regular line force at a small 
cost, and it apparently gives indications which are sufficiently 
reliable for practical purposes. Secondly, by means of such 
tests made at regular intervals, line trouble is anticipated and 
thus often prevented. The loss resulting from damaged appa- 
ratus and shut-down should thus be greatly reduced. Thirdly, 
by keeping a suitable record from month to month, and from 
year to year, the points of greatest depreciation of line insula- 
tors and of greatest line trouble may be more definitely located. 
By increasing the insulation on such parts of the line, trouble 
should be further reduced, continuity of service better guaran- 
teed and greater reliability of operation secured. 

J. B. Taylor: If material that is weak, or has already par- 
tially failed, can be located and replaced before complete failure 
occurs, records for uninterrupted service may be improved. Mr. 
Flaherty’s method for weeding out defective line insulators, 
using a telephone receiver to detect small leakage currents, is 
novel and worthy of extended cautious trial. Work among live 
60,000-volt conductors with exploring wire in hand and testing 
circuit connected to head and feet calls for caution. 

As described, the field for the method seems restricted to 
wooden poles with pin-type or single-unit insulators, though the 
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author intimates that some study has been given the case of 
steel towers and chains of suspension insulator units. 

No figures are given for break-down of insulators taken at 
random from the same line and giving zero indication in the 
telephone. If these can be added, the value of the telephone 
method may be made more convincing. 

In Table IV the records of certain selected poles for three con- 
secutive years are discussed as showing progressive increase in 
degree of leakage. This deduction may be questioned on the 
showing of Table III, where for example Tacoma Line No. 1 
lists 371 first and second-degree insulators left on the line after 
1914 test, though only 162 of all three grades are found on the 
same line in 1915 test. Data for the test in May of this year 
are not given. 

Incidentally it appears more probable that the “clear musical 
tone” heard when testing a perfect insulator is of higher fre- 
quency than fundamental (assumed to be 60 cycles). Not only 
does the capacity connection favor the harmonics, but telephone 
receiver sensibility is relatively low at commercial frequencies. 
(See A. I. E. E. Trans. XXVIII, 1909, page 1184) 

C. E. Magnusson: Mr. Merwin’s use of the audion is merely 
a method of magnifying the effect of the electromagnetic 
waves as they radiate from the damaged insulator. I would 
raise the question as to why the insulators are left so long 
on the line in a damaged condition. From the paper, I would 
judge that the operators take a keen delight in edging up as 
close as possible to the break-down point. It wowld appear 
as a more desirable plan to eliminate defective insulators before 
they reach the fourth stage, and thereby save the ad- 
ditional loss that necessarily follows when the break-down 
actually takes place. I understand that the continuity of service 
record for the P. S. T. L. & P. Co., has been vastly improved 
since the method described in Mr. Flaherty’s paper was 
adopted, and if I understand correctly, the engineers in charge 
could guarantee uninterrupted operation if the insulators of the 
third degree or second degree were to be taken out, so that they 
would not have to wait until the insulators were so near the 
breakdown stage. I would like to ask Prof. Ryan this question: 
From his remarks, may we hope that some day, we shall have 
quartz insulators ? ; 

H. J. Ryan: We hopeso. I have no other foundation for 
expressing that hope than that quartz has splendid qualities 
which render it adaptable for the purpose. There are quartz 
utensils made for the chemical laboratories, as we all know, that 
are not prohibitive in price, notwithstanding the fact that the 
laboratories do not use a great deal of product of that sort, and 
it would seem that if the matter were gone at in a large way, 
because of the fact that silica is a very abundant material in 
nature, it should be practicable to have quartz insulators. 

M. T. Crawford: I would like to say just one word in de- 
fense of Mr. Flaherty’s paper, after thinking over Mr. Buck S 
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remarks this morning. Mr. Buck made a very good point, in - 
stating that the insulation of our systems was poor, and that 
redesigning should be given attention, and replacement taken 
care of. But the re-designing of insulators is going to take con- 
siderable time and the replacement outright of many thousand 
of more or less defective insulators is going to take a sum of 
money which cannot be always obtained promptly. In the 
meantime, the system must be operated, and I believe the en- 
gineer is doing a real service when he takes what is available and 
makes it work, securing thereby reasonably good service from 
poor equipment, while the process of redesigning and replacement 
of equipment is in progress. I have received a great many 
letters from all over the country since this method was first 
brought out two years ago, inquiring for additional information, 
describing the results of using the method; and while in some 
cases, local-conditions prevented its successful use, there have 
been a great many systems that have made very good practical 
use of this method, and reported good results. In our own 
systems, we have almost no trouble from interruption of service 
due to defective insulators, whereas, three years ago, it was one 
of our main sources of trouble. 

W. D. Peaslee: I think that one point raised by Prof. 
Magnusson—that is, as to leaving slightly defective insulators 
in service—is simply a question of economy. The progressive 
deterioration of an insulator as it goes to No. 3is very apparent. 
We all know that if we have a pole in a transimission line that 
begins to rot, we don’t take the pole down at the first splinter 
of rot that appears in it, but we watch that pole very closely, and 
as it gradually deteriorates toward a condition of worthlessness, 
we remove it. I think the same rule applies to insulators. Mr. 
Flaherty has described a method whereby it is possible, at very 
reasonable expense to watch these individual insulators, and if 
an insulator is shown to be defective on No. 1 test, that is no 
reason for taking it off the line, because that costs money, and 
money has to be borrowed, and it is not always easy to get. 
Whereas, if we can go out and watch that insulator, and it 
gradually goes to No. 2 we can note it in our book. Then if it 
goes to No. 38, we can take it out, and in the meantime we have 
had probably two years use of that insulator: We have to face 
the fact that no matter how good an insulator is when we put 
it on the line, it has to be replaced sooner or later. Insulators 
will deteriorate, and the thing for the engineer to do is to take 
off the constantly deteriorating factor in his transmission line. 
I have taken off an insulator that has failed, and outside of the 
points of failure, the insulator was good; the porcelain was good. 
It was as good as you could expect, under present conditions, to 
be manufactured. There was no reason to suspect that that in- 
sulator when it went on the line, was not good, and gradually 
deteriorated, and I think that the practise of leaving these insu- 
lators on until the last moment is pretty good, economic engi- 
neering. 


1916] DISCUSSION AT SEATTLE 1115 


R. W. Pope: The old Boston and Albany line was insulated 
with what my brother called white flint insulators, and he con- 
sidered those insulators very much better than glass. That was 
as far back as ’58. They were abandoned I believe because 
glass was cheaper and served the purpose. I have never seen 
any reference to that material, but I remember how those insu- 
lators looked at that time, and I have had an idea that they 
might have been quartz, and their manufacture a lost art. 

C. P. Osborne: I might say that we have just completed 
a test on our power line, equipped with suspension type insu- 
lators. Last year we made no changes in those insulators. Two 
years ago, we removed all insulators that tested less than 2000 
megohms. Last year we made the megger test, and we found 
about 4 per cent of those insulators that would test below 2000 
megohms and after discussing the proposition, we decided to 
let them go over and see what the result~would be, without 
making any change. We did so, and had no failures at all. 
The test that has just been completed shows 15 per cent that 
tested below 1000 megohms. We have had no failures yet. 
We expect to change insulators this year. When the line was 
built, five years ago, we had considerable trouble. We had 14 
shut-downs in six months from insulators breaking down. Three 
years ago we installed 12 insulators on the platform, six in a 
string, and on one of the strings, we put a 600-pound weight, 
and the other was without weight. The object of doing that 
was to determine 1 our trouble was mechanical. Those 12 insula- 
tors have been hanging there in the weather three years, and 
we have come to the conclusion that the electrical stress is what 
has been breaking down the insulators. We have no reason for 
believing that, except from our own observation. 

The great objection we find, in testing with the megger is 
where you have a ground on the line, as we have in our tower 
line, there is one insulator that you can’t test unless you dis- 
connect it from the tower. Three months ago, we tested five 
miles of the line, and the test we just completed checked 
almost exactly with the test that was made three months 
ago. Some of them showed a little bit lower, but not very 
much. Weare going to try to see if we can get the same 
results on the s eel tower line. We may be able to do that 
on our wood pole line, bu hardly on the steel tower line. We 
also have a line that we have been carrying 60,000 volts on 
for four years, and we have only had one insulator break- 
down. You can walk along that line at night and see the fire- 
works almost any place. You don’t need a telephone receiver 
to find those. - “ay 

George Harding: It has been stated hat porosity is prob- 
ably the cause of the breaking down of the insulators. I would 
like ask whether or not this has been tried: It has been s ated 
that you can expel the moisture by baking the insulator. Has 
this experiment ever been tried: Immersing the insulator, after 
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the moisture has been expelled, in oil? In other words, impreg- 
nating the insulator with oil, and then putting it under the test. 

H. J. Ryan: That idea occurred to some of the engineers 
of the power companies with whom we worked this summer. 
We have not, however, made any effort to carry out an under- 
taking such as-you have suggested. Naturally, since porosity 
seems to be such an evil, impregnation with parffine or oil, or 
some other similar material was brought forward. However, 
there are so many evidences that a unit that you can treat in 
such fashion, and that you can make work very well for a time, 
when you leave it, and have forgotten it, in four or five years, 
the oil would go out of it, and it would again be in a bad class. 
A word’ of comment on one point that was brought out by 
Mr. Osborne, and that is in regard to the voltage duty that 
a defective unit will carry in a suspension insulator. You have 
spoken of units that are continued in service when they have a 
resistance of 1000 megohms. Surely, such units are capable of 
carrying a lot of duty—normal voltage duty. Mr. Osborne felt 
that they would like very much to know the capability of de- 
fective units in regard to voltage duty, and the voltage duty 
that they would carry or fail to carry in a string. So, in our 
laboratory, with a high-voltage potentiometer, we erected strings 
with as many as 12 units, and applied 75,000 volts to ground 
thereon. We employed, first of all, good units throughout, and 
then employed a bad unit or two bad units next to the line, 
and then employed a good unit mounted next to the line, and 
then a bad unit or two bad units, or arranged them in various 
other combinations that, of course, immediately suggest them- 
selves to the mind. The bad units had been shorted through, 
were punctured, or they were units that were water-logged. 
In a string of 12 units, for example, each unit carrying an 
average of 8.3 per tent of the total, units would carry as much 
as Six or seven per cent that had actually been shorted through 
on high-voltage tests, because they were defective and con- 
ductive. Nevertheless, it appears to me that units of that 
kind in a string would surely fail under the ordinary forms 
of high voltage. It seems to me that the danger from 
leaving units on a line, that show as low a resistivity as 
1000 megohms, comes from the fact that one is manifestly 
leaving on a line an insulator that is pretty porous, and is en- 
gaging in a process of absorbing more and more water all the 
while. It must have absorbed quite a little, apparently, in 
order to be down so low: As long as certain accidental forces 
don’t come along, laboratory studies indicate that those units 
will carry very nearly as much duty as if they were in perfect 
condition, thus not throwing an undue amount of duty on to the 
other units. 

C. P. Osborne: I would like to cite one instance which 
happened last Saturday on our line. The Southern Pacific has 
a tap from one of our substations which operates their line. The 
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lightning struck their line, burning the tie-wire off the insulator 
going to the ground plate on the pole, which the Commission, I 
believe, makes it necessary to install. That, no doubt, created 
some disturbance on that line. Now, the tower line which I 
spoke of, kicked out at the generating plant, at least thirty miles 
from that point. When I mention the insulators being 1000 
* megohms, I will state that we have three strings, and all of them 
showed 1000 megohms. This simply shows that here is a case 
where lightning did strike the line, and there is no question but 
what some undue strain was put on that line by the lightning 
striking it. It also burned up some of the instruments in the 
substation, right along side the line. We have been a litle bit 
skeptical in making the tests. As we look at it now, it is a case 
where we have to go through every two years and weed out 
the bad insulators, and put in new ones, and that is going to 
continue until we get better insulators. Were those insulators 
Mr. Pope spoke of, bullet proof? 

R. W. Pope: The form I speak of was pretty nearly bullet 
proof, because bullets glanced off from them. 

B. G. Flaherty: All our lines here have ungrounded neu- 
trals. We have had no experience with the grounded neutral 
systems. In reply to Mr. Merwin’s suggestion as to the audion 
testing set. We can use the telephone receiver in practically 
the same manner except that a grounded terminal is necessary— 
the same bamboo pole and the antenna. You can ride along 
the line and get practically the same results with just the tele- 
phone receiver alone. An incident comes to my mind where we 
were testing a line this summer. The linemen were testing the 
insulators on a pole line with a steel tower line paralleling it. 
They called my attention to two cases where the tower line had 
defective insulation on it, that they had discovered by walking 
along with the pole over their shoulder. Mr. Osborne, undoubt- 
edly a number of your poles or towers would have no defective 
units on them. ‘ 

C. P. Osborne: There are a lot of them that have no de- 
fective insulators on them. 

B. G. Flaherty: That would avoid your going over them 
with the megger test, if you could locate the poles or towers with 
the telephone receiver set. 

C. P. Osborne: Have you tried that method at all with 
lines with grounded neutrals? We operate a grounded neutral 
on all 60,000-volt lines. 

B. G. Flaherty: No. We have no grounded neutrals here. 
As to Mr. Osborne’s statement about the 45,000-volt insulators, 
and the ability to use the telephone receiver set, we have about 
25 miles of line with 30,000-volt insulators, that we have tested. 
An old style insulator was put on, and it has been on a number 
of years. Our telephone receiver set seems to work all right in 
those cases. Of course, we get an excessive amount of noise, and 
it is not necessary to make contact with the pin on the insulator. 
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The lineman, in testing, simply starts out along the cross-arm 
and observes by the comparative intensity of the sound, and he 
can tell those-insulators that are most defective. 

Mr. Taylor referred to the discrepancy in the tables given, as 
to the number of insulators in the different tests, giving a larger 
number of the lower degree leakage in the first test of July, 1914. 
I have explained in the paper, that we were very much more * 
careful in the first tests in 1914 to get the degrees of leakage. 
As a matter of fact, we almost neglected the lower degrees in 
the tests of 1915 and 1916 as the sole object of the test was to 
locate the dangerously defective units. 

S. C. Lindsay: The insulators, Mr. Flaherty referred to as 
‘*30,000-volt insulators’, were not designed for that voltage. 
They were designed for 55,000 volts and were first used on a 
30,000-volt line with the idea of later changing the line to 55,000 
volts, and in that way became known as 30,000-volt insulators. 
They are very much smaller than the 55,000-volt insulators 
used at this time, and although we used them for a short time 
at 55,000 volts, we found that they were an unsafe insulator for 
that voltage. 

J. P. Joilyman and J. Mini, Jr.: Regarding the use of the 
telephone receiver for the detection of defective pin-type insu- 
lators on pole lines, the writers after the publication of Mr. 
Crawford’s outline on this subject of August, 1914, gave the 
method, what they believe a fair trial. First in an experimental 
way as will be described later, and finally by actual application 
to several sections of existing 60-kv. lines on the Pacific Gas 
and Electric Co.’s system. 

About this time it was decided that parts of several lines 
would be rebuilt for various reasons; this required the insulators 
to be completely removed from the poles during the reconstruc- 
tion. This opportunity was taken advantage of and a number 
of ‘‘telephone surveys” were made of the same pieces of line, at 
different times of same day, and also on different days, by two 
independent men, who took new records on each survey, without 
reference to results of previous surveys or of each other’s work. 
Here the first points against the telephone method showed up, 
in that records for the same pole often were far divergent for the 
several tests, while the voltage and load conditions of the cir- 
cuit. remained practically uniform. 

In all but two cases, the lines carried 14-in. diameter tops 4- 
part pin-type insulators, and the poles and insulators as re- 
gards, spread, etc., were about the same as exist on the system 
on which Mr. Flaherty conducted his tests. The only point of 
difference of which we know is that his system operates with 
isolated neutral while our tests were on the solidly grounded 
neutral system. The comparison of climatic conditions also is 
-not known. 

As the insulators were removed from the poles they were 
carefully tagged and hauled to a central point, where each shell 
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of each individual assembled insulator was given a careful test 
with the megger, and then by the application of 55 kv. from a 
2000-watt testing transformer across each separate shell. 

Referring to Fig. 3 and to the note under Table II of the 
paper, it is understood that the voltage tests were made by 
applying the test terminals to the shells over all. Owing to the 
relative lengths of striking distances due to design of certain 
insulators, this method of detecting punctured shells, is very 
often not reliable, since the spark will sometimes jump across 
two shells from the pin for instance, rather than jump down 
along one side of a long inner shell and out and up again on the 
opposite side of this shell. This leads one to believe that a shell 
was not punctured. This “‘over all’ testing throws unbalanced 
stress on the inner shells as a rule (depending of course on the 
design), and often punctures them on a total test of say 110,000 
whereas they will often stand 60 to 70 thousand volts or per- 
haps flash-over, if tested individually. It is perhaps (especially 
in making checks on the phone test), more proper to find what 
shells are already cracked, punctured, or so porous and full of 
moisture as to stand practically no voltage, rather than to punc- 
ture some of them at 50,000 volts per shell or over. An insulator 
having four such shells standing such a voltage per shell, would 
be expected and has proven in many cases to still be capable of 
giving considerable service, and it is doubtful if any phenomena 
it exhibits under normal operation, would give any phone de- 
tection and therefore should not be counted as a debit or a 
credit to the number the phone missed, or on the other hand 
detected. 

Experimentally, various types and sizes were put on a pole on 
which the circuit connecting thereto? could be switched on or 
off at will. It was soon discovered that it was not necessary to 
connect one terminal to the pole, but that a regular wireless 
effect existed and an antennae held up brought the same results. 
Sound, four part insulators, every shell of which has passed a 
megger and severe voltage test, were put on the pole. One shell 
after another was shunted out by a wire, and the result in the 
phone receivers was an increasing disturbance after each such 
artificial shorting out of shells. Carrying out this procedure in 
the reverse order, the noise produced by the insulators became 
quieter, returning to the clear hum again as the short-circuiting 
wires were removed from across the shells. Again other sound 
insulators were dusted over and then sprayed with water from 
an atomizer; these got noisy but gradually returned to quiet 
again as the sun dried them off. The receivers used were of the 
wireless type, two of them having a resistance of 2000 ohms, 
and one set, 3000 ohms per pair. These different insulators of 
various degrees of defectiveness purposely put on the test pole, 
together with those temporarily made defective by artificial 
means as noted above, gave quite similar disturbing noises in 

‘the receivers. These tests gave the field men ‘‘ear training”’ 
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before they actually did any testing on existing lines in regular 
operation. Various degrees of noises were found characteristic 
upon which the field men standardized for record purposes by 
coining describing words, such as: “light, medium, and heavy 
fry; light, medium and heavy continuous bombardment. Nu- 
merous attempts were made to locate the particular defective 
insulator purposely placed on the test pole, from the three total 
using the scheme outlined in Mr. Crawfords’ paper, but with 
very little success. The nearest approach toward picking the 
correct defective insulator was perhaps by the use of a telephone 
transmitter, mounted on the end of a long light pole, by which 
it was held up close to the end of the insulator pin of the several 
insulators on the pole. The other end of the wire telephone cir- 
cuit (including dry batteries and ordinary telephone receiver) 
was held by a man standing on a well insulated stool, located 
at the base of the pole. The scheme is dangerous and the re- 
sults far from reliable as the number of incorrect detections far 
outnumbered the correct ones. It might be stated that 
whether the three metallic pins located at the two ends of the 
cross arm and at the pole top, were connected metalically or 
not, did not seem to effect the phone test results. 
Tests made on lines in regular operation. 


Test No. 1 
Each pole carried three 3-part 14-in. diameter insulators. 
Location about 90 miles inland from sea coast. Weather dry 
and relative humidity fairly low. 
9 poles selected (which gave three consecutive checks on tele- 
phone survey) from out of a total of about 50. 
Poles Character of phone test. Megger and high-voltage test of each 
separate shell of all insulators on pole. 


2 Clear hum Onks 
7 Medium to heavy bom- At least one shell in one or more insu- 
bardment. lators of each pole group (8 isula- 


tors) found defective. 

The phone test was checked correctly by megger and voltage 
tests on the insulators of all 9 poles, or 100 per cent. 

It might be added that in the above, the tests were made with 
an antennae length of the phone circuit not over ten feet above the 
ground, same having a sharp point which was lightly driven 
into the pole butt. If the end of the antennae is held up near 
the cross arm, all the poles on this line give the “fry’”’ sound in 
the receiver. Each shell of this type of insulator is of course 
carrying more voltage stress than the shells in other types of 
insulators used on the lines, where the remaining tests were con- 
ducted. 

TEED Nor? 

Three 4-part 14-in. diameter insulators per pole. 

Location about 40 miles inland from sea coast. 

17 poles selected at random. . 
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Phone test clear Phone test clear 


bardment 
Insulators found Insulators found Insulators 
O. K. by meg- defective by O. K. by meg- 
ger and volt- meggerandvolt- ger and volt: 
age test. age test. age test. 
0 poles 6 poles 5 poles 


Total phone tests which were checked correctly by 
ee ee es 
Total phone tests which were not checked correctly 

iP DINNER ARSE a Aes eee 
Lest No.3 


Phone test bom- 


1121 


Phone test bom- 
bardment 


found Insulators found 


defective by meg- 
ger and voltage 
test. 

6 poles 


6 = 35 per cent 


11 = 65 per cent 


Three 4-part 14-in. diameter insulators per pole. 
Location about 20 miles inland from San Francisco Bay. 


25 poles selected at random. 
Phone test clear-Phone test clear Phone test bom- 
bardment 
Insulators found One or more shells All insulators tes- 


O. K. by meg- of one or more ted O. K. by 
ger and volt- insulators meggerand 
age test found defective voltage tests. 
by megger or 
voltage test. 
2 poles 0 poles 16 poles 


Total phone tests which were checked correctly by 
GENCE ES ES Semana tie cnet ee ~ Cee eee Pe Peet 
Total phone tests which were not checked correctly 
DVROUMCIMUCSTR: Pin ee Gru tn eke, an, Aoki 


‘inst No.«4 


Six 4-part 14-in. diameter insulators per pole. 


Phone test bom- 
bardment 
One or more shells 
of one or more 
insulators found 
defective by meg- 
ger or voltage 

CESES. 


7 poles 
9 = 36 per cent 
16 = 64 per cent 


(Twin three- 


phase circuits on a single-pole line, with the two circuits 


solidly connected in parallel at both ends.) 


Location about 20 miles inland north of San Francisco bay. 
209 poles tested; consisting of two pieces of line about 8 miles 


apart and of 70 and 139 poles respectively. 


Phone test clear Phone test clear Phone test bom- 


a bardment 
All shells of all One or more shells All shells of all 
insulators ofoneormore insulators 
foundO.K.by instilators found O.K. by 
megger and _  founddefective megger and 
voltage test. by megger and _ _— voltage test. 
; voltage test. 


50 poles 46 poles 


48 poles 


Total phone tests checked by other tests........... 
Total phone tests not checked by other tests....... 


Phone test bom- 
bardment 
One or more shells 
of one or more 
insulators found 
defective by 
megger and volt- 
age tests. 

65 poles 

= 54 per cent 

46 per cent 


ll 
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pacers IIe), 75 


Three 4-part 16-in. diameter insulators per pole. 
Location about 3 miles inland from San Francisco bay. 
81 poles tested, all in a single continuous piece of line. 


Phone test O. K. Phone test O. K. Phone test bom- Phone test bom- 


bardment bardment 
Insulators Insulators Insulators Insulators 
OK. Some shell defec- OAK: Some shell defec- 
tive on one or tive on one or 
more insula- more insulators. 
tors. 
9 poles 8 poles 12 poles 52 poles 


Total poles on which phone test was checked by 


otheritest sinc oetkue tacky heres, eee ace ee a hte ae ce Gl5—s 0. percens 
Total poles on which phone test was not checked by : 
OUR ee Hee eae, & Oe RE oo oes Stole s c oo 20 = 24 per cent 


The results show that a number of defective insulators can 
be detected and removed as a result of the phone test but at 
the great expense of taking down many times the number of 
sound insulators from the poles showing defective in order to 
get the few bad ones. Again, the expense of taking down the 
insulators from poles showing defective, only to find that no bad 
ones exist. And lastly perhaps the most unfavorable feature— 
trial tests demonstrate a large percentage of defective insula- 
tors are missed altogether in the field survey. While the prob- 
ability of future line trouble is no doubt decreased in direct 
proportion to the number of defective insulators removed, it was 
this last feature which led to the abandonment of the telephone 
method for the trial of other schemes which it is hoped will 
show more perfect scores in the results obtained. 

Current audible as a clear musical tone over good insulators 
is the same as that obtained by antennae effect in the vicinity 
of the circuit and is due to harmonics, since the fundamental at 
60 cycles is a very low pitch tone too low to be at all noticeable 
in the telephone receivers. In asystem with a grounded neutral 
the principal harmonic is usually the third and in a delta system 
the fifth or seventh. 

We agree that brush discharge is the cause of the scratching 
or spitting noises heard as superimposed on the ‘“‘clear’’ hum. 
Brush discharge is not necessarily due to a cracked shell or a 
shell of low megohm resistance. If the design of the insulator 
is such that the air is overstressed at any point, a brush discharge 
will be formed even though the insulator is perfectly good. A 
certain type of insulator with which we have experimented, all 
showed ‘‘bad’’ on the line but were found ‘‘good’’ when removed 
and tested. 

We do not think that the neutral of an ungrounded delta 
system of any size and voltage shifts sufficiently to affect the 


1916] DISCUSSION AT SHATTLE 1123 


voltage over the insulator on any one phase unless an act 
ground has taken place. The Beoltenent of the neutral ee 
only be caused by the flow of a very considerable current to 
earth from one phase. The current which must flow to ground 
from one phase of a delta system to shift the neutral to that 
phase is equal to about 1.5 times the normal charging current. 
This current to ground would be about 18 times 1.5 or 27 am- 
peres on a 60-kv. system with 100 miles of line. Certainly no 
current which would leak over one or several insulators would 
shift the neutral enough to affect the voltage over the insulators 
on that phase. 

We suspect that the air in the vicinity of the second (short) 
shell of the insulator would become overstressed if the top was 
defective and frequently overstressed if the third or center was 
defective. This particular type of insulator appears to be one 
which lends itself very well to the application of the method of 
testing described. It should not be inferred that the method 
will be equally successful with other types of insulators or 
under the conditions existing on other systems. 

E.E.F.Creighton: An experimental and theoretical study was 
made of the telephone method of testing insulators in an en- 
deavor to bring out definite information on the factors involved 


R, 


res I 


and to determine the limitation of its successful use. The ex- 
perimental work may be divided into two categories: namely, 
first, tests with gaps and resistance; and second, tests on defec- 
tive insulators. 

The apparatus for the experimental work (Fig. 1) consisted 
of a sine-wave alternator with a smooth core; a 50-kv. step-up 
transformer, three good suspension disks and seven defective 
pin-type insulators, a small sphere gap (2.5 cm. diameter), a 
water resistance tube giving a resistance of 60 megohms, tele- 
phone receivers (one of 5-ohms resistance and one of 70-ohms 
resistance), and a resistance box for shunting these telephones. 
The studies made can be designated under five categories: 

lst, determine the point of brush discharge in the insulator 
when there is neither series resistance nor series gap in the cir- 
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cuit; 2nd, determine the effect of series resistance in diminishing 
the sound in the telephone receiver when there is no gap in series; 
3rd, determine the effect in the receiver of introducing a con- 
tinuously increasing series gap when there is series resistance in 
the circuit, and 4th, the same with no series resistance in the 
circuit; 5th, determine how much shunting resistance in parallel 
with the telephone receiver becomes undesirable. 


Test WitH Goop INSULATORS IN SERIES 


No attempt will be made to present the tests-in detail but 
rather to give the deductions made from these tests, which will 
be designated as A, B, C, D, and E. 

Conclusion A. When there is no gap in series with the in- 
sulator and the charging current of a single suspension disk 
insulator is carried through the telephone a pure sine wave gives 
a low, musical note. With a difference in sensibility of the 
telephone receiver and difference in attention the 60-cycle note 
becomes audible for different values of current. Ina noisy room 
with a 70-ohm receiver in series with a single 10-in. suspen- 
sion disk the sound becomes audible at 20 kv. applied. Since 
the capacitance of a single disk is about 34 times 10-” farad, 
its reactance will be 85 megohms, and the current in the receiver 
236 micro-amperes. 

When the resistance of 68 megohms was placed in series with 
the insulator there was an appreciable decrease in the sound, 
due to the decrease in current. Since the reactance and resis- 
tance combine at right angles, the total resistance in the circuit 
was 110 megohms which allowed the passage of 182 micro- 
amperes (77 per cent of the previous value). The musical note 
was pure to start off with and went through no changes in timbre 
by the introduction of the resistance. 

This leads to the conclusion that porous insulators which have 
absorbed moisture and have a measurable resistance in megohms 
or lower will give no indication in the telephone of their defec- 
tiveness. The same conclusion applies if the insulator is cracked 
and filled with moisture which makes a moisture contact with 
the cement. If the contact between the cement and the crack 
is made by means of a small spark, then the conditions are 
different and a discussion will follow under a later paragraph. 

Conclusion B. By gradually raising the voltage on the sus- 
pension disk from 20 kv. the growth of the brush discharge in 
the insulator can be heard in the telephone. The brush dis- 
charge is also audible directly from the insulator. At 50 kv. 
there is considerable roughness in the musical note which can be 
attributed to the brush discharge from the various points on the 
surface of the Portland cement in the head of the insulator. 
Once familiar with this sound of the uniformly distributed brush 
discharge it can be distinguished from the other sounds which 
will be described later. This sound is somewhat diminished by 
eee of 68 megohms in series with the suspension 

isk. 
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Conclusion C. Ifthe resistance is left in series and the voltage 
is maintained constant, say at 50 kv. and the sphere gap is 
gradually opened, a new sound of rather high pitch but not a 
musical note takes place. As the gap is gradually opened to 
0.02 in. the pitch gradually decreases and the intensity of 
sound increases. Beyond this gap length the sound takes on 
gradually a different note. The sounds are full of different 
noises which gradually grow and fade in a way which baffles 
description in words. At small gaps there is a hissing noise like 
the escape of steam. As the gap increases there is superposed a 
disagreeable muscial note of decreasing pitch. Then there ap- 
pears a rumble like the sound given off from the rails by a rapidly 
moving express train. This gradually passes into a disagree- 
able scratchy sound and at the larger gaps ending up with a 
distinct rattling sound as the sparks become less and less fre- 
quent per second. From the smallest gap to the largest gap the 
intensity of the noise, irrespective of its character, gradually 
increases, so long as the series resistance is left in place. The 
difference between the sound given out by the series spark and 
the sine wave current without series spark may be described as 
the difference between a noise and a musical note. It is just 
as distinct as the difference between multiple strokes on a bell 
and multiple strokes on the bottom of a dish-pan. : 

We may conclude from this that any spark in an insulato 
with the resistance of a wooden pole in series will cause a peculiar 
sound in the telephone receiver, the nature of the sound depend- 
ing on the length of the spark in the insulator. If a single skirt 
of a pin-type insulator is cracked and the charging current is 
sparking into this crack, the sound will be distinctly heard on 
the telephone and it will have a note that can be distinguished 
from both the musical note and the evenly distributed brush 
discharges. The telephone receiver then is fitted to detect this 
kind of a fault in an insulator but the voltage must be such as 
to cause the spark. A spark may not necessarily be due to a 
defective porcelain and a cracked porcelain may be so full of 
moisture as not to spark. 

Conclusion D If the series resistance is entirely eliminated 
and the charging current of the insulator is taken through the 
telephone with a series gap gradually increased, a result will be 
obtained quite contrary to the ones just described. When the 
resistance is not in series and with the tiniest spark playing, a 
very high pitch is obtained which is something more than a noise 
and may be described as arather disagreeable musical note. For 
small gaps the sounds are somewhat similar to those with re- 
sistance in series. As the gap opens the pitch decreases and 
the noise becomes very scratchy beyond 0.02 in. Beyond 
this gap also, the noise begins to decrease in intensity until the 
maximum spark gap, about 0.35 in. is reached when the 
sound has very greatly decreased although it is still audible. 
It has very little resemblance to the sound given by the same 


1126 INSULATOR TESTING [Sept. 6 


spark length when the resistance is in series. It should be 
noted that the sound decreases rather than increases with the 
gap length after the first 0.0lin. or 0.02 in. is passed. The 
high pitched noises at small gap lengths are due, partially 
at least, to many-successive sparks jumping the gap for every 
cycle of the generator wave. Larger gaps require more voltage 
built up before the spark takes place and therefore there are a less 
number per cycle. 

If this method then is applied to an insulator on a metal 
tower, quite different intensities of sound will be obtained from 
those on a wooden pole line. 

It seems desirable to endeavor to point out the cause of the 
difference in the sound in the telephone receiver when the series 
resistance is used and when not. With a high resistance in 
series the condenser discharge from the insulator capacitance is 
so thoroughly damped that it passes through the telephone as 
a single impulse and we get the effect on the iron disk of a single 
blow on the bottom of a dish-pan. When there is no series re- 
sistance the discharge of this condenser is damped comparatively 
little and as a result the iron. disk of the telephone will re- 
ceive a blow first in one direction and then in the other 
direction as the logarithmic wave dies out. This frequency is so 
high that the inertia of the disk will not allow it to move in 
synchronism with the oscillation. Therefore each half-cycle of 
the oscillation counteracts the previous one, leaving the disk 
almost stationary. Asa result there is a very little sound given 
out. 

Conclusion E. It is found that when the resistance in parallel 
with the telephone has a value five times the resistance of the 
telephone there is an appreciable diminution in the sound. As 
the shunting resistance increases the sound gradually increases 
and above 20 to 50 times the resistance of the telephone, the 
sound in the telephone has approximately its full value. 


Tests With Derective Pin-Tyree INSULATORS 


These tests were made on seven defective insulators furnished 
the writer by Mr. P. M. Downing from the Pacific Gas & Elec- 
tric Company’s lines last fall. To avoid prejudicial information 
the tests with the telephone were carried out without any 
regard to the defects of the insulators and subsequently the in- 
sulators were tested up with the megger on each separate skirt 
and the defective ones listed. The data were then rearranged 
for the convenience of the reader, placing the insulators in the 
aan of their defectiveness, the least defective being placed 

rst. 

These insulators were used on 60-kyv. circuit and their Y volt- 
age would therefore be about 35 kv. The record given here is 
for an application of 43 kv. which is 23 per cent above the Y 
voltage. The reasons for this choice were several-fold. In the 
first place the laboratory was noisier than the usual location of 


ae 
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a transmission pole. Second, it was desired to make the labora- 
tory test a little more severe than the usual conditions of the 
line to make up for high-voltage surges which would naturally 
occur on the line, and third, an endeavor to make the test volt- 
age a little more severe than could be found in practise with 
the idea of determining the best results which might be obtained 
in actual service. No doubt with a more sensitive telephone 
receiver more noise could have been obtained but it is doubtful 
if the greater intensity of noise in the telephone receiver would 
have given any distinguishing effect. This conclusion is drawn 
from the fact that perfect insulators of the suspension type gave 
more noise by internal brush discharge than the defective in- 
sulators of the pin type. 

The first test consisted in connecting up the pin to one terminal 
of the insulator and allowing the other connection to hang in 
the air parallel to the insulator about 8 in. away.- A very 
considerable corona could be heard directly on this wire but no 
appreciable sounds could be detected in the telephone receiver. 
This shows that any noise obtained does not come from the dis- 
tant points of the loads but must come from those more directly 
in contact with the porcelain. 

Tests on Insulator No. 1. This insulator originally measured 
less than 10 megohms on skirts 3 and 4, counting the skirt next 
to the line as No. 1. However, it had dried out at the time the 
telephone test was made and all four skirts measured infinity. 
The voltage was raised on this insulator up to 50 kv. without 
giving any distinguishing sound in the telephone which would 
indicate that it was defective. 

Tests on Insulator No. 2. The second skirt of this insulator 
measured 2000 megohms and the other three skirts infinity. 
This insulator also up to 50 kv. applied gave no distinguishing 
sound to indicate its defectiveness. 

Tests on Insulator No. 3. This insulator originally meggered 
less than 16 megohms on skirts 2 and 3 but by drying out it 
measured 2000 megohms on skirt 2 and infinity on skirt 3, and 
subsequent to the last test, skirt 4 developed defectiveness and 
had a resistance of 10 megohms. As it stands at the present 
time then, skirt 4 measured 10 megohms and skirt 2, 2000 meg- 
ohms. At 43 kv., 23 per cent above Y voltage, there was no 
audible sound to indicate defectiveness. However, at 50 kv. 
a distinct brush discharge could be heard. This sound of the 
brush discharge is sufficiently different from the spark of the 
gap in series to be distinguished but not described. The defect 
in this insulator could not be told by our telephone tests. 

Tests on Insulator No. 4. This insulator was slightly worse 
than the previous one in that skirt 2 measured less than 10 meg- 
ohms—how much less is not known since the megger needle 
went to its zero value. Skirt 4 gave 2000 megohms. With 68 
megohms in series to represent the resistance of a transmission 
pole no distinguishing sound of fault could be heard in the tele- 
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phone either at 43 kv. or at 50 kv. When the series resistance 
was cut out there was a sound such as a slight, distributed brush 
discharge in an insulator would give. At 50 kv. this sound of 
brush discharge was intensified but there were no indications of 
sparks taking place internally in the insulator. It should be 
noted that series resistance decreased the sound of the telephone 
and is just the contrary to the effect obtained with a long series 
gap where the spark could take place in concentrated form. 
Attention is called to this fact to show the various sounds that 
can be given out under the various conditions. ~The operator 
must learn these sounds that correspond to the different con- 
ditions by actual use. This experience has a bearing on how 
near to the insulator the lineman must be in order to obtain 
the desired degree of intensity. Again his personal judgment 
must be depended upon. . 

Tests on Insulator No. 5. This insulator originally meggered 
less than 10 megohms on both the 38rd and 4th skirts. However, 
at the time of test the third skirt had risen to 30 megohms 
With a series resistance of 68 megohms and the potential at 43 
kv. there was no distinguishing sound of defectiveness. 

With the series resistance cut out there was quite a distinct 
brush discharge audible at 43 kv. At 35 kv. it was proportion- 
ately less, although it is very probable that the noise of the brush 
discharge might be sufficient to throw this insulator under sus- 
picion. 

At 50 kv. applied an internal spark suddenly took place. The 
difference in the sound was unmistakable. 

Tests on Insulator No. 6. This insulator was slightly more 
deteriorated than No. 5 in that both skirts 3 and 4 measure less 
than 10 megohms. The needle of the thousand-volt megger 
went against its zero spot. 

The same sound of brush discharge could be heard on this 
insulator as on the previous one. At 50 kv., however, only the 
brush discharge was intensified without giving any sound of 
internal spark. 

Tests on Insulator No.7. This insulator was the worst of all, 
having the 2nd, 3rd, and 4th skirts all meggering too low to read 
on the thousand-volt megger. On this insulator very little sound 
of brush discharge could be heard at 43 kv. when 68 megohms of 
series resistance was used. Without the series resistance, how- 
ever, distinct sounds of brush discharge could be heard at volt- 
ages as lowas 15 kv. At 43 kv. and no series resistance, there 
was not only a loud noise of the brush discharge but also a 
superposed sound of higher pitch. There can be no doubt that 
by this method any operator with the slightest experience could 
detect this insulator as faulty. 

General Conclusions. These data lead one to the following 
tentative conclusions regarding this method of test: 

Ist. The method apparently cannot give good results for 
porous insulators with either air or water in the pores although 
such porcelain is defective. 
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2nd. Insulators with three petticoats out of four defective 
showed up with great intensity. Insulators with two skirts out 
of four defective may apparently be distinguished in many cases 
provided series resistance is eliminated by making the telephone 
connection near the insulator pin. 

3rd. Considerable difficulty will be encountered using the 
method on a metal tower with the pins grounded. A low re- 
sistance telephone will then be desirable and possibly a ground 
connection separate from the tower legs. 

4th. Certain conditions on the line will make the method 
more favorable there than in the laboratory tests, such as quiet 
surroundings and more high-voltage surges. On the other 
hand, certain disadvantages may be encountered in the presence 
of the higher harmonics of the generator, especially the 11th, 
13th, 17th and 19th harmonics which correspond to 12 teeth 
per pair of poles and 18 teeth per pair of poles. These harmonics 
will be more or less magnified by the capacitance of the line, 
depending upon how much the circuit is loaded. Such har- 
monics will give a different timbre to the sound in the telephone. 

5th. The laboratory tests would indicate that roughness in 
the surface of the Portland cement, such as might be caused by 
the presence of an air bubble on the surface of the porcelain at 
the time the cement was set, might cause local brush discharge 
indistinguishable from the noise produced by a defective porce- 
lain. Such a local spark can be easily reproduced experiment- 
ally by twisting a wire around the metal pin of a suspension in- 
sulator and extending it out a fraction of an inch, leaving the 
point not quite in contact with the porcelain. 

6th. With all that has been said regarding the possible in- 
accuracies of this method, it still remains as a very cheap and 
simple method of detecting pin-type insulators which are in an 
advanced stage of deterioration. 
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THE HIGH-VOLTAGE POTENTIOMETER 


BY HARRiS J. RYAN 


ABSTRACT OF PAPER 


The author describes a high-voltage potentiometer which may 
be made at reasonable expense consisting of a water resistance 
potential distributor and a sparking probe potential difference 
detector. The water resistance consists of a column of water mov- 
ing slowly through an ample length of garden hose, and tapping 
in points through which to connect the probe are provided by 
breaking the hose at regular intervals and connecting it with any 
of the plain metal connectors found on the market as “hose 
menders.’’ The results of an integrity trial are charted in 
Fig. 2. The device is intended for investigations in which the 
results are not required to be known within 2 or 3 per cent of 
their actual value. 


e lee potentimoter method for the determination of altering 

potentials or for the measurement of alternating-voltage 

duties requires: 1. A distributor of alternating potential, 

identical in phase and wave form with the alternating potential 

to be determined. 2. A satisfactory potential difference de- 

tector to determine when the known potential from the dis- 

tributor matches the unknown potential to be measured. For 

a high-voltage potentiometer at reasonable expense the following 
types are feasible: 

A source of synchronous variable voltage that matches the 
voltage to be measured in phase and wave form; requires a 
phase-shifting transformer and an induction regulator or a suit- 
able multiple-tap transformer. 

A condenser connected to the high-voltage source having a 
variable potential feature as follows: A fluid dielectric and a 
potential tapping plate electrode that may be moved to any 
position between the main electrodes of the condenser, or a 
series of electrode potential plates mounted in the dielectric 
between the main electrodes at uniform intervals. : 

A chain of equal water resistances connected across the same 
high-voltage source as the test specimen from which any re- 
quired potential may be tapped. 
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There are two types of detector available: 

The sparking probe. 

The Bennet small current oscillograph.* 

In the sparking probe detector advantage is taken of the 
fact that a spark occurs at a pointed electrode when used to 
connect two condensers charged to different potentials. This 
is true even when the capacitances and differences of potentials 
are small. In the Bennet detector an oscillograph with suitable 
auxiliary equipment is used to observe the charging current 
taken by the insulator system under observation, and to note 
when the potential applied to a conductor is such that it may be 
brought in contact with a metal part of the insulator system 
without disturbing the normal value of such charging current. 

The author has had experience in the development and use 
of these several potential distributors and the sparking probe 
detector. He has had no experience with the Bennet detector, 
though he is convinced, from his own experience, that such 
detector will yield reliable results. Of the several expedients 
specified it has been found that the water resistance distributor 
and the probe detector constitute a convenient and reliable high- 
voltage potentiometer that may be constructed of common 
materials with ordinarily skilled labor at small cost. A column 
of water moving slowly through an ample length of garden hose 
constitutes the resistance. The length of hose required for a 
given over-all voltage may vary considerably. The author has 
used one foot (30.4 cm.) of hose per one thousand maximum range 
effective volts. Tapping-in points from which to connect the 
cable leading to the probe are provided by breaking the hose 
at regular intervals and connecting it with any of the plain 
metal connectors found on the market as ‘hose menders’’. The 
illustration in Fig. 1 was taken from a photograph of one of 
these water column potential distributors. The hose is of the 
common three-quarter-inch (1.9 cm.) variety, 75 ft. (22.8 m.) 
long, in 50 sections of 18 in. (45.6.cm.) each. It is formed into 
a cylindrical helix of twelve and one half turns on a diameter so 
as to use four sections per turn and so as to make corresponding 
metal connectors line up in four columns on the surface of the 
helix-cylinder. The turns are spaced, insulated and held to- 
gether by strain insulators and light galvanized steel strands 
~ *Distributing Potential over a String of Insulators.’ By J. L. Brenne- 


man and Harold M. Crothers. Electrical World, Vol. 64, Dec. 5, 1914. 
p. 1095. 
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located at the metal connectors. The hose starts at the bottom 
from one branch of a supporting cross formed of three-quarter-in. 
(1.9 cm.) galvanized iron pipe and a five-way fence-pipe fitting. 
It ends at the top in a branch of a duplicate pipe structure. 
The bottom end is attached to the water supply and grounded 
if this water connection is made through rubber or other non- 
conducting hose. The branch of the top cross is connected to 
one of the high-voltage source terminals and extended hori- 
zontally to a convenient distance, five ft. (1.5 m.), and ter- 
minated downward in a common sprinkler nozzle. The open- 
ings in the nozzle are large and numerous enough to permit 
ample exit of water without pressure. The water then falls 
away in drops, thus breaking the circuit that would otherwise 
be formed in parallel with the distributor circuit. 

One of the four-columns formed by the strain insulators is 
selected for mounting the tapping-in terminals of the conductors 
that lead through the interior of the helix to their corresponding 
metal hose connectors. These tap conductors are made of 
No. 10, B. & S. gage galvanized steel wire. To make probe 
connecting terminals at the outer ends of these tapping wires, 
such ends are formed into nearly complete rings finished with 
eyes and clamped with small bolts in proper order around the 
strain insulators. In an over-all sense this construction is stra- 
tegic against corona formation. 

Ordinarily 75 kilovolts will set up 50 milliamperes through 
this distributor. The amount of the current naturally depends 
upon the temperature of and the impurities in the water. Obvi- 
ously variation in the value of the current through the dis- 
tributor does not affect the integrity of the potentiometer results: 
It is only necessary in connection herewith that the current 
shall always be large compared with the charging current that 
passes from the probe cable to surrounding objects. The length 
of the cable used with this distributor is ten ft. (three m.) Its 
capacitance to earth does not exceed 0.000025 microfarads and 
the charging current liberated from it at 75 kilovolts to earth 
is, therefore, not more than seven-tenths of a milliampere. 

The development and study of these various forms of high- 
voltage potentiometer was begun in March, 1912. Many 
integrity trials of them have been made. Some of the results 
thus obtained have been published.* The water resistance 


*High-Voltage Potentiometers Jour. Electricity, Power, and Gas, 
Vol. 34, April 10, 1915. 
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distributor was developed during the present year and after the 
author was told by Mr. Faccioli that a resistance distributor 
had been found to give excellent results. Experience with the 
transformer and condenser types of distributor showed that 
the water resistance distributor must yield reliable results, con- 
sequently only one integrity trial of it has been made, and that 
with no particular care. In this trial the potentials of a light 
chain were determined when suspended in the electric field 
formed between two parallel lengths of pipe by 140 kilovolts. 
The chain was mounted at various distances from one of the 
conductors and its corresponding potentials were determined 
by the potentiometer and calculated from the known dimensions. 
The results are charted in Fig. 2. No great accuracy is claimed 
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for the outfit. It is intended only for those studies in which the 
results are not required to be known within two or three per 
cent of their actual values.* 

_ The potentiometer may be used to determine the potential 
of any outline or surface of an insulation system whereat or 
where-on a metal wire or sheet may be mounted and to which 
the potential probe can be applied. Such wire or sheet is 
called the insulator potential electrode. In general the capaci- 
tance of the insulator potential electrode is relatively small. 
The effect of the presence of the probe will, therefore, be such 
; “Ey should be noted that the results of the integrity trial charted in 
Fig. 2 embrace two classes of errors, only one of which is chargeable to 


the potentiometer, while structural deformities and defects in chain 
location measurements are responsible for the other. 3 
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as to alter the potential of the electrode somewhat. The only 
result thereof is to widen the zone of potential through which 
the detector indicates an equally good balance. ‘This effect 
occurs alike above and below the true potential of the insulator 
electrode and is eliminated by reading at the middle of the 
potential balance zone. The true balance must often fall be- 
tween the potential taps as actually provided in the distributor. 
This is an additional cause that generally prevents a tap being 
found at which absolutely no probing spark is discernable in 
full darkness. For example in securing the results charted in 
Fig. 2 when the center of the chain was located seven in. (2.1 m.) 
from the surface of one of the high-voltage conductors a faint 
but definite spark occurred between the prebe point and chain 
at the 22 per cent tap and again at the 25 per cent tap; 23.5 per 
cent of the line voltage was, therefore, given as the reading for 
the potential of the chain in this position. When the probe 
point was applied to the chain carrying potential tapped at 23 
and 24 per cent of the line voltage, barely 
a discernable sparks passed; they did not 
d Nt differ in recognizable degree showing that 

the true balance occurred midway between 
them. 

It is not thought necessary to discuss 
matters of this sort further. It is believed 
that anyone whose general training and experience have prepared 
them to take up work of the present character will have no 
difficulty in learning quickly from their own perceptions and 
efforts the correct procedure for this sort of potentiometer. 
Obviously two persons must work together to apply it. One 
handles the probe and the other handles the probe cable from 
tap to tap in the distributor until a potential balance is 
found. The probe and tap ends of the probe cable are each 
handled at the end of a suitable stick of clear quality 
wood, such as redwood, white pine or poplar, impregnated with 
paraffin as a precaution against the absorption of water. In 
work upon such insulation systems as a suspension type insulator 
the person or the operator should be as distant as possible and 
permit of the proper handling of the probe in order that the 
electric field about the insulator and therefore the voltage duties 
of its parts will not be disturbed. It is thought unnecessary ‘to 
point out the many expedients that may be employed in locating 
and mounting insulator potential electrodes so as to explore the 
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intensity of the electric fields in the air, oil or within the solid 
dielectrics of any system of insulation. These will promptly 
suggest themselves to anyone likely to have work of this sort 
on his hands to do. 

In Fig. 3 the cross section of a pin-type insulator is given 
showing the location of wire hoops to constitute insulator poten- 
tial electrodes for the purpose of determining the voltage duty 
of the air about the insulator, over its surfaces and-through its 
solid sections. It is obvious that these wire hoops must be 
located in equipotential surfaces. Their presence does not dis- 
turb the electric field nor the voltage duties of the insulator 
parts and of the surrounding air. 


Presented at the Pacific Coast Convention of 
the American Institute of Electrical Engineers, 
Seattle, Wash., September 6, 1916. 
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AN ARTIFICIAL TRANSMISSION LINE WITH 
ADJUSTABLE LINE CONSTANTS 


BY C. EDWARD MAGNUSSON AND S. R. BURBANK 


ABSTRACT OF PAPER 


A description is given of an artificial transmission line which 
can be readily adjusted to represent 200 miles (321.86 km.) of 
commercial transmission lines of any spacing up to a maximum of 
120 in. (3 m.) and any size wire up to 4/0 copper. It can also 
be made to correspond to aerial or cable telephone lines and to 
power cables. The use of this type of line in laboratory courses 
on transmission line phenomena is illustrated by a number of 
typical experiments. It is shown that quantitative data, 
sufficiently accurate for instructional purposes, may be obtained 
by using portable voltmeters and ammeters and by the oscillo- 


graph. 


HAT artificial transmission lines can be used to advantage 

in investigations on transmission line phenomena is well 
known. It has been proved by extended research* that actual 
transmission line phenomena can be accurately reproduced in 
laboratory structures and that the theoretical equations cor- 
rectly express the quantitative relations between the line con- 
stants, voltages, currents, time and space phase angles and other 
factors that enter in the general transmission line problem. 
Artificial transmission lines have, however, been used only to 
a very limited extent either as laboratory apparatus for experi- 
mental work by students in power transmission courses, or by 
engineers when investigating industrial transmission systems. 
Very few engineering colleges have any facilities for laboratory 
work on transmission lines. The instruction is given by lectures, 
text-book recitations and class-room problems, without the aid 
of quantitative laboratory experiments. As a consequence com- 
paratively few students gain a clear insight into transmission 
line phenomena, and although they may be able to develop the 
standard equations they fail to comprehend the physical phe- 
nomena involved or to understand what actually takes place in 
the transmission system. That quantitative laboratory experi- 

*See Bibliography on page 1257. 
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ments would be as desirable in the study of transmission lines 
as the customary experimental work in courses on alternators, 
motors or telephones, is admitted. The difference in practise 
has been due chiefly to a lack of suitable apparatus for giving 
laboratory instruction on transmission lines. 

The purpose of this paper is to describe the design and con- 
struction of an artificial transmission line adapted to the re- 
quirements of laboratory apparatus for undergraduate instruc- 
tional experiments as well as for research, and to report a few 
typical experiments. The line 
has been in successful operation 
for the past three years in 
the Electrical Engineering Lab- 
oratories of the University of 
Washington. It consists of Sgowets 
twenty units connected in series p= SS SS 
as shown in Fig. 1. Each unit, 
Fig. 2, is complete in itself and 
represents approximately ten 
miles of a power transmission 
line. The line can readily be 
adjusted, within wide limits, to 
any spacing or size of wire, or 
converted into a standard tele- 
phone line. The wiring dia- 
gram for the units is shown in 
Fig. 3 and for the complete line 
of twenty units in Fig. 4. The 
apparatus represents one line 
to neutral and can therefor be 

. p F Terminals 
used in experiments on either Py Ae eee 
single-phase or polyphase sys- Racw Unie 
tems. The diagram shows that 
the line is of the ‘‘ lumpy ”’ type, similar to the artificial line at 
Harvard University,* with the condensers connected at the middle 
point of the inductance in each unit. While lines with uniformly 
distributed{ inductance, condensance and resistance comply 
strictly with actual transmission line conditions the first cost and 
maintenance are much greater than for the “‘lumpy”’ type. More- 
over the latter type can be made adjustable so as to represent 
~ *See bibliography Numbers 5,6,7,and8, 

{See Bibliography Numbers 2 and 3, 
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lines of almost any size of wire and for different spacings. The 
spark gap on each unit can be adjusted so as to provide pro- 
tection to the condensers against excessive voltages that may 
develop under resonance conditions. The ten-mile unit was 
selected as a sufficiently close approximation to the uniformly 
distributed line constants of industrial transmission lines for 
frequencies up to 800 cycles per second. 

Both for instructional and research purposes it is desirable 
to have an apparatus that can be adjusted so as to represent 
lines differing, not merely in length, but also in size and spacing 
of the conductors. This line is so designed that it can readily 
be adjusted so as to correspond to a line of any spacing up to 
120 in. (305 cm.) and for any size of wire up to No. 4/0 hard- 
drawn copper. By the insertion of a 50-ohm non-inductive 
resistance between the units it is converted into a telephone 
line of practically standard specifications. 
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Fic. 4—WIRING DIAGRAM OF COMPLETE LINE 


To comply with the above requirements the line constants 
must be adjustable within the following limits: 

Resistance, minimum value = 2.59 ohms. 

Inductance, maximum value = 0.021 henry; 

Condenisariceiwe sy, as eee from 0.1 to 1.0 microfarad 

Resistance. ‘The resistance of the inductance coils must not 
exceed minimum resistance in the unit, each of the four coils 
must be equal to or less than 2.59 + 4 = 0.65 ohm. Selecting 
No. 14 A. W. G., d. c. c., copper, the length of wire in each coil 
must not exceed 257 ft. (78.3 m.). The coils as constructed* 
have 250 ft. each, thus allowing for the resistance of the connect- 
ing wires and for a slight adjustment when the line represents 
No. 4/0 copper wire. For lines with smaller sized conductors 
the additional resistance is obtained by moving the short-cir- 
cuiting clamp on the loop of ‘‘ Advance” resistance wire. 


Figs. 2 and 3. 
 *Bibliography No. 11. 
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Inductance. The inductance is obtained from four short air- 
core solenoids arranged in a square. For a given length of wire 
the inductance depends on the dimensions of the coil. The re- 
»uired dimensions were obtained by means of Brooks Formulaf. 
The final dimensions of the coils as constructed are: 


Mean: radius? a. <aec cose 1 one ede oe ee ee ooo Osinichesm(asn aac) 
Length of coll..«. «ace (0 cata ase a ai . (5.47 cm.) 
‘Thicknessiot: wittdin Germinal EOz00 eke (1.52 em.) 
Length of wire. ah te .250. feet (76.38 m.) 
Number of tie (eke eee oe viene -seven rayne each) . Fer e216: 


The mutual inductance is very nearly 8 per cent of the self- 
inductance for each unit. With the coils in position the measured 
value corresponds to the amount required. 

The inductance in each unit can be varied by turning the right 
hand coil and by using the taps on the lower coil. Any induct- 


TABLE I. 
Unit No. 15. 
Position of Coils in Series 
movable 
coil 4 34 34 3i 3 2 
0° 0.0214 0.0193 0.0176 0.0161 0.0154 0.0098 
45° 0.0209 0.0186 0.0167 O01 56.0) eeapitedte UI Ott con 
90° 0.0199 0.0178 0.0160 O.OL49 |, =e ed. Sewell eohcoce 
135° 0.0188 0.0171 0.0158 OROLAS Bal reccmeeeert ssa 
180° 0.0185 0.0168 0.0152 0.0142 


ance up to the maximum value can be obtained by making the 
proper adjustments. All the units have been calibrated showing 
the inductance for five positions of the movable coil and for 
four taps on the lower coil as illustrated in Table 1. 

The average maximum inductance for the whole line is 0.0213 
henry for each unit. The measured inductance for the several 
units varies from 0.021 to 0.022 except for unit No. 2 which is 
0.0197 henry. 

Condensance. The line condensance is obtained from 200 
standard telephone condensers, type No. 21-AA, guaranteed 
to stand 1000 volts. Each unit has ten condensers connected 
in series with taps brought out at the terminals of the 5th, 6th, 
7th, 8th, 9th, and 10th condenser. Each unit has been calibrated 
and the results tabulated as illustrated by Table 2. 


{University of Illinois, Bulletin No. 53. 
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A spark-gap was connected across the condensers as a pro- 
tection against voltages in excess of the rated value of 1000 volts 
per condenser. Under resonance conditions this protection is 
necessary. 

Cost. The cost per unit was approximately $24.00, or a total 
of $480.00 for the complete line of twenty units. 

Instruments. For accurate measurements an a-c. potentio- 


TABLE Il. 
Unit No. 15. 


Number of condensers in series. 


5 6 7 8 9 10 


Microfarads 0.182 0.151 0.131 0.114 0.102 0.092 


meter is necessary and an instrument like the Drysdale-Tinsley 
alternating and continuous current potentiometer gives excellent 
results. Unfortunately the potentiometer is expensive and re- 
quires more skill in the operator than can be expected from 
ordinary students in power transmission courses. Quantitative 
values, sufficiently accurate for instructional purposes, may be 
obtained by means of ordinary portable voltmeters and ammeters, 


ie Meg 


\Vibrators 


Induction Coils 


Reversing Switch 


Fic. 5—WIRING DIAGRAM FOR IMPULSE Be aR tk In Fics. 6, 7, 8, 
9, 10, 11 


for numerous experiments, as may be seen by comparing the 
calculated and the observed values in several of the experiments 
described in this paper. The instruments used were Standard 
voltmeters, ammeters, speed indicators, and a three-element 
oscillograph. 

Great care must be exercised in keeping the frequency con- 
stant throughout each test. Slight changes in frequency will 
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cause considerable changes in the voltmeter and ammeter 
readings. : 

Typical Experiments. The experimental data have been 
selected from student’s laboratory reports, and credit is due 
Mr. R. Rader for Figs. 6, 7 and 8; Messrs. G. S. Palmer and 
D. K. Chaudhuri for Figs. 13 to 18 and 20 to 27; and Messrs. 
S. R. Burbank and F. T. Yamada for Figs. 9 to 11 and 28 to 37. 

The circuit connections are shown in Figs. 5, 12 and 19 for 
each experiment. The oscillograms and the drawn curves are 
in a large measure self-explanatory. In all cases the size of wire 
was equivalent to No. 4/0 hard-drawn copper. The spacing was 
either 96 in. or 120 in. (2.4 or 3 m.) as noted below each figure. 
Experiments with other spacings and for other sizes of wire gave 
similar results. 

The experiments selected may be grouped into three divisions: 

1. Sudden impulses impressed on the line. 

2. Voltage and current readings along the line. Constant 
voltage at the generator end and constant frequency. 

3. Resonance. 

Group 1 

A direct-current generator was connected to the primary of 
a transformer and the line to the secondary. Between the gener- 
ator and the transformer was a drop switch, Fig. 5. Upon 
closing the switch a sudden impulse was impressed on the line 
from the secondary winding of the transformer. 

For Figs. 6, 7 and 8 the line constants were R = 51.7 ohms, 
L = 0.427 henry, C = 2.92 microfarads. The original voltage 
and current impulses with the reflections are shown for receiver 
end open in Fig. 6 and short-circuited in Fig. 7. No reflections 
appear in Fig. 8 when the receiver has a resistance equal to 


Le ohms. 
G 


Calculating the length of the line from the line constants it 
should be equivalent to 208 miles (334.7 km.). Measuring the 
time taken for the impulse to be reflected from the receiver 
end as in Fig. 7, and assuming a velocity of 3 X 10” cm. per 
second, the equivalent length of line was 214 miles (334.4 km.). 
A number of trials gave a similar discrepancy of approximately 
3 per cent. In the fall of 1916 the condensers, a cheap grade, 
were replaced by Type 21-AA condensers. Measurements on 


PLATE LIX. 
lag lle 12s 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 


Fic. 6—RECEIVER END OPEN 
Spacing 120 in. — Ep = 98 v.— Ip = 6.00 amp. 


[MAGNUSSON AND BURBANK} 


Fic. 7—RECEIVER END SHORT CIRCUITED 
Spacing 120 in. — Ey) = 100 v. — Ip = 2.5 amp. 


PLATE LX. 
A. I.E. E. 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 


Fic. 8—RECEIVER END CLOSED THROUGH \/E.oums 


Spacing = 120 in. — Ey = 104 v. —Ip = 2.3amp. 


[MAGNUSSON AND BURBANK] 
Fic. 9—RECEIVER END OPEN 
Spacing = 96 in. — Ey = 110 v.—I) = 19.8 amp. 


= » wars... Ee 


PLATE LXI, 
Aaa EES 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 
Fic. 10O—RECEIVER END SHORT CIRCUITED 
Spacing = 96 in. — Ey = 101 v. — 1p = 20.0 amp. 


[MAGNUSSON AND BURBANK | 


Fic. 11— RECEIVER END CLOSED THROUGH \/ Eons 


Spacing = 96 in. — Ey = 110 v.—Jp = 19.7 amp. 
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oscillograms taken after the new type of condensers were on the 
line, as in Figs. 9 and 10, checked more closely with the length 
calculated from the line constants. Thus for Figs. 9, 10 and 11 
the line was adjusted for a spacing of 96 in. (2.4m.) The line 
constants were R = 52.9 ohms; L = 0.412 henry) C= 3.03 


Neutral =G 


Fic. 12—Wrrinc DiaGram FoR LINE CHARACTERISTICS, Fics. 13, 14° 
15, 16, 17, 18—anD RESONANCE CuRVES FIGs; 28 AND 33 


microfarads. From the line constants the equivalent length of 
line was 208.5 miles (335.5 km.) From measurements on the 
oscillogram in Fig. 9 the equivalent length was 206.5 miles 
(332.3 km.) and from the oscillogram in Fig. 10, 208 miles 
(334.7 km.) A slight leakage in the first set of condensers prob- 
ably caused the retardation of the electromagnetic wave. After 
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Fic. 13—VoOLTAGE AND CURRENT CHARACTERISTICS 


three reflections in the open line, (Figs. 6 and 9) the transformer 
and the line oscillate together causing an oscillatory transient 
of lower frequency. 
Group 2 
The change in the magnitude of the voltage and current along 
the line is shown in Figs. 13 to 18, inclusive, for the line open and 
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for frequencies of 60, 100 and 120 cycles, respectively, in Figs. 
13, 15 and 17, and similarly for the line loaded so as to have 
generator and receiver voltages each equal to 500 volts, in Figs. 


14, 16 and 18. 


[LINE LOADED f= 60~ 
—c— Experimental Curves 
'--«--Caleulated Curves 
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Fic. 14—VoLTAGE AND CURRENT CHARACTERISTICS 


Necessarily the shunting of the voltmeter across the line 
changed the conditions in each case and caused discrepancies 
in the curves as indicated by the difference between the drawn 
and broken lines. Extreme care had to be exercised in keeping 
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Fic. 15—VoLtTaGe AND CURRENT CHARACTERISTICS 


the frequency constant for each set of readings. A slight change 
in frequency will cause a considerable change in the receiver 
voltage with the line open. This is readily seen by comparing 
st receiver voltages for 60, 100 and 120 cycles in Figs. 13, 15 
and 17. 


? 


ws 
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Group 3 
In obtaining the data on resonance, two single-phase alter- 
nators were used. Alternator A gave a voltage wave which 
appeared to be simple harmonic but on analysis was found to 


| r 


VOLTS 


1 

LINE LOADED f=100~% 
—-— Experimental Curves 
-----Calculated Curves _ 
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Fic. 16—VoOLTAGE AND CURRENT CHARACTERISTICS 


have a small third harmonic, about one per cent, of the funda- 
mental. The shape of the voltage wave of alternator B is shown 
in Fig. 32, consisting of a fundamental combined with a 28.2 
per cent third harmonic and a 5.4 per cent fifth harmonic. The 
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frequency of alternator A was normally 137 cycles and for B, 


60 cycles. : 
At first it was assumed that alternator A gave a simple sine 


wave. The first indications that the assumption was not true 
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were difficulties in securing consistent readings at all frequencies, 
particularly between 70 and 75 cycles. With the generator 
voltage of 1000 volts and the frequency about 72 cycles, the con- 
densers in unit No. 20, at the receiver end, were punctured. 
Upon investigation it was found that the third harmonic caused 
resonance in the line and that the receiver voltage was greatly 


VOLTS 


AMPERES 


20 40 60 80 100 120 140 160 180 200 
LENGTH OF LINE IN MILES 


Fic. 18—VoOLTAGE AND CURRENT CHARACTERISTICS 


in excess of what would be produced by the fundamental. To 
prevent a similar accident spark-gaps were placed in each unit 
as shown in Figs. 2 and 3. 

To secure accurate readings on resonance values, an a-c. 
potentiometer is necessary, but the effect may be observed on 


ordinary oscillograms and to some extent measured by portable 
voltmeters. 


Ae) Vi eg, : : V2 e, 
Induction Coils 


Condensers 


‘Neutral = G 
Fic, 19—Wir1NG DIAGRAM FOR OSCILLOGRAMS IN Fics. 215222, 23,° 24, 
25, 26, 27, 29, 30, 31, 34, 35, 36, 37 


In Figs. 20 to 24, inclusive, are shown the oscillograms of the 
generator and receiver voltages and the charging current for 
60, 66, 72, 100 and 120 cycles using alternator A. The generator 
voltage is nearly a sine wave in all cases. The receiver voltage 
and the charging current show a third harmonic in Fig. 20; 
an increased distortion in Fig.21 anda maximum third harmonic 


PLATE LXil, 
A. | E.-E. 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 
Fic. 20—RECEIVER END OPEN 
Spacing = 120 in. — f =60 ~ — L=0.427 h. —C = 2.96 mf. — Eg =500 v. — E; = 558 v 
— I = 0.63 amp. : 


[MAGNUSSON AND BURBANK] 


Fic. 21I—RECEIVER END OPEN 
Spacing = 120in. —f = 66~— L = 0.427h. — C = 2.96 mf. — Eg = 500 v. 


PLATE LXIll. 
ASE Bae 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 


Fic. 22—RECEIVER END OPEN 
Spacing = 120 in. —f =72~ — L = 0.427h. — C = 2.96 mf. — Eg = 500 v. 


[MAGNUSSON AND BURBANK | 
Fic. 23—RECEIVER END OPEN 
Spacing 120 in.—f =100 ~ —L = 0.427 h.—C =2.96mf.—E, = 500 v.—E 
655 v.~ I = 1.06 amp. ‘ 


PLATE LXIV. 
A. I. E.-E. 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 
Fic. 24—RECEIVER END OPEN 
Spacing 120 in. —f =120~—C = 2.96 mf. — L = 0.427 h. — Eg = 500 v. — Ey = 
716 v. —I = 1.34 amp. 


[IMAGNUSSON AND BURBANK] 
Fic. 25—RECEIVER END LOADED 
1, — 0.56amp. — Spacing 120in. — f = 60~—C = 2.96 mf. — L = 0.427 h.—Eg — 500 v. 
— E, = 500 v.— I = 0.75 amp. 


PLATE LXV. 
A. |. E. E. 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 
Fic. 26—RECEIVER END LOADED 
ir =0.92 amp. — Spacing 120 in. —f = 100 ~—C = 2.96 mf. — L = 0.427 h. — 
Eg = 500 v. E, = 500 v. —I = 1.12 amp. 


[MAGNUSSON AND BURBANK] 


Fic. 27—REcEIVER END LOADED 


Spacing 120 in. — f = 120 ~ — Tr = 1.01 amp. — L = 0.427 h.— C = 2.96 mf. — 


Eq = 500v. — Ey = 500 v. — I = 1.21 amp. 


PLATE LXVI. 
AW IS Ewe 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 
Fic. 29—RECEIVER END OPEN 
Spacing = 96 in.— f =60~—C = 303 mf. —L =0.412h. — Eg = 500 v. — E;, = 570Vv. 
— I = 0.70 amp. 


[MAGNUSSON AND BURBANK] 
Fic. 30—RECEIVER END OPEN 
Spacing = 96 in. —f = 74 ~— C = 3.03 mf. — L = 04.12 h. — Eg = 500 v. — 
E- =690 v. — J = 1.35 amp. 


PLATE LXVIl. 
A. 1. E. E. 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 
Fic. 31—RECEIVER END OPEN 
=3.03 min— b= 04 12h — Bg — 500 v. — Ey = 750 v. 


Spacing 96 in. — f = 1200~—C 
— ] =1.49 amp. 


[MAGNUSSON AND BURBANK] 
Fic. 34—-RECEIVER END OPEN 
Spacing = 96 in. =f = 25~—L =0.412 h. —C = 3.03 mf. — Eg = 2.50 v. — 
: E, = 260 v. —-I = 0.20 amp. a > 


PLATE LXVIIi. 
A. UE. E. 
VOL. XXXV,- 1916 


[MAGNUSSON AND BURBANK ] 
Fic. 35—RECEIVER END OPEN 
Spacing 96 in. —f = 43.5 ~ — C = 3.03 mi. —L = 0.412 h. — Eg = 250 v.— Ey = 
420 v. — J = 1.00 amp. 


[MAGNUSSON AND BURBANK] 
Fic. 36—RECEIVER END OPEN 


Spacing 96 in. —f = 50~—C = 3.03 mf. — L = 0.412h. — Ee = 250 v. — Ep = 325v. — 
é I = 0.55 amp. 


j 


PLATE LXIX 
A. |. E. E. 
VOL. XXXV, 1916 


[MAGNUSSON AND BURBANK] 
Fic. 37—RECEIVER END OPEN 


Spacing 96 in. —f = 72.5~ —L=0.412 h.—C = 3.03 mf. — Eg = 250 v. — Ey = 860 v. 
— I =2.5 amp. 
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in Fig. 22, or at 72 cycles. The distortion is smaller at 100 cycles, 
Fig. 23, and practically disappears at 120 cycles, Fig. 24. The 
line constants give a resonance frequency of 222.2 cycles and 
hence for the third harmonic in resonance the fundamental fre- 


222.2 


quency would be = 74 cycles. 

Similar oscillograms for a spacing of 96 in. (2.4 m.) and for 
frequencies of 60, 74 and 120 cycles are shown in Figs. 29, 30 
and 31. The third harmonic is at a maximum for 74 cycles. 

The dampening influence of the load on the receiver end is 
shown by comparing the voltage and current waves in Figs. 25, 
26 and 27 with the wave shapes for the corresponding frequencies 
in Figs. 20, 23 and 24. 
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Fic. 28—RESONANCE CURVES WITH MACHINE GIVING NEARLY SINE 
WAVE As SOURCE (ABOUT 1 PER CENT THIRD HARMONIC) 


A much greater distortion is produced when using alternator B. 
The influence of the frequency for resonance conditions of both 
the third and fifth harmonics are shown in Figs, 34,35, 36 and 37. 

For 25 cycles, Fig. 34, the receiver voltage is practically of 
the same shape as the impressed voltage wave at the generator 
end. For 43.5 cycles the fifth harmonic produces resonance 
and causes a marked distortion of the receiver voltage. At 72.5 
cycles, Fig. 37, the third harmonic is near resonance and the 
receiver voltage consists chiefly of the third harmonic. At 50 
cycles, Fig. 36, the distortion of the receiver voltage is less than 
for either 43.5 or 72. 5 cycles. 

Not only the wave shape but also the magnitude of the re- 
reiver voltage is affected by the resonance of the harmonics in 
the impressed voltage wave. In Fig. 28 is shown the receiver 
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voltage and charging current plotted as ordinates with the fre- 
quency of the impressed voltage from alternator A as abscissas. 
The voltage at the generator end 
of the line was held constant at 500 
volts. The hump in the curve be- 
tween 70 and 80 cycles is due to 
resonance produced by the third 
harmonic. 

In Fig. 33, similar voltage and 
charging current curves are drawn 
for alternator B. The humps in Sth harmonic 5.4% 
the curves are produced by reso- 
nance in the line by the fifth and 
third harmonic. 

The maximum point for the 
fifth harmonic comes at 43.5 cycles 
and for the third harmonic at 72.5 
cycles. The great increase of the 
receiver voltage for resonance in the third harmonic should be 
noted; while at 85 cycles the measured receiver voltage drops 


From oscillogram 


Fundamental 100% 


3rd-harmonic 28.2% 


Fic. 32—ANALYZED WAVE OF 
PEAKED WAVE ALTERNATOR 
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SourcE—(5.4 PER CENT FIFTH AND 28.2 PER CENT THIRD HARMONIC) 


to a comparatively low value, although considerably in excess 
of what would be produced by a simple sine wave. 
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Discussion on ‘‘AN ARTIFICIAL TRANSMISSION LINE WITH 
ApyJUSTABLE LINE ConsTANTs” (MaGNussoN AND Bour- 
BANK), SEATTLE, WASH., SEPTEMBER 6, 1916. 

L. J. Corbett: In connection with these artificial transmission 
lines, I presume that those of you who are familiar with the sub- 
ject, recognize the two forms which have been in use for the last 
few years, the “distributed” type and the “lumpy” type. The 
more expensive is the distributed type, which is actually designed 
to correspond to a certain line. One of these, the first I believe, 
is the one at Schenectady. The wire is wound on glass cylinders 
with tinfoil on the inside surface. The cylinders are 43 feet 
long (1.36 m.) and 6 inches (15 cm.) in diameter, and the length 
of line that each represents, is about one half mile. It would take 
a large room to hold a representation of a transmission line of 
even moderate size compared to some of our western lines. 
Another of this type was recently brought out at the University 
of California. You may be familiar with it. The cylinder was 
made of wood and the tinfoil was laid upon it; then followed a 
~ layer of insulation, then a layer of wire. The capacity was greater 
than in the Schenectady pattern, so smaller wire could be used, 
and the units were made to correspond to about ten miles of line. 
At the University of Idaho, we attempted approximately the 
same thing, using built up paper instead of wood cylinders. We 
modeled our line after one of the lines of the Washington Water 
Power Company, and constructed a unit which was to represent 
ten miles of line, but during that investigation, we found it 
rather unsatisfactory, because it was difficult to get the con- 
stants to correspond to the calculations. The variations in the 
wire might make our resistance vary a little, but we could adjust 
that by moving our contacts farther along the wire to get the 
proper value. The inductance also would vary slightly, but the 
greatest difficulty we had was in the capacity. With such a unit 
it was necessary to cut the tinfoil a great deal to avoid induced 
currents and have it with its sections not continuous around the 
cylinder. Even then the effect of eddy currents was so noticeable 
that the line would have a different capacity at one frequency 
from what it would have at another. So, it was practically 
impossible to get a really clear-cut’ set of constants on such a line. 
Another disadvantage of the distributed type is that after you 
once build your line, your constants are fixed. There is a great 
advantage possessed by this lumpy line described in the paper. 
While some do not approve of this type in general, because of the 
fact that it does not actually and accurately represent the trans- 
mission line, this one is adjustable so that it can be made to 
represent lines of various spacing, and by taking measurements 
. between the units, a very true picture is obtained of conditions 
_on the line at points ten miles apart. I would like to ask Prof. 
Magnusson how he maintains the frequency constant, or what 
instruments he uses to show the frequency if he does not use the 
vibrating reed. 
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W. D. Peaslee: I would like to ask Prof. Magnusson about 
this: Is it possible to pass enough current through the line— 
that is, load the line sufficiently—to use an ordinary laboratory 
synchronous generator as a synchronous condenser, and illustrate 
to the class the use of the synchronous condenser in maintaining 
the voltage drop constant under varying conditions of load. If 
it could be made of sufficient capacity to do that, without undue 
heating, that would be a very valuable addition to its use. The 
greatest value of a line of this kind is the ability with which you 
can reproduce a given line. 

J. D. Ross: Dr. Magnusson’s paper suggests an idea that is 
applicable to the larger central stations. The university faculties 
have been reaching out in the last few years to become more and 
more practical. All of us have observed that they have had 
considerable success in doing so, and I often wonder if the large 
central stations are reaching out on the technical end to the same 
extent. I do not believe they are. I think our testing work 
is often poorly arranged and under too many departments. We 
have, for instance, the testing of our distribution transformers 
under one man, our testing of inside construction under another. 
Hydraulic testing done by one man, and electrolysis by another, 
and the testing of meters, of course by a meter man. Probably 
the testing of meters properly belongs in the meter department. 
A properly constructed laboratory, constructed along the lines 
of all general testing as well as for special work, like this paper 
brings out, would be the proper way for a large central station 
to arrange this work. We have been promising ourselves an 
oscillograph for some time, and I think there will be a demand in 
our concern for an artificial transmission line such as Dr. Mag- 
nusson describes, especially at the small cost, comparatively, 
that he estimates. The way the most of us do now, instead of 
going at the cause of the trouble, and removing that, is to try to 
find a partial cure. When a surge comes, on our lines or. we 
repeatedly have trouble, we attempt to put on some apparatus 
that may cure them rather than find their cause and take them 
away altogether. The method we have been following, for in- 
stance, with the trouble we have had with surges in our high- 
tension work is really a cut and try method. 

I believe that a well equipped testing laboratory with the 
testing of a large concern all put under it, would yield better 
economy in the end than our present system. Of course, it would 
all come back to the question how technical and practical the 
man in charge would be. He would have to be a very good man 
to get good results, but there are such men, and I think most large 
concerns have three or four of them that they can pick from for 
that particular work. Apparatus of the sort mentioned here 
would be of considerable value in connection with our troubles if 
it was in the hands of a competent man. An example, which, is 
of course, on a larger scale than any of us can reach, is the 
laboratory of the General Electric Company. Those of you who 
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have read the papers from the General Electric Review lately 
can see the remarkable work they have done. The work should 
not all be left.to the universities. While they are reaching out 
to be practical, every large plant should reach out to be technical 
at the same time. 

S. R. Burbank: I want to speak strictly from the student’s 
standpoint. This work was exceedingly interesting to me, and 
I know that it was to other students. The way in which 
the work checked with the theory was of great interest. One 
point of particular interest was the shape of the curve, in Fig. 
33, referred to by Dr. Magnusson. When the frequency at which 
the first hump occurred is multiplied by five, and that of the 
second hump by three, the same frequency is obtained, and 
checks the theoretical surge frequency calculated from the line 
constants. We would like to have obtained the hump for the 
fundamental, but the machine would not stand the necessary 
speed. 

C. A. Whipple: I believe there is a use for these artificial power 
lines outside of the universities. I believe that in practise, we 
can find them of great usefulness. On several occasions I have 
found it somewhat difficult to persuade a board of directors or a 
city council that certain things were necessary for the proper 
operation of their system. By having such equipment as 
described here available, they could, possibly, by their own 
observations, have been convinced that such was the fact. I 
have an instance in mind, where a certain body of men had called 
me in to report to them upon the feasibility of purchasing a 
certain piece of equipment to correct and economize their existing 
‘power system. I told them they were wasting their money 
absolutely, but the salesman from the manufacturing company 
gave a very brilliant talk, and they finally purchased that ma- 
chine. I visited the place three months after it was installed, 
and it was standing there idle, absolutely useless. They could 
have bought a dozen of the models described here for the money 
they wasted in that one mistake. I believe that frequently, 
capitalists and those handling the financial end of the transac- 
tions, who will not look to the engineer for advice, can be per- 
suaded by such a means as this. 

C. E. Magnusson: Answering the question asked by Mr. 
Corbett, I will state that we used a standard electric frequency 
meter, which consists of a magneto or constant magnet generator 
connected to a millivolt-meter. The vibrating reed has alto- 
Soe too large a variation between the successive indicating 
reeds. 

In reply to Mr. Peaslee, you may note from the curves in the 
paper that the current was about one ampere or 1.5 amperes in 
some cases. I do not recall that the coils showed any appre- 
ciable rise in temperature. The coils are made of No. 14 wire, 
and are not very thick. -I think they cool at least as readily as 
the fields of an ordinary motor, and a higher voltage could readily 
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be used. In fact, the only reason for using only 500 volts was 
that this was sufficient for the purpose of this test. The con- 
densers were rated at 1000 volts each and a much higher voltage 
could be used. As you will notice, we have a spark gap on each 
unit. This was found necessary in order to protect the con- 
densers during resonance conditions. 


Presented at the Pacific Coast Convention of 
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CHARACTERISTICS OF ADMITTANCE TYPE OF 
WAVE-FORM STANDARD 


BY FREDERICK BEDELL 


ABSTRACT OF PAPER 


It is generally agreed that a sine wave of electromotive force 
at generator terminals and on transmission tines is best. A sine 
wave is now specified as standard by the Standardization Rules 
of the Institute, but the present methods for prescribing allowable 
limits and for determining how near an actual wave is to a true 
sine wave are very unsatisfactory. The Standards Committee, 
through a sub-committee, is studying the subject in order to 
ascertain whether a standard can be specified that will be more 
suitable in its characteristics and more practical in its applica- 
tion. Asa contribution to this study, the characteristics of a 
certain type of standard are here set forth. 

It is hoped that various points of view and much information 
may be brought out in discussion, which may be on the general 
subject and not limited to the particular phase discussed in the 


paper. 


INTRODUCTION 

LTHOUGH in certain respects a departure from a sine wave 

of electromotive force at generator terminals or on a 
transmission line may not be objectionable, it has been found 
that in most respects such a departure is objectionable to a very 
high degree; the sine wave is, therefore, the generally recognized 
standard or ideal that all desire to see approached more and 
more closely as the art of electrical engineering progresses. : 
The troubles that are caused by a departure from a sine wave!’ 
depend to a considerable extent upon the frequency of the har- 
monic or harmonics which are present in the wave in addition 
to the pure sine wave of fundamental frequency. For example, 
harmonics of a certain more-or-less low range of frequencies 
cause trouble in the parallel operation of machinery, while 
harmonics of a somewhat higher range cause trouble by inductive 
interference with neighboring telephone circuits. In penalizing 
therefore, a departure from a sine wave, it becomes necessary 
either to penalize all harmonics equally, or to endeavor to make 
the penalty fit the crime and to prescribe different penalties to 
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the various harmonics, which are present in addition to the fund- 
amental, according to their frequencies. 

The present Standardization Rules of the Institute, after 
stating that the sine wave shall be considered standard, specify 
the manner (Rule 406) by which the so called ‘‘deviation”’ from 
a sine wave shall be measured. This measure of deviation has 
been found generally unsatisfactory, not only because it involves 
expensive special apparatus (commonly an oscillograph) and the 
services of a man expert in such work, but also because even in 
the hands of an expert the numerical-results are not directly 
obtainable, being found only, after a kind of cut-and-try or jug- 
gling process. 

On account of these objections to “‘deviation’’ as a practical 
measure of wave distortion, there was introduced Rule 17%, 
which defines distortion factor without specifying the numerical 
value that will be allowed. It was doubtless felt that experience 
was needed before specifying such a numerical value; but ex- 
perience has shown objections to a distortion factor as defined 
in Rule 17, as will be pointed out later. Meanwhile the object- 
tionable “deviation” rule, which all hope may soon be super- 
seded, still persists. 

The question of a standard for wave shape has been discussedt 
before the Institute on several occasions, and during the past 
year has been the subject of study of a sub-committeet of the 
Standards Committee. This paper describes certain work done 
in connection with the work of this sub-committee. It is not 
intended to be complete, nor to present conclusions, nor to 
commit the members of the committee in any way. Its object 
is to bring the matter to the attention of those interested, with 
a view to obtaining, through discussion or correspondence, 
different points of view and, so far as possible, to ascertain all 
the facts bearing on the matter. It is felt that to attempt to 
 *Rule 17. The Distortion Factor of a Wave. The ratio-of the rm. 
value of the first derivative of the wave with respect to time, to the r.m.s. 
value of the first derivative of the equivalent sine wave. 

tA Proposed Wave Shape Standard, by C. M. Davis, Trans. A. I.E. E., 
p. 775, Vol. XXXII, 1913; discussion, pp. 831-845. Three papers on 
Irregular Wave Forms, by F. Bedell and others, presented at Deer Park, 
1915, Trans, A. I. E. E.. Vol. XXXIV, p. 1135. : 

t Messrs. L. W. Chubb, F. M. Farmer, H. S. Osborne, L. T. Robinson 
and F. Bedell, Chairman. Aid in the preparation of this paper, and in 


experiments not here reported, has been obtained from Messrs. A. Bailey, 
R. Bown, G. E. Grantham, W. G. Mallory and P. T. Weeks. j 
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standardize wave form with our present knowledge would be 
premature. There are so many sides to the question, and the 
interests involved are so diverse, that it is only through wide 
spread interest and discussion that all the facts and all the 
aspects of the case can be brought out. The scope of this paper 
is limited to the characteristics of a certain type of standard but 
the discussion may be more general. 


ADMITTANCE STANDARDS 


Of the various factors that have been discussed before the 
Institute for defining the distortion of an alternating wave, the 
differential distortion factor, (which is the distortion factor of 
Rule 17, as given above) meets the requirements of a commercial 
standard perhaps better than any other. 

For practical purposes this factor can be defined in terms of 
the admittance of a condenser as follows: 

(Condenser Admittance Standard.) The distortion factor of an e.m-f, 
wave is the ratio of the admittance of a condenser supplied with that wave 
at its terminals to the admittance of the same condenser when supplied 
at its terminals with a sine e.m.f. of the fundamental frequency. 

The objections to the condenser standard are three-fold: 
First, the wave form of the alternator under test may in some 
cases become distorted by the condenser used in making the 
test on account of resonance between the condenser and the 
inductance of the armature. (This resonance would be for some 
particular harmonic component of the alternator wave and this 
component would be unduly magnified so as to distort the 
e.m.f. form.) Second, the penalizing of lower harmonics is too 
little and of higher harmonics is too great. Third, for accuracy 
the condenser circuit must contain capacity only; hence any 
resistance or inductance of the ammeter used to measure con- 
denser current introduces error. 

These objections, however, can all be eliminated, if certain 
modifications are made in the definition of the standard and in 
the method of test; in this way a more practical and a more 
desirable working standard can be obtained. There are several 
ways in which these modifications can be made, leading to several 
possible wave form standards that will now be discussed. 

As is well known the admittance of any circuit, or combination 
of circuits, containing inductance or capacity varies with the 
wave form of impressed voltage and with the fundamental fre- 
quency, so that, for a given fundamental frequency, the ad- 
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mittance of a specified circuit is an indication of the wave form 
of voltage impressed at its terminals and may be taken as a 
measure of wave distortion. 

A general definition of distortion factor, in terms of the ad- 
mittance of some standard circuit, is, accordingly, as follows: 

(General Admittance Standard.) The distortion factor of an e.m.f. 
wave is the ratio of the admittance of a specified standard circuit supplied 
with that wave at its terminals to the admittance of the same circuit 
when supplied at its terminals witha sine e.m.f. of the fundamental 
frequency. 

Special cases arise eoeaae hae to the standard circuit specified. 
A condenser standard (giving the differential distortion factor, 6) 
and an inductance standard (giving the integral* distortion 
factor, 7) are-seen to be special cases. 

Any one of a limitless number of possible circuits might Ss 
specified as a standard, and each would give a distortion factor 
with certain characteristics of its own, as in the particular cases 
of 6 and a. 

Circuits that might be taken as standard can be classified 
under two heads: 

I. Simple Standard Circuit, in which resistance, inductance 
and capacity (or any one or two of them) are arranged in series 
and are given specified relations or values. 

Il. Composite Standard Circuit, in which the component 
parts are arranged in other than simple series arrangement. 

A simple standard has the obvious advantages of simplicity; 
it is possible for the testing engineer to check up the standard or 
to duplicate it with apparatus commonly available. The Sig- 
nificance of the standard and the results obtained can be readily 
grasped and the standard has, to a certain extent. at least, a 
rational rather than an arbitrary basis. A composite standard, 
on the other hand, has the advantage that it offers a greater 
range of possibilities in the weighting of harmonics of different 
frequencies. 

A simple standard itself offers ee range in the weighting of 
harmonics, as will be brought out later, but, if no one of these 
possible weightings comes sufficiently near to the requirements 
of the case, it may be preferable to abandon the advantages of 
simplicity and to adopt a composite standard, provided that one 
is found that is so distinctly superior in its weighting as to make 
its adoption worth while. 


*See Deer Park papers, loc. cit. 
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A standard circuit consisting of resistance only would be im- 
possible, for the admittance of such a circuit does not vary with 
wave form. A standard consisting of an inductance only would 
be impracticable (even were it desirable), for the admittance on 
any commercial wave would differ so little* from the admittance 
on'a sine wave that the difference could scarcely be determined. 
For the same reason, a circuit consisting of R and L, combined, 
would be impracticable. Furthermore, a circuit consisting of 
L and C with no resistance (were this possible) would be unsuit- 
able as a standard, for it would prohibit absolutely the existence 
in an alternator of an harmonic of a particular frequency; for 
acceptance of an alternator, the allowable value for the harmonic 
of the frequency at which L and C were in resonance would be 
zero, as seen later in connection with the curve marked ‘‘R = 0” 
in Hig.2. 

This leaves as possible the condenser standard, the R C 
standard (which is the condenser standard with some resistance 
added in series) and the R L C standard (which is the condenser 
standard with some resistance and inductance added in series). 
In all these cases the condenser is the predominant element, 
that is there would be but a small difference between condenser 
voltage and line voltage. 

The condenser standard, without resistance, gives a chance for 
error in measurement (due to resonance between the condenser 
and armature inductance) as already pointed out. This error, 
however, may be reduced and practically eliminated by the 
introduction of resistance. We have, then, to choose between 
the R C standard and the R L C standard, and the choice between 
these two should be made after comparing the characteristics 
of each. It is to be noted that the presence of R and of C is 
essential; whereas the inductancef is not necessary, being added 
or not according to the characteristics that may be found 
desirable. . 

The accompanying curves show the characteristics for various 
standard circuits. The ordinates for each curve show the rel- 
ative amplitudes that are allowed by the various standards for 
~*This difference is only a fraction of one per cent; thus, if the admit- 
tance of an inductive circuit on a sine wave is unity, it is 0/9952 on a wave 
having a fifth harmonic of ten per cent in addition to the fundamental. 

{Inasmuch as the RC standard should be free from inductance, a 
small error is introduced by inductance in the ammeter; with the RLC 


standard this error may be avoided by including the inductance of the 
ammeter as part of the inductance of the standard circuit. 
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harmonics of different frequencies, it being assumed in all cases 
that no more than one harmonic is present. The mathematical 
relations on which these curves are based are given in Appendix I. 

As a basis for comparison, a curve for the condenser standard 
is shown bythe dotted curve in each figure. The scale of ordi- 
nates is relative, the absolute values depending upon the specified 
value for the distortion factor. Thus, for the dotted curves, 
a distortion factor 1.12 allows a fifth harmonic equal to 10 per 
cent, of the fundamental, a seventh harmonic equal to about 
74 per cent., etc., the allowable amplitude decreasing* with the 
order of the harmonic. The fifth harmonic is marked for con- 
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Fic. 1. RC standard, resistance being 1 2/3 per cent, 3 1/3 per cent 
and 5 per cent of reactance of condenser at fundamental frequency. The 
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curves approach, E, =5 E; is (approx.) at infinite frequency. Dotted 
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curve is condenser standard. 


venient reference. The value of the fifth harmonic, £;, for 
different values of distortion factor, 6, are as follows: 


E; 0.04 0.05 0.06 0.07 0.08 0.09 0.10 0.11 0.12 
6 1.02° 1.03 1.045 ~1.06' 1.08 1.10 1.19 1.145 =1417 


The scale for the curves is thus determined in terms of distor- 
tion factor. 


In Fig. 1, the solid curves show the characteristics of the 
R C standard for three different values of R, namely, 12, 33 


*The amplitude varies (approximately) inversely as the order of the 
harmonic. If k is the order of the harmonic, 

Oe (1 + k? Ep)? + (1 + E;?)*, as derived in AppendixI. The de- - 
nominator (1+E,2)* differs from unity by less than half of one per cent, 
The FA aS not over 0.10. Substituting unity for the denominator, we have 
then, with an error of less than half of one per cent, 

6 = (1 + hE, )4, OF p= (62 — 1)? + % For constant é, Ep ac- 
cordingly varies inversely as k, the dotted curve being an hyperbola. 
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and 5 per cent of condenser reactance at fundamental frequency. 
These curves approach the limiting minimum value, 


E, = 5 Ez + approximately. 


The RC standard is practically free from the objections 
given for the condenser standard and it is readily assembled from 
apparatus commonly at hand. In this respect it is superior to 
the R L C standard and, from the standpoint of practicability,* 
is the most satisfactory working admittance standard. Whether 
its characteristics are more or less desirable than those of the 
R L C standard is a question to be determined; these latter 
characteristics will now be discussed. 

The current flowing through an R L C circuit at constant 
voltage increases with frequency until resonant frequency is 
reached and then decreases, as is discussed in various text 
books.f In the case of a distorted wave, the current produced 
by a particular harmonic varies in a like manner, a fact that has 
been made usef of in the determination of the amplitudes of 
the harmonics to which distortion is due. In the use of such an 
RL C circuit as a standard, it is not necessary, however, to go 
so far as to determine the numerical values of the harmonics 
that may be present, but merely to make sure that the harmonics 
do not exceed certain specified values. 

The curves in Fig. 2 show the characteristics for an R L C 
standard and correspond to the curves shown in Fig, 1 with the 
addition of a certain inductance, so that L and C are resonant 
at a particular frequency, in this case 1500 cycles. Except for 
the inductance, the circuits for the curves in Figs. 1 and 2 
are identical. It is seen that, in Fig. 2, the curves come to a 


X} 
quency instead of at infinite frequency, as in Fig. 1; this min- 


definite minimum (approximately 5 Es £) at the resonant fre- 


*With the possible exception of the effect produced by ammeter 
inductance. 

+See, for example, Fig. 32, ‘Alternating Currents” by Bedell and Cre- 
hore, 1892. 

tSee ‘‘Analysis of E.M.F. Waves,” by P. G. Agnew, Bul. Bureau of 
Standards, p. 95, Vol. VI., 1909, where the use of a series RLC circuit 
is described; for another arrangement, see articles by M. I. Pupin, Am. 
Journ. Sc., pp. 379, 473, 1894. Resonant circuits have also been used to 
determine harmonic currents that are present in addition to direct cur- 


rent in trolley circuits. 
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imum value is determined by and is directly proportional* to 
the resistance. 

It will be seen that by selecting the values to_be specified 
for distortion factor, and for R and L in the standard circuit, 
the characteristics of the R L C standard can be adjusted to a 
wide range of conditions. The minimum of the curve, which is 
the point of maximum penalty, has its position (¢.e., the fre- 
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Fic. 2. RLC standard; resonance at 1500 cycles. Resistance is 0, 
1 2/3 per cent, 3 1/3 per cent and 5 per cent of reactance of condenser at 


fundamental frequency. E at resonance = 5 Es 


R 
approx. (On 25- 

xX 

Cy. Clescincuitee Rise! ao and 3 times reactance of condenser at resonant 

frequency. On 60-cycle circuit, R is 0.41, 0.83 and 1.25 times reactance 

of condenser at resonant frequency.) Dotted curve is condenser standard. 


quency at which it occurs) determined by L; its relative value 
determined by R. The absolute value of the scale, for the whole, 
curve, is determined by the specified distortion factor. 
It will be noted that no changes in the values of R L or C 
affect materially any of the curves for the lower harmonics, | 
*This is very close to a true proportionality for all practical cases; 


the departure from proportionality only. occurs when the amplitude of 
the harmonic is much more than is generally found in practise. 
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the allowable values for the lower harmonics being determined 
solely by the specified value for distortion factor. For the lower 
harmonics, the dotted curve for the condenser standard is seen 
to coincide practically with the solid curves of the R C and 
the R C L standards. It is thus seen that the constants of the 
circuit have a material effect only on the values of harmonics 
of the middle and higher ranges. 

Fig. 2 shows the effect of varying R when L is constant. 
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Fic. 3. RLC standard; resonance at 900, 1500 and 2100 cycles. 
Resistance is 3 1/3 per cent of the reactance of condenser at fundamental 
frequency. Dotted curve is condenser standard. 


(It is understood that these values are not absolute but are 
relative to the value of C.) The intersection of the dotted curve 
with one of the solid curves at resonance is due to the fact that 
in this case the resistance had a value equal to the reactance of 
the condenser at resonance, a relation discussed further in con- 
nection with Fig. 4. 

Fig. 3 shows the effect of varying L when R is constant. 
Three values are taken for L giving resonance at frequencies 
of 900, 1500 and 2100. A rapid rise in the curve after the minimum 
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is reached is objectionable in a standard, and this is seen to be 
the more marked the lower the resonant frequency. 

In Figs. 2 and 3, the value of R is specified in terms of the 
reactance of the condenser at fundamental frequency, and accord- 
ingly is different for 25- and 60-cycles circuit. As a result, the 
ordinates of the 25-cycle and 60-cycle curves are equal at res- 
onant frequency; the amplitude of harmonic allowed is thus 
constant at this absolute frequency, irrespective-of the order of 
the harmonic with respect to fundamental frequency. 
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3 


Fig. 4 shows the characteristics of the RL C standard when 
R is constant, irrespective of the frequency of the circuit, R 
being equal to the reactance of the condenser at resonant fre- 
quency. Curves are drawn for three resonant frequencies. It is 
seen that in each case, in Fig. 4, the curves closely follow the 
dotted curve of the condenser standard up to the resonant 
point. Up to this point, each curve lies just below the curve for 


the condenser standard, thus imposing a slightly greater penalty 
on harmonics through this range. 
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Although it is more logical for the value of R to depend upon 
fundamental frequency, there would be an obvious practical 
advantage in having R constant, irrespective of fundamental 
frequency, for all circuits. If R were made equal to the condenser 
reactance at resonant frequency, there would be a further advan- 
tage that the resonant distortion factors thus defined differ little 
in numerical value from the present (differential) distortion 
factor, the solid and dotted characteristic curves, in Fig. 4, 
following each other closely up to the point of resonance, where 
they intersect; resonant distortion factor is then a modification 
of the distortion factor of the condenser standard. But such a 
factor would be open to the objection already raised to the con- 
denser standard, namely, that the lower harmonics are not 
penalized enough or the higher harmonics are penalized too 
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Fic. 5. RC standard; the same as Fig. 1 with scale changed so that 
curves coincide at infinity. Resistance is 1 2/3 per cent, 3 1/3 per cent 
and 5 per cent of reactance of condenser at fundamental frequency. 


much. By increasing the value of R, the solid curves in Fig. 4 
would be raised in the region of resonance in the same.manner 
as in Fig, 2. 

It is to be kept in mind that any change in R affects only 
relative values of the allowable harmonics at different frequencies, 
provided the appropriate numerical value is assigned to the 
distortion factor. 

A comparison of Figs 5 and 6 with Figs 1 and 2 may make 
this clearer. Each curve in Fig. 1 is drawn for the same value of 
distortion factor, this causes the curves to practically coincide 
at low frequencies (irrespective of the value of R) and to diverge 
at high frequencies. The curves of Fig. 1 are redrawn in Fig. 5, 
each for a different value of distortion factor, so that they coin- 
cide at infinite frequency and diverge at low frequencies. In a 
like manner, the curves of Fig. 2 are redrawn in Fig. 6, with 
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different values of distortion factor, so as to coincide at resonant 
frequency. 

From the foregoing study it will be seen that an increase in R 
decreases the penalizing of the high harmonics relative to the 
low (or increases the penalizing of the low harmonics relative 
to the high), the absolute value of either high or low being not 
necessarily affected. 

It should be noted that an increase in resistance tends to 
decrease the sensitiveness of measurement; thus, in Fig. 5 or 
6, the distortion factor might be changed from, say, 1.17, with 
the smaller resistances, to about 1.05 and 1.02, respectively 
with the larger resistances. 

If a standard of the admittance type is deemed desirable, 
there are many points to be decided before the exact specification 
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Fic. 6. RLC standard; the same as Fig. 2 with scale changed so 
that curves coincide at resonant frequency. Resistance is 1 2/3 per cent, 
3 1/3 per cent and 5 per cent of reactance of condenser at fundamental 
frequency, or 100 per cent, 200 per cent and 300 per cent of reactance of 
condenser at resonant frequency. 


of the standard can be determined. Some of these points are 
as follows :— 
_ 1. Shall the standard circuit be a simple circuit, as described 
in this paper, or a composite circuit? 

2. If a simple circuit is to be adopted, shall this circuit con- 
tain an inductance and, if so, how much; or, in other words, 
what shall be the resonant frequency? 

3. How much resistance shall the standard contain; should this 
resistance be different for circuits of different frequencies, or 
should it be the same for all frequencies? 

4. What numercial value of the factor thus specified should 
be allowed in acceptance of alternators? 

5. What details and what load conditions conducting tests 
should be specified? 
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APPENDIX I 


FORMULAS FOR DistTorTION Factors 


An irregular voltage wave, composed of a fundamental EF, 
and harmonics £3, E;, E;, etc., has a r.m.s. value 


E= OO AS Oe eget at Ea ae ee 8 


If Y;, V3, Ys, etc., are the admittances of the standard cir- 
cuit for the fundamental and for the several harmonics, respec- 
tively, the current taken by the standard circuit when subjected 
to the irregular voltage £, is 


I — (E? Vs" + Fs? V2? + Es? V2 + was a a | 


The admittance of the standard circuit on the irregular wave 
is [/E; its admittance on a sine wave is Y;. The former divided 
by the latter gives 


2 2 
af V1 +( at) aereeH) + 
A ° 1 1 ieee 
Distortion factor = is ; 5 
(general) 1 1 a Es jes Es ) a 
ef ie viet 
cpr cee eae ee A 


A ee i ee Oa 


In this last equation, #; has been taken as unity. 
When only one harmonic of order & is present 


in Chet i geen 
VA Se (+: #) 


Distortion factor = Vind Ee 


All the curves in this paper are determined by this equation, 
by giving a constant value to distortion factor and determining 


E, for different values of k. 
The preceding equations are general and apply to any standard 
circuit. For the particular case of the condenser standard, 


Y;/Yi=3, Y;/Yi=5, etc.; hence 


* Vib Ee + Ee +. 
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When only one harmonic is present, 


i V1 + (k Ex)? 
V1+ Ee 
This equation may be used in determining the dotted curves 
in Fig. 1 to 4. 
APPENDIX II 


MEASUREMENTS 


It has not been the object of this paper to discuss at length 
experimental details, nor to bring up various questions relating 
thereto. A brief statement concerning test methods will, how- 
ever, not be out of place. 

The admittance of a standard circuit, when supplied at its 
terminals with the voltage under test, is readily determined 
by ammeter and voltmeter readings. Unless an electrostatic 
voltmeter is used, the ammeter should be included as part of 
the standard circuit, the resistance and inductance of the in- 
strument (unless negligible) being included in the specified 
values of R and L for the standard. 

The admittance of the standard circuit on sine-wave voltage 
may be determined either by calculation or by voltmeter and 
ammeter readings when sine voltage is impressed at the ter- 
minals of the standard. 

In the former case, it is necessary to know accurately the 
absolute values of RLC and frequency, and also the absolute 
values of the current and voltage in the determination of admit- 
tance on the irregular wave. Great care is therefore necessary 
to insure dependable results. 

In the latter case the value of J/E on the irregular wave, 
divided by J/E on the sine wave gives the distortion factor. 
It is seen that in this case only relative values are necessary, as 
the result is a ratio; fairly accurate results can be obtained even 
with rather crude instruments, provided, of course, that the read- 
ings on the irregular wave and the sine wave are both taken with 
the same ammeter and voltmeter. 

A sine wave sufficiently pure for the purpose can be derived 
from the irregular voltage wave by augmenting the fundamental 
and choking out the harmonics. One way* for accomplishing 
this that has been found satisfactory is to place in parallel with 
the standard circuit a condenser C’ having a capacity prefer- 
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ably much larger than the capacity of the condenser 
in the standard (say five times as large) and to place a 
non-ferric inductance L’ in series with the combination 
of C’ and the standard circuit in parallel. The inductive re- 
actance of L’ at fundamental frequency should be greater (say 
at least 25 per cent greatert) than the capacity reactance of 
C’ at fundamental frequency. With suitable switches, the am- 
meter and voltmeter readings giving the admittance first on 
the irregular wave and then on the sine wave are readily taken; 
the ratio gives the distortion factor. 

The numerical values of distortion factor with the RC or RLC 
standard will differ but little from the value of differential 
distortion factor 6, particularly when Rand L are specified 
with a view to making this difference small. To do this may 
be worth while, in view of the fact that 6 is a constant of de- 
finite theoretical significance and of use in certain calculations.{ 

It may be pointed out that the measurement of 6a by the 
split dynamometer method, referred to in one of the Deer Park 
papers, is also practically a measurement of 6, inasmuch as the 
value of o is so nearly unity,—more than 0.995 in most cases. 
(For this reason certain objections to the condenser or 6 stand- 
ard hold as well for the 60 standard.) The dynamometer 
reading varies as the product of the current in the two windings. 
The current in one winding is derived through a condenser re- 
actance and is proportional to 6/Cw; the current in the other 
winding is derived through an inductive reactance and is pro- 
portional to Lw. The product is proportional to 60 and is 
independent of frequency. The reading of the instrument is, 
however, dependant upon voltage. By substituting suitable 
resistances for the reactances, the reading of the instrument 
with reactances in circuit divided by the reading with resistances 
in circuit gives the value of 60 irrespective of voltage or fre- 


*This is essentially the method by which a sine wave has been obtained 
for the Ryan Cathode Ray Oscillograph; see TRANSACTIONS, A. I. E. E., 
p. 639, Vol. XXII, 1903. 

The Davis method (loc. cit.) is a particular case in which C = 0. 
The presence of C’ reduces the size of L’ and gives a resultant sine wave 
with greater accuracy when the standard contains R and L as well as C. 

+Strictly speaking, it must be greater than the joint reactance of C’ 
and C in parallel. It should be enough greater to make sure that it is 
greater and to avoid instability of readings that may occur when inductive 
reactance and capacity reactance are nearly equal. 

tSee Mizushi paper, Deer Park, Loc. cit. 
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quency. Variations of voltage and frequency even as much as 
100 per cent have been found tolerable. 

The dynamometer wave-form meter has been made more 
sensitive by a differential arrangement, two dynamometers 
being mounted on one moving system, the two coils of one 
dynamometer deriving current through inductive and condenser 
reactances, respectively; the two coils of the other, through 
resistances. The simpler single split-dynamometer has, however, 
been found by the writer to be sufficiently sensitive. 

Theoretically the split dynamometer gives true values of 
6o@ only when the two reactances have zero resistance, a con- 
dition that can be approached but not exactly obtained. By 
putting resistance or resistance and inductance in series with the 
condenser, it might be possible to make the readings of the 
instrument approximate the distortion factor of the RC or RL C 
standard, but these possibilities have not.been investigated. 
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Discussion ON ‘‘CHARACTERISTICS OF ADMITTANCE TYPE OF 
Wave-Form STANDARD’ (BEDELL), SEATTLE, WaASH., 
SEPTEMBER 8, 1916. 


Joint Committee on Inductive Interference: The importance 
of wave-form as a factor in determining the extent of inductive 
interference with telephone service resulting from cases of 
parallelism of power and telephone circuits, has been pointed out 
on several occasions by this Committee and by others. Its 
supreme importance from our point of view renders particularly 
desirable the adoption of a suitable method of measurement 
and the enforcement of the lowest practicable limiting value of 
distortion of wave forms of rotating machinery measured by such 
standard. We have had occasion to take this matter up with the 
Standards Committee of the Institute and are glad to note the 
interest manifested by the Standards Committee in undertaking 
a study of the subject through the appointment of a subcom- 
mittee, whose Chairman is the author of the paper under dis- 
cussion. 

In principle, an admittance standard for determining the dis- 
tortion factor of an e.m.f. wave appears to be eminently suitable 
from our point of view and has a great advantage over methods 
which require a tedious analytical or cut-and-try process. As to 
the specific type and constants of an admittance standard and 
the numerical value of the distortion factor which should be 
taken as a limit, our present information does not warrant us in 
making a recommendation. 

The first and most difficult problem to be solved before 
settling upon a particular circuit to be employed in measuring 
the distortion of wave form is to determine the law expressing the 
relative detrimental effects of different harmonics in a machine 
wave-form under representative conditions of operation. This 
involves, besides a knowledge of the variation with frequency of 
the damage due to induced current in a telephone receiver 
(physiological effect), a consideration of the distortion of wave 
form of voltages and currents which takes place between the 
telephone receiver and the rotating machinery of the power 
system. Doubtless somewhat arbitrary assumptions will have 
to be made in evaluating many of the facts, lines in the chain 
between telephone receiver and generator. However, every 
effort should be made to determine this law, in order that the 
relative interference-producing powers of various machine 
wave forms may be known. Only through this knowledge can 
improvement over present conditions be most economically 
made. Given the law expressing the relative importance of the 
different harmonics in a machine wave form, if the matter of 
inductive interference is to govern (and we believe it to be the 
most important consideration usually involved and the one 
requiring the most rigid limitation of harmonics) the variation 
with frequency of the admittance of the standard selected should 
follow this law as closely as practicable. Though our present 
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information on this subject is not complete, it indicates that a 
standard penalizing the higher harmonics to a greater degree 
(relative to low harmonics) than the condenser standard is 
desirable. This apparently requires a composite circuit, rather 
than one of the simple circuits described in Dr. Bedell’s paper. 
It seems to us that the disadvantages of a complex circuit are to 
be regarded as of minor importance. If it is impracticable at this 
time to determine the relative weights which should be assigned 
to the different harmonics and to prescribe a composite circuit 
which would weight the harmonics exactly as desired, we recom- 
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mend the condenser standard as being far superior to the present 
or “deviation” standard. 

It is well to note the fact that the curves and discussion given 
in the paper are based on the assumption of a single harmonic, 
whereas several are usually present. Possible misinterpretation 
of the plots on this account could be avoided by plotting ‘“‘rela- 
tive penalty” curves, which would apply regardléss of the number 
or amplitude of the harmonics present. In keeping with the 
designation of the type of standard, the ordinates would be 
directly proportional to the admittance of the circuit and the 
curves for the condenser standard become straight lines. Fig. 1 
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shows several curves plotted on this basis. They are approxi- 
mately reciprocal to the curves given in the paper for circuits 
with the same constants. 

With respect to the five questions at the close of Dr. Bedell’s 
paper: 

ae As discussed above, a composite circuit is probably desir- 
able. 

2. Ifa simple circuit is to be adopted, the inductance should 
be such that the circuit does not resonate below 1500 cycles. 

3. The resistance in the simple circuit should be as small as 
possible. 

4. The numerical value of the factor would have to be 
determined after careful consideration of present practise and 
opportunities for improvement in design. It is possible that 
alternators of different types and ratings should be classified in 
different groups and different factors specified for each group. 
For example, small, slow-speed, high-voltage synchronous motors 
might be allowed a greater factor than large turbine-driven 
generators, for the reasons that the wave-form of an extensive 
network is generally less affected by a small motor than by a 
large generator, and the suppression of harmonics is more difficult 
in the former than in the latter class of machines. 

_ 5. As it is the wave form under load conditions in which one 
is primarily interested, and as this is different from the no-load 
wave form, tests should be conducted, as far as practicable, 
under conditions simulating those under which the machines will 
operate. We realize the difficulty of so doing in many instances. 

Apart from the consideration of an admittance standard for 
determining the distortion of machine wave form, there may be 
a field for an admittance type of standard in determining the 
equivalent ‘‘noise-volts” in telephone conductors subject to in- 
ductive interference. 

H. S. Osborne: Prof. Bedell has pointed out that the selec- 
tion of a wave-shape standard involves two general problems: 

1. What shall be the relative amounts permitted of com- 
ponents of different frequencies. 

2. What numerical values shall be set under different condi- 
tions to the standard thus defined. 

From the standpoint of inductive interference in telephone 
circuits, the relative weighting of harmonics of different fre- 
quencies is of importance both in connection with the considera- 
tion of wave-shape standards and for practical use in the investi- 
gation of induced noise in telephone circuits, particularly in 
considering the relative effect of different generators or other 
electrical machinery in producing interference in a given parallel. 

In considering inductive interference it is evidently the fre- 
quency, rather than the order of a harmonic which is important, 
and a component of a given frequency and magnitude is of equal 
importance in a 60-cycle, in a 25-cycle alternator and in a direct- 


current machine. 
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At the Deer Park convention of the Institute there were pre- 
sented the results* of some preliminary work, done for the Joint 
Committee on Inductive Interference of California, in determin- 
ing approximately the relative amount of interfering effect of 
given amounts of currents of different frequencies in a telephone 
receiver. These results are reproduced in curve C of Fig. 2. The 
amount of current produced in the telephone circuit by one volt 
or one ampere in the power circuit is approximately proportional 
to the frequency, and is represented by curve A in Fig. 2. Assum- 
ing the telephone terminal apparatus to be such that the same 
proportion of currents of all frequencies pass from the line into 
the telephone receiver, the relative interfering effect of one volt 
or one ampere of different frequencies in power circuit can be 
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represented by curve D in Fig. 2, in which each ordinate is the 
product of the corresponding ordinates of curve A and curve C. 
The work which has been done to date indicates that the 
interfering effect of a compound wave shape can be represented as 
the square root of the sum of the squares of the effects of the 
sine components of the wave. An interference coefficient of an 
alternating current-wave can be defined as proportional to 


K= VV; D;? 


where V; is the voltage component of the wave of frequency f, 
and D; is the ordinate of curve D corresponding to that fre- 
quency. 

By arranging a measuring instrument in a network so that the 
readings of the instrument will be proportional to K a very simple 
method is made available for determining approximately the 
interference coefficient of a wave, thus avoiding a complicated 


*See Trans. 1915, Vol. XXXIV, page 1180. 
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oscillographic analysis. The arrangement, beside having a 
transfer admittance at different frequencies proportional to the 
ordinates of curve D must have a high impedance at commercial 
frequencies if it is to be used with ordinary potential transform- 
ers, must give a measurable current through the branch contain- 
ing the measuring instrument, and must make allowance for the 
impedance of the instrument, which must measure the effective 
value of the current flowing through it, independent of frequency. 

An experimental arrangement, worked out by Mr. H. W. 
Hitchcock, which approximately meets these requirements 
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Fic. 3—CALIBRATION OF VOLTAGE WAVE-SHAPE METER 
Dotted line: Curve D of Fig. 1 Full line: Curve obtained with apparatus 


is shown diagrammatically in Fig. 3, which also shows the 
degree of approximation obtained. The particular form of 
network here shown makes use of a suggestion made by Mr. 
Chubb for a possible wave-shape standard. The measuring 
instrument comprises a thermocouple connected to a d-c. milli- 
ammeter. The instrument is provided with a universal shunt for 
the protection of the thermocouple against excessive currents. 
The apparatus is provided with a switch by means of which the 
meter can be connected across the line through a 10,000-ohm 
resistance so as to measure the effective voltage at the terminals. 
In most practical cases this is near enough to the value of the 


1176 WAVE-FORM STANDARD [Sept. 8 


fundamental voltage so that it can be used as the fundmental 
without excessive error. 

The few results which have so far been obtained with this 
apparatus are very encouraging. In the following table are given 
two comparisons between the noise induced in the telephone 
circuits in a given parallel when the paralleling power circuit was 
supplied from different generators and the readings of the wave- 
shape meter on the generators. 


Reading of wave- 


shape meter, milli- Noise units in 
amps. per volt telephone circuits 
Southhampton, Gen. No. 1...... 0.31 170 
" (Geni. INOS) cqceee 6 tae eae 0.58 350 
lowa:GentiNoalns ascites ona eae 0.086 1700 
wt. Gen INOs: Sake ccmte teats Sra ac) Ae eat 0.0438 800 


The proportionality is seen to be very good. 

The noise was in each case measured by the means regularly 
employed by the Bell telephone companies, in which the noise 
in the telephone circuits is compared with noise of fixed quality 
and variable intensity from a standard source of tone. 

The large variations in the interference coefficients of the 
voltage waves of different generators and in some cases the very 
considerable variation with load are indicated in the following 
table. The last eight cases of this table, and the second com- 
parison of the table given above, are taken from the results 
obtained by the Iowa Inductive Interference Committee. I 
wish to acknowledge the courtesy of the Executive Committee 
in charge of this work, Mr. W. G. Raymond, Mr. John Drabelle, 
Mr. R. H. Fair, in permitting the use of these results. 


Reading of 
wave-shape 
meter, milli- 


Number of | Ky-a. capac- amps. per 
phases ity rating Load kw. volt Remarks 
3 200 150 0.30 
3 300 145 0.59 
3 300 350 0.24 Same machine as above 
Quarter 250 50 0.070 
Quarter 250 100 0.12 Same machine as above 
2 100 50 0.70 
3 150 45 0.037 
2 50 0 0.058 
3 50 0 0.52 
3 300 100 0.086 
3 200 120 0.043 


These few results warrant the expectation that an arrangement 
similar to this will in the future give very valuable results in the 
study of inductive interference. | 

In establishing a standard of wave shape the inductive effects 
in telephone circuits are, of course, only one of several factors 
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which must be taken into consideration. Such factors as the 
effect of harmonics on the operation of power circuits, and the 
difficulty in attaining a desired degree of reduction in the magni- 
tude of voltages of any given frequency should be included. 
Weighting the harmonics proportional to their frequency has the 
advantage of simplicity, and excessive weighting of very high 
frequencies could be avoided by having a constant weighting for 
all frequencies above two or three thousand cycles. The R,L, C 
standard described by Prof. Bedell, with the condenser predomi- 
nant at fundamental frequencies with resistance equal to the 
condenser reactance at resonance and with a high resonant point 
can be made to very closely approximate a standard of this sort 
for the frequencies commonly generated in electrical machinery. 

To completely cover the field, it would, of course, be necessary 
to establish standards not only for alternators, but for motors, 
also, for d-c. as well as for a-c. machinery, and also for converters, 
rectifiers, transformers, and other electrical machinery. It is to 
be hoped that it will be found practicable in time to cover the 
whole of this rather extensive field. 

ie F. Curtis: I would like to ask Prof. Bedell if, in order to 
determine the order of the harmonic, as well as its amplitude, in 
testing an e.m.f. wave, it would not be practical and desirable 
to make use of as a standard, a resistance, inductance and 
capacity, with, possibly, a variable inductance, calibrating the 
umit to give a certain amplitude or allowable amplitude of wave 
with varying positions of the inductance. It seems to me that 
this standard, or, rather, piece of apparatus could be calibrated 
with a sine wave to show the amplitude produced for different 
positions of the inductance, and then showing with the wave in 
question the additional humps or peaks induced by the higher 
harmonics. 

C. E. Magnusson: The manufacturers of electrical machinery, 
and the operators of large systems, especially large central 
stations should state their views. No doubt, the manufacturer 
could give us accurate data as to the increase in cost of the gen- 
erators for a reduction in the harmonics and an estimate of the 
relation between these factors, would be highly desirable. The 
operators do not, so far as I have been able to determine, appre- 
ciate quite as fully as the telephone people how much would be 
gained if the harmonics could be largely eliminated. I think it 
would be an interesting study to determine, for example, how 
much energy is lost in induction motors by the presence of 
harmonics, as only the wave of fundamental frequency produces 
torque. All the harmonics produce heat, but no torque. With 
the tremendous increase in the size of power systems and espect- 
ally where a large number of central stations are combined to- 
gether, it is of increasing importance that the wave forms from 
the several machines and throughout the system, should be as 
nearly of the sine-wave shape as possible. 

L. W. Chubb: At the meeting last year at Deer Park, the 
discussion by the Committee on Inductive Interference and by 
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Mr. Osborne, showed that the low and very. high-frequency 
components of voltage wave shapes are of no consequence in 
telephone interference, and that the great restrictions should 
be in the range from 700 to 1500 cycles. The operator and de- 
signer must watch the lower distortional frequencies, and others 
in the electrical industry are interested in the high harmonic 
components. The restrictions which the telephone interests 
wish to impose are the most severe, because the range of objec- 
tional frequencies falls within the range of the tooth harmonics in 
the usual commercial machines. 

The setting of limits on wave distortion of generators affects 
the operating interests, the manufacturer of electrical apparatus 
and the telegraph and telephone interests. To the operator, the 
elimination of the low-frequency distortions is of direct import- 
ance because of the influence on losses and the paralleling charac- 
teristics. The elimination of tooth frequencies may influence 
the cost of right-of-way for lines in the neighborhood of telephone 
lines and the elimination of the very high harmonics (which 
seldom, if ever, come from the generators) will preclude or reduce 
the possibilities of oscillation and resonant breakdown trouble 
in the connected apparatus. The purity of the wave, which he 
will require, will depend upon the extra cost of machines, and the 
gain in cost by using the same right-of-way, etc. ‘ 

To the manufacturer, the lowering of distortional harmonics 
is of little consequence. He must now guarantee the satisfactory 
paralleling of machines, and can lower the higher frequency 
distortions if the additional cost, which must be borne by the 
customer, will be justified by the savings of the latter. 

The telephone interests have everything to gain and nothing 
to lose by close limits in wave shape, and it seems that they 
should bear some of the burden of the problem, by installing 
metallic balanced systems, which will greatly reduce the effects 
of inductive interference. The many discussions and schemes 
of measuring wave-shape distortion, and setting a standard, and 
the continuance of the deviation standard indicates that a just 
specification for wave-shape variation and its measurement is not 
a simple matter. 

In the present paper Prof. Bedell lays greatest stress on the 
simple series full resonant circuit, which, after considerable 
discussion by the committee, seemed to be the most practical. 
Composite circuits have been considered, some of which give 
better curves than the simple circuit, but the additional com- 
plication has made it seem inadvisable to use the composite if the 
simple circuit will do. The simple series circuit can be made to 
limit any given range of frequency, but to prevent the admittance 
of high frequencies from falling off, and at the same time to 
approximate 6 in the low-frequency range, it is necessary to have 
the resonant point at a frequency higher than that which should 
be penalized the most. This fault can be overcome theoretically, 
by the composite circuit, which will follow 6 at the low fre- 
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quencies, have resonance at any point in the worse range, and 
limit the high frequencies almost as much as the resonant fre- 
quency. The circuit shown in Fig. 4 illustrates this. It resonates 
at 1000 cycles per second, and limits the very high harmonics 
almost as much as it does the resonant frequency. This and 
other similar schemes are impractical, because the ordinary 
electromagnetic ammeters have inductance and the thermal 
meters are not accurate enough for the purpose. Besides, when 
deciding whether an admittance standard is desirable, we must 
decide whether the composite circuit, with more difficult testing 
requirements and better penalties, or the simple circuit with 
better testing and poorer penalty curves is the more desirable. 

Generators do not have the very high harmonic frequencies, 
and for this reason, (since the standard is primarily for the ac- 
ceptance of machines), it will not matter whether the curve turns 
up at high frequency, as shown in Figs.“3 and 4 of the paper. 
If the curve is allowed to turn up, the simple circuit with reson- 
ance at about 1000 cycles seems to me to be the best, if suitable 
limits can be agreed upon. 
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L. T. Merwin: The power man must recognize the fact that 
the subject matter of the paper is to become of exceeding im- 
portance to him, not only on account of the increasing importance 
of inductive interference problems that are constantly arising, 
but from the fact that our power systems are constantly becoming 
more complex, and he will be face to face with some of the 
problems involved in this paper. 

In operating his system, however, he will not be so much in- 
terested in the form factor, as outlined in the paper, as he will 
in its effects on some composite circuit or branch circuit with 
reference to some particular harmonic that may be present in his 
system. This will come from the fact that as the distributing or 
transmission system becomes more and more complex, the 
presence of harmonics will constantly be thrusting themselves 
before him. No doubt but that the power man in the past would 
have avoided many of the difficulties that have come up if he had 
harmonics arising from his generators. I have a particular 
instance in mind from past experience in a system in which I had 
operating concern and at the time, while I realized in a vague way 
what was happening, I was unable to diagnose my trouble in a 
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satisfactory fashion. This system was a portion of the Nevada, 
California Power Co., in the mining region of Goldfield, Nevada. 
It so happened that whenever there was a disturbance due to a 
short circuit on any part of the 6600-volt distribution system in- 
volving quite an extensive network, there was one particular span 
in that system that always failed. I simply mention this as a mat- 
ter of operating experience. It came to such a pass that whenever 
there was a big disturbance on this system I immediately sent one 
gang of linemen to the Gold Wedge claim, where this particular 
span was located, and usually it would be found on the ground. 
Probably some of the power men here-have experienced the same 
thing. I simply diagnosed it in a general way, as owing to a 
resonant condition on that particular branch. The effect of 
some harmonic was greatly magnified. 

The subject matter of Prof. Bedell’s paper, however, while it 
covers a case of this sort, does not put it in the concrete form 
that would be desirable from the operator’s standpoint. He is 
not interested so much in the numerical value of the wave form, 
expressing the admittance of a great range of frequencies, as in 
the numerical value of the admittance of a simple composite 
circuit with reference to a particular frequency that might pro- 
duce resonance in some branch of his network. 

We power men will be forced to learn more and more of the 
importance of the presence of these higher frequencies in our 
system. The paper, however, I fancy, is more designed to take 
care of a broader aspect of the question than that. That aspect 
bears upon the problems of inductive interference which are 
becoming more and more important as the investigations, 
mutual and individual, of power and telephone companies 
progress. 

As to the penalizing of a generator on account of its wave-form. 
As brought out by Prof. Magnusson, that penalizing will have 
to take into account not merely the designs of the telephone and 
power interests to avoid inductive interference, but must take 
into account also the commercial aspect of the question. The 
moment we begin to penalize generators the price will begin to 
rise. Further, it has been hinted that the harmonics that pro- 
duce troubles in inductive interference, have a fairly limited 
range. If the third harmonic of a 60-cycle system does not 
particularly interfere with communication, it would scarcely be 
right or wise to put a penalty onits presence. Ifthe 5th harmonic 
and the 7th harmonic do not particularly interfere with the 
transmission of speech and if by chance they are not of much 
weight from the power man’s standpoint, then why penalize a 
generator on account of their presence. The power man can 
avoid difficulties in his distribution system arising from the 
presence of any of these harmonics, by a simple change of cir- 
cuits. The introduction of inductance for instance, in any par- 
ticular branch that is resonant to some particular frequency, will 
immediately avoid difficulties that might arise. So it would 


1916] DISCUSSION AT SEATTLE 1181 


seem to me that a simple or composite circuit that would by one 
measurement give a form standard or a form value, should be of 
such a nature, if possible, that it will not involve the frequencies 
that are of no concern. Ultimately it will be up, probably, to the 
telephone companies to definitely state what numerical value 
should be assigned to the various harmonics in order that the 
manufacturer may know what to avoid. My own, very super- 
ficial, investigation in the matter seems to indicate that in a 
60-cycle system the 8rd, 5th, 7th and 9th harmonics are the 
distressing ones in general. Now it might be that in some systems 
the higher harmonics up as high as the 2lst say, are the ones 
that give the most trouble. I will admit that the means of in- 
vestigation at my command are very crude but in the system 
with which I am connected I do not find the upper harmonics 
within the range of speech, present in any disagreeable degree. 
I do find, however, that the third is decidedly present; the 5th, 
7th and 9th can be readily heard and do interfere unless quenched 
out in some way. As I have already said, it will be definitely up 
to the telephone interests to state or put a numerical value upon 
that range of frequencies that bothers them most. Then it will 
be up to the investigator and the manufacturer to try to confine 
his attention to this particular range. 

L. J. Corbett: I want to call attention to the possible effect 
of a long transmission line upon the wave form which may start 
at the power house very true to a sine wave. At the University 
of Idaho we are located on the end of a transmission line about 
90 miles in length. During the past year we have taken the 
wave form as it comes to us in our laboratory. I will not 
guarantee the results because the wave form was taken by an 
oscillograph by tracing on the screen, and was analyzed by the 
twelve ordinate method. We found unobjectionable the 3rd 
harmonic, the 5th and 7th were very slight, almost negligible, but 
the 9th harmonic, was of far greater amplitude than the 3rd. 
Now the inductance and capacity of that line, it would seem to 
me would alter the wave form in the various parts of the circuit, 
and I would like to hear from some of the men who are interested 
in the operation of our long transmission lines as to whether they 
have analyzed the curves at the various points of their lines— 
at the power house and also at the various terminals or service 
points. Mr. Merwin has touched upon one matter which I have 
had in mind—that it may be possible in a great many cases to’ 
correct for some of these higher harmonics by quenching them 
out by means of inductance, just as we do in connection with 
lightning arresters. We can probably put in inductances which 
will not materially alter the regulation of our line but which 
will limit the harmonics to values which are not objectionable. 

And in regard to the high-frequency harmonics—I think that 
the present means at our disposal, that of taking the curve form 
of an alternator and analyzing it, is about the only method that 
we can use at the present time. Of course, the relative harmonic 
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of a 25-cycle generator which will cause trouble in a telephone 
circuit will differ from the relative harmonic of the 60-cycle 
generator which has the same frequency, and as has been pointed 
out, those frequencies within the speaking range are the only 
ones which will cause trouble with voice currents. Those are 
the ones which should be eliminated. With the apparatus which 
is already at hand in the various power stations it seems to me 
that the only possible method of correction is by some such 
method as indicated, that of quenching out the objectionable 
harmonics. 

J. B. Fisken: Mr. Corbett has expressed a desire to hear from 
the operating men as to what investigations they have made on 
this question. As one operating man, I would tell Mr. Corbett 
that I have made none. We operating men, I think, all agree 
that we have harmonics. I think we all agree that, like the poor, 
the harmonics will always be with us. If we could get rid of 
them, we would be very glad to do so. The question of the 
elimination of harmonics, to my mind, is purely a commercial 
one. If the public will submit to paying such rates for service 
that we can buy more expensive machines, then, undoubtedly, 
the manufacturer can give us those machines. But, in the last 
analysis, it is purely a commercial proposition. I thoroughly 
believe that, for any reasonable expense we should endeavor to 
eliminate the harmonics, but beyond that we can not go, and the 
burden will be placed upon the telephone engineers of finding 
some means of carrying on their business with those higher 
harmonics running around loose. There is another feature of the 
case that occurs to me. We might have an alternator designed 
that would be entirely free from harmonics. We might have a 
line designed that would be entirely free from harmonics, but 
when the time comes that we have to change, possibly, our 
scheme connections (and in an interconnected network that is 
always possible), then is it not a fact that our former computa- 
tions are practically of no value? In other words, instead of 
operating a particular generator on a particular line, we may have 
to operate that generator on a different line. 

W. D. Peaslee: Unquestionably, if we can get a dollar per 
kilowatt for energy for lighting purposes, we can generate elec- 
tricity that has a sine-wave voltage with practically no har- 
monics, and we can give the telephone people lines with which 
they can talk from one end of the continent to the other, and go 
their way in peace. But it can not be done at the present rates, 
under the existing conditions. It is very pleasing to see the 
difference in the whole situation in the inductive interference 
problem a year ago and today. The situation today shows that 
cooperation is starting. At the present time, the telephone 
people, I think largely because of the eternal dollar, have 
“passed the buck’ entirely to the power people. They make 
the sweeping statement that all harmonics are very bad, and 
that they should be penalized in proportion to their frequency, 
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and, therefore, a million-cycle wave should be reduced to absolute 
zero, putting the proposition flatly up to the power people in a 
way that is impossible of commercial solution. I personally 
know that it is possible to take a telephone line suffering 
from inductive interference, and by proper tuning methods, 
damp out one at a time the 3rd, 5th, 7th and 9th harmonics. 
I know that you can take a telephone line and damp out these 
harmonics for a distance of 70 miles, and do it successfully. The 
telephone people assure us that these methods are not efficient, 
and that it can not be done successfully. That is not true. I 
know it is possible to take a weak telephone current, and, by 
means of the audion amplifier, step it up to considerable propor- 
tions. I am firmly convinced that one of the solutions of this 
problem will be wiping out these harmonics below the frequency 
of the voice currents, and if in doing so, the attenuation of the 
voice currents is very great; I see no reason why the audion 
amplifier will not step up the pure wave, attenuated as it is, 
and pass it on again. That is a point on which the telephone 
interests are not giving us as much information as they should. 
There is no question that their laboratories are working on this 
matter, and that they have a great deal of valuable information, 
but it is like pulling teeth from a cross cut saw to get any infor- 
mation from them. 

The only possible solution of this problem is for the power 
companies and. the manufacturers, and the telephone people to 
get together, and, to use a common expression, lay their cards 
on the table. In that way we can get the best solution possible, 
and I look forward to the day when this will occur, because of the 
immense improvement in the situation at present over a year 
ago. 

Sarre J. Ryan: There must be a standard of wave-form. 
We have long since found such to be the case. In the standardiza- 
tion rules of our Institute, it seems to me, as I recollect now, 
from the beginning virtually, there has been a standard of wave- 
form but, as pointed out in the paper it is not satisfactory for the 

easons there given. 

It seems to me well to take into account a few of the very 
broad elements in the matter. The telephone interest is en- 
deavoring in a very strong effort to transmit fundamentals and 
harmonics and to transmit them faithfully. On the other hand, 
the power interest would gladly supply electric energy in funda- 
mental form only, and discard the harmonics. Any extension or 
amendment of our present definition of wave-form should be 
undertaken with great care because of the important, deeply 
rooted, widely ramifying factors. 

R. W. Mastick: In regard to Mr. Peaslee’s remarks conce n- 
ing the use of drainage devices applied to telephone circuits for 
the purpose of filtering off the disturbing frequencies and the use 
therewith of amplifying devices to again restore the magnitude 
of the voice currents; Dr. Bedell has correctly said that it is 
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vitally important in a telephone circuit to transmit various 
frequencies in their relative proportions, which are within the 
range of the disturbing frequencies, in order that undistorted 
speech may result. This statement in itself answers Mr. Peaslee’s 
suggestion, for if drainage devices are used, certain currents of 
voice frequency which are identical with the disturbing frequen- 
cies will also be drained off. Therefore, even though an amplify- 
ing device be used, it is obvious that the relative proportion of 
frequencies in the voice current will not be the same, hence 
distorted speech will result. Again, consideration must be given, 
even though such a scheme were feasible, to the number and com- 
plexity of telephone circuits in use, to which it would be necessary 
to apply such a device. 

L. T. Merwin: Mr. Mastick’s reference was to some very 
crude experiments that I had been carrying on with our own 
telephone line, which is on the same supports as our 66,000-volt 
conductors for a distance of approximately 70 miles. These 
experiments consisted of the shunting out of the lower harmonics 
that were particularly distressing; so much so, in fact, that it 
made the use of our own telephone system for dispatching, 
extremely inadequate. As a matter of fact it was almost non- 
usable until we had devised, after much stumbling, com- 
posite forms of shunts that would effectively shunt out the 3rd, 
5th and 7th harmonics, and the 9th if it were so desired. It was 
remarked that I did not find any harmonics above the 9th that 
interfered in any way with satisfactory communication, and 
that while talking with a particular operator of Swedish national- 
ity it was observed that the intelligibility of his speech was 
remarkably increased. Now that is an actual fact, and it can be 
attested to by Mr. Peaslee and I think by Mr. Condit, the atten- 
tion of both of whom I called to this peculiar phenomenon. [I am 
not in a position to say how my own voice sounds over this line. 

I would like to emphasize a point brought out by Mr. Peaslee, 
that it will assist in the solution of this problem very materially 
if the telephone company freely divulge the results of their own 
experiments as we discuss these problems with them. 

Just a moment more on the penalizing of generators. If 
transposition is effective when a power system is balanced both 
for transverse and longitudinal induction, and if the parallelism 
is a simple one, and by the means of these transpositions the 
harmonics can be quenched out at very little cost, why should 
it be necessary to penalize a generator if it produces these har- 
monics? It reduces again to purely a commercial problem. 

It may be cheaper in some instances to take the standard form 
of generators as we now have them and by a small expenditure 
entirely eliminate the troubles arising from inductive interference 
through transposition or other means. 

Frederick Bedell: We are not in a position at present to 
adopt a final exact specification for a standard of wave-form, 
but with the material that is before us and with further study, 
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certainly progress should be made. It seems that all are agreed 
that several of the admittance standards discussed today are 
superior to the present deviation standard. N ow, whatever 
standard is adopted, it will probably not have its numerical 
values specified in the first instance so as to hold for all time. 
With experience we will no doubt later have to modify the 
specification of the standard; the best we can do at present is to 
make a first approximation, agreed to by all as better than the 
present standard, and later improve it. I believe that a simple 
standard can be found that will meet the need for practical pur- 
poses. The simple standard has the advantage not only of 
practicability but from the psychological standpoint it is more 
desirable than a composite one. We know then what we have 
got, for by experience we are all familiar with the characteristics 
of a simple circuit. Even for those of you who are most accus- 
tomed to calculations with involved circuits there is something 
in a composite circuit which makes it indeed difficult, if not im- 
possible, to comprehend its characteristics at a glance. Even if 
ultimately a composite standard were to be the more desirable, I 
believe it would be unfortunate to adopt it in the first instance 
and to try to swallow it all at once. How much better it would be 
to put forth a simple standard which all can understand, and then 
later modify it by shunts or what not, should we so desire. We 
will have had the idea of a volt-ampere standard and a modifica- 
tion of that idea can then be readily accepted. But I believe that 
the simple standard can sufficiently meet the situation and that 
we should not try to get a law penalizing the harmonics, sup- 
posedly, with theoretical exactness down to the last dot. Such 
theoretical exactness would be difficult to attain for the reasons 
pointed out here today to the effect that wave form varies 
in different parts of a system, and futhermore to the effect 
that wave form at the same point of a system varies from time 
to time with load conditions. Now these variations due to cir- 
cuit and load conditions, which vary with time and space, are 
not properly to be charged up to the generator. We want to get 
at a pretty fair approximation of the penalty to put on the gen- 
erator, but we cannot charge it with all the idiosyncrasies of the 
line. Some of those who have been working on this subject have 
seemingly thought that there was some ultimate exact law which 
we could get at which would prescribe the precise penalty for 
this or that harmonic, and that we should make every effort 
to ascertain this with precision, and should then adopt a standard 
which would fit it, ngt approximately but exactly. I believe in 
accuracy so far as it is possible, but in this case if we can get the 
general trend of the relationship between frequency of harmonics 
and their deleterious effects and get a corresponding standard 
that is easy for us all to use and to understand and to apply, I 
think we will have done all we can do, at least for the present, 
and possibly the results will stand for a long time. As several 
of the speakers have pointed out, it is a matter involving the 
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power operator, the telephone operator and the manufacturer; 
their several points of view should be harmonized, weighed and 
balanced and, if possible, a result obtained that meets the views 
of all. of the people concerned so far as possible. It has also been 
pointed out by several of the speakers that it is an economic 
or commercial question, and that is true. By paying more and 
more money you can obtain better and better apparatus, and 
better and better service, and there again it isa question of weigh- 
ing and balancing the importance of cost versus service. Mr. Curtis 
asked a question as to whether wave analysis could not be made 
by an R, L, C circuit by varying the inductance so as to show the 
amplitude of particular harmonics. This method of analysis has 
been carried out and a reference on the subject has been given in 
the paper. The method has been used, I believe, in recent in- 
vestigations by the Joint Committee on Inductive Interference, 
and I believe has also been used in the laboratory of manufactur- 
ing companies in the study of this problem. Mr. Merwin sug- 
gested that the telephone people should state definitely the nu- 
merical values that would be permissible for various harmonics. 
This can hardly be done. If you cut a particular harmonic to, 
say, half its value, it will improve the service; if you cut it to say, 
one-fourth its value it will improve the service still more, and so 
on; so it seems no matter how good, within practical limits, you 
can get the wave form, the telephone service would still be im- 
proved by further improvement in the wave form. In other 
words, it would be desirable to reduce the harmonic from the 
telephone standpoint even beyond the practical limit. It does 
not seem, therefore, that we can get at that in just that way. 
We can get a standard which approximately gives the proper 
law of penalizing; we should make it not too hard at first so it 
wont be an undue hardship on any one; then, with the general 
scheme standardized, the numerical values of the standard can 
be adjusted little by little, so as to put on the screws gradually 
from year to year, so that they will not pinch too much and yet 
will bring the pressure where it seems desirable. It will be under- 
stood that, in the paper and in the discussion by the author and 
by other persons on the subcommittee that have been dealing 
with the subject, neither the Standardization Committee nor the 
Sub-committee is committed in any way. It was the purpose to 
have this open discussion so as to bring out the facts. 
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INSULATOR FAILURES UNDER TRANSIENT VOLTAGES 


BY W. D. PEASLEE 


ABSTRACT OF PAPER 


The operation of a high-voltage transmission line involves 
changes in energy distribution that are very conducive to 
high-frequency disturbances and transientsof very steep front. 
These are often superposed on the normal frequency voltage 
of the line in such a way as to impose great stresses on the 
insulators. — 

The mechanism of failure of an insulator is of great importance 
to those designing and operating transmission lines. This 
paper presents the results of recent investigations on the failure 
of insulators under impact and combined impact and normal- 
frequency voltages. Microphotographs of the resulting failures 
are included. 

The breakdown of a dielectric involves energy which is a 
time function and the importance of the duration of the stress 
in determining the magnitude of the voltage necessary to 
puncture an insulator is discussed. 

Due to the short duration of transients, insulators are often 
punctured repeatedly by them, the procelain in the puncture 
solidifying again on account of the small energy involved. 
These sealed punctures however weaken the insulator, lowering 
its dielectric strength materially. 

The importance of the elimination of air holes and defects 
in the porcelain is shown. 

Some essential features of a successful line insulator are 
stated. 


INTRODUCTION 

PARTICULAR dielectric will be ruptured or broken down 
when the dielectric flux density exceeds a certain value and 
this flux concentration lastsfora finite time. It is necessary that 
the time of application of the stress be finite, as any breaking down 
of a dielectric involves energy which is a time function. This 
has been well shown by the experiments of Peek*, and others in 
the study of corona formation, and it has been shown that, 
under transient voltages, the shorter the time of application of 
the stress the greater the voltage necessary to produce break 

down of the dielectric. 
Thus the breaking down of porcelain used in the manufacture 
of high-voltage insulators demands the application of the stress 
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for a period of time great enough to permit the accumulation 
of sufficient energy to destroy enough of the porcelain to punc- 
ture the insulator, and the shorter the time of application of the 
voltage the greater will be the necessary voltage to produce 
break down. 

In a study of insulator failures it will, then, be essential not 
only to consider the voltage applied to the insulator but also 
the duration of the voltage. Ifa transient voltage of very short 
duration measured in micro-seconds be applied to a dielectric, 
such as porcelain, of sufficient value-to rupture it, with very 
little power behind it we might expect to find the porcelain punc- 
tured, but since the time of the transient is very short the 
energy involved is small and therefor the destructive effect very 
local. Thus we might expect to find the porcelain melted over 
a very small path and solidifying again immediately upon the 
removal of the transient leaving the insulator in nearly as good 
condition as it was before the application of the puncturing 
voltage. However, due to the short duration of the transient 
voltage and the instant solidifying of the porcelain some im- 
purities would be carried into the porcelain and sealed there, 
thus weakening, to a certain extent, the dielectric strength of 
the insulator. 

If, however, simultaneously with the application of this tran- 
sient we should apply a 60-cycle voltage of sufficient value to 
follow the path which the transient voltage had broken through 
the insulator, and with sufficient power behind it to keep this 
path in a molten condition the power arc would be maintained 
through this path and the insulator destroyed. 

Whenever a steady condition of a circuit containing induc- 
tance and capacitance is disturbed there is set up an oscillatory 
transfer of energy from the electromagnetic to the electrostatic 
fields, or vice versa with a concommittant change in voltage or 
current conditions or both. The character of the change is de- 
pendent upon the relation between the resistance, inductance 
and capacitance in a manner familiar to all electrical engineers. 
In a high-voltage transmission line we have the distributed in- 
ductance and capacitance of the line and lumped inductance 
(transformers), and lumped capacitance, (lightning arresters 
and high-tension transformer windings). These form a circuit 
that is highly susceptible to oscillations and responds very 
readily to disturbance of the steady condition. Thus an arcing 
ground may cause large, relatively low-frequency surges and 
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trains of high-frequency waves, the damping of which depends 
on the resistance of the oscillatory circuit. The frequency of 
the oscillations in this case will depend on the inductance and 
capacitance of the oscillating circuit, so on the location of the 
arcing ground. Thus it will be seen that an arcing ground may 
produce oscillations of widely varying frequency and varying 
in damping from well sustained wave trains to abrupt front 
transient impulses. In the same way a “spill over” of an 
insulator or the charging of a lightning arrester may subject a 
line to oscillations of voltage or current or both. The operation 
of switches especially of the air-break type is also often pro- 
ductive of vicious transients. 

Since then a great many of the phenomena attendant upon 
the operation of a modern transmission line involve the super- 
position upon the sixty-cycle voltage of transients or highly 
damped high-frequency wave trains, a knowledge of the effects 
of these transients on the insulators of the line is of great im- 
portance and the investigation upon which this paper is based 
was undertaken to discover if possible the effect of these trans- 
ients, and from these effects to determine advisable precautions 
in the manufacture and use of high-voltage insulators. 

It has been shown by Ryan*, that the effect of the super- 
position of a radio-frequency sustained wave train on an audio- 
frequency wave is to give the combination a striking distance 
in air equal to the sum of the sparking distances of the two 
separately. If then we superpose transient voltages upon a 
normal-frequency wave the stress imposed by the combination 
will vary between the limits represented by the sum of the max- 
imum transient and maximum 60-cycle voltages and their dif- 
ference, according to the part of the cycle of the normal frequency 
wave in which the transient occurs, being the sum if a positive 
transient coincides with the positive maximum of the sixty cycle 
wave and the difference if it coincides with the maximum of the 
negative half wave. At any other point of coincidence the effect 
would be somewhere between these two limits. 

The probability that a transient of known duration will fall 
within a certain part of a 60-cycle wave if impressed at random 
on the wave can readily be shown mathematically. Using the 
part of the positive half of a 60-cycle wave above the effective 
value it is found that one out of every fifteen million random 
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impulses each consisting of the positive half of a 750,000-cycle 
wave will be likely to fall within this interval. If, when this 
does occur, the summation of the two voltages is sufficient in 
amount and duration to puncture the insulator the power arc 
would be-very likely to follow the transient, blowing out the 
melted porcelain before it could solidify, thus permanently 
puncturing the insulator. It will be readily appreciated however 
that a transmission line might be operated for-several years with- 
out this coincidence occurring and further that it might occur 
very locally and so effect only a few or even single insulators. 


METHOD 


An insulator of the type shown in Fig. 1 was selected because 
of the zone of the flux concentration in the plane at section AB 
and because the dielectric flux concentration near the pin in 
the inner petticoat was about seven 
times that near the cap in the outer 
petticoat. For the purpose of the 
test the cement can be considered as 
a perfect conductor and the manu- 
facturers claimed a specific inductive 
capacity of 4.8 for this porcelain. 
Knowing these constants the dielec- 
tric field can be drawn to scale and 
Fic. 1—T ype or INSULATOR : : , 

ene te Tees the direction of the lines of force de- 
termined as indicated roughly in the 
figure. This insulator, designated as No. 1, and another of 
somewhat similar design (No. 2) and a 66,000-volt triple-petti- 
coat pin insulator (No. 3). were subjected to a combination of 
a 60-cycle 50-kv. wave with a transient highly damped and 
corresponding to one half of a 750,000-cycle wave with a maxi- 
mum of 30 kv. this transient applied at random with respect to 
position of coincidence with the 60-cycle wave. 

After approximately eight million impulses insulators Nos. 

1 and 3 broke down. Insulator No. 2 was then removed but 


punctured under the attempt to apply dry flash-over voltage, 
(95,000 volts). 


Discussion: or Data 
Insulator No. 1 was then carefully broken up and examined. 
The zone A B was riddled with fine hair-like lines which under 
the microscope proved to be tubes of slightly discolored melted 
porcelain. The discoloration seemed to be due to impurities 
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carried into the porcelain by the puncturing arc and sealed into 
the tube of melted silica. The appearance of this puncture was 
very different from that caused by the power arc as shown in 
Fig. 3, and it is very significant that while these fine punctures 
were very numerous in the zone A B in the inner petticoat, there 
were practically none in the outer petticoat, and what few were 
found were not appreciably discolored. Also the inner petticoat 
fractured in what might almost be called a cleavage plane 
along this zone of flux and puncture concentration, showing that 
the porcelain had been weakened mechanically as well as 
electrically by these break downs even though they had sealed 
up in time to prevent the formation of a power arc. 

Fig. 2 shows a surface fractured from zone A B magnified 
two and one-half diameters showing the fine cross lines, each a 
tube of melted silica, representing a puncture by a transient 
that has sealed up preventing the formation of a power arc. 
This sample is taken from the inner petticoat. 

Fig. 3 is from a photograph of the outer petticoat of this 
insulator magnified two and one-half diameters showing the 
two power punctures that occurred in it when the inner petticoat, 
weakened by these impacts, finally ruptured. This photograph 
shows very clearly the marked difference between the puncture 
produced by a transient voltage only and one followed by a 
power arc. 

Microscopic studies of these samples were extremely valuable 
and reveal many interesting features that the pictures cannot 
show regarding the mechanism of the break down etc. 

Referring to the micro-photographs, Fig. 4 is taken from the 
inner petticoat in zone A B of insulator No. 1 showing the radia- 
ting punctures from the edge of the specimen nearest the pin. 
The broad white streak between the arrow points is the path of 
the power arc that finally, striking through this weakened zone, 
punctured and destroyed the insulator. 

Fig. 5 shows a portion of the same specimen taken along the 
path of the power arc further towards the outside of the inner 
petticoat. The tendency of the transient voltages to jump 
across between defects in the dielectric is very noticeable here, 
and Fig. 6, taken from insulator No. 1, shows this very well, 
as seven distinct and separate punctures may be seen striking 
through this air hole. As this is magnified ten diameters the 
size of the defect can be appreciated and also the care necessary 
in the manufacture of the porcelain to produce a product free 
from defects that will weaken the insulator. 
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Figs. 7, 8, and 9 are taken from the same specimen from in- 
sulator No. 2 but magnified to different diameters as indicated. 

Fig. 10 is taken from insulator No. 3, and shows very well 
the tendency of the transient to seek out and follow a series of 
defects in the porcelain. Fig. 11 is also taken from insulator 
No. 3. 

Fig. 12 is taken from the inner petticoat of insulator No. 2 
and shows very clearly the path of the power arc as well as the 
paths of the transients. 


FURTHER INVESTIGATIONS 


It would seem from a consideration of the fundamental 
mechanism of dielectric break down that two things must be 
avoided to prevent damage to an insulator; a concentration 
of dielectric flux above a certain value and a finite duration of 
this concentration. This seems well borne out by the data 
secured, as the failures shown in the photographs occurred in 
the zone indicated by this theory, and as was expected, were 
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almost entirely confined to the inner petticoat of each insulator. 
As a further investigation a piece of grooved porcelain was 
secured and a conductor placed in this groove with a plate 
against the other side of the porcelain opposite the groove. 
The resulting flux distribution is roughly indicated in Fig. 18. 
However it was feared that the corona forming on this conductor 
would act as a relief valve for the impact of the transient, the 
dielectrically weaker air absorbing the shock and so protecting 
the porcelain. Therefor a second sample was prepared as 
shown in Fig. 14 and the conductor covered with paraffin, the 
covering extending well up on the connection to the conductor 
to the point where the separation of the plate and conductor 
would prevent the formation of corona, thus forcing the impact 
onto the porcelain. 

A third sample was prepared with a needle placed with its 
point against one side of a piece of porcelain, the whole needle 
being imbedded in sealing wax, while a plate was placed on the 
other side of the test piece. 
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These samples were subjected to the impact tests previously 
described, except that in this test the transients corresponded 
to a halfofa 460,000-cycle wave, for about 70 hours with approx- 
imately 120 impacts per second. At the end of that period 
the samples shown in Figs. 13 and 14 were broken along the 
bottom of the grooves and the other under the needle point. 

The sample arranged as in Fig. 13 showed no traces of punc- 
ture, while the one shown in Fig. 14 was liberally sprinkled along 
the bottom of the groove with the characteristic transient 
puncture. In none of these test pieces did the power arc follow 
through as the 60-cycle voltage was purposely kept low. 

Fig. 15 shows the puncture found in the bottom of the groove 
in test piece shown in Fig. 14, and Fig. 16 shows the puncture 
found under the needle point. It should be noted that in this 
specimen the thickness of porcelain between the needle point 
and plate was twice that between the conductor and plate in 
Figs. 13 and 14. 

Fig. 17 is included as of interest in showing the manner in 
which the transients strike into the porcelain from irregularities 
in the surface of the porcelain or cavities in the cement. 


CONCLUSION 

From what is now known of the action of high voltages of 
normal and high-frequency sustained waves and of transient 
duration, it is apparent that the successful insulator for con- 
tinued service in high-voltage transmission lines must be designed 
with the following points in mind. 

1. The actual puncture voltage of the insulator divided by 
the safety factor desired must be above the sum of the normal 
frequency maximum voltage that will be encountered in opera- 
tion, (taking due account of relatively low-frequency surges), 
and the maximum transient or sustained high-frequency voltage 
that may be impressed on the line. If this is not done the in- 
sulator will in time be weakened by the impact of these transient 
voltages and ultimately must fail. 

2. Points or zones of excessive flux concentration must be 
avoided. A careful porportioning must be undertaken to avoid 
the extreme dielectric field distortion and concentration com- 
monly met with in insulators now on the market. Ratios of 
flux density in different parts of the field of eleven to one have 
been noted in certain insulators and these have almost uni- 
versally given trouble in time on high-voltage lines. 

3. The porcelain must be free from air bubbles and defects 
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and this is a problem that must be met by the ceramic engineer 
before it is possible to manufacture reliable insulators. 

4. The insulators should have a puncture voltage as many 
times the dry flash-over voltage as the desired safety factor. 
The importance of this point is not always realized but when it 
is remembered that there is a large time lag in the break down of 
air it will be realized that severe impact stresses can be placed 
on an insulator by transients. With a sufficiently abrupt 
transient, a voltage of much more than flash-over may be 1m- 
pressed on an insulator in air and this is in the form of an impact 
delivered inside the insulator, weakening it at every application. 

5. To avoid placing dielectrics of different dielectric con- 
stants in series, the surface of the insulator should follow, in 
so far as possible, the lines of force of the dielectric field. 

6. Caps and metal parts should be smooth and of large radii of 
curvature to make the corona forming voltage as high as possib’e. 
It is possible to design an insulator that will flash over after the 
manner ofsphere-gap break down without the formation of corona. 

7. The design should be such mechanically as to keep the 
lines or zones of mechanical stress removed from the lines of 
electrical stress, and where this is impossible the two stresses 
should be as nearly as possible at right angles. This point has 
been brought out by recent study of the influence of the line of 
action of mechanical stress in porcelain upon the path of the 
resulting fracture. 

These investigations were carried out in the high-tension 
laboratory of Oregon Agricultural College and the writer takes 
this opportunity to express his appreciation of the assistance of 
Mr. C. E. Oakes and Mr. Winfield Eckley who aided him in 
the test, and Prof. S. H. Graf of the Department of Experimental 
Engineering by whose courtesy the micro-photographs were 
made possible. Grateful acknowledgment is also made. to 
Mr. L. T. Merwin for his very valuable suggestions in con- 
structive criticism of the manuscript. 

It is not felt that the data here presented bring out any 
previously unknown phenomena as this action has long been 
suspected by or known to many of the workers in this field, 
but they are presented as the preliminary results of an extensive 
investigation now in progress on the subject and it is hoped 
that a study of these photographs will increase the respect of 
the engineers, who are designing and using insulators, for the 
destructive ability of transient voltages. 
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Discussion ON “INSULATOR FAILURES UNDER TRANSIENT 


oie. (PEASLEE), SEATTLE, WaASH., SEPTEMBER 8, 


J. B. Fisken: The author makes this statement: ‘The oper- 
ation of switches, especially of the air-break type is also often 
productive of vicious transients.” My experience has led me 
to believe that the substitution of the word “sometimes” for 
“often” would improve this paper very materially. We have 
never seen any occasions, in our system, where the operation of 
air-break switches was serious, and we have used them to quite 
a large extent. I want to ask Mr. Peaslee whether we are to 
believe from Fig. 1 that the potential gradient is constant through 
that insulator? 

W. D. Peaslee: No. By no means. About 7 +o 1. 

J. B. Fisken: Then, there would be portions of that insulator 
where the flux density would be very much greater than it is 
in others? 

W. D. Peaslee: There were. About seven to one. 

J. B. Fisken: One of the most interesting things in the paper 
is the time element. There is something there that I, as an 
operating man, had never before realized. It seems that those 
high frequencies, which we all want to get rid of, keep working 
and it may be some considerable time before the insulator breaks 
down. I want to ask Mr. Peaslee if he does not think better re- 
sults could be obtained if the top of the insulator was entirely 
covered with a metallic coating, and instead of having the tie 
wire which holds the high-tension wire, rest on porcelain, it 
should rest on some portion of the metallic covering? I ask 
that question for the reason that most of our punctures, ora 
large number of the punctures we find, take place from the tie 
wire and not from the conductor. 

Robert Howes: We have heard a number of valuable com- 
ments upon the poor quality of insulators. About fifteen years ago 
I had a part in the construction of the first transmission line of 
the Washington Water Power Company to the Cour d’ Alene 
District. It was early work in the:60,000-volt field and we were 
threatened with dire consequences, so all of us connected with 
the work exhausted our knowledge and wits to eliminate the 
threatened dangers. The construction in some features would 
be now considered obsolete, in others it is quite up to date, and 
some desirable modifications have been made. Still my record 
shows that in the first seven months of operation the line was 
out but a total of thirty-two minutes except by previous ar- 
rangement. Further, I understand from Mr. Fisken, who has 
had the handling of that line in his department ever since it was 
put up, that there have been almost no insulator failures from 
electrical causes on that line. 

About eight years ago I had charge of the designing and con- 
struction of two parallel three-phase lines covering a distance of 
about sixty-five miles in British Columbia, the voltage was about 
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34,700 delivered with star connection and with neutral grounded 
at the power house. These lines were thrown on the power 
house suddenly upon completion and operated continuously. I 
have never heard of an insulator failure except by mechanical 
injury. However, my recent knowledge of the line is not suffi- 
cient to state-whether any weakening has developed with age. 
In both of these lines the precautions taken in designing were, 
grounded neutrals at the power house, lightning arresters, few 
in number, but located exactly at the terminals as opposed to 
location near the terminals. The insulators were tested to at 
least three times the voltage from wire to ground. In the 
British Columbia line as I remember it, each piece of the three- 
piece insulator was subjected to about 30,000 volts. In fact I 
think the top piece was subjected to 40,000 volts in actual tests. 
And the assembled parts to over ninety thousand, the test be- 
ing made between salt water terminals. In these lines the in- 
tention was to be sure that the insulators had the same safety 
factor over working conditions that would be required in steel 
construction, for purposes of equal merit. It seems that we 
should not place more confidence in porcelain than we would in 
steel. Again as we figure steel beams on the stress in extreme 
fibers, so we should figure insulators on the stress in the most 
strained portions. It seems clear to me that the practical solu- 
tion of the rotten-insulator question 1s first to keep insisting on 
proper safety factors over the working voltage, and second, use 
means to prevent excess voltage. Now in regard to the means 
of preventing excess voltage there is a little piece of ancient 
history in connection with the Washington Water Power Com- 
pany that has influenced me whenever I have had anything to 
do with the installation of lines. Installed in that power house 
there were three monocycle generators. The connections were 
as follows: Generator, impedance coil, lightning arrester, bus bar, 
line. When -the three units were in operation there were accord- 
ingly three lightning arresters at the power house. These ma- 
chines were operated nominally at about 2300 volts. They had 
been operating for years without any serious difficulty, or at 
least for a considerable period. Under my direction, we in- 
stalled a wattmeter which was connected by means of a two- 
circuit current transformer connected in the two outside wires of 
the bus bar. There were no changes made in the lightning 
arrester connections whatever. At the first slight lightning dis- 
turbances that could be noticed one of the generators punctured 
to ground. This was cleared up by the power house foreman 
and the lightning arresters gone over thoroughly and the other 
conditions remained as before. A very short time after that a 
second slight lightning disturbance caused a second puncture in 
the same place. I then went over the lightning arresters myself 
and carefully examined everything to make sure that nothing 
had been neglected. But the next slight amount of lightning 
caused a third puncture in the same place. I then thought it 
must be due to some change in conditions, and the only change 
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that had been made was the installation of the wattmeter, so 
without changing anything else I took an ordinary air-gap ar- 
rester and connected it exactly at the outside terminals of the. 
current transformers, after which the machine ran until it was put 
out of commission by disuse, without any further difficulty, 
whatever. Ever since that time I have posit vely insisted that 
the lightning arrester connections should be made at the first 
material impedance and exactly at the terminal of that impedance 
and not at some distance away. I have noticed several trans- 
mission lines where there have been lightning disturbances in 
which the lightning arrester connections were made at some dis- 
tance—say at from fifty to two hundred feet from the first 
impedance—and those lines as far as I have noted were lines that 
had trouble from lightning. Now, I say lightning—I mean any 
high-frequency disturbance similar to lightning on the line—and 
it has been my experience such as I have had in both low and 
high-tension lines, that with insulators tested as above and the 
lightning arrester connection made exactly at the impedance 
terminal there has been no serious trouble from such disturbances. 

L. T. Merwin: Onthis question of the impact of the higher 
transients on our insulators, I will confess that in years gone by, 
when an insulator failed from puncture or was destroyed from 
whatever cause, the man in charge of the repair dropped it on 
the ground at the foot of the pole where it was found and a new 
one was substituted. The line was again put in commission and 
that was all there was to it. Now, following experiments that 
are going on in the various laboratories of our institutions of 
higher learning, we are beginning to know why these things have 
been taking place. Very often it happens that the note of warn- 
ing has been sent out and absolutely disregarded. I feel that 
probably we are disregarding every day things to which we 
should attend. We have had just exactly the information and the 
remedies already voiced if we would only listen to the notes of 
danger. After Mr. Peaslee had shown me the rough draft of 
this paper we had a failure on our transmission line, the results 
of which you have all seen in the fractured insulator which has 
been shown here today, and which absolutely corroborates his 
contention in the paper. Now, Mr. Peaslee has developed the 
theory born from the fruits of experimental investigation in his 
laboratory, equipped with apparatus that is beyond the range of 
the ordinary operating man to have, but here is a confirmation 
following immediately upon the heels of his announced results 
that is very gratifying. ; 

Harris J. Ryan: This paper on insulator failures under tran- 
sient voltages has given us an intimate and correct idea of the 
manner in which porcelain fails under electric stress. It properly 
emphasizes the almost instantaneous porcelain fusing ability of 
an undue amount of charging current and the powerful character 
of the mechanical blast that is generated by an electric spark in 
its own length. I heartily endorse most of the author’s con- 
clusions, drawn from the results of his experiments. I trust he 
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will continue his work along present lines, and in so doing, that 
he will employ definitely porous and non-porous porcelain, the 
latter with and without absorbed moisture, so as to develop 
more evidence in regard to the basis for Mr. Osborne’s claim of 
yesterday, that porous insulators are capable of reliable service. 
It is, of cotirse, conceivable that water-logged porcelain may 
endure transient over-voltages pretty well. As evidence there- 
of, we have the failure of the oscillator to pick out defective 
insulators when porous and water filled. In regard to sustained 
60-cycle voltage, the matter is quite different. Of that there 
can be no shadow of doubt... The great difference between wet 
and dry porcelain production processes is; in the former the 
porcelain can not have its pore systems closed by vitrification, 
while, in the latter, it can. No water-logged porcelain will 
endure between conductor electrodes an ample amount of sus- 
tained power voltage to render it reliable for high-voltage service. 

R. W. Mastick: Mr. Fisken has called attention to the 
statement in Mr. Peaslee’s paper and objected to it that ‘“‘The 
operation of switches, especially of the air-break type, is also 
often productive-of vicious transients’. I wish to add some 
evidence in support of Mr. Peaslee’s remark. 

A few months ago, it was my privilege to conduct an investi- 
gation on an operating power system of transients produced by 
the operation of both oil and air-break switches. A number of 
observations were made and recorded by means of an oscillo- 
graph, of switching operations under both load and no-load con- 
ditions. These observations were made both at the point of 
switching, and with many miles of transmission line intervening 
between the switch and the point where the oscillograph was 
located. 

In several instances, transients of a violent character were 
recorded and the presence of frequencies of a high order definitely 
indicated. The transients produced by oil switches were not so 
violent, nor as long sustained as those produced by air-break 
switches. 

It is of interest to note that these observations of transients 
were all recorded by using the residual voltages and currents of 
the power system. 

J. B. Fisken: I had two reasons for making the statement 
that I did: One is the practical reason that we are operating air 
switches without, apparently, having any difficulty. My other 
reason was that some years ago, we made a number of oscillo- 
graph tests with air switches and oil switches, and we could not 
see that there was any material difference. It is quite possible 
that our methods of connection were somewhat crude, and that 
we did not get as refined a test as Mr. Mastick would get, but 
I still am of the opinion, Mr. Mastick to the contrary notwith- 
standing, that this talk of the extreme high frequencies or dis- 
turbances caused by air switches, is not well taken. 

R. M. Boykin: While I have heard but little of the discussion 
on this subject, I would like to ask Prof. Ryan what he considers 
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water-logged porcelain, or water-logged insulators, and how 
much water by weight or volume can porcelain absorb before 
rendering the porcelain useless for insulator purposes. 

Harris J. Ryan: I can only answer that question in part: 
The porous porcelain referred to just now is of good quality 
except that its porosity exceeds some low value, perhaps a tenth 
per cent by volume, just how much we do not know as yet. An 
insulator body that has its pores filled with water is liable to 
early failure. The resistivity-temperature relation for porce- 
lain is negative and very high, besides it ceases altogether to be 
an insulator and becomes an electrolytic conductor at about 300 
deg. cent. Thus ina water filled porous porcelain body subjected 
to power-voltage, the in-phase current will be concentrated upon 
a narrow route or core, producing intense local heat and puncture. 
Much trouble undoubtedly has come from the fact that dry 
porous porcelain has at all ordinary temperatures about the 
same high resistivity and dielectric strength as non-porous porce- 
lain. It is here understood that non-porous porcelain is that, 
in which the pore systems are well limited and in which they do 
not in any single instance extend through appreciable depths of 
the porcelain bodies. 

A. A. Miller: I would like to ask Prof. Ryan about his 
statement as to the effect of temperature upon the dielectric 
strength of the material of the insulator. Do I understand that 
he refers to a temperature of 425 deg. cent. as being the temper- 
ature of the material along the path of the puncture or does his 
statement cover general results of tests made upon masses of 
porcelain at known temperatures ? 

Harris J. Ryan: In speaking of the loss of all dielectric 
strength for porcelain at 300 deg. cent. I had reference to the 
results of C. E. Henderson and G. O. Weiner which may be found 
in their paper on, ‘Effect of Temperature on the Dielectric 
Strength of Porcelain Insulators,” published in the Transactions 
of the American Ceramic Society, Vol. XIII, p. 469, 1911. 

W. D. Peaslee: With reference to the point raised regarding 
the matter of the air-break switch, I will explain that I put that 
point in for this reason: While fundamentally, of itself, I do not 
believe the air-break switch or the oil-break switch is responsible 
for any transients of high or low frequency, whatever, it is a fact 
that when connected to circuits of certain characteristics, they 
will produce transients, and vicious transients. You can make 
a test on a certain circuit with an air-break switch or an oil- 
» break switch, and show a man that there are no transients, and 
yet, that man, if he knows his game, will make up other circuits 
and show you some of the worst transients you can imagine. 

Mr. Howes made a good point as to lightning arrester con- 
nections. The average man takes his lightning arresters, and 
connects them 150 feet from his nearest transformers, and hooks 
up an inductance there. The results are that every time there 
is an arrester discharge, a wave of approximately two million 
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cycles highly damped goes out on the line and subjects it 
to wave fronts approximately a half cycle of two million cycles, 
and that is pretty steep. You try to plot a two million cycle 
wave, and you will find it is pretty nearly straight up and down 
when it hits. The impact goes inside the insulator and tears 
into the porcelain a distance depending upon the time and the 
steepness of the wave front and maximum value of voltage. 
In that way, I think a great many of the lightning arresters, as 
they are connected up, are a menace to the lines to which they 
are connected. I think they are certainly a menace to the tele- 
phone lines along side of them. Now, referring to the matter of 
air-break and oil-break switches, the air-break switch has, I 
think, more tendency to cause oscillation for this reason: The 
oil switches operate on a few cycles, while the air switch sweeps 
away out, and there is a great deal more chance in that time for 
one current.to break before the others. If that happens, your 
lightning arresters may operate on double voltage, a two-mil- 
lion-cycle wave will rush out on the line and into the first insu- 
lator it happens to catch in a bad place. That is the reason I 
brought in the question of the air-break switch. It is not funda- 
mentally a question of the switch. It is a question of the ten- 
dency to transients in certain circuits to which it is connected. 

It is not so much a question of the air-break or oil-break switch 
as it is the circuit to which it is connected, and the method by 
which it is connected. I think Mr. Howe’s point as to the manner 
of connecting up the lightning arresters is very valuable, and I 
know a great many of the lines I have investigated present a 
situation such as he described. In one line I know of in the 
Northwest, every time they charge a lightning arrester at one 
end of the line, the transient impulse will jump seven turns on 
the inductance at the other end of the line, and the men will 
stand around and say ‘‘they are charging down at the other 
end of the line.” That could be stopped completely by changing 
the connection of the lightning arrester, so that there would not 
be a circuit there oscillating at that frequency everytime the 
lightning arrester was discharged. Now, as tothe matter of flux 
concentration, that particular insulator shown in Fig. 1, was 
chosen because the variation in flux concentration was seven to 
one. Take the analogy of the beam. Part of the porcelain was 
working at maximum stress, and that was the part on which the 
whole thing depended. If you could have kept your wires as 
far from this inner petticoat, as they were with the outer petti- 
coat on, you could just as well have done without using the outer 
petticoat, because it was not doing anything. 

As to the matter of metal coating, which was suggested. —I 
have found a transient puncture on the insulator taken off the 
high line, wherein I imagine the end of the tie wire was struck 
against the insulator and probably struck the glaze. I think it 
would be an extremely valuable point if a complete metal cap 
could be put over the top of the insulator. 

The question was brought up as to a great many of these 
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insulators being out on the line a long time and failing mechan- 
ically, but not electrically. When we took one insulator off the 
line, we took the petticoat out intact and split it, and took hold 
of it, and just brokea ring right out of it at that zone of flux 
concentration. You could break it with your fingers. I think 
a great many of the difficulties we have with our insulators are 
due to that point of flux concentration. There are two different 
forms of po celain in that zone, so it is bound to weaken the 
insulator mechanically. The protection against high voltage is 
another problem that sounds easy. Mr. Howe’s suggestion is a 
good one, but here is the trouble: You take a horn gap and put 
it up on the line, and if you put steep wave fronts on it, they 
may never pas; across it. An ordinary horn gap will not pass 
certain transients. A needle gap probably will not pass one of 
a higher frequency than half of a 100,000-cycle wave. I think 
the ult mate solution will be found in the equipment which will 
be used this winter in a couple of places—as experiments—a 
sphere-gap horn gap. That is, the gap will be a sphere gap, 
passing any transients, but you will still have the old horns. 
Unquestionably, there are transients, sustained waves, or damped 
waves that go right by our lightning arrester horn gaps, and 
those get into our machines. For instance, there is the case I 
spoke to you of, where the inductance turns are jumped by the 
transient. It goes by the horn gaps and jumps seven turns on 
the inductance, because of the sudden banking up of wave by 
the inductance, so it is pretty clearly proved that you can get a 
condition of that kind. 

Prof. Ryan spoke of the fact that we should have non-porous 
porcelain. I may be pessimistic in that regard, but I do not 
believe that non-porous porcelain can be made. Consider for a 
moment the value: A tenth of one per cent porosity renders an 
insu'ator worthless after it has been soaked a while, and a tenth 
of one per cent porosity is a pretty small margin to work to. 
You may be able to make such porcelain in the laboratory, with 
a vacuum furnace, but when you come to manufacture insulators 
in car load lots, it is a pretty close limit to work to. 

In the matter of the punctures in the porcelain, some gothalf way 
through the porcelain and stop. That is, their time of duration 
at maximum voltage was not great enough to get clear through. 
Under the microscope, following these out one by one, you will 
very often find a puncture going in, then, there will be a branch. 
Now, whether or not that forked branch occurred with the first 
impulse, or whether the next impulse caught it and followed it 
along, and then broke off, I don’t know. Now, enough of these 
minute punctures finally occur so that the combination of punc- 
tures brings about disintegration which reduces the resistance of 
that path until the power voltage passes through. I do not 
believe, from my investigation, that the concommittant occur- 
rence of the power peak and the transients, is necessary for 
puncture. I believe that the transients will keep coming until 
- you get a voltage that will break through. Insulator No. 3, 
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mentioned in the paper, was taken off the line after insulators 
Nos. 1 and 2 were punctured. We took it off the line and it 
punctured under the flash-over voltage that it had successfully 
withstood before. It was a good sixty-cycle wave, with a 100- 
kilowatt transformer behind it. A 100-kilowatt transformer 
does not surgeon one insulator. That insulator, on a 60-cycle 
wave, with a 100-kilowatt transformer, punctured under the 
flash-over voltage, indicating that it had been weakened mater- 
ially by the impact of these transients. So, a voltage lower than 
normal operating voltage punctured the insulator. 

With reference to Mr. Merwin’s remarks about co-operation. 
It is a little discouraging to a man in a University with a labor- 
atory at his command to sit down and go into a thing, and then 
- go outand tell an operating man that a condition exists in which 
he will get such a result, and have that man laugh at you, and 
then about six months later, that man comes to you, and says 
‘I have had such and such a thing happen on my transmission 
line. Whatis the matter’? And it does not make him feel any 
better to have you tell him that six months-or a year before, you 
had told him that that very thing was going to happen. It is 
my experience that it is very seldom that a man from a Uni- 
versity laboratory can go to a power man and get any co-oper- 
ation in making any tests on a power line. We would appreciate 
a little more of Mr. Merwin’s spirit of co-operation in our 
work in the laboratory. 

E. E. F. Creighton (communicated after adjournment): Mr. 
Peaslee has undertaken research work in one of the most im- 
portant subjects in transmission engineering today. There is 
great need of more investigators in this subject and to get definite 
results it seems necessary for the investigator to enter the field 
of ceramics. Personally I have come to the conclusion that 
electrical testing alone will give comparatively little data of 
value. 

Mr. Peaslee’s photographs are interesting and I find myself in 
agreement in general with his conclusions. It is desirable that 
all the workers in this line come to a common agreement and 
language and with this in view I should like to ask questions 
about certain features of the work. 

Taking the subject in the order of the reading—I find that 
certain mathematical calculations give one impulse in 15,000,000 
random impulses within that part of a half-cycle of the 60-cycle 
wave, which is above the effective value. I have been unable 
to arrive at the same conclusions. For example, the potential 
of the wave is above the effective value from 45 deg. to 185 deg. 
or 90 deg. of the time. Therefore, random shots should fall, 
one in every four, within the range designated, since the ratio of 
time is 90 deg. to 360 deg. total. Such random shots could be 
obtained only by using a separate source of a-c. potential. If 
the same source of a-c. potential is used the shots will not be at 


random but should be located at a fairly definite point of the 
a-c. Wave. 
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__ Referring to the notes under method, I should like to inquire 
if the regular 60-cycle tests were made on these insulators before 
the high-frequency impulses were applied; also if the ohmic re- 
sistance of each skirt was taken. 

In the discussion on the failure of Insulator No. 1 Mr. Peaslee 
touches on a subject in which many tests have been made. 
Back of all these tests is the question which has been raised te- 
peatedly in the past few years—what constitutes a fair test on 
an insulator and when does the test damage good porcelain? 
If the porcelain used in Mr. Peaslee’s tests was good then the 
very mild test was too severe. I have made numerous tests 
which show that this impulse test was too mild to give a satis- 
factory test for porcelain insulators and therefore the tests show, 
unmistakably, a poor grade or defective porcelain. 

In tests on insulators similar to Fig. 1, giving the fan-shape 
discharges, as shown in Fig. 2, it has been determined that the 
inner skirt was cracked either before the test or by the test, and 
that the discharges leaving permanent traces of their paths on 
the broken surfaces of the inner porcelain are due to the currents 
which pass through the inner skirt and charge up the condenser 
formed by the outer skirt. If both skirts are punctured, 30 kv. 
of potential would surely maintain an arc through the tiniest pos- 
sible puncture hole. The current flowing through the inner skirt 
to charge up the outer skirt as a condenser is of the order of 15 
amperes effective, the calculation being made for a damped wave 
of 750,000-cycles frequency, a voltage of 80 kv., and a capaci- 
tance of 40 micro- microfarads. As tothe cause of the fan-shape 
discharge—I have come to the conclusion that it is due, not to the 
sealing up of the path, but to the lowering of the resistance of 
the path. Assuming that there is a crack existing initially, the 
first disruptive discharge will pass through the air in the crack 
from one surface of the porcelain to the other and repeated dis- 
charges in this path will heat the porcelain to a temperature of 
partial conduction. In other words, this becomes a high re- 
sistance path. When the next discharge attempts to pass 
through this resistance the JR drop is sufficient to maintain full 
potential and therefore the discharge will take place through an 
adjacent path where it has free air to ionize. It will follow this 
adjacent path until it has heated it to a condition of partial 
conduction and then choose a new path. Each time there is a 
sufficient sealing up at the point of discharge and also sufficient 
opening up of the crack to make a new path desirable. . 

As a proof of this theory, two electrodes across which a dis- 
ruptive discharge takes place may have a high resistance rod or 
pencil placed across the gap and the disruptive discharge will 
refuse to follow the path of the resistance material, but will 
jump straight from surface to surface through the air. 

If porcelain punctures without a crack it is not difficult to 
permanently reseal it if the proper precautions are taken. If 
liquids can be used as electrodes it is ‘possible to avoid carrying 
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carbon or metal vapors into the discharge path and thereby 
destroying the insulation af er the spot has cooled. A porcelain 
cup set in water and filled about a quarter full was punctured 
half a dozen times with an oscillator, leaving the discharge on 
about 5 seconds after each puncture. The puncture hole filled 
up with clear-colored glass and was subsequently stronger than 
the rest of the porcelain. 

In endeavoring in single pieces of porcelain like a suspension 
insulator to observe the deterioration which may take place 
from disruptive discharges at. reasonable potentials applied over 
long periods of time, insurmountable difficulties seem to be en- 
countered in determining the progress of the puncture. My 
experience has been that when an insulator punctures I have 
found unmistakable defects which caused the puncture. For 
example, a definite air bubble or lamination due to defective 
pugging ofthe plastic porcelain is most frequently the cause. 
Or it may be due to a fold in the porcelain while it is being jig- 
gered. Or it may be due to an excess pressure of a tool which 
‘squeezed out the moisture along a sharp- corner which subse- 
quently developed into a partial fault in drying and was not 
fully vitrified later in the kiln. Or if the kiln is accidently 
under-fired, every piece may be more or less porous and therefore 
defective in proportion to its porosity. 

Theoretically it should be possible to use the difference in 
potential gradient of the inner surface and outer surface of the 
porcelain to determine, by means of damage to the inner surface 
by corona, when the test becomes too severe for good porcelain. 
Practically satisfactory results have not been obtained due to 
defects in the porcelain. After an endurance test’ of many 
minutes or even several hours which has caused a puncture, the 
porcelain cap has been sawed off and the porcelain surfaces ex- 
posed to examination. Very rarely are other scars on the rest 
of the surface found even with a microscope. Such scars, indi- 
cating the possible beginning of puncture, have been found as 
frequently on the outer surface of the porce’ain as the inner 
surface. Since the potential gradient on the outer surface is 
only a fraction of the value at the inner surface these scars in- 
dicate defective porcelain. Once, in grinding off a scar with a 
carborundum wheel a bubble in the porcelain was uncovered at 
a greater depth than the scar. The corona was burning its way 
into the bubble. 

Damage to good porcelain can easily be done by carrying the 
potential gradient above its safe value, but such a gradient 
could not exist on the inner surface of a porcelain insulator at 
80 kv. with its diameter of 14 in. or more. Therefore, I 
have been led to the conclusion that with most of the latest de- 
sign of insulators the trouble is due, not to the design so much 
as to defective porcelain, which brings the problem back to the 
ceramic engineer. I feel we can make very little further progress 


on the electrical side until porcelains of reliable qualities can be 
reproduced. 
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_A test was recently made in an endeavor to determine if 
single impulses were not more severe on the porcelain than os- 
cillatory discharges. Several million discharges of the damped 
wave at 200,000 cycles were made on a suspension insulator 
immersed in oil. The voltage was 80 kv. for part of the test 
and 100 kv. for more than two hours of continual discharge at 
120 per second. The porcelain was not punctured. It was 
subsequently broken up but no damage whatsoever could be 
noted on its surfaces. This porcelain happened to be perfectly 
made. There were no bubbles or laminations in any of the 
broken pieces and it was extremely strong mechanically ‘n re- 
sisting the blows of the hammer. 

W. D. Peaslee: Referring to Mr. Creighton’s remarks, I am 
very glad that he has called to my attention the error in the 
paper regarding the number of random impulses occurring within 
that part of a half cycle of the 60-cycle wave which is above the 
effective value. This statement should read as follows, ‘Using 
the part of the 750,000-cycle positive half-wave transient above 
the effective value, one out of every 1,500,000 such random 
impulses will fall on the crest of the 60-cycle positive half-wave.” 

The regular 60-cycle tests were made on these insulators before 
the high-frequency impulses were applied but the ohmic resis- 
tance of each skirt was not taken as our megger was out of com- 
mission at that time. 

I do not believe that Mr. Creighton’s explanation of the fan 
shaped discharge lines is the correct one for all cases as I have 
found a decided difference in character of these lines when they 
are formed by the discharges through a previously existing crack 
and when they are formed by transients puncturing the un- 
cracked porcelain. In the latter case an examination of these 
discharge paths will show a complete tube of melted silica with- 
out evidence of a previously existing crack, while a discharge 
through a previously existing crack is more likely to show a 
groove nature, although the heat of the discharge may later fuse 
the sides of the groove in such a way that a microscopic examina- 
tion is necessary to detect the difference. Grooves of this kind 
have been found with partially fused fragments, microscopic in 
size, almost entirely filling them. Referring to Fig. 14, when the 
conductor was removed from this groove there was not the 
slightest indication of a crack, though under the microscope it 
was possible to detect the entrance points of the punctures. 
The porcelain fractured very easily along the bottom of the 
groove and the discharge paths shown in Fig. 15 consisted of 
tubes of fused quartz glass. 

I believe with Mr. Creighton that the problem is essentially 
one for the ceramic engineer, but do feel that electrical tests must 
always be the criterion by which insulators are to be accepted or 
rejected. Their duty is electrical and their fitness for such duty 
must, I think, be determined by electrical tests. 
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UNDERGROUND DISTRIBUTION SYSTEMS 


BY G. J. NEWTON 


ABSTRACT OF PAPER 


The object of this paper is to show the importance of properly 
designing an underground distribution system for the district 
it serves and the particular service it is to supply. Simply plac- 
ing the wires undergrounddoes not constitute an efficient 
system. 

Underground distribution is the ultimate solution of the distri- 
bution problem that confronts every Electric Light and Power 
company operating in progressive towns and cities. The exces- 
sive cost of this class of construction, as compared with aerial 
construction, and the permanent nature of the system, warrant 
a careful study of the conditions and justifies a reasonable 
expense in the development of suitable plans for the system. 

The financial success of an electrical undertaking depends on 
supplying efficient and reliable service in an economical man- 
ner, and in order to secure this result the distribution system must 
be carefully designed and properly installed. 

The automatic substation, when perfected and adopted, will 
not only permit a great reduction in the number of ducts 
required and a lower first cost, but will provide more reliable 
service and bring underground distribution within the reach 
of many small companies where the cost of this class of service 
would not be warranted under the former conditions. 

The suggestions offered in this paper are based on many years 
experience and are made with a sincere desire to aid those 
interested in this class of work, particularly in the design and 
installation of the first system in the smaller cities. 


HE FOLLOWING facts and suggestions are based on many 
-L ‘years experience with underground distribution systems, 
and are stated in the following article with the intention of 
showing the importance of careful and intelligent design as re- 
lated, not only to the first cost, but to the economical operation 
and ultimate value of the completed system. 25 3 
An inspection of many systems has made it evident to the 
writer that improper design is responsible for more faults than 
is poor construction, and it is with a sincere desire to aid others: 
interested in this work, to avoid such mistakes in the future, 
that these suggestions are offered. 
1207 
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No two systems are entirely alike, and the conditions are 
different in every place; it is, therefore, impossible to formulate 
any definite rules that will apply under all conditions. The 
engineer must be guided by good judgment, based on experience, 
and a thorough study of the conditions in order to secure satis- 
factory results. 

Owing to the increasing demand for electrical energy, and the 
serious objection to the unsightly and dangerous overhead 
wires and poles, underground systems of distribution have 
become a necessity in many places where the expense of this 
class of service would not have been considered warranted under 
former conditions. 

Underground distribution is very expensive, as compared 
with overhead construction, and in many cases, particularly 
in the smaller cities, the first cost is of vital importance; a care- 
fully worked out design is therefore necessary in order to derive 
the greatest benefit from the money expended. Many of the 
present systems have not been designed with the care, and 
attention to detail, that their importance deserves and frequently 
the cost of the system has been entirely out of proportion to 
its ultimate value. 

The first installation of an underground system is made neces- 
sary by an order of the city authorities compelling the removal 
of poles and wires from certain sections of the city or by the 
desire of the operating company to improve the service and 
secure greater facilities in a district where the demand for light 
and power has reached a point that this class of service is war- 
ranted. 

In either of the above cases, and in fact, practically in all 
cases in this country, underground systems are never installed 
until long after the district has been supplied by an overhead 
system. As a general rule, all overhead systems are the result 
of a series of extensions and changes, rather than’the develop- 
ment of any systematic plan of distribution, and are seldom 
based on efficient or economical methods. 

If it were possible to design and install an underground system — 
at the start of an electrical undertaking the problem would be 
much simplified, as the station and consumers equipment could 
be selected, and the whole system designed for the most effi- 
cient results. Unfortunately the conditions are never so favor- 
able, and the distribution engineer is confronted with many 
conditions over which he has no control, but must consider in 
making his plans. 
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Distribution problems are, therefore, usually very complex 
and permit of several methods of being solved. It is only by 
a careful study of the conditions and foresight as to the future 
requirements of the system that a satisfactory, economical and 
efficient design can be developed. 

The conditions under which underground cables and equip- 
ment operate are more severe than on overhead systems, and 
a thorough knowledge of these conditions is absolutely neces- 
sary, and must be kept in mind, in selecting cables and equip- 
ment and designing the conduit system for their installation. 
Overhead wires can be, and frequently are, operated far above 
their rated capacity, without any serious danger, but under- 
ground cables and equipment must be operated within certain 
definite limits in order to avoid serious damage, if not total 
destruction. | 

Economy of distribution is equally as important as economy 
in production, particularly at the present time, when practically 
all public utility companies are regulated, to a greater or less 
extent, by state or municipal commissions. First cost is not, 
therefore the only factor that should be considered, as economical 
operation and reliability of service are equally as important in 
the financial success and growth of the business. 

Except in the large companies, there is probably no branch 
of the business that has been given less thought and study than 
underground work; in many cases the principal object evidently 
has been to get the wires out of sight at the least possible ex- 
pense, with no attempt being made to improve the system of 
distribution and little or no regard for the future development 
of this class of service. 

The operation of an underground system, when properly 
designed, installed, and maintained guarantees the most reliable 
and efficient service of any method of distribution ever employed; 
the financial benefit, directly due to this class of service is, in 
many cases, a proof of the wisdom of its installation. 

While it is admitted that underground systems are expensive 
to install, still it must be remembered that a conduit system is 
a permanent structure, has little or no depreciation; on the 
contrary it will increase in value as the importance of the section 
it serves is developed. Considering the first cost, permanent 
nature of the undertaking, and importance of economical and 
reliable service, it is advisable to make a thorough study of the 
conditions and future requirements of the service on which to 
base a design of the proposed system. 
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In designing an underground distribution system there is one 
important fact that must always be considered—the system 
should be designed to serve the entire district that can reason- 
ably be expected to ever require this class of service. Such a 
design permits. of a systematic scheme being developed for the 
whole district, uniform methods of construction, and standard- 
ization of equipment. 

If this method is followed it is then possible-to install any 
section, from time to time as the service demands, and each com- 
pleted section will form a part of the whole general scheme and 
eventually develop into a system rather than a collection of more 
or less useful sections of conduit. 
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It is not the object of this article to show each step in the 
design of any particular system but rather to point out certain 
important features to be kept in mind and offer suggestions as 
to the general method to be adopted; it is only by a thorough 
study of each case that the best methods can be determined. 

The first step in designing an underground distribution system 
is to secure an accurate load record for each consumer in the 
proposed underground district. This record should be kept on 
cards similar to Fig. 1; where there is a large power load in the 
district it is advisable to make separate records for the lighting 
and power loads, using different colored cards for each record. 

The card shown in Fig. 1 is simply a sample, and the best 
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arrangement of the inventory on the cards will depend on the 
requirements of each particular system. 

The reverse side of the cards can be used for showing the 
number and location of the transformer supplying the service 
lateral, consumers fuse box and other information connected 
with each consumers service. 

- These cards if properly corrected will form a permanent record 
of great value in making future changes and balancing the load 
on the distribution system. 

The men securing the load record should be provided with 
paper pads printed the same as the cards and the permanent 
card record can be made in the office from these slips and the 
cards be kept clean and neat. 

A careful inspection should be made of each building to de- 
termine the most suitable location for the new underground 
lateral in order to reduce the cost of changing the inside wiring 
as much as possible. Except in the case of very heavy loads or 
consumers where emergency service must be provided for, it 
is advisable to supply ali of the consumers in a building from one 
lighting and one power lateral, this reduces the number of 
laterals, handholes, and fuse boxes-and permits using the least 
amount of copper by taking advantage of the diversity of a 
group of consumers. 

The lighting and power load can be plotted on one drawing 
as shown in Fig. 2 or the loads can be plotted on separate 
plans, the latter method is best as the plans for each system can 
then be kept separate. 

The load maps for each system should show the total load, 
both in the underground district and outside of it, that is to be 
supplied by cables in the conduit system from the power house 
so that ample conduit space can be provided and the most 
suitable routes and sizes of feeders determined. ° 

Having the lighting and power loads and a map showing the 
street light system, the next step is to determine the most suit- 
able plan of distribution to be adopted, this may be called the 
critical point in the design of a distribution system, for on the 
decision depends not only the first cost of the installation but 
the reliable, efficient and economical operation of the distribu- 
tion system. 

There are two general schemes of distribution: 

1. To supply the whole city from one power house. 

2. Divide the city into districts and supply each from sub- 
stations, or rather from the power house and substations. 
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In many of the older systems the first method was used and 
a large number of ducts were installed, in one trench from the 
power house, to serve the whole city, or at least that portion 
that was to be supplied by underground eventually. This 
necessitated providing a large number of spare ducts, a large 
percentage of which remained idle for years and not infrequently 
resulted in too many ducts in some places and too few in others. 

Not only was the first cost of such a system_excessive but 
the manholes were almost invariably too small to accommodate 
the number of cables that could have been installed in all of the 
ducts had there ever been use for them. The most serious ob- 
jection to this plan is that the losses due to the heating of so 
many cables in one conduit run are excessive and materially 
reduce the carrying capacity of the cables, particularly in cables 
occupying the inner ducts. 

Another serious objection to this method is that a burn-out 
on one cable is practically certain to damage adjacent cables 
and cause interruption of service over a considerable area. 
Faults on underground systems usually affect more consumers 
than on an overhead system and require more time to repair, 
therefore, no system should be considered that does not permit 
being sectionalized and have reasonable emergency facilities 
provided for restoring service with the least possible delay. 

The objections to the first plan, as stated above, preclude its 
adoption except in very small cities where the area to be served 
by underground distribution is limited, and the total number of 
ducts installed in one trench will not be excessive. 

The second method of distribution; when properly designed, 
avoids all of the objectionable features of the first method and 
is particularly adapted to the modern practise of installing sub- 
stations supplied by high-tension feeders, as each district is 
practically operated separate from the others and with suitable 
emergency feeders and switching equipment permits each dis- 
trict to assist the others in case of necessity. 

The old saying ‘That you should not put all of your eggs in 
one basket”’ is particularly true if we change the words slightly— 
“You should not put all of your feeders in one trench or manhole”’ 
and the distribution engineer will be wise to keep this warning 
in mind as far as the requirements of the case will permit. 

Reliable service and economical distribution are absolutely 
necessary for the financial success of every light and power 
company. Reliability depends on the following conditions: 
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1. The best material, equipment and workmanship. 

2. Proper selection of material and equipment for the ser- 
vice it is to supply. 

3. Efficient protective apparatus, judiciously installed. 

4. Sectionalizing apparatus properly located. 

5. Continuity of supply, by feeders over different routes or 
an arrangement that will provide at least two sources of 
supply for the network. 

6. Regular and systematic inspection of the distribution 
system by competent men. 

7. Accurate plans and records of the distribution system so 
that changes, additions and extensions can be made to the best 
advantage with the least possibility of error. 

Economical operation depends upon a reasonable first cost, 
in addition to all of the above conditions, and where a system 
is designed at first for a whole city (keeping in mind future sub- 
stations) it is possible to reduce the number of ducts and man- 
holes to a minimum, install sections as the business warrants 
and extend the ultimate cost over a considerable period. 

Keeping the above facts in mind the actual design of an under- 
ground distribution system should be made on the following 
general plan. Assuming that the first underground installa- 
tion is to supply a district similar to that shown in Fig. 2, 
and that later this district will be extended a block or two in each 
direction and supplied from the main station. 

While it is admitted that it is not possible accurately to fore- 
tell where substations will be located in the future, still a study 
of the conditions will generally permit a reasonable assumption 
to be made and if separate conduit is to be installed later for 
high-tension feeders this part of the work does not enter into 
the first design except in a general way. 

After making the load maps for the lighting and power systems 
and also a map showing the location of the street lights it is a 
good plan to first layout the street light circuits, for assuming 
that all wires in the district must be placed underground it is 
evident that conduit must be installed to reach every light. 

The location of the street lights is determined by the city 
authorities and can seldom be altered enough to materially 
change the conduit arrangement, therefore, by designing this 
system first it will give a general idea of where the conduit must 
be installed and keeping this plan in mind it is frequently possible 
to arrange the secondary mains so as to utilize the same routes 
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(particularly in alleys and the less important streets) so as to 
avoid considerable conduit construction. 

The proposed location of the laterals in each building should 
be shown on the plan for the secondary systems for light and 
power. A study of these locations together with the street light 
conduit layout will often show where slight changes in one or the 
other will permit considerable saving, even when changing some 
laterals will increase the cost of the inside wiring. 

Owing to the fact that the grouping of consumers, in a district, 
will usually be different on an underground system than it was 
on the original overhead system it is practically impossible 
accurately to determine what the demand and diversity factors 
will be for the new system. A distribution system for either 
lighting or power usually consists of the following sub-divisions: 

Primary feeders to centers of distribution. 

Secondary feeders supplying the transformers. 

Secondary mains supplying the service laterals. 

Service laterals supplying the consumers. 

In small systems the secondary feeders are not required, as 
the transformers are connected directly to the primary feeders. 

The size of cables to use for the laterals is easily determined, 
the principal object is to restrict the number of sizes of cable as 
much as possible, using about three sizes for the whole system, 
and if possible, making the largest size used for laterals the same 
as one of the sizes used for secondary mains. 

Aside from the laterals it is evident that the secondary mains 
receive less benefit from the diversity factor than any other part 
of the system. It is also evident that any-increase in the load 
will directly affect the mains which must be large enough to 
maintain satisfactory voltage for all consumers connected to 
them. 

On the one hand is the diversity factor tending to reduce the 
size of the mains and on the other hand the probable increase in 
load which must be provided for, tending to increase the size of 
the mains. As not only the first cost but the interest on the 
investment depends on the size of the copper, it is important that 
these two conditions be given careful consideration and it is in 
cases of this kind that the engineer must be guided by experience 
and his knowledge of the situation. 

There is one point that should be remembered in determining 
the size of cable to install for secondary mains, particularly 
where they serve a number of consumers in a business district. 
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Owing to the fact that the service laterals are spliced directly 
to the mains at frequent intervals it is very expensive to replace 
them and the old cable, béing in short lengths, is of little or no 
use except for its junk value; it is therefore advisable to make 
all secondary mains of ample size to provide for the total load 
that can reasonably be expected and use the best kind of cable, 
either varnished cambric or rubber insulated, for all secondary 
mains and laterals that terminate in junction or fuse boxes. 

The load in the district should be divided as equally as pos- 
sible into a suitable number of distribution centers so that one 
size and style of cable can be used for all of the feeders, as this 
permits standardizing the equipment and requires less cable 
being kept in stock for emergency purposes. 

The feeders being generally small cable and having few or no 
taps on them can easily be replaced by larger cable and the old 
cable is in sufficient lengths to be used elsewhere. Instead of 
installing a larger cable to replace a loaded one it is generally 
better to install an additional feeder to another center of dis- 
tribution, using the standard size of cable. 

Where the requirements of the system demand the use of two- 
conductor cable it is advisable to have it made up in round form 
instead of the flat, or figure 8 style, as it is practically impossible 
to train this latter style without kinking it. 

A careful study of the conditions under which underground 
distribution systems operate, particularly in medium size or 
smaller cities, has convinced the writer that the safest guarantee 
of reliable, efficient, and economical operation is to install cable 
and equipment, as far as the conditions will permit, under the 
following general rules. 

Service Laterals. Use either cambric or rubber insulated cable, 
spliced directly to the secondary mains, and terminated in water- 
tight fuse boxes on the consumers property. (The number of 
laterals taken out at one splice will depend on the system; for 
single-conductor cables four laterals can be taken out, ak two 
is about the limit where three-conductor mains and laterals are 
used.) 

Secondary Mains. Make these cables of ample size to provide 
for all the growth that can reasonably be expected. Use either 
varnished cambric or rubber insulated cable for all secondary 
work where cables terminate in subway equipment. 

Primary Feeders. These cables derive the most benefit from 
the diversity factor, are comparatively long lengths, and have 
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few taps on them, therefore are less subject to damage than the 
rest of the cables and are easily replaced with small financial 
loss. Small reserve capacity is all that need be provided for 
this class of cables. 

Paper insulated cable can be used to advantage frequently at 
considerable saving providing that the ends are properly ter- 
minated in compound-filled potheads or varnished cambric or 
rubber insulated tails used for connecting to the equipment. 

Personally, the writer does not approve of using any paper 
insulated cable on distribution systems, except on cases where 
the emergency facilities are such that the failure of a feeder 
cannot cause a serious interruption to the service. 

In small companies, where competent cable men are not 
always available, the use of paper insulated cable on the dis- 
tribution system is not advisable, it is however, well suited for 
high-tension feeders and tie-lines. 

Subway Equipment. Due to the liability of being submerged 
occasionally and the limited space usually available, for its in- 
stallation, subway equipment is probably the most prolific cause 
of trouble on underground distribution systems, and the greatest 
care must be used in selecting and installing it. 

The best insurance against trouble from this cause is to provide 
reliable sewer connections to all manholes and vaults in which 
subway equipment is located. Separate the primary and second- 
ary equipment by placing the transformers, primary fuses and 
switches in a vault (preferably located under the sidewalk ad- 
jacent to the manhole in which the secondary junction boxes 
are located.) This arrangement reduces the length of the 
secondary mains, which are usually large expensive cable, and 
lessens the liability of a burnout on the primary equipment 
damaging the secondary network. See Fig. 3. 

The object in placing the vaults under the sidewalk is that it 
is seldom possible to secure sufficient room in the street, also 
there is less liability of the vaults being flooded from surface 
water and they are more accessible in the winter when the ground 
is covered with ice and snow. This method of construction is 
more expensive than placing all of the equipment in the man- 
holes but the added security is well worth the expense on an 
important installation. 

Subway transformers should not be set on the floor of the 
vault but should be raised so that the air can circulate under 
and around them. Where more than 200 kw. of transformer 
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capacity has to be installed in one vault it is advisable to provide 
ventilating pipes from the vault to a pole or side of a nearby 
building. 

Subway junction and fuse boxes should not have slate or 
marble bases, but use ebonite or similar material that will not 
absorb moisture. All boxes should be subjected to an insula- 
tion test before being installed. Barriers should be provided 
between terminals of opposite polarity. 

The iron work of all subway equipment should be permanently 
grounded to a reliable ground rod, plate, or if possible, to the 
city water pipe system. In large vaults, where there is con- 
siderable equipment, at least two ground connections should be 
provided. 
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Installing Cable. Assuming that all cable has passed the 
usual factory test, it is seldom necessary to subject it to another 
test before being installed unless there is some evidence that it has 
been damaged in transit. The conditions under which the cable 
is purchased and installed will, however, generally decide this 
point. 

Use skids in loading and unloading reels, never drop them off 
of the truck. Place reels as near the point where they are to be 
used as possible. When reels must be left on the street for some 
time they should be securely blocked or preferably wired to a 
pole to prevent their being rolled about. Care should be taken 
not to place reels where they will interfere with hydrants, or 
obstruct manholes, water gates or traffic. 
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Never handle paper insulated cable when it is cold. In cold 
weather it should be kept in a warm place until it is to be in- 
stalled. Paper cable should not be bent shorter than eight times 
its diameter and should be warmed before bending. 

Always provide sufficient. men and power to safely handle 
cable during installation, when the cable is started in the conduit 
try to maintain an even steady rate of pulling. . For heavy cable 
it is advisable to use grease or powdered soapstone. 

Ends of cables should be kept sealed until ready to be spliced. 
Cables should not be left hanging from the duct mouth, but 
should be supported on hangers with as little bending as possible. 
The final bending and training of the cables should be done by 
the splicer when joining the sections. 

When installing a new system, all lengths of cable should be 
bonded together temporarily as soon as they are installed. As 
soon as the cable system is completely connected up tests for 
electrolysis should be made of the whole system and proper 
measures taken to protect the cables in case of necessity. 

The arrangement of cables and equipment in the manholes 
and vaults must be carefully planned to secure neatness and 
ample space in which to work and operate the equipment with 
safety. 

All cables and equipment should be plainly marked showing 
the operating voltage and system it is usedfor. Where single- 
conductor cables are used on three-phase circuits they should 
be distinguished by different colors as this will prevent mistakes 
in making changes as only cables of like colors should be con- 
nected together. ; 

While it is admitted that it is impossible to install a system 
that will be entirely free from trouble, it is possible, by carefully 
designing the system to prevent many of the faults that are a 
constant source of trouble on many systems. 

Conduit System. The conduit system should be designed to 
serve the electrical distribution system as previously designed. 
This statement may, at first, appear to be a self evident fact, 
but unfortunately many conduit systems are not arranged to 
properly and economically provide facilities for installing the 
proposed cable system. It is not an uncommon practise to in- 
stall a conduit system based on a general assumption of the 
actual requirements of the electrical system. 

The writer has seen conduit systems in which it was absolutely 
impossible to install the distribution system as it had to be 
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operated, and which had to be partially rebuilt before the cables 
and equipment could be installed. These are no doubt excep- 
tional cases but it shows the importance of a definite method of 
procedure in designing an underground distribution system. 

It is a common practise in designing conduit systems to select 
streets or alleys having the cheapest pavement in which to locate 
the conduit, and then attempt to fit the electrical distribution 
to this location, and the result is invariably unsatisfactory and 
the saving in the cost in repaving is frequently exceeded by the 
additional cost of cables, and the total cost of the system thus 
increased. 

It should be realized that a properly designed and constructed 
conduit system is a valuable property, and a permanent struc- 
ture having little or no depreciation, and its importance in the 
supply of electrical energy warrants the greatest care being taken 
in its design and construction. 

Conduit systems that are to serve high-tension or tie lines 
between substations can be located so as to avoid the more ex- 
pensive pavements, but conduit used exclusively for distribution 
systems should be located so as to best serve the electrical re- 
quirements regardless of the kind of pavement on the streets 
or alleys. 

In a conduit system used exclusively for distribution (where 
all wires must be placed underground) the best location is 
usually in the streets. In cities having an alley in each block 
there is a strong tendency to locate the conduit in the alley. 

The desire to utilize the alleys is based on the fact that the 
pavement is usually less expensive, and_as the majority of pole 
lines are in the alleys the buildings are supplied from the rear, 
therefore if the conduit is located in the alley there will be less 
expense for changing the inside wiring to meet the new dis- 
tribution system At first sight these advantages appear so great 
as to warrant the selection of the alley; there are, however, 
serious disadvantages to this location, 

The alleys are usually from 16 to 20 feet wide and are generally 
fairly well occupied by water, gas and sewer facilities, and not 
infrequently, by one or two telephone conduit systems (which 
are usually installed before the electric light wires are placed 
underground) and the space available is, therefore, very limited. 

The rear building line is very irregular, many buildings do not 
extend back to the alley, and frequently there are small sheds or 
extensions in the rear or the main buildings. The length of rear 
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laterals would be greater than front ones and the difficulties and 
cost of installation considerably more; the greatest objection is 
that the rear laterals would not be permanent in many places 
but would have to be changed whenever any new building con- 
struction or changes were made. 

Where alleys are located in the business section of a city they 
are usually used by the merchants for receiving and shipping 
goods and are subjected to a heavy traffic, considering the 
limited space. The merchants are practically all consumers of 
electric power and will strongly resent any interruption to their 
trucking facilities. 

Owing to the limited space in the alleys, and the amount of 
traffic, it is practically impossible to store any material in them, 
consequently all material used on the conduit system must be 
stored in the adjacent streets and usually wheeled in by hand. 
This work and the excavation for manholes, removal of surplus 
material etc., will practically close the alley to traffic and the 
inconvenience of doing the work will greatly increase the cost 
of construction. 

There is another serious objection to using the alleys. An 
average block, in cities having alleys, is about 300 by 300 ft. 
(91 by 91 m.) and usually has at least twelve separate buildings 
in it, in the business section there are generally more. When the 
distribution system is located in the alleys all of the buildings 
in a block are supplied from one secondary main which practically 
doubles its size, and the number of laterals that must be con- 
nected to it require frequent handholes in order to reduce the 
length of the laterals. This entails more complicated and ex- 
pensive splices, cuts the main into short lengths, and in case of 
serious trouble puts the whole block out of service. 

As a general rule, with the single exception of requiring less 
conduit, the alley construction is less desirable than a system 
installed in the streets. This statement applies to the business 
district of a city. Where overhead laterals can be used in a 
residential section the alleys are preferable for the location of 
the conduit, and as the traffic and obstructions are usually con- 
siderably less in such sections, the construction cost will be cor- 
respondingly less, depending on the pavement. 

Before making the conduit design it is necessary to plot the 
location of all car tracks and existing sub-surface obstructions, 
in order to determine the most suitable location for the new 
system. While it is known that the records of sub-surface con- 
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ditions are seldom accurate still a study of these records and the 
location of water gates, sewer manholes and other. surface in- 
dications will permit a fairly accurate map being prepared. 

Where there is any doubt regarding space being available for 
the conduit and manholes it is advisable to dig test holes, and 
if possible they should be dug at the points where it is proposed 
to locate manholes. 

The design of an underground distribution system is not a 
difficult matter if handled in a systematic manner and the result 
obtained from a thorough study of the conditions will fully 
warrant the engineering expense necessary to prepare accurate 
plans covering every detail of the work. 
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Discussion ON “UNDERGROUND DISTRIBUTION SysTEMS” (NEw- 
TON), CHICAGO, SEPTEMBER 20, 1916. 


T. E. Tynes: This most excellent paper, prepared by Mr. 
Newton, and so very ably presented by Mr. Gear, covers the 
question of underground distribution of energy ina very broad 
way. Mr. Newton has given a great deal of time and thought 
to this question of underground distribution, and while the paper 
applies particularly to the distribution of energy in cities and 
congested districts, such as we have here in Chicago and in other 
large cities, the principles involved are applicable to any under- 
ground system which we may have occasion to use in steel mills, 
such as the construction of conduits, the making of joints, the 
position of switches, etc. 

Alfred F. Hovey: A great deal of time might well be given 
to the discussion of this paper as regards the detailed construc- 
tion of the conduitsand cables. Thereis onestatement which in- 
volves a rather dangerous point; the author states: ‘‘Where 
triplex-conductor cables are used on three-phase circuits, they 
should be distinguished by different colors as this will prevent 
mistakes in making changes, as only conductors of like colors 
should be connected together.”” I have personally encountered 
a good deal of difficulty from just that kind of a specification. 
It is almost next to impossible to make joints that will be ser- 
viceable for a long term of years, such as good joints should, and 
at the same time secure the matching of colors. The time has 
come when we are using large conductors in sector form, and 
under those circumstances it is still more difficult to match these 
colors. Very often it requires one of the conductors to be 
drawn through and between the other two conductors in order 
to match the same color, and there is no safe way of identifying 
the conductor and be sure you are right, except by making a 
test one way or another, without possible damage to the insu- 
lation. Jointers find they cannot make as good a joint where 
they attempt to match the colors. The cable has to be manu- 
factured in a certain way, so that the lay is all one way, and the 
cable has to be pulled in, in a certain direction, and sometimes it 
is impossible to feed the cable into one of the manholes, but it has 
to be pulled by means of a series of blocks and tackles, but if the 
cable is not drawn in exactly right, it is extremely difficult to 
straighten out the lay of the conductors at the joint, so to match 
the conductors, although it sometimes happens; but then it is a 
matter of chance. That is one point which I think it might be 
_ well for engineers to avoid in making up specifications to secure 
a perfectly satisfactory operating system. 

Another point where the writer of the paper says: “Personally, 
the writer does not approve of using any paper-insulated cable 
on the distribution systems, except in cases where the emer- 
gency facilities are such that the failure of a feeder cannot cause a 
serious interruption to the service.” Several managers of works 
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with which I am concerned at the present time, are installing 
paper-insulated cables both for economy and for good operation. 
A paper-insulated cable requires slightly more careful installa- 
tion, but if properly handled, I believe in many cases that it 
will make as good insulation as either the rubber or varnished 
cloth insulation. It has been my experience that recently the 
majority of engineers specify paper cable. There is no particu- 
lar reason for bringing up that point, as nearly all cable manu- 
facturers are prepared to furnish either rubber or varnished 
cloth or paper insulation on their cables. 

Just a word of commendation to Mr. Newton, who has 
had considerable experience along.this line for years. We 
have known him, particularly in conduit work, and in cable 
work for years, and I believe that this paper will be of great 
assistance to engineers in laying out either a large or small 
system, because it gives the basis in foundation of fact for a 
specification that would provide a satisfactory operating system. 

Not having read this paper carefully enough to know whether 
any mention is made of a scheme used considerably nowadays, 
that is to run the trunk ducts underneath the service boxes, 
I would say that this is an important feature in designing space 
for trunk feeders and secondary mains by building a handhole 
over the top of the lower trunk conduits and taking in only the 
top ducts, using them for distributing mains and secondary 
feeders. That is a point on a small system that is particularly 
important, as it cuts down the original cost of the conduit 
system materially. In that way, the small conductors can be 
exposed through these handholes for taps and the handholes can 
be constructed at very small cost and at large insurance over 
the other scheme of opening all the ducts into all the manholes. 

There is one manhole that has cost, as I was informed last 
week, about $10,000 because the engineers originally did not 
make the manhole large enough. The manhole has been re- 
built eleven times, with the consequent cutting of cables and 
re-racking them around this constantly enlarged manhole. One 
of the operating engineers told me not long ago that his company 
was expending over $150,000 a year rebuilding manholes. That 
is a point that the engineer, in laying out an underground dis- 
tribution, might well keep in mind, because it is well known that 
the cheapest real estate is that which you enclose by a manhole 
wall under the street. By making a large, generous manhole, 
you have plenty of racking space for the cables on the sides, with 
sufficient room on the side-walls for proper racking and proper 
bending, and the original installation will take care of the oper- 
ation in the future much better than having to rebuild the man- 
hole at considerable extra cost. 

Bred; Egan: My experience with underground conduit work 
has been entirely in the steel plant, and I could not discuss Mr. 
Newton’s paper from the standpoint of city construction. We 
have installed approximately 125,000 feet of underground 
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conduits in our steel mill, and as far as the matter of trouble 
goes, I find that the underground system is more reliable and 
more dependable than the overhead system. 

Another point that Mr. Newton brought up regards the high 
cost of underground versus overhead. While that might apply 
in city construction, if compared to the type of construction to 
be used in a steel mill, the cost is in favor of the underground. 
When we distribute power at 6600 volts, or higher, for safety 
Teasons we would construct duplicate power lines and the cost 
of this would be higher using bare copper pole lines than it 
eee be with underground system and lead-covered cambric 
cable. 

That is the experience we met with in our construction. We 
have been operating on this system in some of our plants for 
from three to four years, and so far we have experienced no 
trouble from an electrical standpoint. We lost two cables ad- 
jacent to the power house, which ran parallel with the old 
buildings, and the trouble there arose from the discharge of 
steam traps; this heat entered the conduit system, raised the 
temperature and the additional electrical load caused a break- 
down. After we removed the steam trap discharge, we ex- 
perienced no more trouble. 

Another advantage of the underground system is the point 
of safety. We have there the point of totally enclosing the 
electrical distribution line, and the one point which would come 
up there, regarding safety, would be care in determining the 
proper line to work on in case of opening up of the cable. 

S. C. Coey: Mr. Newton has given us a very interesting 
description of the methods used in laying out an underground 
cable system for a city and has pointed out many of the valuable 
features of such an installation. While many of the fundamental 
principles are the same, when we apply these data to an industrial 
plant system and especially a steel plant installation in which 
most of our members are most interested, we have a special 
application which calls for special treatment. 

Installations in steel plants are more analogous to subway 
equipment than to any other type considered in the paper. The 
lability of having underground ducts filled with water is always 
present in those steel plants built on the banks of rivers having a 
large rise during flood periods. This applies to most of the 
plants in the Pittsburgh and Youngstown districts. Where 
plants are installed under these conditions it is usual to make the 
yard level only a few feet above the maximum high water. This 
is done from practical considerations as every increased foot that 
the plant is above normal water level means that many more 
foot pounds of energy expended in pumping the large amount of 
water necessary in the modern steel plant. This condition makes 
it necessary to lay out a duct system with the idea in mind that 
the cables are subject to the liability of being under water at 
some time. In plants of this description the use of underground 
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transmission even with varnished-cambric lead-covered cables is 
subject to possibilities of trouble that are serious and makes the 
advisability of installing it very questionable. ; 

In transmitting alternating current in lead-covered cables it 
is advisable to confine all three phases within one lead sheath. 
When single-conductor lead-covered wires are used for this work 
there is considerable loss and possibility of trouble from sheath 
currents. If the sheaths are bonded the J?R loss from the sheath 
currents amounts to about half the normal J?R loss in the copper 
conductors so that this method of operating is inherently in- 
efficient. As it is usually impractical to insulate all the cables 
from one another and impossible where flood conditions are to 
be met the three-conductor cables should be used. In this case 
we have all the heating effect confined within one sheath and 
cable ducts must be carefully watched to see that there are not 
points where they get excess heating from external points. 

I have also pointed out in a paper before the Association of 
Iron and Steel Electrical Engineers that where grouped ducts 
are used, the heating effect from a center duct to adjacent out- 
side ducts with only radiation to take care of heat dissipation 1s 
cumulative, as shown by the result of tests, and for this reason 
ducts should not be made more than two ducts wide. 

In underground ducts around steel mills as I have noted before 
it is often found that the ducts are heated from some external 
source. This is usually when the duct passes close to heating 
furnaces of some kind, which are impossible to get away from 
entirely in this class of work. This type of service calls for 
special study in each case. In some cases forced draught through 
the ducts have been used with good results. I have found for 
this work that varnished cambric insulation is the only type 
that can be relied upon as the heat affects rubber very rapidly. 

While an underground system is usually spoken of as the most 
permanent system, and is, in the ducts proper, I would raise a 
question when we consider the wire insulation, as air and porce- 
lain are more permanent than paper, rubber or varnished cam- 
bric and these are the materials depended upon in the two sys- 
tems respectively to maintain the insulation of the circuit. 

The principal advantage gained by the underground system 
is the freedom from liability of trouble from lightning, pole 
failure, and obstructions against wires. 

In steel plants the locomotive crane problem is the most 
‘serious in the last item. 

The advantages the overhead system has over the underground 
system are flexibility, initial cost, wire insulation and speed of 
location and repair of trouble. 

As I see it, both systems as used today have their drawbacks 
and for a steel plant installation I believe that the ideal system 
of transmission would be to have an open concrete duct with 
reinforced concrete roof, well ventilated, with insulated cables 
strung on porcelain insulators so arranged that an inspector 
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could walk through the duct. This could be entirely—under- 
ground where the high water mark allowed, or in some plants 
could be above ground and used for a line fence. This system 
of installation would give the advantages of both the present 
systems without any of the disadvantages. 

T. E. Tynes: We have quite an extensive duct system, 
originally installed about ten years ago. Our plant is built on 
land that was a swamp and there is a great deal of filled-in land. 
We have experienced some trouble due to the settling of the 
ducts. In locating a duct line, especially in steel plants, great 
care should be taken that this line is installed where it will not 
be interferred with by future construction, as it is a very diffi- 
cult matter, after a duct line is installed, to have to rip it up to 
make room for a new mill going in, or some other consider- 
ation arising, which is of sufficient importance to cause the 
ripping up of the duct system. 

The selection of a suitable foundation on which to build the 
duct line is very important, as I mentioned the trouble we have 
had due to the settling of the land. We have had some cable 
nearly cut off due to the settling of the ground. 

The type of duct, or material out of which the duct line is con- 
structed, is also important. In our plant we constructed every 
circuit of vitrified duct, and we had some difficulty with cracking 
joints which has allowed one thing and another from the ground 
to come in, and these substances have eaten off our lead coating 
right where the joints are. We have been troubled considerably 
by electrolysis, and upon taking out cable we have found pin- 
holes, hardly visible, and they would let water into the cable. 

Another important thing is making the splice. To make a 
good splice you should have the joint thoroughly filled with a 
compound, allowing no air bubbles to be formed, as in time the 
air bubbles will cause deterioration of the insulation and produce 
a breakdown. We do not know the reason for it, but we have 
opened up joints and found where the air bubbles destroy the 
insulation, and that increases until it gets to the lead sheath and 
then the cable breaks down. 

We use paper and lead-covered cables. We have had them in 
operation now on 2200 volts for ten years, and have had no 
trouble at all with this voltage. We have had trouble on our 
low-voltage cable due to electrolysis and improper making of 
the joints. 

All of our 2200-volt circuits are underground, also a great deal 
of our 440-volt circuits and 250-volt circuits. We are now 
taking the 250-volt circuits and the 440-volt circuits and putting 
them overhead. ; 

We feel that where an overhead line is properly constructed, 
good insulators, and line put up in a permanent way, that it is 
much better for transmitting low voltages than the underground 
system. There is less trouble, and what trouble we have can 
be seen and taken care of before it is too far advanced. In 
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the case of the 2200-volt circuits, the question of safety comes 
in, and we put those circuits underground for that reason. 

C. A. Menk: I do not think I have very much to add to the 
paper. It is very interesting. What are you going to do with 
your present installation? You have an old plant, and if you 
are going to.add to that, what will you adopt? The first 
question which comes up is: “You have gone along for years 
with your overhead construction. Is it going to pay to put it 
underground ?”’ 

Another thing; in designing a new plant I think it will be 
actually necessary to know what is going to be added in twenty 
years from now, if placed underground, because it is hard to 
tell what may develop and how soon it will develop. As Mr. 
Tynes said, to make extended changes would be very ex- 
pensive. Take a city like Chicago and other large cities. These 
cities are well established, and underground work can be put in 
that should be good for twenty-five years, probably fifty years, 
especially in the residence districts, but in the case of mill work 
it seems as if one would have to look ahead and make very ex- 
tensive provision for added improvements in the future. 

In installing an underground system on three-phase work, 
will it be advisable to put in the triple conductor, or single it 
out and put it in, in triangle form? 

In installing underground work, would you put in a conduit 
system large enough under the present day engineering, so that 
you could pull out the cables and put in larger ones, to avoid 
having to rebuild your manholes? One of the speakers said 
that in one case the manhole was rebuilt eighteen times. To me 
that looks like very poor engineering. 

T. E. Tynes: In reference to Mr. Menk’s question, whether 
to install triple conductors, or single conductors, all our under- 
ground cable is three-conductor, even the 2200 volt up to 500,000 
cir. mils, and as I said before, we have had no trouble from the 
insulation of the cable—it has all been joint trouble and elec- 
trolytic action on the lead sheath. 

S. C. Coey: I have had some experience with an installation 
on which single-conductor, lead-covered cables were used on 
three-phase work. On investigation it was found that where 
the lead covers of the cables came in contact, the sheath currents 
made pin-holes in the lead and when moisture was present paper 
insulation absorbed it like blotting paper. In my opinion it is’ 
a good thing to keep away from single-conductor alternating- 
current transmission. 

H. B. Gear: You referred to low tension, I suppose ? 

C. A. Menk: Yes, 440-volt circuit. 

H. B. Gear: I quite agree with the suggestion that the 
cables carrying large current should be multiple-conductor in 
form. A case came to my attention just recently, in an indus- 
trial plant—not a steel mill, but a condition which is very similar 
'—where there were thirty-two No. 00 cables that had to be 
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carried a distance of 800 to 1000 feet from the plant to the point 
where the power was used, and in order to keep down the in- 
ductive drop on these circuits they had made them small, but 
they were all overhead, and the drop was something like 33 volts 
on a 220-volt system in that distance. If these cables had been 
placed underground and made three-conductor, with a separa- 
tion of only perhaps an inch’ between centers, the inductive 
component of the drop would have been very much less and the 
system would have been far more satisfactory. As it was, they 
were unable to use any additional power at the other end of the 
line without stringing more copper, for which room was not 
available on the poles. 

In general, single-conductor cables are somewhat preferable 

for high-tension work where the lines are used: for distribution 
purposes, that is what Mr. Newton has called secondary feeders 
which are really primary distributing mains. 
_ Where joints must be made more frequently, for connecting 
in transformers, it is easier to do that work on single-conductor 
than three-conductor, from the fact that the opposite polarities 
can be separated. Frequently that work has to be done on 
either live, or very close to live wires. In general, the cost of 
three-conductor cables is sufficiently less than single conductors, 
to warrant their use, often at the expense, as is sometimes 
done in manholes or other places where taps are made, of fanning 
out into three singles. If the manhole lengths are long, say 
four hundred or five hundred feet, it is usually cheaper to make 
an extra wiped joint in the manhole, going through with singles, 
in order to save the cost of extra lead that would be put in the 
conductors in the long cable line. 

In regard to paper insulated cables, Mr. Newton’s statement 
is very well considered. He agrees they should be used 
and can be used where experienced men are handling them, 
but his statement is that they should not be used where inex- 
perienced men are handling them. Ina large system, such as that 
in Chicago, we use nothing but paper cable, even for laterals 
and secondaries. 

There is no difficulty whatever with high-tension cables in 
taking care of ends if they are provided with potheads, as Mr. 
Newton suggests. 

With regard to the facilities which are provided for in emer- 
gencies, the pot-head is so arranged that it is an easy matter to 
have one cable act as a reserve for a group of cables, doing the 
same class of service, and the developments in recent years are 
quite numerous as compared with what we used to have to get 
along with in the way of emergency facilities. 

In connection with the ventilation of transformer rooms, I 
notice that Mr. Newton suggests that any transformer room for 
200 kilowatts or more should be ventilated. Our experience is 
that is rather a high limit. We have had a number of cases of 
150 or 120 kilowatts, where in the summer time the ordinary air 
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temperatures, especially like we had last summer, were enough 
to make these transformer rooms run up to 130 to 140 deg. 
fahr., and the oil temperatures correspondingly high, so that the 
insulation was in danger. It takes rather a liberal ventilating 
system in the form of intakes and ventilating flues, etc., to take 
care of such an installation during warm weather conditions, > 
especially where the transformers carry load continuously on 
power installations. 

With regard to the size of conduits, I think-that especially 
where secondaries are to be run, and where a three-conductor 
cable is advisable, the conduit should be at least four inches in 
diameter. We have had considerable difficulty in Chicago, be- 
cause of the fact that many years ago we adopted a three and 
one-half inch conduit as our standard size conduit. When we 
get up to the point where we would use large three-conductor 
20,000-volt cables, we are limited to a diameter of three. and 
one-half inches in the ducts, and 250,000-cir. mil cable is the largest 
we can get intoit. That leaves about one-quarter inch clearance 
which is the least that is practicable, and lengths between man- 
holes are limited to 350 feet in order to allow the cable to be 
pulled in. 

In any case where large low-tension cables are to be used and 
where three conductors are desirable, I would advise that a 4-in. 
conduit would be advisable. 

B. G. Beck: We have been working with one of these under- 
ground systems for a long while. I think when we put in an 
underground system we should take into consideration the con- 
dition of the soil. We have one that the hotter it-gets the more 
it leaks, and the more it leaks the hotter it gets. A great deal 
of the heating depends on the depth of the installation. 

As pointed out, we should take into consideration the prox- 
imity of the furnace gas mains and hot water return mains, 
which may be installed, and another trouble we got into was 
in following the standard practise that ordinary city engineers 
used in putting in their duct system. They have really an 
intermittent service, a period during the day in which their 
heat goes into the duct systems, and during the night it can be 
cooled off before getting another big load in the morning, and 
adding more heat to it. With our system, it is a steady service, 
six days in the week, and we add-heat all the time, and that 
makes our service quite different from city service. 

As to using 16 or 20 ducts in a line, I do not believe I would 
do it, with the amount of power we have to use in these ducts. 

In regard to sectionalized ducts, it is difficult to run the ducts 
through the steel mill in any case. In most cases you have to 
run it between furnaces, and when you are running from one 
center of distribution you cannot sectionalize your ducts. 

We ought to take into account the effect of one cable trans- 
mitting trouble to another. I believe that has been taken care. 
of by these gentlemen in a very hice way. 
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I have been thinking of taking out the old duct system, and 

making a runway through the plant, with a reinforced cover 
over it, and ventilators about every twenty ft., with air ducts 
so arranged that we can utilize a fan in case of burnout. We 
had a serious burnout some time ago when the cables were up 
to 120 deg. cent., even those cables which were not carrying 
current. 
: With all the troubles to which the underground cable system 
is incident, there is one thing we must take into account. We 
have been transmitting about 15,000 kilowatts, 2200 volts, 
underground, and we have not had any loss of life. The pre- 
vention of such loss of life was the primary object in installing 
an underground system, and we also have not had any moto? 
losses on account of storms or lightning. On some overhead 
systems with which I have been connected, and on one system 
in particular, we had a bad lightning storm and lost fifteen 
motors at one time. That kept us busy for some time. A 
couple of those motors were big ones on whichthe plant depended. 
We have not had any trouble of that kind, but have had trouble 
with cables. Some of them have been minor troubles, and only 
one very serious trouble, and the trouble I refer to now was in 
the case of a cable which started to go bad, and affected the 
adjacent cable, and that affected the rest of them, and we had 
our whole duct system hot. 

Regarding the running of these wires underground. As was 
pointed out, when you support the individual cables on porce- 
lain insulators, the question of induction comes in, and it is a 
question whether with large current carrying capacity we would 
not run into a lot of trouble with this induction effect, it might 
be better to install the lead covered cables in a duct system where 
you could go into it and ventilate it and get your gases out, in 
case they did blow up. 

Barney W. Gilson: I would like very much to hear something 
from Mr. Gear in regard to the limitations as to size of three- 
conductor cables. It has been my experience that three-con- 
ductor cables larger than 500,000-cm. are very difficult to handle 
and install, however, we now have two 500,000-cm., 3-phase 
cables in operation, and have some 700,000-c.m., 3-phase cables 
on order. These last will be laid in floor duct, and not pulled 
through conduit, as were the 500,000-cm. cables. 

Ludwig Hommel: Mr. Coey’s plan of a tunnel on the 
ground instead of under the ground, looks very good, where it 
is possible to put up such a structure. In fact, I had wondered 
whether a conduit system with ducts laid on the ground in a 
few inches of concrete with handholes where necessary might 
not be feasible in mills having ground water near the surface. 

Where a tunnel is used, the cables should be covered for their 
entire length, just as is done now for the exposed part of the 
cables in the manholes. It would be interesting to have Mr. 
Hovey tell us what is the latest practise, what material is now 
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used for that purpose. If porcelain insulators are used for 
supporting ‘the cables, the lead sheaths should be grounded 
to avoid any possible danger to the men handling or touching 
the lead sheaths. 

The planning of the manhole layout is important to avoid 
unnecessary crossing over each other of cables in the manholes. 
If a diagram is made of each manhole before the cables are 
drawn in, showing how the cables will run across ultimately when 
the duct system is filled, it should result in much better work 
and avoid trouble in the manholes. 

The trouble with cables, if there is any, generally occurs in the 
manholes where the cable has to be bent—the bending of a 
cable is an operation that requires skill and experience. If a 
burnout occurs, it is most likely there to involve other cables. 

I believe. that junction boxes were mentioned in the paper. 
It is my experience that they are a source of trouble, while 
joints are practically as safe as the cable itself. 

I agree with Mr Hovey on the paper insulated cable. I 
believe that it is fully as reliable as rubber cable and the joints 
are at least as easily made, and perhaps more easily and safely 
than on rubber cables. 

George T. Street: There is one point which has been brought 
out in regard to manholes: the tendency in the past has been to 
make the manhole too small. But there is another point which 
has not been mentioned, and I think it is important: the tendency 
to make too few manholes. Each additional manhole means 
additional jointing, but it means much less liability of mechanical 
damage to the cable in installing it on account of reduction in 
tension while drawing in, and I think that is one point which 
should be carefully considered in laying out any conduit system. 

Fred H. Woodhull: There is one thing that will have to be 
guarded against pretty carefully in using the tunnel system. 
The tendency, where the cables are carried on concrete carriers, 
where they carry heavy currents, is to have them clamped in 
some way. They must be held, due to the magnetic effect. I 
call to mind an experience I had some years ago in connection 
with central station work in New York City, where a short 
circuit occurred back of the switchboard, causing some large 
lead covered cables to jump off of the cable racks. It is a thing 
which will have to be guarded against. 

A. F. Hovey: In one of the oldest and best known methods 
for fireproofing cables in manholes against the explosion of ad- 
jacent cables, common rope and concrete are employed. The 
former is wound spirally around the cable with about 1 in. separa- 
tion between the turns, and the cable and rope are then plastered 
with a one to one mixture of sand and cement. The rope pro- 
vides a rough surface to which the concrete clings readily and 
gives a slightly flexible back-ground, which aids somewhat in 
preventing cracking of the fireproofing under a chance blow. 

The workmen’s hands have proved to be better than any tool 
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for applying the cement for this type of covering. As far as the 
fireproofing qualities alone are concerned, this covering is satis- 
factory, but its removal presents a formidable task. Efforts to 
reduce this difficulty have been made by placing the ‘turns of 
rope closer together and, except for the fact that rope is now 
rather expensive, this method of protecting cable is fairly 
satisfactory. 

Another method of fireproofing is that in which asbestos mill- 
board, cut into 3-in. strips, is wound around the cable and held 
in place by a fire proof paste, silicate of soda. This covering 
proved satisfactory as long as the manholes remained dry, but 
if water ran in and covered the cables, the silicate was dissolved 
and the asbestos loosened, dropping from the cable. - Recently, 
on account of the difficulty in obtaining deliveries of asbestos 
millboard, asbestos listing, a woven material with a selvage has 
been substituted. This material can be purchased in the form 
of 3-in. tape and wound spirally around the cable, and the sili- 
cate of soda covering is used to hold it in place. 

When material as expensive as asbestos is used for fireproofing 
cables, some provision should be made for salvaging the covering 
when it is removed from the cable. A simple and inexpensive 
way of doing this is first to wrap the lead sheath of the cable with 
strips of cheesecloth dipped in paraffine. One layer of cheese- 
cloth is sufficient. Then when repairs are necessary, the as- 
bestos can be separated easily from the paraffined cloth and 
taken off in long strips. If these strips of asbestos are carefully 
rolled backward during removal, they can be preserved and 
reapplied. 

In what is perhaps the most recent method of fireproofing 
underground cables, a layer of paraffined cheesecloth is wound 
around the sheath and over this metal lath, covered with cement 
and cut into strips, is spirally wound. The cloth is applied as 
described above, simply to aid in removing the covering. The 
metal lath used is a wire mesh covered with brick-clay put on 
under pressure and baked, the resultant product being a web of 
small briquettes which can be applied the same as any wire or 
expanded metal lath. This makes an excellent foundation for 
the cement mortar, as it is porous and flexible. The cement can 
be applied with a trowel or by hand, forming the covering into 
a homogeneous mass. While this type of covering is somewhat 
more difficult to install than the asbestos covering, it is consider- 
ably less expensive, as calculated from the prevailing prices of 
material. It can easily be removed by breaking the cement 
covering with a hammer and cutting the metal lath with tinner’s 
snips. 

Whatever covering is applied should be considered good in- 
surance against both mechanical and electrical trouble. The 
added application of paraffined cheesecloth under any of these 
types of covering insures the lead sheath against damage at the 
time the covering is removed for changes in the manhole cables. 
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I would add one more point in regard to the fireproofing. In 
constructing the manholes, the scheme of putting in slate slabs 
to carry the cable and the joint through the manholes, particu- 
larly in the oblong or egg-shaped type, seems to be a particularly 
desirable addition to the conduit system itself. It gives a good 
support, whether the cables are wrapped or not, from one mouth 
of the duct to the other side. It saves putting in a lot of hangers, 
and can be installed by putting in T-irons along the wall and 
the stone or slate slab can be in three pieces,-one long piece 
under the joint, and a section on each side of the joint, and 
furnishes a good protection from one. cable to the other. 

T. E. Tynes: One speaker brought up the question of the 
number of manholes to install for the duct line. Be sure to get 
enough. In our new lines we do not bring out all cables in the 
same manholes, but only bring out one-half to alternate man- 
holes. If we lose one set of cables in a manhole, we are.only 
incapacitated to half the capacity of our cables. 

We have also used the method of wrapping asbestos tape 
around them to protect them in case of a ground, and that is 
effective except where there is gas in the manhole. We have 
had several bad fires due to leaky gas mains near the conduit 
line, and the system would fill up with gas, and that gas would 
destroy anything put in. 

If a partial ground occurs on one of the cables, the asbestos 
covering in the case of dry manholes is sufficient protection, but 
this will not work where there is dampness. 

H. B. Gear: In regard to the subject of cable protection, we 
_ have used the rope and cement wrapping in Chicago for several 
years now, and I think we have avoided the trouble Mr. Hovey 
spoke of, (of having the cement stick too tightly to the lead 
sheaths) by using rather more rope than he described, that 
is, wrapping the rope so that the spirals almost touch each 
other. There has been little difficulty in breaking off the 
rope and cement when it was desirable to get at the cable to do 
work on it. 

There was one point raised about the maximum number of 
ducts referred to—twenty ducts. I might explain, further, that 
when anything over perhaps nine ducts or ten ducts is put-into 
one line, it is the practise in Chicago to separate the conduit: 
system into two halves by putting three inches of concrete be- 
tween the two ducts on one side and the two ducts on the other 
side, never putting more than four ducts in any horizontal row, 
and no duct is more than one duct away from the outside earth, 
from radiation. This additional barrier of concrete between the 
two halves of the system is then carried into divided manholes 
where the number of cables is sufficient to fill the duct system, 
and not more than eight or ten cables in that way go into any 
one manhole. The manholes are built in a staggered form, one- 


half of the conduit system going into one and the other half 
into the other. 
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In the vicinity of power houses, where large numbers of cables 
must be brought out, this problem was solved in our most 
recent installation by the use of 24-duct runs. These 24-duct 
runs came out of three or four different busses, and fanned out 
into 4-duct lines, going to a series of manholes which led out 
from three different conduit systems. Three conduit systems 
went in different ways to the station, and by doubling the man- 
holes on each of the conduit systems, and fanning out a group 
of 4 from each of the 24 into the manhole, all of the cross-overs 
were taken care of underground and a system was devised by 
which a cable could be brought into any conduit system or by 
which we have no cross-over in any manhole. 

With regard to the maximum size of conductor which might 
be put into a 3-conductor cable, I do not know that I can answer 
the question specifically. I have known of-cables as large as 
600,000-cir. mils being used. The real limit, I think, as I stated 
before, is in the size of the conduit which is used. With a 
4-inch conduit system, I think there will be no difficulty in 
using three 600,000-cir. mils or possibly three 750,000-cir. mils 
conductors in one three-conductor cable. 

In reference to using a tunnel large enough for men to walk 
through, I would be inclined to think it would be preferable, 
even if such tunnels were used for low-tension cables, to use 
3-conductor cables carried on a rack rather than to use single 
cables carried on separate racks which would necessarily have to 
be three or four inches apart. The inductive effect as well as 
the safety of installation, would ee bettered by the use of three- 
conductor cables. 
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STEEL CONDUCTORS FOR TRANSMISSION LINES 


BY .H. B. DWIGHT 


ABSTRACT OF PAPER 


The electrical tests of some steel conductors of moderately 
large size have been published, and they indicate that there 
is an opening for the profitable use of steel cables on the branch 
lines of power systems of all voltages, in the same way that 
small steel conductors have already been used on branch lines 
at low voltages. Mechanical weakness or corona loss prohibits 
the use of small copper or aluminum conductors in many cases, 
and so steel becomes preferable. : 

Steel cables will not generally be economical on main trans- 
mission lines, except for long spans, and for high altitudes where 
corona is excessive. They may be advisable as bare conductors 
for direct-current railway feeders. They deteriorate more rapidly 
than copper conductors. 

Steel cables for alternating current should be finely stranded 
and the different groups of wires should be spiraled in opposite 
directions. Fortunately, medium-priced grades of steel give 
better results with alternating current than some more expensive 
grades. The characteristic increase of resistance and reactance 
with increase of current or frequency may be valuable for limit- 
ing lightning and switching surges and short-circuit currents, 

As there are large differences in electrical characteristics 
between different grades of steel, it is desirable that tests of 
medium priced steel cables manufactured in America be made 
and published, so that the data can be used in the designing 
of transmission lines. 


HE RESULTS of a number of tests of the electrical prop- 
erties of steel wires and cables when used as conductors 
of alternating current, have been published. Although these 
tests are incomplete, especially as regards the use of steel con- 
ductors in America, they show some attractive possibilities, 
from both commercial and engineering points of view, for the 
use of steel instead of copper in certain classes of work. 
' Attention is here called to the peculiar properties, the ad- 
vantages and disadvantages, of steel conductors, in order to 
point out the advisability of making complete tests of American 
grades of steel, so that electric power companies may make use 
of this material for the cases where it proves economical and 
1237 
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advisable for transmission-line work. Already, small sizes of 
steel conductors have been used with success in America, and 
this practise may be extended by a knowledge of the character- 
istics of large steel cables. 

As is well known, the resistance of an iron or steel conductor 
is considerably greater for alternating current than for direct 
current. This is partly due to the skin effect, that is, the crowd- 
ing of the alternating current to the outside parts of the con- 
ductor by the alternating magnetic flux in the conductor, and 
partly to hysteresis, or iron loss, caused by the alternating mag- 
netic flux in the steel. In the case of copper or aluminum trans- 
mission-line conductors of usual size, the skin effect increases 
the effective resistance only one or two per cent and so is practi- 
cally negligible. But in the case of iron or steel conductors, 
the flux has a magnetic path, and so attains a value from 20 to 
several hundred times as great as in a non-magnetic conductor. 
The result is that the skin effect is very pronounced and the 
effective resistance is increased by a large amount, in some cases 
by 100 or 200 per cent or more. However, the conclusion should 
not be assumed that steel cables are unsuitable for alternating 
currents. The tests so far published go to show that it is as 
necessary for an iron a-c. conductor to have fine strands as 
for an iron core to have thin laminations. The tests also indicate 
that if the strands are moderately fine and are properly put 
together, the increase of resistance at 25 or 60 cycles may be 
kept down to a reasonably small percentage. This is shown in 
Figs. 1 to 6. 

The curves shown with this paper have been derived from 
test curves published in the Elektrotechnische Zeitschrift of 
January 28, 1915. They referfor the most part toa grade of steel 
or iron, called H-oo, which is a medium grade recommended in the 
above article for alternating-current work. That its cost is 
reasonably low is indicated by the fact that two other grades 
of steel were tested, each stated to be purer and more expensive, 
and also to have greater skin effect, than the grade H-oo. 
Although the purer material has higher conductivity for direct 
current, it has also greater permeability to magnetism, which 
is a disadvantage. Thus the cheaper grade was found to be 
more suitable for a-c. work. The same conclusion was also 
stated in a recent bulletin, No. 252 of the Bureau of Standards, 
Washington, D. C., by J. M. Miller, who found that of the wires 
tested, the grade with the highest resistance to direct current 
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had the lowest resistance to alternating current, and was also 
the least expensive. The tests on American steel wire described 
in the above bulletin show somewhat less skin effect than that 
of grade H-oo steel wires. 

The tests on grade H-oo steel were originally expressed in 
centimeter units and were made at 50 cycles. The curves have 
been rearranged for English units and for 60 and 25 cycles, and 
put on a base of amperes per cable, so as to apply to American 
transmission-line conditions. The Bureau of Standards’ tests 
described in Bulletin No. 252 show that at commercial frequen- 
cies the increase of resistance is approximately proportional to 
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the frequency, and this property was made use of in making 
the above transformations, 

The curves of internal reactance of steel cables published 
in the article referred to above, are shown in Fig. 7. These 
curves do not refer to grade H-oo steel, but to a grade of higher 
permeability. This grade, as shown by resistance curves in 
the original article, has more increase of resistance than grade 
H-oo, for the same size and stranding of cable. Presumably, 
therefore, grade H-oo would have somewhat lower values of 
reactance than those of Fig. 7. The tests show that the resis- 
tance curve and the reactance curve of a given cable reach 
their maxima at about the same value of current. It is of inter- 
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est to note that increasing the number of wires in a cable de- 
creases the reactance, while increasing the size of the wires 
increases the reactance, according to the examples in Fig 7. 

The d-c. resistance of each cable is given in Fig. 7, and the 
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maximum a-c. resistance will be about twice as great, accord- 
ing to Figs. 1 to6. From the results shown in Fig. 7, the internal 
reactance at 60 cycles and at any current may be taken as being 
about 75 per cent of the a-c. resistance at the same current, 
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in the absence of more complete data. The external reactance 
should be taken from regular transmission-line tables and added 
to the internal reactance to vive the total reactance. The 
above is the method by which the examples at the end of this 
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paper have been worked. It igs merely approximate, and the 

caution should be given that for practical designing, test curves 

of the resistance and reactance of the actual type of cable to 


be used should be employed. 
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Another point brought out by the tests in the Elektrotech- 
nische Zeitschrift is that a large part of the magnetization is 
caused by the spiraling of the wires in a cable, and if the spiral- 
ing of the different groups of wires is properly reversed, the 
increase in effective resistance can be reduced as much as one- 
half. Actual examples of this are shown in Fig. 8. Thus if the 
spiraling of one layer of wires is clockwise, the spiraling of the 
next layer should be counter-clockwise. Also, in.a cable made 
up of several strands, the spiraling of the wires in each strand 
should be opposite to the spiraling of the strands in the cable. 
In Figs. 1 to 6, the cables are assumed to have the spiraling 
reversed as much as possible. Since spiraling produces so strong 
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an effect, the pitch of the spiral should be as long as possible 
without endangering the strength of the cable. 

The curves accompanying this paper show that iron and steel 
conductors have the peculiar property that the effective resistance 
and reactance increase to a maximum as the current is increased, 
and then decrease. This is due evidently to the iron becoming 
saturated so that the flux and the iron loss do not increase as 
before in proportion to the current. In most cases, especially 
with the larger cables, the decrease is very slow and the resistance 
maintains approximately its maximum value for most large values 
of current. This property should prove useful in transmission-line 
work, for the conductor will have a low impedance to the normal 
load current, but will have about twice as much impedance to 


1916] DWIGHT: STEEL CONDUCTORS 1243 


the current flowing in case of a short circuit. The impedance will 
also be large to high-frequency surges caused by switching or 
lightning. It may prove more economical in certain cases to 
protect a line against short circuits and surges by using steel 
conductors than by installing current-limiting reactors or by 
increasing the reactance of the transformers. 

This property may also be of use in the case of feeders of 
direct-current interurban railways. If the feeder be a steel 
cable it will have low resistance to direct current, but high im- 
pedance to alternating currents. It will therefore tend to damp 
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out the suddenness of short circuits, and lightning surges, which 
cause synchronous converters and generators to flash over. That 
there is need of taking precautions against flash-overs in this 
way is shown by the fact that it has already become the practise 
to make the nearest connection between a feeder and the trolley 
wire several thousand feet from a synchronous converter or 
generator so that the latter will be protected by the resistance 
of a long stretch of feeder in case of surges or short circuits.* 


So Se ee ———————————————— 
-*The Relation of Trolley-Feeder Taps to Machine Flash-Overs, by 
Chas. H. Smith, The Electric Journal, January, 1915. 
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If the feeder be made of steel, and especially if the stranding 
be coarse, the required protection will be still more complete. 
Steel conductors would probably be economical only where it 
is allowable to use bare cables, for the large size of steel cables 
compared with copper ones would greatly increase the cost of 
the insulating covering. 

The higher conductivity of steel for direct current than for 
alternating current makes the use of bare steel cables for d-c. 
feeders more economical than for a-c. lines. A steel cable has 
about eight times as much resistance to direct current as a copper 
cable of the same size, and therefore seven times as much resis- 


| Le. sl Soe ae T 
Ue I.-7x7=49 wires, each 2mm. diam., 
ie | spiraling not reversed. 
IL.-7x7=49 wires, each 2mm. diam., 
140 spiraling reversed. 
IIL-7x7=49 wires, each 1 mm. diam., 
+ spiraling not reversed. 
IV.-7x7=49 wires, each 1mm. diam., 
120 spiraling reversed. 
50 Cycles, Grade H-00 Steel 
8 j— 
z rile I 
= 
100 + 1 
w 
e 
= 
WwW 
g 80 i | 
& 
S 
Zia~ 
= 
5 60 
&, II 
w 
a 
40 
20 i 
IV 
0 
0 40 80 240 280 


120 160 200 
AMPERES PER CABLE 


Fic. 8—EFFECT OF SPIRALING 


tance as a copper cable of the same weight, since copper is more 
dense than steel. But galvanized steel cables usually cost less 
than 1/7 as much as copper cables per pound, and so should be 
more economical, other things being equal. 

Steel cables have frequently been used on transmission lines 
for long spans up to 3000 feet or more. In some cases the steel 
cable has been the support for a copper conductor, but in many 
cases the steel cable itself has carried the electric current. Such 
applications are of such a short length compared with the entire 
transmission line that they have been chosen, not because of a 
comparison of the cost and conductivity of steel and copper, but 
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because copper or aluminum would be too weak for such long 
spans, and a much stronger material, like steel, was absolutely 
necessary in order that the transmission line should be mechan- 
ically safe. 

Another application of steel conductors which has already met 
with success is for small size conductors, as mentioned in the 
second paragraph. Here again it has not been the relative conduc- 
tivity, but the greater tensile strength, which has induced the 
choice of steel rather than coppér. It is not the practise to use 
a smaller copper wire than No. 6 (0.162 in. or 4 mm. diameter) 
for overhead lines, because any smaller copper wire would be 
mechanically too weak. But it is often profitable to supply a 
small load at a distance of several miles, which would require 
only a fraction of the conductivity of a No. 6 copper wire, and 
in such cases a No. 8 or larger steel conductor has been found 
to have sufficient conductivity and mechanical strength, and 
to cost much less than No. 6 copper. 

According to a description recently published,* a large 60- 
cycle power system in the State of Washington makes use of a 
considerable quantity of No. 8 iron wire for short tap-offs and 
lightly loaded branch lines on 6600-volt circuits, without serious 
trouble resulting from voltage drop. _ This iron wire is of course 
far cheaper than No. 6 copper. One line built by the above 
company is an example showing that it may be profitable to 
supply a surprisingly small load at a distance of several miles. 
This line is 10 miles long and was originally built with No. 8 
copper clad steel to supply a 50 h.p motor load at 6600 volts. 
The line afterward carried 110 h.p. for some time and was later 
changed to No. 6 copper in order to have a capacity for a still 
greater load. 

An example from Minnesota shows the use of a somewhat 
larger steel conductor. This line operates at 40,000 volts, 60 
cycles, and is 20 miles long. No. 4 galvanized steel cable, made 
of 3 wires, is used. The load is about 300 kv-a. 

The above examples show that a power company can build 
up new loads by sending out to considerable distances numerous 
inexpensive lines, using small steel conductors. The cheapness of 
the lines and of the outdoor transformers makes a very small load 
profitable, and the chances of obtaining larger loads are increased 
by building lines into new territory. Most of the small steel 


- *The Electrical World, p. 469, Aug. 28, 1915. See also similar exam- 
ples described in the Electrical World, p. 820, April 8, 1916. 
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conductor lines appear to use solid wire of the kind which has 
been developed and sold for telegraph and telephone work, 
but a stranded cable would seem, according to the tests referred 
to in this paper, to be more suitable for a-c. transmission of power. 

A line with small conductors, where steel is cheaper to employ 
than the minimum size of copper, is described in Example I. 
Here, a seven-mile steel line can be designed for 75 kv-a., but the 
smallest copper line that can be designed would.be rated at 
750 kv-a. Thus, while the poles and insulators will be the same 
in both cases, the steel conductors will cost only $220 against a 
cost of $2600 for copper. It is this large difference in cost which 
has been the main reason for using steel conductors on the branch 
lines of the power systems previously mentioned. This difference 
in cost of course is greatest when the price of copper is highest. 

Besides being cheaper than the copper cable for small branch 
lines, the steel cable has the advantage of-being mechanically 
stronger and less liable to be burned through by arcs. The steel 
line has therefore greater reliability at times of wind and sleet 
storms and at times of electrical breakdown or trouble. Steel 
cables are subject to the disadvantage that their useful life is 
shorter than that of copper cables, especially near the sea-coast, 
where galvanized steel is more quickly oxidized. 

Example I shows also the advantage of using fine stranding. 
The seven-wire steel cable gives 9.6 per cent drop, while a solid 
steel wire of the same cross section has 12.5 per cent drop at the 
given load, according to the tests of grade H-oo steel. 

Examples II and III show comparisons at 60 and 25 cycles 
between steel and copper conductors in regular transmission line 
work where the conditions are equal for competition between the 
two materials. The price of copper cable per pound may be 
assumed as being 10 times that of galvanized steel cable. This 
ratio is a usual one, being approximately true for times of low 
prices of metals as well as times of high prices. The lack of 
data on the reactance of a steel transmission line makes com- 
parisons somewhat uncertain, but from the available data it 
seems probable that, considering the line complete with towers 
and insulators, it will cost for 60 cycles quite as much to use 
steel conductors as copper, for heavy transmission-line work, 
where the extra weight of steel cables is troublesome. For 25 
cycles there may be a saving by using steel. However, there 
are many cases where the extra strength and size of steel cables 
are advantageous, and so at present the chief attention should 
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be given to the classes of work where steel can show other 
advantages than merely low cost on a basis of carrying capacity 
for alternating-current power. 

A transmission voltage of 100,000 or more is now fairly com- 
mon. It is also a matter of observation that the cost of high- 
tension substations of the above voltage is decreasing, especially 
where outdoor substations are used. It is not possible to use a 
small copper or aluminum conductor on a 100,000-volt line on 
account of corona loss, as is indicated by the corona limits of 
voltage given in examples II and III.* Therefore the phe- 
nomenon of corona puts a limitation on the smallest allowable 
conductor of a 100,000-volt branch line, in exactly the same way 
that mechanical strength fixes the minimum Size of wire for a 
low-voltage line, as previously described. Therefore, steel con- 
ductors have an opening for use on branch lines supplying a 
few thousand ky-a. on net works of 100,000 volts and higher. 
This is especially true in mountainous districts, where corona 
limits of voltage are lower, and where the other advantages of 
steel lines, namely mechanical strength and ability to resist 
burning by high-tension arcs, are especially valuable. In rugged 
country, also, the long spans permissible with steel cables may 
often save detours, and shorten the distance of transmission. 
There is also the probability, previously mentioned, that where 
steel conductors are employed, lightning and switching surges 
will be damped out more than where copper conductors are used. 

In conclusion, it has been shown that large steel cables, if 
properly manufactured, can be used for carrying alternating 
currents. It appears that the chief opportunity for the use of 
steel conductors is on branch lines, where the size of copper 
required merely for the electrical load would be too small to 
use. However, in all cases, steel conductors will be nearly as 
cheap as copper ones, if not more so, and the use of steel will 
always increase the reliability of the transmission system. 
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DiIscussIoN ON “STEEL ConpUCTORS FOR TRANSMISSION LINES”’ 
(Dwicut) Cuicaco, SEPTEMBER 20, 1916. 


_Robt. E. Doane: Mr. Dwight has presented to usa compara- 
tively new subject which has been little discussed by the en- 
gineering world in the past and which is of interest because of the 
possibility developed in certain directions. We would point out, 
however, as Mr. Dwight himself states, that the application is 
limited to certain special cases. 

There are four general classes of service in which steel wire 
might be used to advantage. 

1. Trolley wire. 

2. Very lightly loaded high-voltage lines, which are not long. 

3. Very high-voltage power transmission lines where the 
question of corona loss becomes of great importance. 

4. Long spans. 

In the first case the use of steel trolley wire has been quite 
extensively adopted in certain directions with somewhat variable 
conclusions as to its relative cost and general efficiency. In this 
field, the use of steel is restricted to certain sections of our large 
cities where the traffic is very dense and where the large portion 
of the current must of necessity be carried on auxiliary feeder 
lines, with very frequent taps to the steel trolley wire. In such 
special cases the resistance drop and consequent power loss in the 
steel as compared with copper is comparatively negligible, be- 
cause the current has to flow along the steel but for a short dis- 
tance only. Due to the greater hardness of steel, and its original 
first cost, together with its supposed longer life under operating 
conditions, it has had preference in certain cases. However, the 
very serious questions of corrosion and scrap value of the worn- 
out wire have to be taken into consideration and these are very 
important items which will be mentioned later. 

There is another field of steel trolley wire where, as in such 
installations as on New York, New Haven & Hartford Railroad, 
it is necessary to have an exceedingly flat and smooth trolley 
wire for high speed work, in which cases the wire is sometimes 
suspended directly under a copper wire, purely for mechanical 
and not electrical reasons. In both of the above cases hard 
bronze wire is also used to advantage. 

The second class of service, for which steel is applicable, 
is in the case of moderately high-voltage lines where very light 
loads are carried over distances that are not great. In such 
cases the smallest copper wire that would be used for mechanical 
reasons is, as Mr. Dwight mentions No. 6 B. & S., although in a 
great many cases No. 8 B. & S. has been employed for such 
service. This of course depends upon the climatic conditions, 
danger from high wind velocity, sleet and snow and distance 
between towers or poles, amount of allowable sag, and other 
considerations. There are undoubtedly cases where the smallest 
copper wire that could be’used from the mechanical standpoint 
would be much heavier than would be necessary to meet the 
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required electrical conditions of reactance drop and carrying 
capacity. In such cases the use of steel will be found to be 
economical, but here again the steel field is limited. 

The third class of service, that of very high-voltage lines, 
where the question of corona loss becomes important is a field 
which has not yet been extensively covered in engineering 
discussion due to the fact that there are few such lines. There 
are probably not more than half-a-dozen such lines in the 
United States. Here again the field of application must neces- 
sarily be limited. ; 

The fourth class of usefulness, that of long span work has been 
more extensively discussed. There are some notable examples 
of long steel spans, and some combination steel and copper 
cables such as the long span in use by the Mississippi River 
Power Company of Keokuk, Iowa, a discussion of which was 
printed in the ProcrEpIncs of the A. I. E. E. for October, 1914. 
It is well to point out that there are very few long spans which 
can not be made with a reasonable factor of safety using copper 
wire, provided that there is a possibility of allowing sufficient 
sag in order to somewhat reduce the tensile strain on the wire. 
The very slight increase in the percentage sag and consequent 
increase of the height of towers, which may be necessary in some 
cases, would make it mandatory for the engineer to decide on 
copper rather than steel. Of course in cases where additional 
expense in height of towers is made necessary the increase in the 
cost of steel towers may more than offset the advantage to be 
obtained from the use of copper in the span. 

In making general calculations covering any particular in- 
stallation, it would be logical to first assume that copper would 
be the natural metal to use and steel the unnatural, due to the 
fact that the vast majority of all transmission lines, trolley lines 
and long spans have in the past been constructed with copper 
and generally for good reasons. The percentage use of steel as 
compared with the copper is very slight indeed. 


ScRAP VALUE AND CORROSION 


There are two general conditions which make the use of copper 
generally mandatory, the principal one of which is the ultimate 
scrap value of the material used. By throwing out the con- 
sideration of fluctuations in the cost of metals, which is proper 
in a theoretical discussion, it may be assumed that the scrap 
value of copper is in the neighborhood of 85-90 per cent of the 
original purchase price. The scrap value of steel would probably 
be so low as to hardly warrant consideration, particularly if the 
line in question were a long distance high-voltage line extending 
across wooded or mountainous districts where the cost of salvage 
would be exceedingly high. The whole question as to the use of 
copper 1s an economic question, except for certain very special 
and rare cases. Lines are constantly being changed and altered 
and the scrap value is of great importance. It is of extreme 
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importance in the case of trolley wire, which is frequently re- 
placed and even if the copper trolley wire should be reduced 50 
per cent in cross section, the scrap value may still be 40 per cent 
or more of the original cost. 

The question of corrosion and life of the material is intimately 
connected with the scrap value. This is largely a question of 
climate, although the relative corrosion of copper and steel is 
probably about the same in most climates. It is unquestionably 
true that steel corrodes more rapidly than copper and its life is 
correspondingly shortened. In long distance transmission lines, 
one of the primary considerations is continuity of service, and if 
steel wire were used, subject to fairly rapid corrosion, it would 
necessarily be thrown out of consideration due to possibility of 
breaks occurring at unexpected times, perhaps many miles away 
from the nearest town, all of which would be exceedingly ex- 
pensive and require a shutdown of many hours or even days 
before the trouble could be repaired. If copper lines are properly 
strung and not overstrained, this danger would be appreciably 
less. 

Bear in mind that there are certain sections in the country 
where even the life of copper wire is comparatively limited and 
at best, lines have to be restrung quite frequently. In certain 
locations on the Pacific Coast the life of copper transmission 
line is but a very few years and in central Pennsylvania in certain 
localities, in the coke regions, copper is also attacked very rapidly 
by corrosion. Steel would probably go much faster than copper 
in such localities, and since the scrap value of copper is so enor- 
mously greater than the scrap value of steel, copper would almost 
of necessity be used under such conditions. 

Mr. Dwight has mentioned the use of copper-clad steel wire 
which is being adopted in increasingly larger fields very rapidly. 
It combines the higher tensile strength of the steel, and offers 
30 per cent or 40 per cent conductivity of copper as against 
approximately 14 per cent conductivity which the steel possesses. 
Its use has been very extensive indeed in the small size conduc- 
tors and it has given a very satisfactory account of itself. 

In discussing the commercial aspect of the case we note that 
Mr. Dwight has stated that the price of copper per lb. may be 
assumed as being ten times that of galvanized steel cable. If 
the present relative cost of copper and steel is a criterion, this 
ratio is hardly a fair comparison, for copper is in the neighbor- 
hood of 30c per lb. and we believe that base size E. B. B. galvan- 
ized steel wire is over 6.0c. per lb., so that roughly, copper would 
cost about five times that of steel rather than ten times. Un- 
doubtedly some of the steel men present can comment on these 
figures. 

Mr. Dwight has very naturally and properly chosen examples 
in which cases the use of steel would be more advisable and has 
very clearly shown in certain cases that it is worthy of careful 
consideration. It would, however, be unwise to consider that its 
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use is of general application and in working out specific problems 
we must in all cases put both metals on an equal footing, standing 
strictly on their relative merits, commercial costs, and conse- 
quent applicability. In other words the question is purely an 
economic one, and in the vast majority of cases, copper will 
undoubtedly be found the least expensive, all things considered. 

Mr. Dwight has made an excellent presentation of this sub- 
ject and it is worthy of very careful thought. 

T. H. Worcester: Mr. Dwight’s paper gives valuable addi- 
tional data on the subject of iron and steel electrical conductors 
and will be of considerable assistance to engineers in designing 
circuits in which such conductors may be used. The data which 
have previously been available are so scattered and meagre that it 
has been difficult to find information on a chosen size and 
quality iron wire or even to interpolate between known values 
on given sizes and qualities. With the help of Mr. Dwight’s 
data this will be much simplified, since he has given information 
covering a wide range in sizes of wires, in current densities and 
in methods of spiraling. It is unfortunate that a greater range 
in quality of material is not covered and moreover that the 
principal quality considered is not a duplicate of American 
product so that direct comparisons might be made. Tests on 
effective resistance which we have made on )4-in., 3%-in. and 
1y-in. seven strand steel of the Siemens-Martin grade corres- 
pond very closely to the results shown in Figures 3 and 6. Our 
tests were not made with as high current: values as those shown 
by Mr. Dwight, so that the drooping characteristics of the upper 
end of the curves has not been checked. However, this droop in 
the curves is what one would expect after the iron reaches satura- 
tion and the general character of the curves has been checked on 
other grades and sizes of wire. 

As regards the internal reactance of iron cables, the value of 
75 per cent of the a-c. resistance for corresponding currents 
seems to be high except for conductors having diameters greater 
than 44-inch or those made of iron having relatively high per- 
meability. The tests mentioned above on steel wire show the 
reactance to be about 30 per cent of the resistance for 14-in. 
and 3@-in. cables and 50 per cent for %4-in. cable. However, 
this is subject to such variation with permeability and current 
density that it is very desirable to test samples of the conductor 
which it is proposed to use if accurate values are desired. 

One of the interesting points about iron wire conductors is that 
the purer and more costly grades of wire have higher effective 
resistance and reactance on a-c. than the cheaper grades of steel 
wire, even though the latter have higher resistance on direct- 
current. In considering this point, however, it must not be 
forgotten that the high grade iron wire will not deteriorate as 
rapidly as steel wire after the galvanizing is once scaled off and 
that in some cases it may be more economical. 

The advantage of using many small wires stranded together 
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with reverse spiral in alternate ropes is worthy of careful consid- 
eration. From a theoretical electrical standpoint such cable is 
to be preferred. In practise, however, finely stranded cable 
may prove troublesome from breakage of the wires either by 
rusting through or by short-circuit arcs. Furthermore, finely 
stranded cable when each wire is galvanized as it should bewis 
considerably more costly than coarsely stranded wire. For the 
larger sized cables—Y-in. and above—the 7 x 7 strand is per- 
missible, but for the smaller sizes its use is questionable. 

In view of the fact that there will be a continual demand for 
steel conductors in the future it is very desirable that more 
complete data be obtained on American grades at as early a date 
as possible. 

David B. Rushmore: A subject of this kind is always of in- 
terest, because of changing conditions, and with the present 
prices of copper and aluminum, and because of the price today 
for steel and iron, which will probably be reduced before the 
others are, there will undoubtedly be, from a purely economic 
standpoint, a certain field for the use of steel conductors. That 
these have been used, and are being used, to some extent, has 
been mentioned in the paper—in small installations, often where 
the western lines run out a very small line at high voltage to a 
prospect—a mine may be developed later, but they are not quite 
sure, and the man himself just wants a little power for drilling 
and hoisting. Nobody knows what the future condition is going 
to be, so that the minimum of installation expense is usually the 
first consideration, and the efficiency is not of the first import- 
ance. 

There are some very interesting points in regard to the deterio- 
ration of iron and steel under weather conditions. Those of you 
who have visited the Panama Canal will remember there is a lot 
of old French machinery, made in Belgium, which is still around 
there in heaps, or was a few years ago when I was there, and not 
rusted at all, with no sign of deterioration onit. Having occasion 
to look this matter up, to see what it was, I found that it is 
puddled iron, wrought-iron, and the apparent reason is that the 
little grains or globules of iron are covered by silicate flux which 
prevents the oxidation of them. As is known, a wrought-iron 
roof will stand practically indefinitely without rusting. Whether 
that is a metal which could be used as a conductor or not, I am 
not sure. ; 

There is an interesting phase about the use of iron and steel 
conductors, in the rather able presentation of the paper and the 
discussion which has been had and has covered most of the 
points, that has not been mentioned, and that is its protective 
action against high-frequency disturbance. A patent has been 
taken out by an Italian engineer for covering copper-clad con- 
ductors with a nickel covering of high resistance so that the 
action of the high-frequency current in what is known as skin 
effect, forcing the conductor to the outside of the duct, forcing 
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it into a cylinder of very high resistance, which absorbs the 
energy of surge and prevents it from passing along the line. 
Some such effect as that would be brought about in high-fre- 
quency disturbances which would have to stay in or on the steel, 
and which would be absorbed more readily than in a conductor of 
lower specific resistance. ; 

It is apparent that later on this sub-division of conductors in 
cables, is highly desirable, and the great pressure now being put 
forth for the use of higher voltages—there are quite a number of 
active propositions at present for 200,000 volts—is forcing the 
conductor up to the limit of corona, so that the size of the con- 
ductor is determined much more by corona than by the current 
capacity, and the size of the conductor will, for small lines, be 
quite independent of the load transmitted. So, in many special 
cases, the steel conductors can be considered at the present time, 
and as has-been said, it is a subject which is worthy of careful 
scientific investigation and of much more careful commercial 
study. 

S. C. Coey: I had one question I would like to ask Mr. 
Dwight on the curve Fig. 1. I wonder if he has any explanation 
to offer as to why the curve for the smaller sized wire should have 
a higher peak than for the larger sizes. It apparently is while the 
iron or steel is becoming saturated and it would seem to me you 
would have about the same for different sizes. 

W. T. Snyder: It occurred to me in connection with the use 
of steel wire there would necessarily be connections and some 
of the taps made with copper wire, small copper feeders branch- 
ing off. I wonder what the electrolytic effect would be there, 
what chemical action would take place, if that would result in 
-any undue harm. I understand that in the case of the use of 
copper-clad steel, if the copper envelope is scratched, and the 
steel is exposed, that chemical action is set up between the two 
elements and it rapidly destroys the wire. I wonder if the same 
effect would take place at the tapping of a copper wire onto a 
steel wire. Also, in the case of tapping of a steel wire onto an- 
other steel wire, what is the method of splicing to prevent holding 
water and bringing about rapid corrosion. 

David B. Rushmore: It might be possible that some one here 
would be able to suggest a solution to a point which has not up 
to date been forthcoming. There have been put into use, in the 
past few years, a number of transmission lines of copper stranded 
cable with hemp centers. This, in general, has been very dis- 
astrous. In the case of one line, which was put in in South 
America, a cable after a period of a year or two went all to pieces. 
There was some action which took place between the hemp 
center and the copper adjacent to it which corroded the copper 
badly and there was evidently a chemical action which pene- 
trated the copper for about one-quarter of the diameter. 

I saw sections of the cable which were sent north, and in all 
our efforts we were never able to get a satisfactory explanation 
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as to what the cause of the trouble was. The use of such copper 
cable, with hemp centers, has, so far as I know, been almost 
entirely discontinued. . 

The longest practical transmission line I know of, is one feeding 
into Los Angeles, from a point about 250 miles distant to the 
north, a line of the Pacific Light & Power Company, which is 
operating at 150,000 volts, and it is interesting to learn that they 
are having very little operating trouble with it. The cable there 
consists of a steel center, both for strength and to increase the 
diameter of the conductor, with stranded aluminum around and 
outside, and there was considerable discussion just on the point 
brought out, whether there might not be, as the effect of rains 
and moisture saturating the cable, electrolytic action which 
would tend to destroy it. The practical result of that would 
probably appear within a year or two, but there is no evidence 
up to date to show what it will be. Why the cable with the hemp 
center and copper conductors should have gone to pieces as it 
did, the copper becoming extremely brittle and cracking at right 
angles to the length of the wire, has never, so far as I know, been 
explained. 

H. B. Dwight: In reply to the question why some of the 
curves in the paper have sharper peaks than others, I believe 
this is merely accidental, depending on the relative magnitude 
of the scales to which the curves were plotted. 

Regarding the electrolytic action at a joint between a steel 
cable and a copper cable, it may be necessary to protect such 
joints from the weather, but the action is not to be considered 
as an objection to the use of steel cables. In the descriptions of 
practical operation referred to in the paper, it was stated that 
this trouble was feared, but that.no trouble was experienced. 

Mr. Doane’s discussion was very interesting and has added 
considerably to the complete description of the standing of steel 
conductors in commercial work at the present time. The steel 
conductors used at present are undoubtedly a small percentage 
of the copper conductors used, but this ratio may be changed by 
the high price of copper and by an increase in the knowledge 
of the alternating-current properties of commercial steel cables. 

Mr. Doane stated that the ratio of cost of copper to steel 
should not be 10 to 1 as given in the paper, but should be 5 to 1 
as shown by the price of “extra best’’ iron wire. It is pointed 
out in the paper that according to the tests published in Germany 
and also tests made by the Bureau of Standards, pure iron is not 
the best for alternating-current work, and there is good hope that 
the grade of steel most suitable for power lines will cost only one- 
tenth as much as copper. 

With reference to the statement that there are only a half 
dozen lines in America where corona loss is important, it is 
evident that a pressure of 150,000 volts is referred to, but it is 
easy to show that corona is of importance at the very common 
pressure of 100,000 volts. Two values of corona limit of voltage 
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are given in the paper, namely, 85,000 volts for No. 1 copper and 
76,000 volts for No. 2 copper at a usual spacing. Although such 
small conductors are sometimes used on 100,000-volt lines, the 
practise is probably not economical or advisable, owing to the 
heavy corona losses in bad weather. Accordingly, on branch 
lines of 100,000-volt systems, there is an opportunity for the use 
of steel cables which would have lower conductivity and cost 
than No. 1 copper, but would have larger diameter and would be 
free from corona loss. 

Mr. Worcester in his discussion emphasized the value of 
curves similar to those in the paper,but applying to American 
steel cables. I believe that in view of the small cost of making 
the tests, it is proper to urge that test curves be prepared and 
published, of several grades of American commercial steel cables 
of medium strength and cost. 
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ELECTRICAL MACHINERY TESTS AND SPECIFICATIONS 
BASED ON MODERN STANDARDS 


BY H. M. HOBART 


ABSTRACT OF PAPER 


Comparisons are made of the standardization rules for electri- 
cal machinery now in force in various countries. It is shown that 
the differences are of a very minor character and that machinery 
built in conformance with the American rules will usually also 
conform with the rules employed in other countries. The sugges- 
tion is made that 55 degrees could be employed as the ambient 
temperature of reference for tropical ratings and it is maintained 
that such a plan fits in nicely with the value of 40 degrees already 
adopted as the ambient temperature of reference for other than 
tropical ratings. Attention is called toa series of acceptance tests 
on some large waterwheel generators and to the temperature 
results obtained by making cyclic heat runs on these machines. 


l* THE course of his work the author frequently has been 

brought face to face with the fact that the mere drafting and 
circulating of standardization rules constituting a radical 
departure from former practise, are insufficient to bring about 
general use of the contemplated modifications. It is necessary 
to have a wide and thorough discussion in order that there shall 
be a clear appreciation of the reasons for and the consequences 
of the alterations. Furthermore, in working out so compre-. 
hensive a proposition as that represented by the Standardization 
Rules of the American Institute of Electrical Engineers, provision 
has to be made for a large number of details, whose importance, 
if not especially emphasized, is liable to be overlooked in the 
practical application of the rules to concrete cases. There are a 
good many sections in the rules, which at first glance would seem 
of minor importance, but which, nevertheless, set forth require- 
ments which cannot be disregarded advisedly on the occasions 
of acceptance tests and in the drafting of specifications. 

The author recently has had occasion to carry out a series of 
very interesting acceptance tests upon some large waterwheel- 
driven generators. Since it was the purpose to make the tests 
with exceptional care, it seemed to be an admirable occasion to 
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subject the American rules to a thorough test. Consequently 
especial endeavors were made to conform with the requirements 
set forth in the American rules. Various points arose in which 
this practical process of putting the rules to the test, suggested 
the desirability of slight modifications to increase their definite- 
ness. 

In the original drafting of a specification, the feasibility of 
determining by simple tests that the requirements of the speci- 
fication have been fulfilled, should always be kept prominently 
in mind. Indeed the close association between a consideration 
of the terms of the specification and a consideration of the 
general subject of the carrying out of acceptance tests is so 
obvious that it is unnecessary to further justify the predominance 
given in this paper to the acceptance-tests aspects of the subject. 

As regards electrical machinery, the British Standardization 
Rules issued by The Engineering Standards Committee in 
Report No. 72 and the October, 1916 edition of the Standardiza- 
tion Rules of the American Institute of Electrical Engineers are 
in such close agreement that machinery built and rated to con- 
form with the one set of rules will usually also conform with the 
other set of rules. The slight quantitative differences between 
the two sets of rules practically always will be covered by the 
margin reserved by manufacturers. This general statement of 
fact is made as a matter of interest, but of course it is always 
important to make certain that the standardization rules ac- 
cording to which the machinery is specified in any particular case 
agree in all particulars. An appendix to this paper contains in 
tabular form a statement showing the slight differences in the 
temperature limits in the British and American standardization 
rules. The heating and temperature sections of the 1916 edition 
of the Italian rules are also in close agreement. with the corres- 
ponding sectjons of the British and American rules.! 

The British rules do not yet cover quite as many subjects as 
the American and Italian rules, which already contain sections 
relating to efficiency and to regulation in addition to those 
covered by all three sets of rules. The limitations of this paper 
will not permit of a discussion of these two latter subjects nor of 
the subject of dielectric tests, notwithstanding their interest and 
importance. The paper is further limited chiefly to points relat- 

1.“‘Standards for the Ordering and Acceptance of Electrical Machines” 


a by the Italian Electrotechnical Association; Central Offices: 10 ne 
S. Paolo, Milan. P 
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ing to rotating machinery, the important subject of stationary 
transformers being excluded since its consideration would have 
too greatly increased the length of the paper. — 


TEMPERATURE STANDARDS 


So far as relates to heating and temperature, the plan under- 
lying all modern standardization rules for electrical machinery 
consists in establishing approved upper limits of temperature. 
These limits are such as to permit of continuous subjection there- 
to. While as an actual fact these limiting temperatures could be 
exceeded safely for short intervals, this is not permitted by the 
rules. The approved upper limits have been determined upon 
with a view to providing adequate factors of safety. Having 
determined upon approved values for the upper temperature 
limits, the next step consists in adopting a reference value for the 
ambient temperature. The difference between the approved 
upper limits and the ambient temperature of reference con- 
stitutes the limiting teinperature rise. The rating is obviously 
a function of the thus-deduced temperature rise. 


AMBIENT TEMPERATURE OF REFERENCE 


In the British, the American and the Italian rules the ambient 
temperature of reference is 40 deg.” This value is adopted 
because it is a temperature approached in all parts of the tem- 
perate zone at some time during the year. 

In none of these three sets of rules is there, as yet, any pro- 
vision for machinery for tropical countries. The author would 
suggest 55 deg. as a suitable ambient temperature of reference 
for tropical ratings. The suggestion is not based on any conten- 
tion that electrical machinery is liable to be installed in locations 
where an ambient temperature of 55 deg. would be at all likely to 
occur, but for the three following reasons: 

First, that it 1s desirable to employ a value which will ensure 
a margin of a few degrees; second, that the ambient temperature 
of reference for tropical ratings should not exceed that for-tem- 
perate ratings by less than 15 deg. (a less difference would lead 
to ratings which would be so nearly the same for the two cases 
that the difference hardly would be worth taking into account) ; 
third, that the value of 40 deg. is, strictly speaking, rather too 
low for the temperate zone. While its occurrence is by no means 
usual, it is so often approached within a few degrees that it 


2.Throughout the paper, all temperatures are given in the centigrade 


scale. 
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cannot be said to provide much margin when employed as a 
standard reference value. Since 40 deg. is now firmly established 
for the temperate zone, the consistent value for a basis for tropical 
ratings is 55 deg. Practical experience has demonstrated the im- 
portance of employing distinctly lower ratings for electrical 
machinery destined for use in tropical countries, than ratings 
which have proven satisfactory for the temperate zone. 

The ambient temperature of reference of 40-deg. for all 
countries in the temperate zone was adopted only after very 
careful investigations. While there are many localities where 
an outdoor shade temperature of 40 deg. is never attained at any 
time in the year, nevertheless there are in the temperate zone very 
few localities where an outdoor shade temperature of 35 deg. is 
not sometimes closely approached. It was decided that 35 deg. 
did not afford sufficient margin. The following data bear out 
the correctness of this decision. 

From the report of the chief of the Weather Bureau have been 
taken the following maximum temperatures recorded in any 
station in the designated states during the year 1908. 


42 deg. Kansas, Nebraska, New Mexico, Oklahoma. 


FAB ot Montana, Idaho, Oregon, South Dakota, Utah, Wyoming 
44 «“ Washington 

46. “ Texas 

A ee Nevada 

49 “ California 

52° * Arizona 


In America, meteorological observations are often made by 
amateur volunteers and it is possible that some of these higher 
values may not have been adequately verified. 

From ‘“‘Symons Meteorological Magazine” for 1912 has been 
compiled the table on the following page, of temperatures at 20 
places in the British Empire. The records consulted were com- 
piled from 30 places in the British Empire. For the remaining ten 
places 32.5 deg. was not reached at any time during the year 1911. 

It is of importance to emphasize that it is not essential to be 
able to reconcile the ambient temperature of reference with the 
maximum temperature occurring in the locality where the 
machinery is to operate. The greater the amount by which the 
ambient temperature of reference exceeds the temperature where 
the machinery is operated, the greater is the factor of safety. 
The shade temperatures set forth in meteorological records are 
usually taken where there is no local source of generation of heat 
and where air circulates freely. Electrical machinery in operation 
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itself constitutes a source of heat and increases the temperature of 
the surrounding air. Furthermore electrical machinery is often 
located in places where the circulation of air is very much 
restricted. Consequently the ambient temperatures near 
electrical machinery will generally considerably exceed the shade 
temperatures recorded by meteorological stations. Indeed there 
is no proof that the actual ambient temperatures in the neighbor- 
hood of electrical machinery are related at all closely to the 
official temperatures issued from meteorological stations. It is 
evident from the tables which have been given that, strictly 
speaking, even 40 deg. is too low for the reference temperature, 


NUMBER OF MONTHS DURING 1911 IN WHICH THE-MAXIMUM SHADE 
TEMPERATURE EQUALLED OR EXCEEDED: 


32.5 deg. 35 deg. 37.5 deg. 40 deg. 
A Pi cole tats en ee ct MG Ste ORS at oer Soe noe 3 1 0 0 
MEST E aeis, )o F tte ok oyeie RUT oe nie Meets eis 3 tees 1 0 0 0 
BAGS tere r cit abe rah eo ome besten 4 0 0 0 
ape SLOWS. << iei irts Me arene ore tarde aes 2} 3 1 0 
Disban \CNatal)isc dee: = saree t eaten ot 3 3 1 0 0 
Calowthatt cheers b.csticls Bethin pete Goie.« © 9 4 2 0 
BGI DAY last eins eaves aera ated he Pgsinodnrs, se 9 0 0 0 
ECAR oe oy otters RMaie a eke eres Aanete elie oes 8 8 6 3 
Golourbo. (Geylon) cakes siete Nora ne 4 0 0 0 
ERP gs RR Sy setae tan, ose an 2p Soave mae one 3 0 0 0 
Sicine Vaan rae ates. os an sal oe 3 2 2 0 
Whe livettatyigera ca tein tes iecesta) tend aes eee 4 A 3 2 
OSS CoC nn tO eaten pein eaae 6 6 5 Z 
Pert iiee cutis toe eles ec te or rar) 4 a 3 2 
SolsAardieics mcets ees aittas Ko ae wig Aewhe wise 6 6 6 5 
Probart (Lastmiasia \iv-2. jac sale oe 4 ocnpstiaiateiene 24 2 1 0 
Namaica (Kingston)... 22 000%. claves 9 3 0 0 
BNOEGu EOe eta Ae er < tise. ciate) nies eee © a2 1 0 0 0 
Ne Gigs SP See eC eie  aar sc oe 1 1 0 0 
ilomtontelly stato oe sit clan sie eile ie ie. 5 2 0 0 


Fe 


on the basis that it is to be a value that shall never be even 
slightly exceeded. The reference value adopted must rest upon 
an assumption and it is important that the assumption shall be 
conservative. In the rules of the Verband Deutscher Elektro- 
techniker the ambient temperature of reference is 35 deg. The 
precise statement in this respect as set forth in the V. D. E. rules 
is as follows: 

“Tt is assumed that the temperature of the surrounding air 
will not exceed 35 deg.” 

In the British, American and Italian rules, it is assumed that 
the temperature of the surrounding air will not exceed 40 degs. 
It is probable that in the neighborhood of electrical machinery, 
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i. e., at a distance of 1 to 2 meters from the machine, as set forth 
in Section 314 of the American rules), the temperature of the,air 
at some time during the year exceeds 35 deg. in the majority of 
cases and there is often a considerable probability that the 
ambient temperature near electrical machinery will occasionally 
rise a few degrees above 40 deg. But by the adoption of 40 deg. 
as the ambient temperature of reference there will for almost all 
installations of electrical machinery in the temperate zone 
probably be a margin of a few degrees during 99 per cent of the 
year. For such an indefinite state of affairs, it is reasonable to 
adopt a value which offers some probability that there will be 
such a margin. It is not possible to predict the maximum 
ambient temperature in the neighborhood of an electrical 
machine within several degrees even when the machine is not 
running, and the value to which the ambient temperature is 
likely to attain when the machine is in operation is still more 
indefinite. The records of the official shade temperature for any 
given locality are of little or no service. Indeed the tempera- 
tures maintained within buildings are apt to be fully as high in 
cold climates as in warm climates. In view of the indefiniteness 
inherent. to the subject, and of the importance of taking a 
conservative value, it would appear that the reference value of 
40 deg. for the ambient temperature in regions in temperate 
climates is certainly not too high and reasonably might be 
criticized as too low. From whatever way the matter is ap- 
proached there is obviously a 5-degree-greater factor of safety, 
(in other words, a more conservatively rated machine), when 
the rating is based on an ambient temperature of reference of 
40 deg., as in the British, Italian and American rules, than by 
basing it on 35 deg. 

A distinct commercial value attaches to the provision of means 
for maintaining at a reasonably low temperature the premises in 
which electrical machinery is operated. If a temperature of 30 
deg. on these premises is never exceeded at any time during the 
year, then the maximum temperature ever occasioned in the 
electrical machinery when operating at its rated load is 10 deg. 
below the approved limits and the margin of safety is very much 
greater. 


THE AMBIENT TEMPERATURE DuRING ACCEPTANCE TESTS 


In determining the ambient temperature on the occasion of 
acceptance tests in the case of rotating machines cooled by 
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forced draft, it is provided in Section 311 of the American rules 
that “a conventional weighted mean should be employed, a 
weight of four being given to the temperature of the circulating 
air supplied through ducts and a weight of one to the surround- 
ing room air.’’ Thus, for example, if, on the occasion of an ac- 
ceptance test, the circulating air is taken from outside the build- 
ing and has a temperature of 14.0 deg. at the intake of the 
machine, while the temperature of the air in the room is 24.0 deg., 
the ambient temperature, from which the temperature rise is 
determined, should be taken as: 


490140 = 1 Xx 24.0 
5 


= 16.0 deg. 


If the temperature of the machine at the end of the heat run is 
70 deg., then we have: 


Temperature rise in accordance with the American rules 
= 70 — 16 = 54 deg. 

Temperature rise above room temperature 
= 70 — 24 = 46 deg. 

Temperature rise above inlet temperature 
= 70 — 14 = 56 deg. 

While, strictly speaking, the weights given for the two air 
temperatures should depend upon the characteristics of the 
particular machine under test, the correction is of such moderate 
amount that it has been desirable in the interests of simplicity 
and definiteness to standardize the weighting of the two tem- 
peratures. 

It is further to be noted (from Sections 314 and 315) that the 
room temperature is to be taken as the mean of “several ther- 
mometers placed at different points around and half way up the 
machine, at a distance of one to two meters,’’ and that the value 
to be employed shall be the mean of the readings of these ther- 
mometers taken at equal intervals of time during the last quarter 
of the duration of the test. 

The temperature of a large machine will not at all promptly 
follow the changes which are always taking place in the tempera- 
ture of the premises where a heat run is being made. Conse- 
quently, if no appropriate provision be made, a greater tempera- 
ture rise will usually be recorded if the heat run concludes 
shortly after midnight, when the air temperature in a large 
factory building is usually falling, than if the heat run is con- 
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cluded in the middle of the forenoon, when the air temperature 
of such a building is usually rising. Errors from this source are 
decreased by complying with the requirement in Section 316 that 
“the thermometer for determining the ambient temperature shall 
be immersed in a suitable liquid, such as oul, in a suitable heavy 
metal cup.’ With a falling room temperature, a mercury ther- 
mometer exposed to the room air might read at least a couple of 
degrees lower than an identical thermometer with its bulb 
immersed in oil in one of these metal cups. 

To those who have not had extensive experience in testing 
large generators, these various precautions may seem trivial. 
As a matter of fact they ensure immunity from errors which may 
easily amount to several degrees difference in the result obtained 
for the temperature rise. 

The British, Italian and American rules are now in agreement 
in providing that for rotating machinery no correction is to be 
made in the temperature rise on account of the particular value 
of the ambient temperature on the occasion of the test. The 
British and American rules simply suggest, (Section 320 of the 
American rules), that ‘“‘tests should be conducted at ambient 
temperatures not lower than 15 deg.’”’ The corresponding Italian 
rule is as follows: 

“For ambient temperatures lower than 40 deg. during the tests, no 
correction shall be applied to the results of the measurements so long as 


the temperature does not fall below 10 deg.; however it is not convenient 
that tests should be carried out at temperatures below 10 deg.” 


This plan of omitting any corrections is a decided improve- 
ment over the old plan of applying to the observed temperature 
rise, a correction which was a function of the ambient tempera- 
ture at the time of the test. Careful tests have shown that the 
temperature rise of the average machine is not very dependent 
upon the temperature at the time of the test and that the relia- 
bility of the result cannot be increased by means of any simple 
corrections. Elaborate tests have been made with the object 
of clearing up this matter by making heat runs in a room main- 
tained successively at low and high temperatures. The rise with 
low room temperatures averaged as great as the rise with high 
room temperatures, the inverse change in core and copper loss 
with change in temperature combined with the very rapid 
increase in radiation at high temperatures tending to render the 
result independent of the room temperature. 

Another progressive ruling which is identical in the British 
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and American rules is that relating to the duration of heat runs. 
It is to the effect that: 


“The temperature test shall be continued until sufficient evidence is 
available to show that the maximum temperature and temperature rise 
would not exceed the requirements of the rules, if the test were prolonged 
until a steady final temperature were reached.”’ 

For conditions where the temperature of a part cannot be 
obtained until the machine is shut down, (for example, the 
resistance of the stator windings of a polyphase generator), the 
rules make the following provision: 

“Whenever a sufficient time has elapsed between the instant of shut- 
down and the time of the final temperature measurement, to permit the 
temperature to fall, suitable corrections shall be applied, so as to obtain 
as nearly as practicable the temperature at the instant of shut-down. 
This can sometimes be approximately effected by plotting a curve, with 
temperature readings as ordinates and time as abscissas, and extrapolating 
back to the instant of shut-down. In other instances, acceptable correc- 
tion factors can be applied.” 

As to these acceptable correction factors, it may be said that 
from the many test results available on the records of manu- 
facturers, it will be known generally that, for a particular type 
of machine, the cooling of the hottest-spot will be approximately 
at some particular rate per minute for the average of the first 
three or four minutes after shut-down. At the time of the ac- 
ceptance tests, both parties to the transaction usually will readily 
arrive at a satisfactory agreement that for any particular 
machine under test a certain number of degrees shall be added 
to the temperature determined by resistance measurements 
made within a given number of minutes of shut-down. It rarely 
would be worth while to encumber the specifications and guaran- 
tees with a clause setting forth the amount of this correction, 
but it is simple enough to do so when it is considered that it is of 
sufficient consequence to have the amount definite y stipulated. 


EMBEDDED TEMPERATURE DETECTORS 


The American rules (Section 355) require that for the purposes 
of acceptance tests, the temperatures of the stators of large 
generators shall be determined by means of embedded tempera- 
ture detectors, several of which shall be employed. These are to 
be so located as to disclose as nearly as possible the temperature 
of the hottest spot existing anywhere in the machine. These 
embedded temperature detectors consist of thermocouples or 
resistance coils. An extensively employed design of embedded 
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temperature detector of the resistance type, has a length of about 
10 in. (25.4 cm.), and, at a temperature of 25 deg., its resistance 
is just 10 ohms. In Fig. 1 are shown sections through slots for 
two types of slot windings usually respectively designated two- 
layer and single-layer windings. It is required in Sections 353 and 
354 of the American rules that ‘‘a liberal number”’ of temperature 
detectors shall be placed in the locations designated in Fig. 1 as 
A and B, for two-layer windings, and B and C for one-layer 
windings. 
Tue Hottest-Spot TEMPERATURE 

The rules stipulate that for machines with two-layer windings, 
the hottest-spot temperature shall be considered to be 5 deg. 
greater than the highest reading obtained by any of the em- 
bedded temperature detectors; and that in single-layer windings 
the hottest-spot temperature shall be that obtained by adding 
to the highest reading 10 deg., plus 1 deg. per 1000 volts above 
5000 volts of terminal p essure. 

These corrections are brought together in the following table: 


For two-layer windings. Add 5 degrees to the highest reading. 


For single-layer windings for 5000} Add 10 degrees to the highest reading. 
volts or less. 


For single-layer windings for more] Add to the highest reading 10 deg., plus 1 deg. 
than 5000 volts. for every kilovolt by which the voltage between 
the terminals of the machine exceeds 5 kv. 


A 


Thus for a three-phase machine with an 11,000-volt single-layer winding, the correction 
to be added to the maximum observable temperature in estimating the hottest-spot tem- 
perature, is 16 deg. 


Usually the hottest-spot results derived from the indications 
of the embedded temperature detectors are the most satisfactory. 
It is, however, quite possible that the temperature rise derived 
from measurements of the resistance of the stator windings at 
the conclusion of the heat runs sometimes may be greater than 
the temperature rise determined from the embedded detectors. 
Consequently it is provided in Section 352 of the American rules 
that when the embedded-detector method is used, the results 
shall, when required, be checked by the results obtained from 
measurements of the resistance of the stator windings, and 
“the hottest spot shall then be taken to be the highest value by 
either method, the required correction factors being applied in 
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each case.”’ By correction factor is meant the number of degrees 
which shall be added to the observed temperature to obtain the 
hottest-spot temperature. For the resistance method the correc- 
tion factor is 10 deg. 

As regards the. so-called correction factors? established in 
the American rules, it would appear that the hottest-spot tem- 
perature determined by adding to the observable temperature 
the stipulated correction factor shall constitute the criterion and 
that a machine could not be rejected on the ground that other 
evidence demonstrated that a still-greater temperature existed 
at some point of the winding. For example, for purely research 
purposes it would be practicable to locate temperature detectors 


WINDING 


Jeers a | 


actually against the copper of a high-pressure winding. In some 
special cases such temperature detectors might disclose tempera- 
tures exceeding those obtained by adding the conventional 
correction factors to the observable temperatures. Since the 
conventional correction factors have been established with 
every intention that they shall be liberal and since definiteness in 
contracts is essential, the hottest-spot temperatures obtained by 
complying with the methods approved in the American rules 
should be taken as final, irrespective of evidence of the existence 
of higher temperatures. It is believed that it would be only in 
exceedingly rare instances that higher temperatures could be 


3.These are not factors. Some better designation should be substituted. 
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found and that they would exceed the conventional hottest-spot 
temperatures by immaterial amounts. However, in so far as the 
rules on this point may be obscure in the least, it would seem 
to be very important to make their intention unmistakably 
evident. 

The use of embedded temperature detectors has been demon- 
strated to be of great advantage. When only required for the 
acceptance tests the leads from the detectors may, at the con- 
clusion of the tests, be cut off, and the detectors abandoned. 
But it is of decided advantage, in the service operation of large 
generators, to be able, at any time, to ascertain the internal 
temperatures from the direct readings of switchboard instru- 
ments. This practise is now very customary. . 

It has been mentioned that the hottest-spot temperatures 
indicated by embedded detectors may in rare instances be less 
than the hottest-spot temperatures indicated by measurements 
of the resistance of the stator winding of a generator. Moreover 
since the resistance measurements of a winding only disclose 
average temperatures, occasions will arise where a suitably- 
located surface thermometer may indicate a temperature in 
excess of that indicated by the resistance measurements. A 
liberal number of surface thermometers ought, therefore, also to 
be employed when making heat runs. The author of the present 
paper is of the opinion that one of the chief advantages of em- 
bedded temperature detectors of the resistance type relates to 
the ability to employ a resistance of a magnitude which can be 
measured readily with accuracy, and to the reliability with which 
its resistance at any time can be taken to indicate a definite 
temperature. The temperature rise obtained from the increase 
in the resistance of an armature or field winding would be of 
distinctly greater value were it practicable to know accurately 
the temperature of the winding on the occasion of the measure- 
ment of the cold resistance. It is rarely practicable to incur the 
delay before commencing a heat run, which would be necessary 
to ensure that an armature or field winding is within a couple of 
degrees of the surrounding temperature. Often when it is 
assumed that the winding’s temperature is substantially identical 
with that of the surrounding air, there is actually a difference of 
over five degrees and consequently the measured cold resistance 
is associated with a temperature over five degrees different from 
its actual temperature and a corresponding error is incurred in 
deducing from its hot resistance the temperature of the winding 
at the end of the heat run. 
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Some such plan as that set forth in the following clause, if the 
conditions of practise should permit of its adoption, would pro- 
vide a way out of the difficulty and much increase the value of 
temperature determinations by measurements of the resistance 
of the main windings: 


“In order to avoid protracted delays in the testing of a machine, in 
bringing the temperature of its windings into accord with the ambient 
temperature, the resistance of the windings of a machine, reduced to 
40 deg., should be made a matter of factory record for all machines subject 
to temperature measurement by resistance under these rules.” 


In general, the author’s opinion in this matter is that the 
methods of obtaining temperatures by surface thermometers 
and by measurements of the resistances of the main windings 
should not be discarded in favor of the newer method by em- 
bedded temperature detectors, but should continue to be em- 
ployed in addition thereto. Indeed the careful tests made on 
a large machine, which are described later, showed, as may be 
seen from the last Table in the paper proper, that in two out of 
the three heat runs, the temperature rise of the hottest spot as 
deduced from measurements of the resistance of the stator 
windings was greater than the temperature rise of the hottest 
spot deduced from the readings of temperature detectors, and 
that in the remaining heat run the temperature rise of the hottest 
spot was the same by both methods. Furthermore the readings of 
mercury thermometers placed against appropriate parts of the 
surface of the rotor winding disclosed higher temperatures 
than were obtained by means of measurements of the resistance 
of the rotor winding. The results in these tests were especially 
reliable since the cold resistances were measured with the greatest 
care after the machine had been standing idle for two days, so 
that its windings at the time of measuring their resistances before 
beginning the heat run, should be at the same temperature as 
the surrounding air. 

A recommendation to take advantage of all three methods, that 
is to say, Method I, surface thermometers, Method II, main- 
winding resistance measurements, and Method III, embedded 
detectors, might at first sight be condemned as impracticable 
on all except large, valuable machines, on the ground that the 
expense of making such thorough tests would be prohibitive. 
Were it necessary to make these measurements on each and every 
machine, such a criticism would be well founded. But the 
author of this paper holds the opinion ,which, in another publi- 
cation, he has expressed as follows: 
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‘Although the rules contain no explicit statement to that effect, it may 
doubtless be understood that it is not intended that a test by the pre- 
scribed method need necessarily be made upon every individual machine 
comprised in a transaction. The simplest method, as above explained, is 
usually Method I, and in the interest of avoiding needless expense, it 
should often be practicable to arrange for a judicious employment of 
Method I for most of the machines of a given size, employing Method II 
or III, as the case may be, on a few of the machines, and thereby arriving 
at a factor by which the results obtained by Method I require to be 
multiplied in order to arrive at the results which would have been obtained 
on those particular machines had Methods II and III been employed. 
In other words, it should not be concluded that the less simple measure- 
ments will necessarily be made on every machine, but rather that con- 
clusive evidence shall be provided to insure that had the measurements 
been made, the temperature would have been within the required limits.” 


Further Consideration of the Hottest-Spot Temperature. The 
American rules lay emphasis on the hottest-spot temperature. 
Limiting approved values for the hottest-spot temperatures are 
set forth. The limiting values depend chiefly upon the class of 
insulating material employed. Insulating materials are divided 
into three classes, A, B, and C. These classes are defined as 
follows in the American and British rules: 


Class of insulation Description of insulating material 


Cotton, silk, paper and similar materials 
when so treated or impregnated as to increase 
A the thermal limit, or material permanently 
immersed in oil; also enamelled wire* 


Mica, asbestos and other materials capable 
of resisting high temperatures, in which any 
B ' Class A material or binder is used for struc- 
tural purposes only, and may be destroyed 
without impairing} the insulating or mechani- 
cal qualities of the insulation. 


Fireproof aad refractory materials, such as 
iC, pure mica, porcelain, quartz, etc. 


. *For cotton, silk, paper and similar material, when not treated, impregnated or immersed 
in oil, the highest temperatures shall be 10 deg. lower than the limits given above for Class A. 

{The word impair is here used in the sense of causing any change waichs would disqualify 
the insulation for continuous service. 


No Gee is placed upon the temperature of Class C insulation. 
The permissible temperatures and temperature rises of electrical 
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machinery at present are based chiefly upon the characteristics 
of Class A and Class B insulations. The British and American 
rules agree in adopting 105 deg. and 125 deg. for the limiting 
hottest-spot temperatures for these two classes of insulations. 
The author believes that it may be of some interest for him to 
state that he shares with many other engineers, the opinion, 
based on extensive tests, that 105 deg. for Class A insulations and 
150 deg. for Class B insulations are both thoroughly conservative 
limits, when all the designing and manufacturing processes are 
carried out with due regard for numerous important details. 
But, failing the availability and application of skill and experi- 
ence, even much lower temperature limits for Class A and Class 
B insulations will not ensure a satisfactory product. It is dif- 
ficult to see how any Standardization rules can afford the neces- 
sary assurance in this respect. The successful withstanding of 
acceptance tests does not necessarily constitute evidence that the 
insulations will endure the stipulated temperatures (and other 
deteriorating influences which vary from instance to instance), 
for a satisfactory term of years. Fortunately the manufacturer's 
interest in the success and reputation of his product usually 
affords the required assurance. Indeed there is usually a strong 
tendency on the part of the manufacturer to refrain from taking 
advantage of temperature limits of established practicability 
until years of study by tests on samples and on experimental 
machines have established beyond all:reasonable doubt the 
appropriateness of the higher limits. It is, however, important 
to the industry to take advantage of higher limiting tempera- 
tures as soon as a reasonable amount of experience is gained, since 
this permits of reduced capital costs for machinery and rarely 
affects prejudicially the working costs except where the action is 
premature. The adoption of new limits by bodies of the standing 
of the British and American Standards Committees is ample 
proof that the evidence in the case has been carefully sifted and 
that the time is ripe for the modification. While the temperature 
limits for Class A and Class B insulations can both be safely 
exceeded for short periods, it is in the interests of reserving rea- 
sonable factors of safety to establish them (as is expressly em- 
phasized in the British and American rules) as limits which shall 
never be exceeded. In the British and American rules the limit 
at present standardized for Class B insulations is-125 deg. but 
there is a well-developed opinion in America that since there is 
now a great deal of experience on which to base the action, 
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the limit for Class B insulations could with advantage be raised 
to 150 deg. 
INTENSIFIED AGING OF INSULATIONS 

Reference has been made to the impossibility of framing rules 
to ensure that the insulations employed have satisfactory longev- 
ity. Naturally, however, the aging of insulating materials is 
a matter of great importance to the manufacturer. The author 
has been much interested in some elaborate series of tests of this 
character. The point of most importance to decide is that of 
the temperature which can be withstood for 10 to 20 years by 
an insulating material. It might be supposed that sub- 
jection to super-temperatures for brief periods would permit of 
forming an opinion regarding the life corresponding to lower 
temperatures. To a certain extent brief tests for short periods 
at super-temperatures are useful but conclusions drawn there- 
from must, at the present state of affairs, be-regarded as only of 
the nature of very rough evidence. For some Class A insulations, 
values of the order shown in the following table are indicated: 


Temperatures which can be withstood successfully, not only electrically but physically 
by approved Class A insulations: 


For seconds 250 degrees 
“ minutes 200 ¢ 
“ hours = alr gs) ¥ 
“ days 150 ie 
“ weeks 130 
“ months 115 
“ years 105 


A very slight modification in the composition or construction 
of the insulation, however, might completely disqualify it for 
withstanding any considerable super-temperatures, even for 
brief periods. Tests on various approved Class B insulations 
lead to values which, while quantitatively higher by a matter of 
some 50 deg., are qualitatively very similar. 

Reasonable factors of safety must, however, be reserved. 
This is realized by the British, American and German Standards 
Committees and no recognition whatsoever is extended to the 
ability of insulations to successfully withstand super-tempera- 
tures for brief periods. Thus in the American rules we have 
Section 305 A, to the following effect: 


Section 305 A. Whatever may be the ambient temperature when the 
machine is in service, the limits of the maximum observable temperature 
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and of temperature rise specified in the rules should not be exceeded in 
service; for, if the maximum temperature be exceeded, the insulation may 
be endangered, and if the rise be exceeded, the excess load may lead to 
injury, by exceeding limits other than those of temperature; such as com- 
mutation, stalling load and mechanical strength. For similar reasons, 
load in excess of the rating should not be taken from a machine. 

It is thus clear that in the interest of securing a liberal margin 
of safety we must forego rigorously the temptation to expose the 
insulation of machinery, even for brief periods, to temperatures 
in excess of the limits approved in the American rules. 

This practise is in striking contrast to that underlying the 
older Standardization rules which authorized higher tempera- 
tures for short periods. Probably the credit for the modern 
departure belongs to the German Standards Committee, which, 
for some years, has employed the plan of permitting overloads 
with the same temperature limits as for the rated load. The 
following clauses are from the German standardization rules: 


Overloading. With the limitation that the overloads only are carried for so short a 
time, or only occur under such temperature conditions of the machines and transformers 
that the highest permissible temperatures are not thereby exceeded, machines and trans- 
formers must be capable of carrying the following overloads: 


Generators 

Motors 

Synch. conv. and motor-generators 25 per cent during one-half hour 
Transformers 

Motors 

Synch. conv. and motor-generators 40 per cent for 3 minutes 
Transformers 


Section 305 A of the American rules, however, contains the 
restriction that ‘loads in excess of the rating should not be taken 
from the machine,” lest limits other than those of temperature, 
such as commutation, stalling load and mechanical strength 
should be exceeded. 

Nevertheless the American rules provide for the case where a 
machine is required to carry very heavy loads for brief periods. 
’ Such a case is met by giving a machine more than one rating. 
Thus amongst the machinery recently supplied to the Chicago, 
Milwaukee and St. Paul Railway are some couple of dozen 
2000-kw. motor-generator sets for use in substations. These sets 
have the following three ratings: 

Continuous rating............0.+0005 2000 kilowatts 
UDaaCacd Ob) gap ge C82 ae, ASD Ce ae ee 3000 “ 
Five-minute rating........ Or n'y a O00 - 
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The mechanical strength and the commutating requirements 
for the five-minute rating are far in excess of those for the con- 
tinuous rating. But the temperature attained with the con- 
tinuous rating exceeds that attained with the five-minute rating. 

This plan may be employed whenever it is necessary to provide 
for peaks of load, as in the case, for instance, of crane motors. 
Knowing the typical duty cycle, we may prescribe a short-tume 
rating sufficient to ensure that the motor shall have ample 
mechanical strength as well as sufficient margin in the matter of 
commutation, and that it shall not stall with the greatest load 
which it ever will be called upon to carry. Knowing also the 
average load, we may prescribe a continuous rating which will 
ensure that approved temperatures shall never be exceeded. 
Two ratings should suffice, a continuous rating to ensure 
the non-exceeding of approved temperatures and a short-time 
rating to ensure the required capacity for the intermittently 
occurring peaks of load, as regards commutation, stalling load 
and mechanical strength. 

On the whole, while as already stated, we owe the conception 
of modern ratings to the German Standards Committee, the 
way in which the American Committee has fitted the conception 
to the requirements of practise, would appear to be distinctly 
excellent. 

Low-TEMPERATURE CIRCULATING AIR 


For small machines built in large quantities for stock, the 
ultimate destination is unknown. In normal times a motor 
driving a printing press in Bombay or Pekin or Moscow is about 
equally likely to have been built in Berlin or Manchester or 
Milan or Schenectady. Even if the ultimate destination may be 
ascertained it is not practicable to countenance departures from 


the strict letter of the Standardization Rules in the case of small ~ 


machinery. 

But for large machines worth many thousands of dollars 
apiece and operated under skilled supervision, it would be waste- 
ful to forego any economic advantage compatible with sound. 
engineering practise. As a concrete case let us assume that a 
large operating company is purchasing a 20,000-kv-a. generator 
which will be cooled by circulating through it every minute 
50,000 cu. ft. (1420 cu. m.) of air taken from outside the 
building. In the summer, on days when the humidity is high, 
the circulating air’s temperature, even after passing through the 
air washer, may sometimes be nearly 40 deg. But the nature 
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of the load may be such that the station’s peak in summer is 
half of its mid-winter peak, or even much less. It may be prac- 
ticable to rely on 15-deg. circulating air for the mid-winter peak. 
For the limiting temperature for Class A insulation, (105 deg.), 
this represents 90 deg. “ hottest spot” rise as against 65 deg. 
“hottest spot’ rise in the summer. By temperature coils in 
location A of Fig. 1, the observable rises are: 
Summer—(105—5—40) = 60 deg. 
Winter— (105—5—15) = 85 deg. 
Consequently, if the machine has ample margin as regards 
mechanical strength and if the prime mover is adequate, advan- 
tage ought-to be taken of its in- 


woh a SST : 

ol lites of non-utiied creased capacity in winter which 
A limits of endurance of 

Ingulating Materials would be of the order of 25 or 30 


per cent. 

Three such 20,000-kv-a. ma- 
chines, operated on the basis of 
he loading them up to their capacity 
= {spotter or as indicated by embedded tem- 
perature detectors, would do the 
foie work of four machines operated 
— [remperatare in strict accordance with Section 
305 A of the American rules, and 
the saving in the capital com- 
ponent of the total cost of man- 
ufacturing electricity would be 

quite appreciable. 

Such a case would be met by some such clause as follows: 

“Contractors will be required to guarantee that the machine shall be 
in all respects in strict accordance with the 1916 edition of the American 
rules with the following exception: 

Exception. The machine shall have ample mechanical strength and ~ 
shall be in all other respects adequate to carry the increased load which 
with a circulating-air temperature of 15 deg., may be carried without 
occasioning hottest-spot temperatures in excess of those set forth in the 
American rules as approved for the class of insulation employed. For 
the acceptance tests, the embedded-temperature-detector method sup- 
plemented by measurements of the resistances of the main windings 
and by surface thermometer measurements, shall be employed for de- 
termining the temperature attained. 


TEMPERATURE IN DEGREES 
NO 
s) 


80 


MARGIN OF SAFETY 
Adherence to the recommendations in the British and Ameri- 


can Standardization Rules ensure very liberal margins of safety. 
This is apparent from Fig. 2 in which the shaded areas indicate 
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respectively for machines with Class A insulation, the tempera- 
ture ranges above the permitted hottest-spot temperature of 105 
deg. which technically are available but which are not allowed, and 
the temperatures below the reference ambient temperature which 
are liable to exist in most locations during certain seasons of 
the year. The unshaded area represents the temperature range, 
utilization of which is approved in the American rules. There 
is no disposition to suggest encroachment upon these liberal 
margins of safety; they are simply in accordance with the best 
and most valued traditions of the engineering profession. 


EQUIVALENT TESTS 


We now arrive at a matter with which the Standardization 
Rules do not-yet deal, at any rate with any approach to thor- 
oughness. The deficiency relates to indicating the nature of the 


; Asien AMY 
Fic. 83—TwetLve-PoLe—8750-kv-A.—6600-V oLT—500-REvV. 
THREE-PHASE GENERATOR 


PER MIN.— 


tests which shall be regarded as satisfactory criteria for deter- 
mining the temperature rise. Several methods are in vogue, but 
for testing a single large machine, no method in common use is 
thoroughly satisfactory. Doubtless the matter will be given 
very careful consideration by the Standards Committees before 
rules are adopted. 

The author has already mentioned some large waterwheel 
generators which he recently tested. These were 500-rev. per 
min., 50-cycle three-phase generators with a rating of 8750 kv-a. 
These machines were of the design indicated in Fig.3. Advantage 
was taken of the opportunity to employ for the heat test a 
method which may be termed a cyclic heatrun.* It appears to 

*This cyclic method of testing electrical machines was first described in 
an article by Hobart and Punga in the Electrical World for April 22, 1905. 

See also an article by the author in the General Electric Review for 
November 1911, entitled ‘‘A Method for Testing the Heating of Large 
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be especially well adapted to a machine of the kind tested. 
The test consisted in operating the machine for alternate 15- 
minute periods on open circuit with super-normal pressure and 
on short circuit with super-normal current. The degree of the 
super-normality was so selected as to occasion in each complete 
half-hour cycle, as nearly as practicable, the conversion into 
heat of the same amount of energy in each part of the machine 
as would be occasioned in each part were the machine to deliver 
the actual load which it was the object of the test to investigate. 
The normal pressure of the machine was 6600 volts between 
terminals. (3800 volts per phase) and heat tests were required 
at* each of the three different loads set forth as follows: 


Designation Kilovolt Power Current Terminal 
of heat run amperes factor per phase pressure 
I 7,000 1.00 614 amperes 6600 volts 

II 8,750 0.80 766 z us é 

III 10,937 0.80 960 eS e @ 


For each of the three heat runs it was desired to provide 
heating conditions equivalent to the loads just set forth. This 
was accomplished by cyclic tests with the following conditions: 


Designation of heat run I II III 


For the short-circuit periods 


Rotor excitation (amperes).............--+. 119 148 185 
70-degs rotot 12: loss (CW. ) sve: .10 05:0: oe wake 0010 5.10 hon!) 12.4 
Stator current (amperes) «2:20 s00's0o2 ossw oe 854 1070 1344 
75-deg. stator I? R loss (kw.)........+.+2+55- 24.0 37.8 60.0 
SErA Vv) loa TOSS, (ACW)a, spe, «:ecoce set at micvone, 4.9" eLevedhe% 18.0 25.5 42.3 


For the open-circuit periods 


Rotor excitation (amperes).........-++++++- 327 327 324 
75-deg. rotor J? R loss (kw.).....2..%5....+-- 38.5 38.5 38.0 
Terminal pressure (volts).......-.0+20+00005 8420 8420 8350 
Goreiloss Clawalery rears teh a lescltoneoisiepsivinateye's 270 270 260 


Before these values were determined upon, curves of no-load 
excitation, short-circuit excitation, core loss and stray-load loss 
Alternators.” On February 28, 1913 this and other ‘‘Methods of Testing 


Apparatus for Performance” were discussed at the Midwinter Convention 
of the A. I. E. E. For this discussion see pp. 714 to 721 of Vol. XXXII of 


Trans, A. J, E. E, 
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had already been taken. These are reproduced in Figs. 4, 5, 6 and 

7. The resistances of the windings had also been measured and 

reduced to the 75-deg. reference values.{ The resistances were: 
SLaLOn, winding per phase... tau esaeee en 0.0110 ohm 
ROter witding a.” ...isectrameeb tice se eee 0.360 ohm 


TERMINAL PRESSURE. IN VOLTS 
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Fic. 5—SuHort-Crrcuit ExciraTIon CurvVE OF 12-PoLE—8750-Kv-a.— 
6600-V oLT—500-REV. PER MIN.—THREE-PHASE GENERATOR 


The value of the internal windage was estimated to be 30.0 kw... 
The extent of the equivalence to the actual losses for the three 
loads is seen from the data in the following table: 


Section 432 of the American rules is to the effect that “the efficiency, 


of all loads, of all apparatus, shall be corrected to a reference temperature 
at 75 degrees.” 
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= 


Losses 
Losses during the: corres- 
Average |ponding to 
losses actual load 
during of 7000 
oe Open-cir- | Short-cir- cyclic ky-a. at 
- cuit half cuit half test any [alas 
5 of the cyclelof the cycle 1.00 
4 
= 
<x 
a DUALOEMI AER sc, cep se te Ck ce ee-m.a 0 24.0 1220 12.5 
Rotomieth odes nee ee: foe eke. 38.5 5.1 21.8 Mf ante’ 
Coreslosse nt: ote cehe Oe sot ot 270.0 0 135.0 119%.0 
DUEL V=1OA: TOSS. cos a0 hee es sok 0 18.0 9.0 TIL 3 
Tinternal windage.<.......+.0...-« 30.0 30.0 30.0 30.0 
Total loss = 207.8 kw. {190.8 kw 
Losses during the: Losses 
corres- 
Average |ponding to 
losses actual load 
Open-cir- | Short-cir- during | of 8750 
4 cuit half | cuit half cyclic kv-a. at 
= of the cyclejof the cycle test Pk 
‘a 0.80 
5 : 
———— 
i 
poe iStater 1? Ro, «cc. o. Cegea mea: 0 37.8 18.9 19.4 
FHS RO COLL Deals cteyraicrae we orate woolebetent eae 38.5 7.9 2.2 27.9 
Sate LOssis aot eine eo eee 270.0 0 135.0 119.5 
Dba lLOAA LOSS rclorsianareriiovecenroelele sore 0 PAG ea) 128 153 
|Internal WINGAGC hese eye ayers Oe 30.0 30.0 30.0 30.0 
Total loss = 219.9 kw. |212.1 kw. 
Losses 
Losses during the: corres- 
£ Average |ponding to 
losses factual load 
Open-cir- | Short-cir- during of 10937 
4 cuit half cuit half cyclic kv-a. at 
= of the cyclelof the cycle test P.F. = 
Z, 0.80 
=) 
fa 
E eiStatar I® seinem iia « doa erat 0 60.0 30.0 30.5 
PRO tOTaLZ Ie a mt etertnaseccsesst slows "aus lieyoue. 38.0 12.4 25.2 32.6 
Py Neatetous eh. ete Cet it tes 260.0 0 130.0 120.0 
Stray = Oa losses tery p tedei ie auseecitens Fae 0 42.3 PP 208 
Tuternal windages..... ccd sas ees 30.0 30.0 30.0 30.0 
Total loss = 236.4 kw. |234.6 kw. 


The temperatures of the circulating air were determined at the 
inlet and outlet from the mean of the readings of several ther- 
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mometers. The results and the ‘‘loss per degree air rise,’’ are 
given as follows: 


Designation of Total loss in Air rise in Loss per degree 
heat run machine machine air rise 
I 208 kw. 12.4 deg. 16.8 kw. 
II 220 kw. 130, ss 16.9 kw. 
III 236 kw. 15.5.2 15.3 kw. 
Average value for loss per degree air rise 16.3 kw. 


It can fairly be assumed for this particular design that the 
heat corresponding to 90 per cent of the loss in the machine is 
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CURRENT IN STATOR WINDINGS IN AMPERES PER PHASE 


TERMINAL PRESSURE IN VOLTS 


~ 100 200 300 
CORE LOSS IN KILOWATTS 
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Fic. 6—CuRVE OF CorE Loss oF Fic. 7—CurveE oF STRAY Loapb- 
12-PoLE—8750-kv-a. — 6600-VoLt Loss oF 12-PoLE—8750-Kv-A.— 
—500-REV. PER MIN. THREE-PHASE 6600-VoLT—500-REV. PER MIN.— 
GENERATOR THREE-PHASE GENERATOR 


carried off by the circulating air, the remaining 10 per cent being 
dissipated from the surfaces of the machine. 
Therefore we have, as carried away by the circulating air: 
16.3 X 0.90 = 14.7 kw. per degree rise. 
_ One kilowatt raises the temperature of 1000 cu. ft. of air per 
minute (0.47 cu. m. per second) by 1.78 deg., or: 
A temperature rise of 1 deg. will be occasioned by a loss of 1 


kilowatt for a circulation of 1780 cu. ft. per min. (0.84 cu. m. per 
second). 


Consequently we have: 


Quantity of circulating air = 14.7 X 1780 = 26,200 cu. ft. per 
min. (12.4 cu. m. per second), 
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In the following table are brought together for the three heat 
runs the results obtained by the embedded temperature detectors 
in the locations designated by A and B in Fig. 1, and also the 
results for the mean of A and B. 


Designation of heat run I II III 
Total loss in machifie 208 kw. 220 kw. 236 kw. 
Location—A. 33.0 deg. 36.0 deg. 41.5 deg. 


Temperature rises by 


Location—-B. 26. ssees 28-85 * 2953 we 
ee N IMen aot A&B. |. 20.7" 32.4“ 35.4 “ 
Loss per degree of mean rise 7.00 kw. 6.80 kw. 6.70 kw. 


Average for the three heat runs for the 


. 6.83 kilowatts 
loss per deg. of mean rise 


It is to be noted that by mean rise by embedded detectors is 
meant the mean of the two maxima, the one being the maximum 
for location A and the other being the maximum for location B. 

The results for these three heat runs by the cyclic method 
deviate from the average result by less than 3 per cent in the case 
of the “‘loss per degree mean rise by embedded detectors’ 
and by only 6 per cent in the case of the ‘‘loss per degree air 
rise in machine.’’ These values speak well for the accuracy of 
the cyclic test. 

These and the temperature rises obtained at other parts are 
brought together in the following summary in which the results 
from which the highest ‘“ hottest spot ‘‘ temperatures are 
deduced, are in heavy type. 


Designation of heat run I Il Ill 
PRIVY OLE AEUDIELES arouse lersus\ ore esis © ote Hane 7000 8750 10937 
IPOWEE sEACEOR Sale feie cores) cir Ko mie Aine wise 1.00 0.80 0.80 
Terminal pressure (volts)............ 6600 6600 6600 
@usrent (amperes) 3.62 2. ce nee nae 614 766 960 
Maximum observed rise by tempera- 

Pate) CetEctOrs oe aac odie oo close! «iio aur’ 33.0 36.0 41.5 
Observed by In location ‘‘A”’ 33.0 36.0 41.5 
temperature M4 oe SS 26.3 28.8 29.3 

detectors Mean of A&B 29.7 32.4 35.4 


Maximum observed rise of rotor wind- 


ideale Monee Minoo wee fo onodocns 19.0 19.0 20.5 
Observed risestator winding byresistance 28.0 34.5 42.0 
Air rise in machine.............4.. 56 12.4 1320 15.5 


Deduced hottest-spot temperature cor- 


responding to ambient temp. of refer- 
ENCE) oie cieiensoe Sonobs0e Wapiehae mca. see 78.0 84.5 92.0 
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It is interesting to note that in heat runs II and III the hottest- 
spot temperature corresponds to the observations of the rise of 
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Fic. 8—TEMPERATURE-TIME CURVES FOR CycLic HEAT RuN EQUIVALENT 
TO 7000 Kv-A. AT PoWER Factor = 1.00 


the stator winding by resistance and not to the results obtained 
by the embedded detectors. This is for the reason that the 
Standardization Rules require 10 deg. to be added to the observed 
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temperature as determined by the resistance method and 
require 5 deg. to be added to the observed temperature as 
determined from the highest reading of any of the embedded 
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detectors. Such results may occur in machines so designed that 
no part of the stator winding is much hotter or cooler than the 
average temperature of the stator windings. 

In Figs. 8, 9 and 10 are given curves showing the progress of 
the heating during the cyclic tests. 

It should be understood that this paper has been chiefly con- 
fined to a discussion of those parts of the temperature sections 
of the rules which deal with rotating machinery and that even 
in this small portion of the rules there are various matters of 
interest and importance which have not been considered. On 


Outlet Air 


a 


Inlet Air 


TEMPERATURE\IN DEGREES 


2 4 
HOURS FROM COMMENCEMENT OF TEST 


Fic. 10.—TEMPERATURE-TIME CuRVES FOR CycLic Heat RUN | 

EQUIVALENT TO 10,937 Kv-A. AT POWER Factor =0.8 

| | 

‘the subject of transformers there are further matters of import- 

‘ance in the temperature sections. The sections on dielectric 

tests and those on efficiency and regulation present features of 

at least equal importance as regards both rotating machinery 
and transformers. 

The author entertains the hope that his paper soon may 
constitute one of several papers by others along these general 
lines and that. by making this beginning he may have promoted 
in some measure the important undertaking of standardization of 


electrical machinery. 
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APPENDIX 


A CoMPARISON OF THE TEMPERATURE LIMITS IN THE BRITISH 
AND THE AMERICAN RULES FOR ELECTRICAL MACHINERY 
In the following collection of Tables the three methods of 
determining the temperature are designated I, II and III, follow- 
ing the arrangement in the American rules. Briefly these 
methods are defined in the American rules as follows: 


Designating Designating 


number of name of Description of method 
method method 
I Thermometer This method consists in the determination of the 
method temperature, by mercury or alcohol thermometers, by 


resistance thermometers, or by thermocouples, any of 
these instruments being applied to the hottest accessible 
part of the completed machine, as distinguished from 
the thermocouples or resistance coils embedded in 
the machine as described under Method No. III. 


II Resistance This method consists in the measurement of the 
method temperature of windings by their increase in resistance, 
corrected to the instant of shut-down, when necessary. 
In the application of this method, thermometer meas- 
urements shall also be made whenever practicable 
without disassembling the machine, in order to increase 
the probability of revealing the highest observable 
temperature. Whichever measurement yields the 
higher temperature, that temperature shall be taken 
as the ‘‘highest observable’’ temperature. 


III Embedded- This method consists in the use of thermo-couples or 
temperature- | resistance temperature detectors, located as nearly as 

detector possible at the estimated hottest spot. When Method 

method No. III is used, it shall, when required, be checked by 


Method No. II; the hottest spot shall then be taken 
to be the highest value by either method, the required 
correction factors being applied in each case. 


1.—LIMITS OF OBSERVABLE TEMPERATURE FOR CLass A 
MATERIALS WHEN Metuops I Anp II ARE EMPLOYED 


For these cases the limits are set forth on the first insert 
herewith. 


2.—LIMITS OF OBSERVABLE TEMPERATURE FOR Crass B 
MATERIALS WHEN MeEtHopDs I Anp II argE EMPLOYED 


The second insert sets forth the limits for these cases. 
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3.—LImMITs OF OBSERVABLE TEMPERATURE FOR CLAss A AND 
Crass B Materiats WHEN Meruop III 1s Usep 
When Method III is used, the limits set forth in the British 
and American rules are identical and are set forth below for 
machines of various voltages. 


Permissible limits of temperature as measured by 
embedded temperature detectors 
Temperature detectors Temperature detectors 
Voltage of Machine located between top and located between coil-side 
bottom coil-sides in and core and between 
two-layer windings coil-side and wedge 
Class A Class B Class A Class B 
Not over 5000 volts...........| 100 degrees | 120 degrees 95 degrees | 115 degrees 
Between 5000 & 6000 volts ..| 100 | 120 = 94 - 114 a 
4 6000 & 7000 i 100 ia 120 af 93 a 113 4 
a 7000 & 8000 “ 100, “ f20= O20 EDD ae 
~ 8000 & 9000 “ 100; * 1270) 91 s JE Se 
e 9000 & 10000 “ 100), 9% 20s 00am! TO 
uw 10000 & 11000 “ LOOm 5 AO lo ae Sor LOO = ~ 
= 11000 & 12000 “ 100)" 2, 120) 88 Re LOS 


Note: Method III, (Defined and discussed in sections 352 to 356 of 
the American Rules) is, in the American Rules, mandatory for all stators 
of machines (exclusive of induction regulators) with cores having a width 
of 50 cm. (20 inches) and over, and also for all machines of 5000 volts and 
over, if of over 500 kv-a., regardless of core width. The method is not 
mandatory in the British Rules but section 63 of those rules states that: 
“When so specified with the inquiry, embedded temperature detectors 
shall be employed in the case of a machine of over 3000 kilowatts if wound 
for a rated pressure exceeding 3300 volts.” 
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THE POWER COMPANY’S PROBLEM IN THE ELECTRIC 
SUPPLY FOR LARGE SINGLE-PHASE LOAD 


BY WILLIAM C. L. EGLIN 


ach ABSTRACT OF PAPER 

The position taken by the power company is that it should 
be able to supply all needs of energy in the community whether 
for industrial, street railway or trunk railroad use. The power 
company must also be able to supply energy of uniform pressure 
whether single-phase, two-phase or thrée-phase, at whatever 
voltage best suits the consumer. These conditions are ‘best 
met by polyphase generating units, and three-phase units are 
almost universally adopted on account of the economy in trans- 
mission which they permit. 

When the demand for single-phase current is heavy enough 
to produce an unbalance, some means of balancing must be 
provided in order to prevent reduction in the output of the 
generator, and also to maintain uniform voltage on all phases. 
Three methods of balancing are discussed; first, by equipping 
the generator field with damping devices; second, by the use of a 
separate machine similar to the three-phase induction motor; 
third, by means of a synchronous phase-balancer consisting of 
a two-unit machine, one of which transfers energy between 
phases and the other balances the voltage. Correction for 
power factor on each individual large consumer’s line is suggested. 


UNDAMENTALLY, the power company should be pre- 
pared to supply electric energy for all the uses required in 
the territory which it serves. The greater the variety of utiliza- 
tion of the power company’s service, the greater is the diversity 
factor—the non-coincident demands within a twenty-four hour 
period or within the yearly period of operation—which increases 
and improves both the daily and the yearly load factors, and 
enables the generating plant to operate more efficiently. 

In order that it may furnish service in the simplest way, it 
is the policyand aim of the power company to select such voltages 
and frequencies for the generating equipment as are best adapted 
to meet the requirements of its consumers’apparatus. Practically 
without exception in this country at this time, the main gener- 
ating stations of large power companies are equipped to supply 
- polyphase alternating currents, at high voltages and at fre- 
quencies of either 25 cycles or 60 cycles. 

A word in retrospect: 

_ The power companies’ principal business in their earlier period 
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was lighting. The use of lighting is restricted usually to the 
hours of darkness, so that the period of maximum load was a 
relatively small percentage of each twenty-four hours. The 
diversity factor of this load, due to the combination of stores, 
residences and factories, did not improve the load factor very 
materially, on account of the occurrence simultaneously. of these 
loads between the hours of four and six p.m., forming a very 
abrupt peak in the load diagrams, especially during the winter 
months. The value of a motor load was therefore recognized, 
because it would be more continuous and because its require- 
ments for power would increase very considerably over the re- 
quirements for lighting. 

The next logical step in increasing the load factor was the 
broad position taken by the power company, to supply all of 
the needs for energy in the community; first, by supplying energy 
to large industries; then, to the street railways; and finally, 
to the steam railways in its territory. 

Another important and very obvious consideration, from the 
power company’s standpoint, is to operate the plant at its maxi- 
mum efficiency. This means loading the generating units with the 
load which will produce the maximum steam economy in a steam 
generating station and entail the minimum investment in plant. 

The generating apparatus must be capable of delivering to 
the consumers, energy of uniform pressure, irrespective of the 
demands, and the power company must stand ready to supply 
single-phase, two-phase and three-phase current at any voltage 
that best suits the individual consumer. These conditions are 
best met by polyphase generating units; and on account of 
the economy in transmission, three-phase units are being uni- 
versally adopted. 

The power requirements of individual consumers in a large 
territory, are of a varied character, demanding a close regulation 
of pressure through a range of their loads from no-load to full 
load. 

With the balanced three-phase load of a consumer there are 
no serious difficulties involved, and even with the two-phase 
load which can be partially balanced by means of T-connected 
transformers, the difficulties are of little importance, and can 
be taken care of either by individual automatic regulators on. 
the feeders supplying the consumer, or by regulation of the gen- 
erated voltage, or by both. 

When the demand for single-phase load is heavy, and espe- 
cially when it produces an unbalance—i.e. when a single consumer 
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requires a large amount of single-phase load and it cannot 
be balanced by other consumers also requiring single-phase 
load, a number of new problems are presented: The capacity 
of the generating apparatus is materially reduced, on account 
of the load being limited by the carrying capacity of the windings 
in the heavily loaded phase, so that the first problem is to provide 
some means of balancing the single-phase load, or splitting the 
single-phase load on the generators, to enable the generator to 
be operated at its normal output. ~The second problem is to 
maintain uniform voltage on all phases irrespective of the unbal- 
ancing. There are several methods by which this may be partially 
accomplished: 

First, by equipping the field of the generator with damping 
devices, which consist of copper conductors imbedded in the core 
and short-cireuited at their ends; this enables the transfer of 
energy from the heavily-loaded phase to the under-loaded phase. 
It, however, cannot be an exact balancing of the load and does 
not permit of the balancing of potentials. When the unbalance 
exists only in one phase and is fixed, some adjustments can be 
made which will approximate uniform voltage upon all three 
phases. The addition of dampers to the generator, however, 
reduces its efficiency and adds to its size and necessarily to its. 
first cost, and it would probably be necessary to equip all gen- 
erators in this way. On the other hand, the balancer capacity 
is added only for the amount of unbalanced single-phase load. 

Second, by the use of an external machine connected to the 
generator, similar in all respects to the three-phase induction 
motor. By the addition of boosters on each phase, regulation 
of voltage and also a balance may be effected. When the un- 
balance exists on one phase and it is known that this will always 
be the heavily-loaded phase, adjustments can be made in the 
windings of this rotating machine so as to obtain an average of 
balance of load and an average of balance of voltage. 

Third, by means of a synchronous phase balancer, which 
consists of a two-unit machine, the function of one unit of which 
is principally to transfer energy between phases; the other unit 
is a boosting set with two fields at right angles to each other, 
which balances voltage. Thus, by use of the combination, 
there are maintained, uniform energy balance and uni- 
form voltage balance. These fields may be controlled by 
automatic regulators, and a balanced voltage under wide 
variations from zero to the full range of the balancer set, may 
be obtained. Variations in load may occur on any phase, with- 
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out in any way affecting its satisfactory operation. The opera- 
tion of the balancer set does not, in any way, affect the economy 
of the generator. It does permit the generator to be operated 
at its most efficient load and to carry a full load, irrespective 
of the unbalance, up to the capacity of the balancer set. 

The losses in the synchronous phase-balancer and booster are 
the usual losses in rotating synchronous apparatus, consisting of 
the losses in the windings and fields, windage and friction of 
its bearings. The efficiency of a machine of 5000 kw. is approxi- 
mately 94 per cent. 

As previously noted, two single-phase loads may be partially 
balanced by T-connected transformers, and naturally three or 
more single-phase loads may be distributed on the three phases 
so as to produce the best balancing effect; so that with the in- 
creased demands for single-phase load, additional balancer 
capacity may not be required in a large generating station. 

Because of the fact that the balancer apparatus is a synchron- 
ous machine, the portion of the unit which is designed to transfer 
energy, will be made sor ewhat larger and could be used as asyn- 
chronous condenser to improve the power factor of the system. 

The principal demand from large consumers is alternating cur- 
rent, either single-phase, two-phase or three-phase, at some pre- 
determined, practically uniform voltage. With varying demands 
from no-load to full load, good regulation may be obtained 
by the various automatic devices to regulate the generating 
voltage on individual feeders. Variation in voltage upon feeders, 
however, may become excessive with inductive loads. These 
loads may also produce at the generating station a low power 
factor, with a consequent under-loading of the generators, re- 
ducing their capacity and possibly necessitating their operation 
at some point lower than their maximum steam economy. 

There are great variations in the power factors of individual 
consumers, depending upon the nature of their loads. As this 
also prevents the economical loading of the generating units. 
some means should be provided to correct for power factor, 
and I believe that each individual large consumer should be cor- 
rected for practically unity power factor, and to do this the 
proper synchronous condenser capacity should be introduced at 
some point in the consumer’s line where the most economical re- 
sults can be obtained. This, however, will vary very largely with 
each individual consumer and must be studied in each case. 


—— 
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SUPPLY OF SINGLE-PHASE LOADS FROM CENTRAL 
STATIONS 


BY PHILIP TORCHIO 


ABSTRACT OF PAPER 


American central stations, contrary to European practise, have 
extensively adopted single-phase distribution from polyphase 
stations, balancing the loads among the different phases by 
grouping of the single-phase feeders or the distributing sub- 
stations. Voltage regulation for lighting circuits has been sup- 
plemented by individual regulators. Generators. with good 
single-phase characteristics were sometimes employed. In other 
cases generators were installed of larger kilovolt-ampere rating 
than the kilowatt capacity of the steam unit. 

Large customers, using electric welding machines, electric 
furnaces, etc., assist the balancing by dividing their load between 
the two cr three phases. 

In cases of railroad companies’ generating stations, the single-— 
phase power is furnished from three-phase generators of special 
design. In cases of purchased power from central stations, dif- 
ferent methods of supply may be available. 

In connection with the supply of service to the Western por- 
tion of the New Haven Railroad electrification by the New York 
lighting companies, four methods were cons‘dered contemplating 
the supply of power—(1) directly from the 25-cycle system bus- 
bars; (2) from a separate section of the 25-cycle system busbars; 
(3) from a 60-cycle station with frequency changers at the de- 

‘livery point; (4) from special 25-cycle generators installed in 
the Jatter station. On account of the requirement of parallel 
operation with the railroad power plant, the first method would 
not give the necessary load control. The second method was 
dismissed on account of the requirements of balancers and also 
longer transmission lines than the other methods. The third 
plan necessitated a large investment in special apparatus and gave 
poor efficiency of conversion. The fourth method was adopted as 
it gave complete control of the load and voltage, and maximum 
efficiency of transmission. The larger originalinvestment in new 
generator capacity was partly compensated for by its value to 
the companies as a standard equipment for supplying their future 
demands and other three-phase existing loads-in the immediate 
districts. The equipment is described. 


ONTRARY to European practise, the distribution of single- 

phase currents from polyphase stations is very common 

in American central station practise. The balancing of loads 

among different phases has been accomplished by grouping of 

single-phase feeders on different phases. The exacting require- 
1293 
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ments of regulation for lighting circuits have been met by 
supplementing the regulation obtained from the main supply 
with individual regulators on each single-phase feeder circuit. 
These circuits feed different districts. 

Where the distribution is done from different substations, 
fed from a generating station, the transmitting lines between 
generating station and substations may be two- or three-phase, 
one of the phases carrying the heavy lighting load in addition 
to its share of the power load, which is equally divided among 
the phases. In such cases the substations are divided into 
two or three groups, each group having the heavily loaded phase 
connected to a different phase of the generating station, so that 
the loads of all phases are approximately equally divided. 

The operation of such systems has never given any inconven- 
ience. In the early years the distributing stations and the indivi- 
dual customers’ loads were small, so that there were not pre- 
sented great difficulties in balancing the load among different 
groups of feeders connected to different phases. With the 
growth of the system and the introduction of distributing sub- 
stations, fed from a generating station, the unbalancing of phases 
became a problem, because it was not possible to maintain 
always balanced loads on different phases, notwithstanding the 
care taken in the grouping of different substations. In such 
cases generators were secured with suitable field windings and 
additional.copper in the armature to give good single-phase 
characteristics; in other cases the generators were also built of 
greater kilovolt-ampere rating than the kilowatt capacity. of 
the steam unit. 

As an illustration of the former case, we may cite the 14,000-kw. 
three-phase, 10,000-kw., single-phase, 60-cycle generator installed 
in 1906 in the Waterside station of the New York Edison Com- 
pany. As illustrations of the second case are the three 19,000- 
kv-a., 60-cycle generators driven by 15,000-kw. turbo units 
installed in 1913 in the 201st Street station of the United Electric 
Light & Power Company of New York. In this case the fields 
of the generators were also provided with damper windings 
which would permit them to carry 7500 kv-a., single-phase load. 
With this precaution taken, the station output is not handicapped 
by low power factor or unbalanced loads, and is capable of taking 
on a comparatively large single-phase customer without handi- 
capping the generating capacity. 

Usually the load unbalancings.are only temporary and of 
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relatively high power factor and, therefore, they do not pre- 

sent the same difficulties as when large single-phase loads, 

often of fluctuating character, are to be supplied. In such 

cases the customer can greatly assist the central station by 

dividing his load as nearly as possible between the two or three 

phases, as it will give a better balanced voltage condition. This 

is especially true in. electric welding, electric furnaces and pos- 

sibly in single-phase railroad supply. This division of load has 
been accomplished to good advantage in cases of large industrial 

installations. 

When large amounts of single-phase railway load supply 
are to be furnished, the railroads have, from the beginning, 
established the practise of installing three-phase generators to 
furnish the bulk of the power single-phase, ‘direct from the gener- 
ators. The generators are of special design. In cases of pur- 
chased power from central stations, it may be possible to do away 
with the special design generators and supply the single-phase 
loads from the main buses of the power company, if of sufficient 
capacity, or with the aid of phase balancers or possibly by section- 
alizing, on different phases, the railway load. 

A very careful study of the most advantageous method of 
supplying a large single-phase railroad load was made in connec- 
tion with the negotiations of the New York lighting companies 
for supplying the New York, New Haven & Hartford Railroad 
Company with the power for its western end. The conditions 
of service required the supply of a minimum guaranteed maxi- 
mum (hourly) load of single-phase power of 6500 kw., at 70 per 
cent power factor, with momentary peaks of 250 per cent of 
this load. The supply was to be paralleled with the 35,510-kv-a., 
single-phase generating station of the New York, New Haven 
& Hartford Railroad Company at Cos Cob. Conditions for 
parallel operation were rendered favorable by the existence of 
two three-phase 11,000-volt lines over which a maximum syn- 
chronizing power of 10,500 kw. could be supplied to the 
lagging station, with approximately 23,500-kw. of power 
supplied from the leading station. 

The supply was to be 25-cycle and capable of controlling its 
load to maintain a load factor as desired. In addition, the con- 
trol was to be such as to divide the peak loads with the Cos 
Cob power station in proportion to the maximum one hour 
load taken from the respective sources. 

The power was to be supplied at the West Farms Junction 
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of the New York, New Haven & Hartford Railroad Company 
at 22,000 volts, single-phase, with the neutral grounded to the 
rails, and 11,000 volts, three-phase, for the synchronizing ties. 
The voltage was to be maintained at this supply point within 
the limits of 10,500 to 11,500 volts under all conditions of load. 
The generating capacity that was available for supplying this 
load at the time of these negotiations was 237,000 kw., 25+ 
cycles, and 22,500 kw. 60 cycles, at the Waterside stations No. 
land No. 2, located at 40th Street and East River, and 45,000 kw. 
60 cycles at the 201st Street station, located at the Harlem River. 

The accompanying map, Fig. 1, shows the relative locations 
of these stations to the proposed point of supply at West Farms. 
The distance over available duct routes from Waterside station 
is 9.5 miles, and from the 201st Station 4.5 miles. 

With these stations available, the following methods of supply 
were considered: 


I. Power supplied from the Waterside 25-cycle bus which 
has a generating capacity of 237,000 k.w. operating in para- 
llel. Here the total capacity of the generators would be capable _ 
of absorbing the single-phase power without undue heating of 
the generators. « 

II. Power supplied from a section of the Waterside 25-cycle 
bus. In this case the generating capacity operating on this 
bus section would be cemparatively small and phase balancers 
would be required to balance the load between the phases as 
the generators were not constructed for supplying a single- 
phase load greater than 10 to 15 per cent of the capacity of the 
machines. 

In both propositions I and II, the voltage would be stepped 
up by means of transformers from 6600 to 24,000 volts in Water- 
side and transmitted at this voltage over 24,000-volt cables to 
the West Farms Junction of the New York, New Haven &.Hart-, 
ford Railroad. 

III. Power supplied from the 201st Street 60-cycle station 
transmitted at the bus voltage of 7800 volts, three-phase to 
the West Farms Junction where it would be converted by means 
of frequency changers to 11,000 volts, 25 cycles. 

IV. Special 25-cycle generators installed in the 201st Street 
station which would be capable of giving the required single-_ 
phase load in addition to supplying other 25-cycle load in this 
territory. Here the voltage would be stepped up to 24,000 
volts and transmitted at this voltage to the West Farms Junction 
of the New York, New Haven & Hartford Railroad. 


On studying these four propositions it was found that the 
first method would be impracticable as it would not give the 
necessary speed control for division of loads withthe Cos Cob 
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station. It would also not be possible to regulate the voltage 
supplied without the installation of an expensive regulator for 
this purpose. 

Method II required the installation of phase balancers 
which was a new type of apparatus and had not been worked 
out by any manufacturer. The cable lines would be very long 
and expensive, and there would be no available space in the 
Waterside stations for installing the transformers and phase 
balancers. 

The layout in method III had the advantages of taking three- 
phase power from the existing buses and therefore involving 
the minimum station investment, but the frequency converters 
would be costly and uneconomical, and limited in application 
exclusively to this service. In addition they would require an 
expensive substation for their installation at the West Farms 
Junction. Also, in order to give the load control, it would be 
necessary to have the motor of these frequency changers variable 
speed with certain specific drooping characteristics for dividing 
the load in the desired proportions with Cos Cob. Regenerative 
synchronous converter speed control in connection with rotor- 
wound induction motors was considered for this purpose in order 
to increase the efficiency of the conversion. This introduced a 
complicated and rather expensive system of supply. 

Method IV seemed to offer the greatest number of advantages 
as it would give complete control of the load and voltage with 
a short transmission cable line. While the cost of the new 
generator capacity required involved a much larger outlay, still 
it was considered that ultimately such equipment would be 
utilized both for the railroad load as well as for the company’s 
increasing demands. For this consideration the method proved 
to be the cheapest when the net results of capital outlay and 
transmission and transformation losses were considered as part 
of the cost. . 

Therefore, when the contract was signed for supplying the 
New York, New Haven & Hartford Railroad single-phase load, 
two 25-cycle, 6600-volt, three-phase turbo generators, having a 
high single-phase rating, were installed in the 201st Street 
generating station. These generators were rated 20,000 kw., 
three-phase, at unity power factor, with additional single-phase 
guarantees of 14,300 kv-a. continuous, after which 17,600 kv-a. 
can be supplied for seven minutes with a momentary peak of 
21,000 kv-a. for two minutes. 
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The heavy single-phase rating of these generators was made 
possible by the use of special damper windings in the field poles. 
These windings were necessary in order to neutralize the pulsating 
armature reaction of single-phase load. The voltage of these 
generators was made 6600 volts, this being the company’s 
system voltage. 

In addition to the supply from these two generators, a fre- 
quency changer was connected between the 25- and 60-cycle 
buses in the 201st Street station. This 25-cycle bus can also 
transmit or receive power from the Waterside station through 
four 6000-kv-a. existing tie lines supplying power in the neigh- 
boring territory. 

The power is stepped up in the 201st Street station to 24,000 
volts by three 5500-kv-a., single-phase transformers, with 
1000-kv-a. teaser transformers supplying the third leg. This 
gives a capacity of 11,000 kv-a., single-phase, with one bank 
and cable out of service, with sufficient three-phase capacity 
for holding the two generating stations in step during times of 
trouble on the single-phase lines. All transformers and cables 
are capable of giving 50 per cent overload for one hour following 
the full-load run, with a final 100 per cent overload for seven 
minutes and 150 per cent for one minute. 

Figs. 2 and 3 show diagrammatically the method of 
connections in the 20lst Street generating station and the 
West Farms substation where the connections are made to the 
New York, New Haven & Hartford Railroad lines. 

This supply has now been in operation for fourteen months 
and has been continuous from the start without any interference 
or difficulty. _ 

The above description of this supply is made very general as 
the details have already been published in the technical press.* 


*Electrical World, Vol. 66, No. 24, 1915, Page 1300 and Vol. 66, No. 


25, 1915, Page 1365. 
Electric Railway Journal, Vol. 46, No. 25, 1915, Page 1200. 
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DiscussION ON “‘THE POWER COMPANY’S PROBLEM IN THE 
ELECTRIC SUPPLY FOR LARGE SINGLE-PHASE Loapb”’ (EGLIN), 
“SupPLY OF SINGLE-PHASE LOADS FROM CENTRAL STA- 
TIONS” (ToORCHIO), PHILADELPHIA, Pa., Oct. 13, 1916. 


W.S. Murray: In the days of the not distant past, there can 
be found commentary very unfavorable to the system of single- 
phase traction, based upon whether that power, supplied from 
central stations of polyphase design, brought about unbalanced 
bus-bar voltages. 

My negotiations for the 40,000,000 kw-hr. of single-phase 
current now supplied by the New. York Edison Company to 
the New Haven road, were effected through Mr. Torchio, 
and the electrical construction details necessary to such a supply 
were perfected under joint co-operation of the engineering 
departments of the two companies. There have been no dis- 
appointing features in practical operation to mar the excellent 
operating results which we anticipated, and as outlined in the 
contract guarantee of power supply. 

The safe and sane construction and regulation features of 
the power supply, bearing in mind the necessity of perfect 
continuity of service, in combination with synchronous opera- 
tion with our own power station, have made this western supply 
to our electrification zone a most valuable adjunct. 

Ten years ago the New Haven engineers elected the single- 
phase system of propulsion as properly applicable to the New 
Haven conditions and at that time it, of course, was necessary 
to decide on the phase characteristics of the generators to be 
installed in the power station, its location at Cos Cob, Conn., 
having been determined as the economic point for power dis- 
tribution. In these earlier days the copper clad dampened 
field was not in vogue and as pointed out before, central stations 
would have looked askance at the proposition to furnish from 
their bus bars, a single-phase load in the amount necessary to 
the New Haven’s requirements, on account of its unbalancing 
terminal voltage effect. The New Haven, therefore, had to 
solve this problem incident to its own power generation, and I 
think I can say that the cost to us of its solution was, for our 
own and for posterity’s sake, a valuable investment. At this 
point it is of interest to say that what was immediately apparent 
to the engineers of the New Haven Road was the fact that the 
best economies of power house generation demanded balanced 
loads in the phases of the generators, while the exact reverse 
and controlling condition prevailed outside of the power house, 
in that the most economical distribution of line load could be 
effected by maintaining one phase over the entire system; 
thus the power house had to bow to the line. ‘ 

_ The interesting step, however, that followed was not the selec- 
tion of single-phase generators, but three-phase generators. 
I will not repeat here, what may be found in the archives of other 
papers in the Institute, regarding our early troubles incident 
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to the unbalanced effect of single-phase generation by poly- 
phase machines; these have been conquered by the copper 
clad field, and notwithstanding our three-phase machines are 
loaded to the extent of 80 per cent single-phase current, they are 
at the same time distributing three-phase current with terminal 
voltages, the maximum unbalancing of which is not greater 
than 15 per cent under average conditions. Anticipating that 
you may be interested in what the actual unbalances are, there 
follows readings which I had taken this week at Cos Cob station. 


Cos Cos Prax Loaps 


Time Phase Voltages Load kw. | 

1-2 2-3 1-3 | 

5:33 P. M. 12200 11600 13400 16000 | 

Diz Gee a t* 12100 11600 13400 16500 
Lt ns 12100 11700 13700 17000 
i 12100 11600 13600 18000 
5:48 ‘ 12100 11500 13700 18000 
mb4., <4 12200 11600 13800 19000 
608. * 12100 11500 13800 21500 
6216, -.** 12200 11500 13800 20000 
Uy | ee 12200 11500 13800 20000 
C394 F 12200 11500 13900 24000 

Cos Cos Low Loaps. 

1:42 A. M. 11700 11800 13500 5500 
2702. +" 11900 11500 13300 4500 
2:08 - ~* 11900 11600 13000 2700 
Zits = 11900 11700 13100 3800 
279 el 12300 11500 13000 2900 
3225 et 12300 11600 13000 3300. 
3:38 —-‘* 12300 11700 13000 2900 
a46 12300 11700 13000 3300 
asag 2 ** 12200 11600 12900 3400 
Sia i ide 12300 11600 13100 3000 


As Mr. Torchio has pointed out, the matter of unbalanced 
effects due to the supply of single-phase loads is no longer of 
realmoment. There are many situations where the unbalancing 
effect (as in the case of the New Haven supply), without any 
other correction than that resulting from the operation of copper 
clad fields, is entirely satisfactory. For example, the three-phase 
current as supplied from our generators previously described, is 
used in lighting our stations and for the operation of synchronous 
motors and converters, operating in the substations of railway 
and lighting companies adjacent to our property. 

If further refinement, however, in regard to unbalanced vol- 
tages is required, static or rotary balancers may be used. In 
every instance, however, the conditions of power supply should 
be especially studied. _ While making a special installation for 
the New Haven conditions, it is pointed out that this same 
equipment is practically standard and applicable to placing 
power on the buses of the station for general distribution, as 
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demand may require. Other stations might demand a more 
perfect balance of terminal voltage on the three phases to be 
continually maintained on the busses of the power station, 
while supplying single phase from two of the phases. This 
can be accomplished through the medium of a balancer as 
brought out in Mr. Eglin’s paper. 

Peter Junkersfeld: I would like to call particular attention 
to the first paragraph in Mr. Eglin’s paper, and particularl 
the first sentence. 

He says, “‘fundamentally the power company should be pre- 
pared to supply electric power for all the uses required in the 
territory which it serves.’ 

The remainder of his paper, and also Mr. Torchio’s paper, 
shows one notable instance in which that has been done, and 
also points out the four different methods that were considered 
and the reasons that govern the final adoption of the one that 
was selected. 

The general public who ride on the steam cars, who ride on 
the surface, elevated and subway cars, and who use electric 
service for light and power, are, after all, in the last analysis 
very largely one and the same; so that, if anything is doneinan 
uneconomical manner, in any one of those branches, it to a 
certain extent involves the same people. 

Certain of these uses for electric service come at one hour of 
the day and month, and certain other uses at another time of 
day and month; so that, if the fundamental statement that is 
made here is followed out, and followed out to the full, it results 
in the best economy for all concerned. That applies not only 
to the particular engineer who buys and installs the equipment, 
but also to the engineer who designs and manufactures the equip- 
ment. : 

These papers refer principally to the supplying of railway power 
in large centers from very large stations. 

I think we all feel that ultimately the use of electric power will 
be very extensive, and that power will have to be supplied 
through widley scattered areas; and also that full consideration 
must be given to the dollars already invested, and these dollars 
used as far as practicable: 

That, then immediately brings up certain further questions 
in the design of apparatus and the design and construction of lines. 
It will probably resolve itself into practically state-wide trans- 
mission. 

In state-wide transmission it will be possible to connect up 
large sources of power, and take advantage of another funda- 
mental factor, which, for the moment, we might call ‘capacity 
diversity,” particularly in a large territory where there is a 
certain source of steam power or water power available. 

There are a great many areas in this country where the water- 
power supply in the summer is very low, possibly within 50 or 100 
miles (80.4 km. or 160.8 km.) of some place where there is a cer- 
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tain source of steam power supply, which has an excess of supply 
in the summer and a shortage in winter. Those two sources 
should help each other. The state-wide transmission lines, it 
might be conceived, could be used for the purpose of interchang- 
ing power between sources as well as delivering power to the 
steam railroads along their route. 

That will mean that the balancing machines would probably 
have to be put at the points where the steam railroad supply 
: taken off and taken away from the state-wide transmission 
ine. 

D. B. Rushmore: The necessity for single-phase. railway 
loads is an open question. There are, however, other single- 
phase loads which, under present conditions, are inevitable, 
and amongst the most important of these is the electric furnace. 
It would be interesting to hear from Mr. Eglin and from Mr. 
Torchio, what on their respective systems they would consider 
the maximum capacity of single-phase arc furnaces which would 
be permissible, these having a power factor of between 75 and 
85 per cent. 

The two systems outlined in the papers are different in respect 
to the overlapping of loads. Where single-phase generators 
are used the overlapping of loads comes only on the boiler equip- 
ment. On the other system, the single-phase electric load is 
transformed into a three-phase load on the electric circuits, 
and the possibility of obtaining desirable overlapping is very 
much greater. 

It will also be interesting to know what is the minimum 
load for which single-phase generators would seem desirable. 

L, E. Imlay: We have no single-phase problem at Niagara 
Falls. We have no single-phase railways. 

It is true that we operate a number of furnaces on single 
phase, perhaps 2000-kw. capacity is the largest, but our sub- 
stations and our switch stations are so arranged that these 
furnaces can be changed from one phase to another. 

. Our customers are so glad to get power that they are willing 
to take it not only when we want them to, but they are glad 
to put it on any phase that we ask them to put it on, so that, 
we have had no trouble whatever from unbalanced loads. 

H. R. Summerhayes: While 2000 kw., as mentioned by Mr. 
Imlay may not be a large single-phase load to put on the Niagara 
system, it would be a very large load, and rather disconcerting 
in its effect on a small system; and it is quite possible that a 
balancer of the type used in Philadelphia could be applied with 
good effect where a single-phase load of 2000 kw. was to be taken 
from a comparatively small system. F 

When we get to as small a load as 2000 kw., however, the 
question of the comparative cost of the balancer and of the 
single-phase motor generator becomes interesting, and I should 
say that at that point there would be considerable question 
whether the balancer would generally be cheaper than the motor, 
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The balancer, however, would probably be more efficient, 
even in that size. 

In larger sizes I believe that Mr. Doherty intends to present 
some figures indicating that the balancer is both cheaper and 
more efficient, hence its adoption by the Philadelphia Electric 
Company for this single-phase railway problem. 

The balancer will have an application also in this way: that 
furnace loads need no longer be limited to 2000 kw. 

Larger single-phase furnaces may be used if machines of the 
character of this balancer are used with them. 

In Mr. Torchio’s paper, this explains very clearly the reasons 
why single-phase generation was adopted, and there are undoubt- 
edly advantages in having these single-phase systems entirely 
separate from the general three-phase supply of the New York 
Edison Company. 

It is possible, however, that by the addition of a balancer, 
the two systems could be tied together, gaining somewhat in 
load factor. That is, the diversity factor would be improved. 

N. W. Storer: It is very gratifying to note that the problem 
of applying single-phase power which has been presented to 
the central station companies has been met so satisfactorily. 

We have two instances here, one in New York and one in 
Philadelphia, where the same problem has been met in two 
different ways, and both of them are giving entire satisfaction 
to the power users, and to the central station companies. 

The question that is going to be the most interesting to the 
future users of power is, what is it going to cost to produce 
single-phase power in large blocks? 

Is it going to cost more than three-phase power, and if so, 
how much, and at what load does this different cost begin? 

E. H. Martindale: I would like to ask what power factor is 
obtained on single-phase railway load, with and without the 
balancing set, and also whether the use of damping coils has 
any effect on the power factor? 

E. F. W. Alexanderson: If I understand the question correctly, 
it is whether the use of a balancer improves the power factor. 
of the single-phase load, so as to make it more adaptable to the 
three-phase power system. 

If desired, the balancer can be made to act asa synchronous 
condenser. 

That question was considered in designing the balancer for 
Philadelphia, and it was concluded that it was better to design 
these machines exclusively as balancers; in other words, having 
the function only of converting power from single phase into 
polyphase, but not to correct power factor. 

The power factor correction is being accomplished on the 
single-phase line with condensers when the load is high enough 
to require it. 

_John L. Harper: In the days when property existed in water 
rights, and water power was available at Niagara Falls, New - 
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York, for the benefit of industrial interests of the country, we 
used to sell power for $20.00 per horse power per year. 

Within the last few months we had calls for amounts of power 
ranging from 5000 to 25,000 horse power, which we could not 
furnish. Power asked for in some previous calls has now been 
obtained in other places, because we could not furnish it ina single- 
phase form. 

The motor-generator™set would impose relatively high losses 
upon a customer in making the change, and certainly much 
greater loss than would have been obtained if the power were 
changed by this new system of phase rearrangement. I under- 
stood the previous speaker to say that 94 per cent efficiency could 
be obtained, or a maximum loss of 6 per cent would be the great- 
est that could occur in an apparatus of this new form and, if such 
is the case, it would mean that a customer purchasing power 
from us would now only be under a handicap of $1.20 per horse 
power for getting his energy changed from three-phase to single- 
phase. At least in one case within my knowledge, a customer 
has gone elsewhere for power, where, it is reported, he could get 
it for $21.60 per horse power. 

If this new apparatus really shows the efficiency that has been 
stated here, this customer could have stayed at Niagara Falls 
and received the benefit of a lower price than he could get if he 
moved elsewhere, and would not have had to duplicate his plant. 

The large amounts of electric furnace power that are now being 
demanded, especially in the production of artificial abrasives, 
make this problem not only of interest from an engineering, but 
also from a financial standpoint. 

H. W. Buck: I would like to ask whether it was not possible 
for the prospective customer to balance his load between the 
three phases. Why was it necessary to put the whole load on a 
single phase? 

John L. Harper: The power which was demanded from us 
could not be used in three separate loads; the customer wanted 
only power enough to begin with to take up one or two of the 
three phases. To make the balance delivery from our lines, 
in this case where the customer’s furnaces were approximately 
2000 kw., it would have required the customer to have always 
increased his use of power in blocks of 6000 kw., which is much 
greater than the ordinary industrial development wishes to take 
at one time, preferring rather to enlarge in smaller increments. 

H. W. Buck: It seems to me, in this connection, that with the 
rapid development of the electric furnace and furnace loads on 
central stations, power companies should take a very strong stand 
in insisting upon the balancing of such furnace loads between the 
various phases of the power system, and should try and force the 
electrochemical customer, as far as possible, to adopt this method 
of operation. é 

If the power companies simply swallow any single-phase propo- 
sition, however large, which may be thrown on one phase of their 
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system by a customer, and then undertake to overcome it by 
installing a complication of balancers, trouble will result from the 
additional expense and additional complications. These balancers 
should be avoided wherever possible. 

J. E. Kershner: I would like to ask for a little information 
on the manner of balancing fields controlled by automatic regu- 
lators. 

I did not see how you could take fields of different phases and 
balance them—just what does that mean? ~ You could not very 
well do that on an ordinary generator. 

C. F. Scott: Something has been said of rather taking it for 
granted that the balancer is needed. 

Looking at the question broadly, is the balancer needed? 

Is ita universal panacea, or does it apply to certain specific 
cases? 

The problems that have been presented are those of the larger 
sort. Most of the gentlemen who have spoken have been con- 
nected with three of the largest central stations in the country or 
with Niagara Falls, or the largest single-phase railways. 

What may apply there, and some of the recommendations that 
Mr. Eglin has made, I think will be found to apply to the larger 
consideration of power and its distribution. 

Broadly speaking, and to take a different position from the 
position which has been presented, is it not better to do away 
with balancers and auxiliaries and to meet the single-phase require- 
ment in the generator itself? 

As an illustration of what I mean, the synchronous condenser 
for power-factor correction has been looked upon as a great thing 
for increasing the capacity of a generator. 

If for example a certain load is 1000 kv-a. at 60 per cent 
power factor, we have two alternatives, (a) a 1000-kv-a. gener- 
ator to operate at 60 per cent. power factor or, (b) a 600-kw. 
generator supplemented by a 800-kv-a. synchronous condenser. 
In the latter case the aggregate capacity is 1400 kv-a. If there 
be a transmission line, its cost will be less if the synchronous 
condenser is placed at the load end, thus compensating for the 
extra cost of machinery. 

If we can, by increasing the size of the generating unit, secure 
the capacity for supplying single-phase power, will not that be 
simpler than the addition of auxiliary apparatus? 

We will be adding to the size of an already large unit where 
the cost for the additional kilowatt capacity is relatively small. 

The power lost in a single power generator will generally be 
less than is required when there is auxiliary smaller apparatus. 
The attendance is less. 

These remarks may not apply to the specially large cases which 
have been mentioned, but they: certainly, I believe, will be ap- 
plicable to smaller stations and smaller power units. 

Again, _two distinct cases arise, reconstruction and new 
construction. Ifa generator is now installed its capacity 
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may be increased in the simplest way by the addition of a 
synchronous condenser or by a phase balancer; but if the con- 
struction is not new, it might be simpler to simply add to the 
size of the initial machine. 

Take the cases brought out at Niagara Falls: The present 
generators are inadequate for a certain single-phase load. Those 
generators might be aided by auxiliary apparatus, but for new 
construction, would it not be simpler to add fifty per cent or 
whatever might be necessary to the size of those generators 
for the single-phase capacity required. 

Fluctuation of the single-phase load is a factor which has 
not been brought out. The loads to which Mr. Imlay referred, 
which .ran along so quietly, may relate to a certain type of 
furnace, which takes a substantially constant output for 24 
hours. 

Mr. Murray does not supply that kind of load. His is the 
other kind, up and down, in which the kind of regulation and 
method of providing the generating apparatus might be quite 
different. 

Mr. Eglin suggests that each customer might be required to 
provide a power-factor regulator, so that there would be 100 
per cent power factor to each individual customer. 

There again, you must be implying customers who require a 
very large amount of power on a very large scale; and even 
then it seems to me it would be open to question, without 
an examination of the particular circuits, whether it would not 
be better in the central station to provide for supplying certain 
loads at the lower power factor than it would be to add synchron- 
ous apparatus over the system on each customer’s premises 
for the adjustment of power factor. 

Unless units are quite large it would certainly be better to 
have that general control in the hands of the central station 
than to have the regulation of the system somewhat under the 
control of each individual customer. : 

W.C. L. Eglin: Mr. Summerhayes says that there is a possi- 
bility of the motor-generator set being substituted for the 
balancer set. We do not believe that, from a central power 
company standpoint. 

Mr. Junkersfeld stated that the power company must be ready 
to supply customers with any kind of requirement, whether 
they are big, or whether they are little. If we could have all 
of the load at unity power factor the balancing feature would be 
very small; that is, our troubles would be about cut in two, 
or probably more. 

A central station power company has two things to consider; 
first, that it has got to buy its apparatus at the lowest price; 
-second, it has got to get the most economical apparatus. 

Now, Mr. Torchio just hinted at the possibility of designing 
generators for something less than unity power factor. If you 
do that, somebody will want a factor of 50, 60 or 70. You will 
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have no uniformity, and no standard at all. You have got to 
begin somewhere, and the right place to begin it seems to me 
is at 100 per cent power factor, so that you can specify your 
machines to be operated at 100 per cent power factor, and you 
have got your system economized for load all the way up and 
down. Then, if you can load your machines at their proper 
load, you can generate at the maximum economy. 

Next is the problem which affects the distribution of the energy 
to the consumer. Here again trouble comes in from the power 
companies’ point of view. What is the character of that power? 

If there are very rapid fluctuations in load, it requires certain 
methods of handling, or if it is a bulk power, such as five or six 
thousand kilowatts, it may be divided and you have no unbal- 
anced condition to treat at all. 

On the other hand, if you are installing balancer capacity, 
you put in balancer capacity only for the average unbalance of 
your system. As your single-phase loads grow the balancer 
capacity is not increased, that stays the same; so that you 
do not have to add either expensive alterations to your gener- 
ators by making them larger, and adding dampers to them. 
You have your generators as efficient asthey can be made. You 
only correct for the average condition. The more consumers 
you get the better off you are. 

I would not worry the least bit about any furnace that I have 
heard mentioned today, because we are taking care of 20,000- 
kw. single-phase swings without any trouble at all, so that even 
_ with a very small power factor I would certainly not advise— 
I would not recommend the introduction of a motor-generator 
set, because the next customer who comes along has got to have 
another generator set; you cannot balance them very well, 
and you are adding to your investment cost. As I said before, 
what we are really aiming at is to keep our investment cost 
as low as possible. 

Another question was asked with reference to the balancing 
of the fields. 

I said the function of the booster was to balance the voltage. 

There are two functions of the machine. One is to balance 
power, and the other is to balance voltage; and the purpose of 
the two fields is to compensate all of the three phases for any 
unbalanced condition of any of them. 

Philip Torchio: I think the only direct question was raised 
by Mr. Summerhayes regarding the reason why we did not 
supply the railway load from our system bus. 

We did not do it because we had to divide, in due proportion, 
the loads between our plant and the other station of the railroad 
company. If we had run our 200,000-kw. bus in parallel with’ 
the railroad, we would have taken all the heavy swings and intro- 
duced complications in the operation of the customer’s station, 


which, after investigation of existing experience, we considered 
undesirable. 
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Mr. Summerhayes also asked the question of how a small 
company, having 1000 or 1500-kw. load, should take care of a 
prospective customer having a 2000-kw. single-phase load. 

Such a company with a small installation of 2000 or 3000 kw. 
cannot handle 2000-kw. additional load without additional 
generating units; and here is the place to install generators 
with single-phase characteristics. The balancer or the motor- 
generator set is all right, if we can do the service with the exist- 
ing equipment, but if we must install new generating apparatus, 
don’t let us put ourselves in the same position that we are in now, 
that when a new customer comes along that wants 1000 or 
2000-kw. single-phase we must again go to the manufacturers 
and put their engineers to their wits’ ends to find out what they 
can do to rectify this load for us. Put capacity enough in the 
generators to take care of a liberal unbalanced load regardless 
of whether you will also use a balancer or not. 

I do not think either, that Mr. Eglin is right when he says 
that generators should be designed for 100-per cent power factor. 
A commercial load generator should be designed for power 
factors lower than unity, at least eighty or eighty-five. We put, 
in 201st Street, the largest generator we could put on a 15,000- 
kw. turbine. The manufacturers said originally that they could 
make it 16, then refigured and went up to 19. We wanted 20, 
but 19 was the limit that the tensile strength of the material 
would allow, and we got a 19,000-kw. generator for a 15,000-kw. 
turbine, which runs at the most economical efficiency at 13,000 
or 14,000 kw.; we lose some in slightly lower efficiency in having 
a larger generator, but we have the use of the full capacity of 
the unit at all practical conditions of power factor and unbalanced 
loads, which is more important. 

In answering Mr. Rushmore’s question—‘‘What is the largest 
single-phase load we carry?”—The United Company’s load is 
mainly single phase. I think the largest load of one district 
is at least 7000 or 8000 kw. We have three such single-phase 
loads, and we have operated them for years, at least ten years. 
Why should we have special apparatus in our stations to take 
care of some unbalanced loads, which will add to the cost of the 
equipment and station operation? 

Regarding the handling of single-phase customers, this was 
pointed out by Mr. Buck. If a customer comes along and 
says he wants a furnace load of 6000 kw. and we know that he 
has three or four or five furnaces, we tell him that we will not 
furnish the service unless he distributes those three or four or 
five loads on different phases. That is done in different plants 
with large welding loads and furnace work—there is no difficulty 
about it; it is a logical, sensible way of solving the problem. 

N. W. Storer: I have waited in vain for a reply to the question 
which I asked as to what this single-phase power costs? 

If a power company can produce it—and it has been proven 
conclusively that they can supply the single-phase load—how 
much more is it going to cost? 
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Why should not they furnish single-phase power if the customer 
is to pay for it? 

Farley Osgood: I would like to ask Mr. Eglin to tell us why 
he prefers purchasing machines at 100-per cent power factor, 
as against what you can conceive to be the probable average 
power factor per cent of his system as a whole, which is. the 
practise at present with some companies? 

C. F. Harding (communicated after adjournment): For many 
years we have been familiar with the advantages of a large 
diversity of load and a high load factor upon a power station 
furnishing either railway or lighting and power service. The 
very effective results obtained during the last few years by the 
Commonwealth Edison Company in Chicago by the consolida- 
tion of these three types of loads upon a single generating system, 
have made us realize that this same principle of great diversity 
of load and high load factor may well be extended beyond the 
individual loads to entire railway and lighting systems. 

As an example I wish to emphasize the figures recently pre- 
sented by an official of this corporation which indicate that the 
addition of a double peaked railway load, with an hourly max- 
imum demand of 204,000 kw., to a light and power load with a 
single peak of 156,000 kw., raised the daily load factor from 
52.5 per cent to 59.3 per cent. This also resulted in a saving 
in reserve capacity of 21,000 kw. of equipment over that which 
would have been required with the loads furnished from separate 
systems. If the estimated’ load which will be required by the 
electrification of the steam railroads entering Chicago be added as 
well, the load factor for a typical October day would reach 
62 per cent. 

Is it not possible and desirable therefore, to carry this line of 
reasoning a step further and secure as much single-phase load 
and as great a diversity of such loads as possible, provided the 
consumers demand cannot be met with a polyphase service? 
With the increase in single-phase traction, furnace loads and 
other single-phase power demands, not only will the difficulties 
in balancing a three-phase system with a variety of single- 
phase loads be lessened, but the load factor of the system will 
be simultaneously increased as well. It should be kept in mind 
that. practically all single-phase loads which may be secured for 
a single system are of long hour duration and that the addition 
of any such loads which make more of the reserve equipment 
available for greater periods of time, simply results in eliminating 
fixed charges upon superfluous equipment which would other- 
wise have to be borne by the consumer. 

Such a saving with separate single-phase generators in the 
station would affect the steam equipment only. With the use 
of some system which permits single-phase load to be furnished 
satisfactorily from polyphase generators, the saving in fixed 
charges is made applicable to the electrical apparatus in the 
power station as well. Ultimately, if the single-phase load is 
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sufficiently large and diversified, it may be balanced tpon the 
three-phase busses of the substation, in which case the substa- 
tion equipment and the transmission lines profit by the higher 
load factor. Thus it seems that the policy of balancing as many 
varied single-phase loads or portions of such loads as possible 
upon a single polyphase system, is of importance from the stand- 
point of saving in fixed charges as well, and that with many large 
systems the converter and balancer will be considered as more 
or less temporary expedients to balance the loads during the 
period of acquisition of a sufficient amount and variety of 
single-phase loads to permit a permanent balance of the phases 
by proper distribution of such loads upon the various busses 
of a three-phase system. 
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SINGLE-PHASE POWER PRODUCTION 
BY E. F. W. ALEXANDERSON AND G. H. HILL 


ABSTRACT OF PAPER 


_ The general tendency of the electric power supply industry 
is toward the centralization of power stations, embracing a 
variety of loads. In order to be consistent with this develop- 
ment :t is highly desirable that power stations be standardized 
in essential features, so that they may combine their resources 
toward the ideal arrangement. The production of single-phase 
power should not interfere with this general scheme. Looked 
at from this standpoint, single-phase power can best be pro- 
duced from polyphase systems. Means are suggested for pro- 
ducing single-phase power without interfering with the broad 
usefulness of the power station. The mode of operation and 
theory of phase converters is discussed with particular reference 
to its adaptability for permitting single-phase power to be 
derived from polyphase circuits. 


N VIEW of the universal use by power companies of poly- 

phase generation and transmission of electric power for 

general purposes, the production and delivery of single-phase 
power must be considered as a special problem. 

No power company would or could afford to install a single- 
phase plant unless its sole purpose was to furnish power to a 
load that requires single-phase power. In other words, it is settled 
that polyphase generation and transmission is most efficient, 
flexible and economical, and the problem presented to power 
companies when the demand for single-phase power appears is 
how this may best be produced or derived from their polyphase 
systems. 

Indeed it may be well to extend the problem to cover those 
cases where such large amounts of single-phase power are re- 
quired as to apparently justify a special power house and to 
inquire whether it might not be preferable in such a case to 
generate and transmit by polyphase and derive the single- 
phase when and where needed. 

Probably the strongest argument for such a view is the practical 
wisdom in standardizing the electric systems of the country 
so that they may be tied together as occasion and opportunity 
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permit with a minimum of elaborate and power-consuming 
transforming apparatus. This idea of consolidation and cooper- 
ation has recently been given serious attention by many of our 
ablest men who appreciate the great value of diversified loads 
and the greater economic efficiency to be obtained by covering 
the greatest field possible from a common source of electric 
power supply. It is prudent therefore to condition any con- 
clusion that involves power production with the essential re- 
quirement that it be consistent with this general tendency. 

The rapid growth of electric power systems makes this a 
most practical consideration. There are enough differences 
between electric transmission systems as they now exist without 
introducing still further complications. 

Differences in voltages can not be avoided but to equalize 
this does not entail great loss of efficiency or undesirable features. 

Differences in frequency are more serious-and the process of 
decision upon the most desirable frequency for general use has 
resulted in adopting a variety of frequencies in different localities. 
As we now look upon 60 cycles as standard, the use of 50, 40, 
30, 25 and possibly other frequencies can not but be regarded 
as unfortunate since practical considerations will sooner or later 
force the systems having odd frequencies to seek means to free 
themselves from the handicap they entail. There are many 
excellent systems and stations using 25-cycle power and the 
reasons for adopting 25 cycles were good and sufficient when 
they were established. Without, therefore, criticising the engi. 
neering of these plants, it may be stated that they could be dupli- 
cated today with 60-cycle apparatus for less than the original 
cost and with a distinct gain in general economic usefulness and 
value. 

It seems a logical and highly practical conclusion that general 
policy should be opposed to the establishment to any considerable : 
extent of power systems having peculiar or special features 
making them inadaptable to efficient connection with other 
systems in the vicinity. 

Single-phase power may be obtained by: 

1. Separate generating and distribution systems designed for 
single-phase load. 

2. Polyphase generation and distribution of single phase load 
between the phases so that in effect the load becomes a poly- 
phase load. 

3. Generation and transmission as polyphase aie motor- 
generator sets at substations, 
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4. Mixed single-phase and polyphase load furnished by the 
same distribution system in combination with methods for 
correcting the unbalancing effect of the single-phase load. 

The first method comes under the head of special and ab- 
normal development already discussed. It has, besides the dis- 
advantages mentioned, the further disadvantage, as regards 
the generator, of increased size, weight and cost and lower 
efficiency as compared with polyphase generators. Single- phase 
generators have been built only for 25 cycles or lower and to 
a limited extent for special purposes. As compared with other 
ways of obtaining single-phase power this method seems to offer 
the least promise of general usefulness. 0 

The second method has the advantage of the polyphase 
alternator. It is generally used for incandescent lighting dis- 
tribution and for power and heating where the unit of energy 
capacity is small and adapted to division between the phases so 
as to result in very little, if any, unbalancing. It has been 
proposed and used to a limited extent for heavy single-phase 
loads, but the difficulty of preserving even an approximate 
balance between phases makes this method insufficient for large 
power requirements. It has the further disadvantage of requir- 
ing generators of the same frequency as the load demands. 

Method No. 3 has the advantage of entire freedom as to gen- 
erator and transmission and permits a single-phase load of any 
frequency or power factor to be drawn from any standard poly- 
phase system without disturbing the balance or regulation. 
It provides means, moreover, of improving the power factor of 
the system by synchronous motors and from the power system 
standpoint is the most desirable of al! methods when large 
unit amounts of single-phase power are demanded. It is the only 
method of producing low-frequency single-phase power from 
a 60-cycle system. The only objection that is made to this 
method is the cost of motor-generator sets and the cost of 
attendance. 

The first cost of equipment, it is true, is greater than static 
transformers alone, but this is balanced to some degree by 
lower costs at the power station and in the transmission line, 
and is fully justified in a large power system since it makes it 
possible to combine the single-phase load with the general load 
and obtain the benefit of a higher load factor. 
The cost of attendance is frequently made negligible by so 
locating the substations that the attendants may have other 
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duties. The expense of attendance in any case is a small per- 
centage of operating costs and can be entirely eliminated by 
introducing automatic devices to start and switch the motor 
and generator, such as are coming into successful use for direct- 
current synchronous converters, waterwheel generators and other 
rotating apparatus. 

This disadvantage, moreover, largely disappears when, as 
usually happens, a system of single-phase generation is connected 
to other systems through motor-generator sets for interchange 
of power. 

No. 4 is in general respects the same as No. 2 with the addition 
of arelatively new development known as the ‘‘phase converter”’ 
which preserves the balance of the system even when large 
blocks of single-phase power are taken from the system. . Its 
use greatly extends the possibility of connecting single-phase 
loads directly to a polyphase system provided the frequency 
does not have to be changed. 

The use of phase converters is relatively recent and perhaps 
not very well understood. This makes it of interest to discuss 
the method of balancing and the apparatus employed more in 
detail. 

THEORY OF PHASE CONVERSION 

The earliest known form of phase conversion is splitting the 
phase by inductance and capacity. In this case the energy of 
one phase is stored for a fraction of a cycle and released again 
so as to make the same energy active in another phase. All 
methods of phase conversion, therefor, involve the storage 
of energy. Even the phase conversion of wattless cur- 
rents necessarily involves storage of energy. The expression 
“wattless energy’’ is not such a contradiction as it has some- 
times been claimed to be. When energy is wattless it means 
that the energy delivered during one portion of a half cycle is 
returned during the other portion of the same half cycle; there- 
fore the average energy flow is zero.. But at the same time, we 
must not forget that even if a current is completely wattless, 
there is a real energy flow in both directions. Thus if we wish 
to change the phase of the current, whether energy current or 
wattless current, we must provide means for storing the momen- 
tary energy flow for a time corresponding to the change of phase 
that is to be effected. 

The method of storing energy in inductances and condensers 
is very convenient for high-frequency currents but has not up 
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to the present found much practical application for low-fre- 
quency power current. There is, therefore, for phase conversion 
on a large scale, only one type of apparatus that can be considered, 
a rotating machine which stores the energy in the mechanical 
inertia of the rotor. 

In order to arrive at an understanding of the physical functions 
of phase conversion with a rotating machine, several different 
points of view are possible, as sometimes one and sometimes 
another is more helpful in arriving at direct conclusions. The 
following three methods of looking at the problem may be help- 
ful: 


I—PHASE CONVERTER CONSIDERED AS A Motor-GENERATOR 


The phase converter is built as a quarter-phase induction 
motor or synchronous motor with a squirrel cage; one phase 
is a motor phase and the other phase is a generator phase. 
The input of the motor phase is equal to the output from the gen- 
erator phase, not only in the average value of the power flow but in 
the instantaneous value of energy flow which is delivered and 
returned during the same half cycle. The only difference between 
the energy flow in the two phase windings of the converter is 
that the momentary values of current, volts and energy is 
delayed 7 cycle in one winding in relation to the other. The 
squirrel cage is the medium for the transfer of energy, and the 
mechanical mass of the rotor provides the energy storage. In 
order to make it possible to store the energy in the rotor, there 
must be corresponding changes of speed and therefore the rotor 
must go through a cycle of speed change during each half cycle 
of the alternating current flow. This speed change of the rotor 
is evidenced by the vibration which is a characteristic of any 
single-phase machine. The speed change of the rotor has, however, 
nothing to do with the electrical functions of the machine in 
performing as a phase converter. If we could couple the rotor 
to a flywheel of infinite weight so that the speed change would 
be zero, the converter would perform in the same way. 

Having thus explained how it is conceivable that the phase 
converter operates as a motor generator, it remains to explain 
what means are provided for making it perform in this way; in 
other words, what causes the energy flow in the two phases to 
vary the same cycle of momentary values although delayed } 
cycle in time. Various means can be provided for producing 
the desired energy flow and will lead to different types of phase 
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converters. Broadly, it can be stated that whatever means are 
provided, the result of these means must be the desired flow of 
currents through the windings, and therefore the means must 
consist in providing the necessary electromotive forces to cause 
these currents to flow through the windings. 

One method of providing these electromotive forces is to use 
an auxiliary generator which impresses the desired electromotive 
force on the windings. Instead of a generator any other conven- 
ient source of electromotive force may be used, such as a trans-- 
former or an induction regulator. Another method is to connect 
the windings of the converter with reference to the source of 
power and the load, in such a way that the electromotive forces 
are furnished automatically by the source of power. 

The first method leads to the phase converter connected in 
shunt to the line and is the type that has been adopted in 
the phase balancer sets of the Philadelphia Electric Com- 
pany; for the sake of brevity this type may be referred to 
as the shunt converter. The function of the shunt converter 
is to transfer energy from one phase to another in a polyphase 
system so as to neutralize the effect of single-phase load drawn 
from the same system in another place. The second method 
of producing the desired flow of current in the system leads to 
the series.converter. In this type of converter the single-phase 
circuit is in series with one phase of the converter. The series 
converter, as applied for changing from single-phase power to 
polyphase power is described in a paper by one of the authors 
in 1911. This same arrangement is well adapted for change of 
polyphase to single-phase power and this method is in some cases 
preferable to the shunt converter. The function of the series 
converter is not to correct for a single- phase load that has been 
placed on a polyphase line but to change the single-phase load 
into a polyphase load before it is connected to the line. 


II—Tur PuHAsE CONVERTER CONSIDERED AS A POLYPHASE 
GENERATOR 


This second point of view is more artificial than the first 
but is more helpful in analyzing the function of the phase con- 
verter. For the purpose of such analyzing, a well-known mathe- 
matical artifice is made use of. A single-phase current can be 
considered as resolved into two polyphase components with 
opposite phase rotation. One of these polyphase components 
has the same phase rotation as a power system and constitutes 
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a legitimate load on the power system. The other component, 
which has the opposite phase rotation, is the one that causes 
the unbalancing of voltage, heating of generators and motors 
connected to the system, etc. The function of the phase conver- 
ter is to neutralize this component of the single-phase load 
which has opposite phase rotation. From these considerations, 
it becomes evident how the phase balancing can be accomplished. 
This function consists in providing a machine which feeds 
into the system a polyphase current which has opposite phase 
rotation to the system, and is equal and opposite to the compo- 
nent of the single-phase load we wish to neturalize. It is now 
evident how the phase balancer ought to be constructed. The 
converter should be a polyphase machine, not necessarily 
synchronous, but preferably so in order not to draw lagging 
current from the system, and means are to be provided for forc- 
ing a current to flow through the windings of the phase machine 
which has opposite phase rotation to the system. The currents 
of opposite phase rotation are to be regulated in magnitude and 
phase corresponding to the single-phase load. One convenient 
way of producing such adjustable polyphase currents is to pro- 
vide a polyphase generator with its field controlled by suitable 
regulators. These considerations lead to the design of the shunt 
converter with direct connected balancer and regulators such 
as used by the Philadelphia Electric Company. The con- 
struction of these phase balancers is illustrated in Fig. 1. 
The sets consist of a main converter and an auxiliary balancing 
machine which is controlled by automatic regulators. The main 
converter is mechanically connected to a generator which is 
called a balancer. The function of this balancer is to circulate 
polyphase currents of the desired phase and magnitude in the 
windings of the converter. This auxiliary generator is small 
compared to the converter because its output is used only to 
overcome the losses and inductive drop in the windings of the 
main converter. 


IlI—Tue PuaseE CoNVERTER CONSIDERED AS A TRANSFORMER 


This point of view is also more artificial than the first one 
but it is helpful in understanding and analyzing the functions 
of the series converter. The two stator windings of the phase 
converter are considered as the primary and secondary of a 
transformer. The squirrel-cage rotor is a medium for trans- 
ferring the current from the primary to the secondary and 
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the characteristics of the phase converter as a transformer 
differs from the ordinary transformer only by the fact that 
the time phase of the secondary is } cycle from the time phase 
of the primary. This displacement of time phase is due to the 
time required for the squirrel cage to rotate through the angle 
corresponding to the location of the primary and secondary 
windings of the stator. The function of the series converter 
is easiest explained in connection with a quarter-phase system, 
but it is obvious that it can be used in a three-phase system by 
the use of a Scott transformer connection. The object in the 
use of the converter is to distribute the single-phase load equally 
in the two phases of the quarter-phase system. If the problem 
were to distribute the single-phase load in two circuits of a single- 
phase system, it is easy to see how this could be done by the use 
of a series transformer. The single-phase load might be put 
directly in series with one circuit through the intermediate of 
a series transformer. If this transformer has a ratio of 1:1, the 
current would be equally distributed on the two circuits at 
all loads. The two phases of the quarter-phase system differ 
from the two circuits of the single-phase system for our pres- 
ent purpose only by the relative time phase. However, if the 
phase converter may be used as a transformer which changes the 
time phase of the current between its primary and its secondary 
to the desired degree, it can be used as a series transformer 
between the single-phase load circuit and one of the phases 
of the quarter-phase system in the same way and with the same 
characteristics as stated above with reference to the ordinary 
series transformer used to distribute the load on two circuits 
of the single-phase system. Carrying the analogy between 
the phase converter and the transformer still further, we cat 
trace the source of the electromotive force required to force 
equal and opposite currents to flow in the primary and secondary 
windings. This electromotive force is derived directly from 
the primary circuit. To cause a current to flow through a 
winding requires a voltage and this voltage is evidenced by the 
impedance drop in the winding. From the theory of transforma- 
tion, we have become in the habit of regarding the impedance 
of the primary and secondary windings of a transformer as a 
single impedance, which for the sake of convenience can be 
said to be located in either the secondary or primary windings. 
In either case we assume that a certain amount of the primary 
voltage is used up to overcome the impedance drop of the trans- 
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former windings. This impedance drop is evidenced by the volt- 
age drop on the terminals of the secondary winding. The same 
considerations apply to the use of the converter as a series 
transformer. The ratio of current transformation is for all 
practical purposes constant at all loads at which the transformer 
can be used. The voltage drop on the secondary side is the sum 
of the impedance drop in the primary and secondary winding. 
In the case of the phase converter, the impedance drop includes 
the drop in the squirrel cage which is the transfer medium. 
However, we are also in the habit of measuring the impedance 
of the induction motor windings on the primary side and look 
upon the impedance in the stator and the rotor as concentrated 
in the stator winding. We therefore find that the impedance 
of a converter when considered as a transformer is the same as 
the stationary impedance of the same machine measured as 
an induction motor at standstill. From this analogue, we have 
a right to expect the following characteristics of the series con- 
verter and these conclusions are in entire agreement with prac- 
tical measurements. The change of a single-phase load into 
polyphase load is automatic and results in a perfect distribution 
of current in the two phases at all loads. The voltage delivered 
to the single-phase circuit has a slight drop with increasing 
load and has the same characteristics with reference to cur- 
rent and power factor that would be obtained by placing an 
impedance in series with the single-phase circuit equal to the 
impedance of the windings of the converter. 


APPLICATIONS OF PHASE CONVERTER 


In regard to efficiency and size, the phase converter can be 
considered as being in the same class as the synchronous con- 
denser. In fact it has substantially the same structure, the 
difference being that the squirrel cage which is usually employed 
in the synchronous condensers to counteract hunting becomes 
in the phase converter the main rotor winding, while the field 
winding of the synchronous condenser is reduced to a small 
winding sufficient to carry no-load excitation. Due to the 
similarity in structure the same machine can act as a synchronous 
condenser and phase converter at the same time if the windings 
are proportioned for this purpose. The fact that the machines 
can be designed so that they are useful as synchronous condensers 
and phase converters simultaneously is worth consideration in 
the application of the methods of phase conversion, as several 
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methods of application are possible. In the first place, it is pos- 
sible to place the phase converters either in the power house or 
at any desired place of the distribution system. Synchronous 
condensers may be needed on distribution systems for the sake 
of counteracting. low power factor, and such synchronous con- 
densers can, if desired, be designed so that they can in addition 
be used as phase balancers, in order to make it possible to draw 
single-phase load from the same system. If, on the other hand, 
the main load is synchronous converters with unity or leading 
power factor it may be more practical to locate the phase bal- 
ancers in the power stations. The single-phase load is usually 
of low power factor and the lagging current of the single-phase 
system may be furnished either to the single-phase distribution 
system by single-phase synchronous condensers or may be fur- 
nished in the power house by polyphase machinery after the 
whole kilovolt-amperes of the single-phase load has been con- 
verted to polyphase. In the latter case, the phase converter can 
be used for power factor correction as well as phase conversion, 
but in that case it must be large enough to convert the whole 
single-phase-kilovolt amperes at a low power factor and then 
furnish polyphase current to correct for this power factor; whereas 
in the other case where the single-phase power factor is corrected 
for by synchronous condensers the phase converter needs to 
convert only the power component of the single-phase load. 
The choice between these methods of conversion will depend 
upon local conditions of expediency. 

The shunt.converter is of particular value in those cases when 
it is expected that single-phase load may be drawn from differ- 
ent phases of a polyphase system. In such cases unbalancing 
of the single-phase load will be partly neutralized and it will be 
necessary to convert only the difference between the single-phase 
loads. There are, on the other hand, cases where the series 
phase converter can be used to best advantage. ‘Those are cases 
when it is desired to convert the single-phase load at the point 
where it is connected to the polyphase system. The series con- 
verter has in that case the advantage of simplicity, as the ar- 
rangement is automatic and no auxiliary generator or voltage 
regulator is needed. In cases where a single electric welding 
machine or arc furnace is to be fed from a polyphase system, the 
series converter should be recommended. If such an installation 
has been made with a series converter in order to insure the 
lowest first cost and it should be desired to add other furnaces ; 
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to the other phases, the same converter might be used as a 
shunt converter without any increase of converter capacity but 
with the addition of suitable regulating devices. 

It has been pointed out that a synchronous condenser has a 
structure suitable for phase conversion. The same is the case 
with an induction motor or a single-phase turbo-generator, in 
fact any polyphase machine with a squirrel cage. Such machines 
are always connected in shunt to the line and would, therefore, 
be available as shunt converters wherever desired. If, for in- 
stance, a power house is built primarily for furnishing single- 
phase power from single-phase generators but it is desired to 
furnish a certain amount of polyphase power in addition, the 
objection arises that the polyphase voltage is unbalanced in 
proportion to the single-phase load. In such a case it might be 
expedient to use the squirrel cage of the turbo-generator as a 
converter medium by adding suitable regulating devices. The 
interchange of current between the phases is then already de- 
termined by the load conditions, but the electromotive forces 
necessary to cause this interchange of current appear in the un- 
balancing of the line voltage. This unbalancing of voltages can 
be treated with the same method of analysis as given in the pre- 
ceding for the unbalancing of current. The unbalancing electro- 
motive forces are resolved into their components and the cor- 
recting electromotive force may be furnished by a generator 
driven either from the turbine shafts or by a synchronous motor. 
This generator has the same character and functions as the 
auxiliary balancing generator in the phase-converter set. A 
power house for mixed single-phase and polyphase load equipped 
in this way can be operated in multiple with other power houses 
using standard polyphase generators. 

The methods that may be employed in order to equip a power 
system so that it can take on mixed single-phase and polyphase 
load can be classified in the following groups: 

A. The use of standard polyphase generators and phase con- 
verters for correcting the unbalanced load. The phase conver- 
ters may be placed either in the power station or substations 
and may be 

1. shunt converters, or 

2. series converters. 

B. The use of special generators with squirrel-cage windings, 
adapted for mixed single-phase and polyphase load, and an equip- 
ment of automatic apparatus to prevent the unbalancing of vol- 
tage that the single-phase load tends to produce. 
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C. The use of standard polyphase generators and special 
single-phase generators connected to the same bus bars with 
automatic means for regulating the governors and fields of the 
single-phase generators so that they will absorb the entire 
unbalancing of the current. 

The choice between these three methods of balancing a power 
system with mixed load will depend upon local conditions and 
general expedience. All three methods have the advantage of 
avoiding duplication of the transformation and distribution 
system. The first method involving the use of the phase conver- 
ter introduces the least change in standard polyphase power 
systems and is adapted for the cases where the polyphase 
load is predominant. The second method is adapted for cases 
where the single-phase load is predominant, and has the merit of 
making all of the generating units available for both single and 
polyphase power as the system may demand. Itis thus adaptable 
to growth and changes in the system, to preservation of good 
load factor and interconnection with other power systems. The 
third method does not offer any particular advantages over the 
two others but is mentioned for the sake of completeness. Its 
use might be considered in cases where single-phase and poly- 
phase generators are already in use in the same power house and 
it is desired to use the polyphase distribution system for taking 
on single-phase load. The efficiency of all three methods may 
be said as a whole to be on a par. In specific cases some slight 
advantage may be figured out for each of the systems, but the 
determining factors will not be so much inherent efficiency of 
the electrical apparatus as the difference in load factors and the 
influence of load factors on steam economy. 

For the sake of an easy comparison of the different methods 
proposed, a tabulated set of diagrams are given showing the 
essential features of each system. 
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SINGLE-PHASE POWER SERVICE FROM CENTRAL 
STATIONS 


BY R. E. GILMAN AND C. LE G. FORTESCUE 


ABSTRACT OF PAPER 


The purpose of the paper is to outline séveral methods by 
which single-phase power may be supplied-from a polyphase 
system and to discuss their advantages and disadvantages. 

_The unbalance in voltage when single-phase power is supplied 
direct from a-polyphase circuit is explained. The law of dis- 
tribution of load in the polyphase system is deduced, and the lim- 
itations of this method of supplying single-phase power are 
discussed. 

Single-phase generation is one solution of the problem, motor 
or steam drive may be used depending on the size of unit required. 
An outline of the theory of the single-phase generator is given 
from different points of view. 

The essential requirements for phase balancing are deduced 
from which an outline of the theory of phase balancing is devel- 
oped. Attention is called to the requirements of the control 
apparatus. The behavior of the balancer under short circuit is 
given consideration. 

The merits of single-phase generation and phase balancing 
in the case of a single-phase load from one phase are discussed, 
with the conclusion that there is little difference in cost between 
the two schemes and there is much to be said in favor of sing!e- 
phase generation for such a case. 


INTRODUCTION 
[’ IS the purpose of this paper to outline several methods by 
which a power company may supply single-phase power, to 
indicate under what conditions each method may be considered 
as the most suitable, and to explain, from more than one view- 
point, some of the features of the design and theory of the ap- 
paratus required. 

Central stations with polyphase equipment are often called 
upon to supply single-phase loads in small quantities. In 
general, this is attended with no difficulty, as the individual 
loads are ordinarily small and a combination of a large number 
of small loads ordinarily results in a fairly balanced total load. 
Under certain circumstances, however, even with relatively 
small single-phase loads, it would be desirable to balance up 
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individual feeders if it were possible to obtain the necessary 
apparatus. 

When, however, the individual single-phase loads become 
relatively large, compared with the total capacity of the station, 
both the voltage and current unbalance of the system resulting, 
may cause serious inconvenience and it becomes necessary to 
provide special means for handling these loads. 

It is proposed to consider the problem under the following 
heads. 

1. Single-phase loads supplied direct from the polyphase 
system. 

2. Single-phase loads supplied from separate single-phase 
generators. 

3. Single-phase loads supplied from polyphase system direct, 
but the balance of the system maintained by means of auxiliary - 
apparatus. 


I—SInNGLE-PHASE Loaps SUPPLIED DIRECT FROM THE POLY- 
PHASE SYSTEM 


When a single-phase load is supplied direct from any poly- 
phase generator, the effect of this load is to produce an un- 
balance in the terminal voltage of the machine. The voltage 
of any phase of a generator when carrying load is the resultant 
of the induced voltage and the e.m.f. necessary to force the cur- 
rent against the impedance of the phase winding. It is evident, 
therefore, that if equal currents of the same displacement are 
supplied by all phases, in other words, balanced load is delivered 
by the machine, that the terminal voltage diagram is similar to 
the no-load voltage diagram, but that all em.fs. are rotated 
through the same angle; balanced voltages are therefore main- 
tained. If, however, a single-phase load is applied to the machine 
(for example in the case of a three-phase generator), the terminal 
voltages of two legs only are affected by the load current and the 
resultant triangle of terminal voltages is distorted from an equi- 
lateral or balanced triangle. See Figs. 1 and 2. 

The division of an unbalanced load between the various 
machines connected to a polyphase system may be explained as 
follows: The distortion of the e.m.f. diagram must be the same 
for all generators connected to common bus bars and for all 
feeders leaving these bus bars, therefore, the magnitude of the 
impedance drop in the machines is identical for all units. In 
other words, the unbalance in load distributes itself between all 
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machines connected to the system inversely in proportion to the 
impedance of the machine plus the impedance of the line circuit 
up to the point of application of the unbalanced load. 

The magnitude of the voltage unbalancing in any system will 
depend, therefore, upon the relative amount of balanced load 
as compared with the unbalanced portion. In particular, sym- 
metrical polyphase machinery, such as synchronous motors, 
synchronous converters or induction motors, will have a pro- 
nounced balancing effect on the system independent of the 
amount of load carried by them. 

In addition to the voltage unbalance, single-phase loads on 
polyphase systems may produce undesirable temperatures in 
certain portions of the polyphase apparatus unless such apparatus 
is specially designed to carry unbalanced loads. A full explana- 


Fic. 1.—\ CHANGE IN VOLTAGE TRI- Fic 2.—CHANGE IN VOLTAGE TRI- 
ANGLE DUE TO BALANCED LOAD ANGLE DUE TO SINGLE-PHASE LOAD 


tion of this phenomenon will be given under the discussion on 
single-phase generators and phase balancing apparatus. 

When the unbalance in voltage, or the heating of polyphase 
machines become excessive to such an extent that the service 
- is in danger, some other means must be considered for supplying 
the unbalanced loads. The two means, which at once suggest 
themselves, are the use of separate single-phase generators, or 
the use of auxiliary apparatus to restore the balance. 

In considering these two subjects, two general methods of 
analysis present themselves. The polyphase generator may be 
considered as a combination of single-phase generators, or the 
single-phase generator may be considered as a special case of 
loading of the polyphase generator. The problem will be pre- 
sented from both points of view in the following discussion of the 
action of the single-phase generator and the general problem of 


phase balancing. 
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II—Si1ncLE-PuHasE LOADS SUPPLIED FROM SEPARATE SINGLE- 
PHASE GENERATORS 


If the single-phase load supplied, is of a different frequency 
from that of the polyphase system, it is obvious that a single- 
phase generator is the only logical solution. This generator 
may be driven either by steam direct, or by a motor connected 
to the polyphase system. If the frequency of the single-phase 
load is the same as that of the polyphase system, and it is de- 
cided to generate this load as single-phase power, the generators 
may be driven by motor, if the load is a small percentage of the 
total station capacity; or they may be steam driven, if the gene- 
rators are of sufficient output to warrant it. Choice of the drive 
is largely one of dollars and cents, to be determined by the cost 
of the plant and the economy of operation. The main advantage 
in the use of steam drive is that the single-phase load of the sta- 
tion is entirely independent of the main system. The cost of 
power may be higher for the single-phase plant than for the main 
system, the difference depending upon the relative size of the 
units in the two systems, and upon whether steam drive or motor 
drive be used. 

The only piece of apparatus requiring any explanation is the 
single-phase generator itself. This machine, as ordinarily built, 
is essentially a three-phase generator, except that the rotor is 
provided with a damper or a squirrel-cage winding in the faces 
of the field poles. The general construction and appearance of 
such dampers is well known, as their use is quite common in con- 
nection with different types of synchronous apparatus. In a 
self-starting synchronous motor, dampers are employed to in- 
crease the torque per ampere at starting, and in synchronous 
converters to prevent phase swinging or hunting from becoming 
excessive, while in single-phase machines dampers provide a low 
resistance, a low reactance path for currents induced in the 
rotor to compensate for the pulsating armature reaction. 

The first requisite of any constant-potential machine is that 
the m.m.f. of the load circuit must not change the main flux of 
the machine, so long as the load is constant. In single-phase 
generators, therefore, where the m.m-f. of the load circuit is 
pulsating, that is, variable in magnitude from one instant to the 
next, and in position, with respect to the exciting circuit, also 
from one instant to the next, it is obvious that some other m.m. 
exists of such value at all instants, as to produce, in combination 
with the load reaction, a m.m.f. of constant value and fixed in 
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position with respect to the main poles. This m.m.f. is supplied 
by currents which are induced in the damper winding. 

A complete discussion going into the calculation of these cur- 
rents is not warranted in this paper, but it may not be out of 
place to give an illustration of the underlying principle based 
upon the well known mathematical theorem that two vectors 
of equal value, rotating in opposite direction at equal angular 


“tA 


Fic. 3.—A = M.M.F. DistRiBUTION DuE TO LOAD CURRENT. 
B. C = Vector COMPONENTS OF A OF OpPposITE ROTATION. 


velocity, produce a sine wave. The diagrams shown in Fig. 3 
are drawn under the assumption that the m.m.f. distribution of 
the armature winding is a sine wave. A little consideration will 
show that if these damper currents are not of sufficient magni- 
tude to completely neutralize the pulsating component of the 
armature, the main flux must pulsate at double frequency. 
Also, that if the resistance to the flow of these currents is high , 
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excessive losses may occur in the pole faces of the machine. 
This latter phenomenon explains the temperature rise which 
occurs in polyphase machines without dampers when carrying 
unbalanced loads. 

There are-some advantages in considering the single-phase 
generator from the point of view of a polyphase machine having 
an unbalanced load. It will be necessary, first of all, to accept 
the following theorem, the mathematical proof of-which is given 
in the appendix and a graphical proof in the portion of this paper 
devoted to phase balancing. 

Any unbalanced three-phase system of currents or e.m.f’s, the 
sum of whose instantaneous values is zero, may be resolved into 
two component balanced polyphase systems, one of which has the 
same phase rotation as the unbalanced s\stem and the other has 
opposite phase rotation. 

The single-phase load may be considered as an unbalanced 
three-phase load having the following values. 


=») 
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I,, Iz and I3 being the vector values of the line currents of the 
three-phase system, and I being the vector value of the single- 
phase load current. This system of currents may be resolved as 
shown in vector diagram Fig. 9, into two balanced three- 
phase systems of currents of equal amplitude, one of which has 
the same phase rotation as the generator and the other has op- 
posite phase rotation. 
The three-phase component of normal phase rotation sets up 
a synchronous rotating m.m.f. in the main winding opposite to 
the direction of rotation of the main winding relative to the dam- 
per winding and which is, therefore, stationary relative to the 
latter. On the other hand, the counter-phase rotational com- 
ponent sets up a synchronous rotating m.m.f. which has the 
same direction of rotation as that of the main winding relative 
to the damper windings, and, therefore, the field set up by it 
cuts the latter at double synchronous speed, and induces in 
them double frequency polyphase currents, which produce a 
‘rotating counter m.m.f. approximate in value to the m.m-f. set 
up by the counter-phase rotational component of current in the 
main winding; the degree of approximation being proportionate 
to the closeness of magnetic coupling between the two windings. 
If it were possible to make the magnetic coupling perfect, and 
if the damper resistance were zero, no magnetic flux would be 
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set up by the counter-phase rotational component and, there- 
fore, the unbalancing in the terminal e.m.f. would be due only 
to the J R drop in the main windings. 

When the dampers are perfect, the exciting field winding and 
the pole faces will have no currents induced in them, but since 
it is not possible to obtain absolute perfection in this respect, 
a minute amount of double- frequency current will be set up in 
the pole faces and exciting circuit. In machines without dampers 
such as are commonly used for polyphase systems, these cir- 
cuits, since they are not symmetrical polyphase circuits, will 
react on the main windings in an undesirable manner, when the 
machines are carrying unbalanced loads. For example, a counter- 
phase rotational m.m.f. induces in the field winding a double- 
frequency single-phase current, the m.m.f. set up by which in 
the main field windings, may be resolved into those due to two 
equivalent balanced three-phase systems of currents, one of 
which reacts so as to reduce the resultant m.m.f. while the other 
sets up a rotating m.m.f. of double synchronous speed in the 
opposite direction to that of the field relative to the main wind- 
ings. The latter, therefore, induces triple-frequency balanced 
three-phase currents in the main windings, of the same phase 
rotation as the fundamental. These currents in turn react on 
the exciting circuit to set up quadruple-frequency currents, 
which in turn will react on the main windings to produce three- 
phase quintuple-frequency currents, and so on. The result is 
a complete train of three-phase odd harmonics of the same 
phase rotation as the fundamental and of diminishing ampli- 
tude in the e.m.f. of the main winding of the machine. One par- 
ticular set of these odd harmonics, namely the multiples of three, 
because they are in three-phase relation in a three-phase system, 
will produce unequal wave forms on the three phases. 

From the foregoing analysis of a single-phase generator, it 
appears that the single-phase impedance is made up of two ele- 
ments, namely, the effective impedance of the generator con- 
sidered as a polyphase machine to the symmetrical three-phase 
positive rotational component of the load, and its effective im- 
pedance to the negative rotational component of the load. The 
former is the impedance of the machine to a symmetrical poly- 
phase current of positive phase rotation (the positive rotation 
being assumed to be that of the generator), when the machine 
is running in the normal direction at synchronous speed with 
zero excitation. The latter is the impedance of the machine to 
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a symmetrical polyphase current of negative phase rotation 
when the machine is running in the normal direction at syn- 
chronous speed with zero excitation. The former of these quan- 
tities is dependent, in some degree, upon the saturation of the 
magnetic circuit, but corrections can be made from the no-load 
saturation curves of a machine for any desired degree of ap- 
proximation. The latter value is only slightly affected by satura- 
tion, especially where the damper design is effective. 

The single-phase impedance is the sum of the two impedances 
between neutral point and terminals, obtained in the manner 
described in the last paragraph, combined as complex quan- 
tities. : 

The effect of the dampers on short circuit is not to increase 
the transient value, but to sustain it. Therefore, the severity 
of a short circuit on a machine provided with dampers is not 
increased, from the magnetic standpoint, but the action con- 
tinues for a longer period. 

It will be obvious from the preceding discussion that the 
single-phase generator may also be used as a polyphase generator, 
if so designed, and will be of superior type to the standard poly- 
phase machine, especially where the polyphase load is liable to 
be unbalanced. When installing single-phase steam-driven 
generators, the possibility of using them as auxiliaries for the 
polyphase system may be worthy of consideration. This would 
be particularly the case if the peaks of the single-phase and poly- 
phase systems occur at different periods. 


ITI—SINGLE-PHASE Loaps SUPPLIED FROM POLYPHASE SYSTEM 
DIRECT, BUT THE BALANCE OF THE SYSTEM MAINTAINED BY 
MEANS OF AUXILIARY APPARATUS 


It has already been shown that any unbalanced single-phase 
loads will be distributed among the various machines connected 
to the system in inverse ratio to the impedance of the machine 
and the circuit up to the point of unbalance. From this con- 
sideration it is apparent that if a machine of zero impedance were 
connected to the system, all of the unbalanced load would be 
assumed by this unit. Therefore, to produce a balancer, it is 
only necessary to neutralize the impedance drop due to the un- 
balanced load. It is possible to produce the equivalent of zero 
impedance by introducing one or more single-phase boosters 
supplying a voltage of the proper magnitude and phase position 
so that the distorted triangle of voltages will be restored to a 
balanced or equilateral triangle. 
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It is evident that if a motor, having balanced symmetrical 
counter e.m.f., is connected to a balanced three-phase system 
it will absorb balanced load from the system. If all unbalanced 
loads were isolated and carried by one generator, it is obvious, 
as explained before, that the voltage of this generator would be- 
come unbalanced. For example, see Fig. 4. The problem now 
is how to connect this unit to the balanced system, without 
permitting any of the unbalanced load to be carried from the 
main generator. It is evident that by adjusting the excitation 
of this generator, so that the terminal e.mf. of any phase, for 
example A B, is equal to that of the polyphase system, and if, 
in series with the terminal C a single-phase booster be connected 
giving an e.m.f. equal to CD and of the direction shown in the 


figure, a balanced voltage triangle can be produced equal to 
that of the main system and, if this machine be paralleled with 
the main system, no redistribution of load will occur. If this 
generator and booster were driven from the same shaft, it would 
be possible to remove the driving power and the combined unit 
would act as a motor-generator taking balanced polyphase 
power from the system and delivering single-phase energy as a 
generator. A balancer has, therefore, been produced which 
will function properly so long as the unbalanced load remains 
fixed in magnitude and phase. If the phase of the single-phase 
load should change, it is necessary to change the phase of the 
booster with respect to the balancer and if the magnitude of the 
- load should change it will be necessary to change the amount of 

booster in proportion, In the diagram shown, the resultant 
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single-phase load is carried across terminals AC, and it is readily 
seen that if the load should be transferred to terminals AB, or 
BC the booster would have to be shifted in direction 120 deg. 
and 240 deg. respectively. 

It is also possible to start from any other side of the triangle 
and by constructing equilateral triangles with these sides as 
a base, two other boosts are obtained, which can also produce 
the necessary balance. 

It is evident, therefore, that in place of any one of these three 
boosts, such for example as C D, two boosts of equal voltage and 
180 deg. phase displacement can be used if these boosters are 
connected to points A and B of the triangle. See Fig. 5. Or 
three boosters can be used, one connected to each corner of the 
original triangle. From Fig. 4, it will be seen that triangles 
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CDB and A E Bare similar and equal and since by construction 
the sides CB and FE B are 60 deg. apart, the sides CD and A E are 
60 deg. apart and the e.m.fs. CD, A E and F B are 120 deg. apart 
and all equal in magnitude. If any of these values be reversed, 
it is readily shown that all three boosts can be-employed to 
produce a balanced triangle. It would then be possible to com- 
bine all three booster windings on a single armature, which 
would be wound exactly like a three-phase machine except that 
the phase displacement of the terminal voltages would be 60 deg. 
in place of 120 deg. See triangle DEG, Fig. 4. 

If starting out with the triangle A B C, an equilateral triangle 
be constructed with A C as a base, the boost B D can be replaced 
by two boosts A F and CE, and the equivalent equilateral tri- 
angle B E F will be obtained. Iffrom point Ealine EG be drawn 
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at 30 deg. to the line C E, and from point F theline FH be drawn ~ 
at 30 deg., it is apparent from the figure that with B as an apex a 
series of equilateral triangles can be formed by measuring equal 
distances from points E and F respectively along the lines GE 
and FH. 

One case, which is of particular interest, is when the two boosts 
become parallel as shown in Fig. 6. In this case the boosts are 
at right angles to the line D B and this at once suggests the pos- 
sibility of replacing them by a balanced three-phase system as 
indicated by the triangle AIK. It has been shown by the con- 
struction that triangle BIJ is equilateral and it is self evident 
that if JO, AO and KO be combined successively with I B, I J 
and J B that an equilateral triangle would be obtained, as shown 
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by OL M, Fig. 7. Also, the construction shows that A O, C Mand 
L B drawn from points A, B and C produce the same triangle. 

It is to be noted that AO, CM and LB are all respectively 
equal to one-third of the length BD. Also that these three 
boosts form a balanced three-phase system, and combine with 
A B, BC and CA to produce an equilateral triangle with opposite 
phase rotations. 

It has been shown graphically, step by step, how any un- 
balanced triangle of voltages can be forced to a balanced tri- 
angle by various combinations of single-phase boosters using 
one, two or three boosters to accomplish this purpose. The solu- 
tion shown in Fig. 7, is the most general for the three-phase 
system, and can be stated as follows: Any unbalanced triangle 
of voltages in a three-phase system can be replaced by two bal- 
anced systems of the proper magnitude and combined at the 
correct phase angle. In order to simplify matters, the graphic 
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demonstration of this fact has been confined to the case of the 
three-phase system. It is shown, however, in the appendix to 
this paper, that the above solution of unbalance is perfectly 
general. 

Given an unbalanced triangle, as shown in Fig. 8, the graphic 
solution is indicated. 

In an extensive polyphase system, it frequently happens that 
while the aggregate single-phase loads produce fairly balanced 
polyphase load at the central station bus bars, the voltage at 
the ends of individual feeders may be considerably unbalanced. 
It is. proved in the appendix that an unbalanced polyphase 
e.m.f. can be resolved into two balanced polyphase e.m.fs., one 
of which is of opposite phase rotation to that of the system. If, 
therefore, at a distributing point, a polyphase booster be con- 
nected in series, in the feeder lines, with phases in opposite 
rotation to that of the system, and if provision be made for 
changing the phase position and magnitude of the booster e.m.f., 
the unbalanced e.m.fs. at this point may be boosted into a bal- 
anced system. Fig. 10 in the appendix, shows graphically how 
to obtain the booster e.m.f. required to balance up a distorted 
system. 

Means must be provided to control the voltage and phase 
angle of the booster according to the balancing requirements. 
This may be accomplished by two specially arranged regulators, 
the arrangement of which will depend upon the methods used to 
adjust phase and voltage in the booster. 

Where both current and voltage are seriously unbalanced, 
the auxiliary apparatus must be such as to supply the elements 
necessary to produce balance in both voltage and current. It 
has already been pointed out that when an unbalanced load is 
supplied from a polyphase system, all the polyphase rotating 
machinery connected to the system-tend to keep the voltages 
in balance and supply current in such a manner as to approach 
a condition of balance at the bus bars. The particular element 
of an unbalanced load that must be supplied in order to maintain 
a balanced load at the bus bars, is the counter-phase rotational 
symmetrical polyphase component of the load. 

The impedance of a dynamo electric machine to counter- 
phase rotational symmetrical polyphase currents may be made 
extremely low by the addition of carefully designed polyphase 
dampers or squirrel-cage windings. If, in addition, auxiliary 
means be provided, externally or internally, to assist the natural 
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action of the machine as a balancer, its admittance to the counter- 
phase rotational currents may be made infinite, so that the 
terminal e.m.f. of the machine will be absolutely balanced no 
matter how much counter-rotational current it may be called 
upon to supply. 

The ability of an unassisted dynamo electric machine to act 
as a balancer is measured by its impedance to the counter-phase 
rotational component of the unbalanced load. The action of 
such a machine, when thrown on to an unbalanced system, con- 
sists in supplying such an amount of this counter-phase rota- 
tional component as will be necessary to pull the system and 
the machine into the same degree of unbalance. The voltage 
balance of the system is thereby improved at the expense of the 
voltage balance of the machine. The voltages that cause un- 
balance at the machine terminals are the impedance drops due 
to the counter-phase rotational current supplied by the machine, 
and are, therefore, counter-phase rotational and symmetrical. 
One way, therefore, for assisting the machine to maintain a 
balance, is to supply an equal and opposite counter-phase rota- 
tional e.m.f. in series with the windings by means of a booster, 
and this will render the effective impedance of the machine to 
these currents zero. 

Since with varying degrees and phases of unbalance the im- 
pedance e.m.f. will vary in degree and phase position, the ex- 
ternal source of e.m.f. must be provided with similar adjustment 
in voltage and phase position, and the apparatus provided to 
control these adjustments must respond to the variations of 
unbalance in the proper degree. The means of adjustment for 
an auxiliary machine connected rigidly to the main machine may 
consist of two field windings in quadrature relation, connected 
to separate exciters. This will permit of adjustment both in 
magnitude and phase position of the auxiliary machine in respect 
to the main machine. 

The control of the adjustment of the auxiliary machine, with 
various degrees and phases of unbalancing, is not a simple prob- 
lem, and until it has been satisfactorily solved, a perfect phase 
balancer cannot be considered as an accomplished fact. The 
essential requirements of the regulating apparatus are: 

1. That it be extremely sensitive to voltage differences. 

2. That it be capable of adjustment so that there will be no 
hunting between the control elements. 

Whether these conditions have been obtained in any installa- 
tion of balancers, up to the present time, is open to question. 


te 
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Since a single-phase e.m.f. may be resolved into two balanced 
polyphase e.m.fs. of opposite phase rotation, perfect balance may 
be obtained by one single-phase booster in connection with the 
main machine. One component of this single-phase voltage 
must be the counter-phase rotational component required to 
balance up the terminal voltages of the main machine. The 
other component, which is of the same phase as the system, is 
provided for by the excitation of the main machine. The single- 
phase machine may be arranged so that its middle point is con- 
nected to the neutral of all but two of the windings of the main 
machine, its terminal being connected to the ends of the two 
remaining windings of the main machine, which would other- 
wise be connected to the common point, and it should be mounted 
on the same shaft as the main machine and be provided with 
means for changing voltage and phase with respect thereto. 

The obvious defect of such a system lies in the difficulty of 
control, since with changing phase of unbalancing, the excita- 
tion of the main machine must be changed as well as that of the 
auxiliary single-phase booster. 

A modified form of the same scheme would require a number 
of single-phase machines of the same phase, connected between 
the neutral point and each phase of the main machine, the com- 
plete set of machines being capable of simultaneous phase shift- 
ing, and each machine separately having full voltage control. 

As a corollary to the above, it may be stated that any system 
of unbalanced polyphase e.m.fs. may be used as an auxiliary 
means of producing perfect phase balancing. 

While some of the schemes outlined above may, with restricted 
phases of unbalancing, offer a satisfactory solution, the use of a 
polyphase main machine combined with a polyphase auxiliary 
machine is the simplest solution for the problem of general balan- 
cing and all practical balancers will be based upon this feature. 

A convenient way of regarding the phase balancer is to con- 
sider it as a motor taking power symmetrically from the poly- 
phase system and delivering it to the same system as single 
phase current. The motor and generator actions tend to counter- 
act one another in any polyphase machine provided with dampers 
and when the auxiliary booster is added, the annulment is com- 
plete after the auxiliary has become adjusted. 

The action of a balancer under short-circuit condition will, 
therefore, depend on the range of excitation of the auxiliary. 
For the initial condition, until the auxiliary has had time to 
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adjust itself, the main machine will feed into the short circuit 
in much the same manner as any other synchronous machine 
provided with dampers. If the auxiliary had a range sufficient 
to give complete balance under short circuit, the full polyphase 
capacity of the system would be concentrated in the short cir- 
cuit and the phase balancer would necessarily carry a counter- 
phase rotational load of equal value. In other words, the cur- 
rent delivered by a perfect balancer under short-circuit condi- 
tion, is limited only by the current that the system on which it 
is operating, can deliver to a symmetrical short circuit. 

Practically the short-circuit conditions are not so bad as in- 
dicated in the above paragraphs, because the limitation in volt- 
age of the auxiliary machine permits of perfect balancing only 
up to a certain point. The short-circuit stresses in the balancer 
will nevertheless be much more severe than such as would be 
obtained in a generator or synchronous condenser of the same 
size operating on the system. 


CONCLUSION 


Where the unbalanced load fluctuates between the different 
phases and is of sufficient magnitude to cause trouble, a phase 
balancer is clearly the proper solution of the problem. 

When a single-phase load on one phase is to be supplied, the 
problem becomes one of relative economy and reliability in 
service of the balancer, as compared with the single-phase gener- 
ator. The main machine of the balancer set must have the 
same polyphase output as the alternative single-phase machine, 
and must also be provided with dampers of equal rating; but 
it must also be capable of withstanding the more severe short- 
circuit conditions due to its balancing action. In the balancer 
there is very little torque on the shaft and, therefore, the me- 
chanical design may be cheapened and the operating speed in- 
creased. It is doubtful, however, if the main machine of the 
balancer set can be made much cheaper than a single-phase 
machine of the same output. 

The auxiliary machine will be necessarily costly on account 
of the double set of poles and the wide range of excitation 
required. Its exciters must be relatively large in capacity so as 
to provide rapid change in excitation from full positive to full 
negative. In addition there will be the control system, which 
is complicated and costly. It is questionable whether this por- 
tion of the balancer set can be made for much less cost than the 
motor required for the equivalent single-phase machine. 
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From an operating standpoint, there is much to be said in 
favor of single-phase generation. In the first place, it is isolated 
to a large extent, or, if steam driven, completely, from the main 
polyphase system. This is of distinct advantage if the single- 
phase load is subject to frequent and violent interruptions. 
In the second place, the short-circuit condition resulting from 
the use of the single-phase machine will be, in ‘general, much 
less severe and, therefore, less apt to cause trouble and prolonged 
interruptions in service, than when a balancer is used. 

From the point of view of economy-of operation, there is little 
to be said in favor of one over the other; the balance is probably 
in favor of the phase balancer when compared with the motor- 
generator set, and in favor of the generator when it is steam 
driven. 

APPENDIX 

An unbalanced three-phase system, in which the sum of the 
instantaneous values of the elements is zero, can be resolved into 
two balanced systems of positive and negative phase rotation. 

In a three-phase system let the positive and negative phase 
rotational systems be,— 


125) = Fy ID! 2 yaa) 
Ey = wk, Ea" =e OP ae 
Es =a Fy Es = @ Hy’ 


Where w is one of the imaginary cube roots of unity. Then 
if Ea, Eb and Ec be the unbalanced e.m.f. such that,— 


ho = Fy + ia 
Eb = Fo + Jig! 
186 = E3 + (Bins 


With the condition, Ha + Eb + Ec = 0, this set of equations 
is determinate and the symmetrical solutions for the balanced 
components are as follows,— 


_ Ea + w Eb + w Ec 


Ey . E, = Pot wt Ec + wa 
eS : 2 
E.= Fc + w? Ec + w Eb 
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Applying these to a single-phase load on a three-phase-system, 
if I, be the value of the current. 


2) 
I, = I 
I= — TI, 
and, therefore, 
seed 3+ 5 V3 ara 3 
eee pe I OP eed 
; NE ae phe es raps gl 
ani f BGS Sy oa ate 
je Or = De. my e i 0 
1 a /3' T, 6 = Ie 6 Lo 


Fic. 9.—SINGLE-PHASE LOAD ON PHAsEs A, B AND C RESPECTIVELY 
RESOLVED INTO Two BALANCED THREE-PHASE COMPONENTS OF 
POSITIVE AND NEGATIVE PHASE ROTATION. 


Fig. 9 shows in a vector diagram the positive and negative 
phase rotational components of a single-phase load of equal 
magnitude and power factor on each phase of a three-phase 
system. The component of the same phase rotation as the system 
remains constant, while the counter-phase rotational component 
changes in phase through 120 deg. with each change in load 
position. 

The formulas given above, may be interpreted as follows: 

The negative phase rotational system is the mean of the three 
symmetrical systems obtained by taking each of the e.m-fs. 
E,, E and E, of the original system and considering it as a 
member of a balanced system. This results in the three systems: 
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Ege ae eee 

Foi = (HE Ie \ (1) 
Dee ei g J 

Ey =Es 1 

figengo Ene (2) 
Ea = O, Ey J 

Boe Be 1 

Eq. = a FE. (3) 
Foe SG) ioe 


from which the negative phase rotational component is obtained 
by taking the mean of the three quantities in the three groups 
having the same sub-letter. 

Similarly the positive phase rotational component is obtained 
by taking the mean of three symmetrical systems of positive 
rotation, formed from the elements E., & and E, of the unbal- 
anced systems. These are as follows: 


E. =E. 1 

Entegra es (4) 
E.3 = «) 13.6 J 

Ey =E; 1 

Eu = w Ey (5) 
188 = GP IB. 

jae Sie . 

Fas =) Ee | (6) 
Ey = (Oy De : 


Then, as before, each element of the component of positive 
phase rotation is obtained by taking out of each group the ele- 
ments having the same, sub-letter and finding their mean value. 

Fig. 10 illustrates the graphical construction required to carry 
out the operations indicated above. The triangle A, B and C 
represents the unbalanced polyphase system which may also 
be represented by the vectors OA, OB and OC drawn from the 
centroid O of the triangle 4, B and C. Two circles are described 
with O as center, namely A C,C; having O A as radius, and 
BC,C, having OB as radius. Inthecircle A Ci C3,OC is taken 
120 deg. in advance of O A and, therefore, corresponds to O Cin the 
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symmetrical system based on O A, having negative phase rota- 
tion. In the circle B C. Cy, O Cy lags 120 deg. behind O Band, 
therefore, corresponds to the vector OC in the symmetrical 
system of negative phase rotation based on OB. The corres- 
ponding vector O03 of the symmetrical negative phase rotational 
component is the mean between the vectors O G.nO'C; and-OC, 
and is obtained by drawing a line from O to the centroid of the 
triangle O C; C; that is 03. By describing a circle with radius 
O 3 and center O, and taking points 1 and2 respectively 120 deg. 
and 240 deg. lagging behind 3, the complete symmetrical nega- 
tive phase rotational component 1, 2, and 3 is obtained. 
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Fic. 10.—UNBALANCED THREE-PHASE SYSTEM RESOLVED GRAPHICALLY 
INTO Two BALANCED SYSTEMS OF POSITIVE AND NEGATIVE PHASE Ro- 
TATION. 


The positive phase rotational component is obtained in a 
similar manner, O C3; and O C, having their vectors corresponding 
to O C in symmetrical positive phase rotational systems based 
on OA and OB respectively. The vector 03’ of the positive 
phase rotational system corresponding to O38’ in the negative 
phase rotational system is the mean of the vector O C, OC; and 
O C,and is obtained by drawing a line from O to O 3’, where O 3’ is 
the centroid of the triangle C C3; Cy. The triangle representing 
the symmetrical positive phase rotational component is obtained 
by drawing the circle 1 2 3 with O as center and O3’ as radius, 
the points 1 and 2 being taken respectively 120 deg. and 240 deg. 
in advance of 3. 
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DIscUSSION ON “SINGLE-PHASE PowER PRopUCTION” (ALEX- 
ANDERSON AND HILL), SINGLE-PHASE POWER SERVICE FRoM 
CENTRAL STATIONS (GILMAN AND FoRTESCUE), PHILADEL- 
PHIA, Pa., OcToBER 138, 1916. 


R. E. Doherty: I have some facts regarding the relative cost 
and efficiency of the different types of machines, which may be 
helpful in crystallizing ideas regarding what may be the most 
practical machine for this purpose. 

The relative merits of different kinds of machines for the gener- 
ation of single-phase power have been discussed in the several 
papers in terms of expediency and, in a general way, of cost and 
economy. A decision on what is the most practicable means of 
generating this power can be brought within more definite lines 
by supplementing that discussion with a comparison of relative 
costs and efficiencies for a particular proposed installation. 

The single-phase requirements which have been chosen as a 
basis for this comparison represent the conditions for which 
operating companies find it necessary to resort tospecialapparatus, 
namely, a single-phase railroad load, or its-equivalent, in which 
the peaks are large compared with the average load and also 
large compared with the three-phase generating capacity. 

The following comparison is made for a load requirement of 
5000 kw., unity power factor, continuously; five-minute peaks of 
12,000 kw., unity power factor. The machines are compared in 
two different ways: 

1. Relative costs and capacities of the same frame (same 
magnetic dimensions) equipped in different cases as a phase con- 
verter, single-phase generator and three-phase synchronous 
motor, assuming in each instance that the overload will be 2.4 
times the normal capacity. 

This is shown in Table I. 

2. Relative costs and losses of a phase-converter set, a motor- 
generator set, and a steam-turbo single-phase generator. In each 
case the set is to meet the above specifications of 5000 kw., con- 
tinuously, and 12,000 kw., five minutes. This comparison is 
shown in Table II. 


TABLE i, 
Capacity ; Cost 
Three-phase synchronous motor,........:.«:o0rr 100 100 
Phase converter (series or shunt)................. 90 U15: 
Single-phase generatorg ie. nuh.ton ae se ee. oe oe 66 100 
TABLE II. 
Losses Cost 
Shunt-phase-comverter set.sc1.ss).ceete seeeene 100 ‘100 
Series phase converter (without transformers)..... 85 65 
3-phase motor, 1-phase generator................. 186 118 


1-phase turbo-generator 
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In Table II the exciter capacity forall machines is included in 
the cost; and in case of the phase converter one additional volt- 
age regulator is included. 

As regards the factors of efficiency and cost, therefore, the 
figures in Table II are very much in favor of the phase converter, 
as compared with a motor-generator set. A complete compari- 
son with a single-phase generator, including the losses and costs 
of the apparatus which supplies the motor-generator or the phase 
converter, depends of course upon local conditions. But the 
figures in Table II give a basis for such a comparison. 

Where load is taken off different phases, the shunt phase-con- 
verter set, of course, must be used. If the load is taken from one 
phase only, and the power factor is not low enough to seriously 
affect the voltage regulation, the series converter seems to be the 
more promising. 

The regulation of a series converter for the normal and over- 
load capacities as assumed in the above comparison would be 
about 144 per cent for full load, 514% per cent for 2.4 times 
full load. 

If it becomes general practise to correct the power factor of 
the single-phase load from an outside source, as indicated in Mr. 
Eglin’s paper, the usefulness of the series converter will be greatly 
enlarged. 

H. G. Reist: The problem of obtaining single-phase current 
of large quantity, has been with us for a long time. It has not 
been found entirely satisfactory to take varying single-phase loads 
from three-phase generators or from single-phase generators. 

If single-phase current is taken, for instance, from a three- 
phase system, it unbalances that system. The unbalancing 
cannot be prevented by compensating windings on the pole 
pieces. If it is a fluctuating single-phase load, it will cause fluc- 
tuations in the polyphase circuits, and will interfere with any 
lights that might be on the system. It also interferes with motors 
in causing them to operate less efficiently and at a lower output. 
In general, it is not satisfactory, provided the power is sold, 
although in some cases it might be tolerated if the maker of the 
power used it himself. It would seem then, that heretofore, the 
only way of satisfactorily obtaining single-phase power was from 
- single-phase generators. This, when it is produced by a power 
company, involves a separate system not tied in with the regular 
power producing apparatus. With a pulsating load, such as has 
been discussed, it means that the generating set is only lightly 
loaded much of the time and, therefore, must be very wasteful. 

Most of the power now is obtained from steam turbines, and 
the generator problem is quite a serious one in these units, es- 

cially as we get to larger sizes. 
boat ia weil ee that a single-phase generator has to be about 
50 per cent larger than the corresponding three-phase generator 
for the same power factor; that the power factor required from 
single-phase generators is usually about 70 per cent, being much 
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lower than is demanded from three-phase generators; and that 
the necessary addition of a squirrel-cage winding requires the 
turbine generator field structure to be about double the size 
necessary for a standard three-phase generator. 

In a turbine generator the largest losses are usually due to 
windage, and these are very greatly increased by enlarging the 
field. over what will be necessary for generating three-phase 
current. 

However, as I said before, probably the increased losses from 
this point are less important than the great losses.in the steam 
turbine, due to running much of the time greatly under-loaded. 

Mr. H.L. Wallau: So far the problem has been attacked from 
the point of view of the relative advantage of a single-phase load 
on the generating station. 

As our industrial developments have grown, however, and we 
now get fairly large furnaces and welding machines, we are going 
to have to meet the problem of supplying these single-phase ioads 
on substations of relatively small capacities, compared with the 
generating station. 

In such cases the single-phase generator would not be an ap- 
plicable solution, as it would necessitate carrying the supply lines 
back to the generating station, or installing an expensive motor- 
generator set. It would seem, therefore, that the phase conver- 
ter would meet this problem best, when it became sufficiently 
serious to require remedying. 

Mr. Alexanderson, I think, has pointed out that whenever we 
can get the customers to buy the phase converter, the series ma- 
chine is the one to recommend: but when the power company has 
to buy the machine, the shunt converter should be purchased. 

Mr. Eglin also brought up the point today that every customer 
should have his power factor corrected by condensers so as to 
give a unity power-factor load. 

Recently one of the manufacturing companies has developed 
a new type of condenser which can be made relatively small, im- 
mersed in an ordinary transformer case and sealed with oil, and 
I think it might not be difficult in certain cases, at least where 
there was an inducement in the rate, to have the customer put 
in enough capacity in this type of condenser to materially improve 
his power factor, if not to bring it up to unity. 

Balanced three-phase unity power-factor load is most eco- 
nomical for generation and distribution. It follows that the 
most logical place to put in corrective apparatus for either power 
factor or unbalanced load correction is at the point or points where 
the load differs from the ideal load, and if the correction can not 
be made at this point, it should be made as near this location as 
possible, rather than at the generating station. The phase- 
balancer,and synchronous condenser best lend themselves to such 
an application. 

H.R. Summerhayes: In stating that a phase converter was 
less expensive than a motor generator in larger sizes, and it might 
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be of the same cost in smaller sizes, I did not mean to indicate 
that the motor generator should be preferred. 

I thoroughly agree with Mr. Eglin that the motor generator 
should be in the discard, except for small-applications, and where 
the load is taken off of one phase. Even in this case it may be 
possible to use, what Mr. Alexanderson calls the series converter, 
at less cost and lower losses. 

Mr. Torchio said that he had stated clearly in his paper the 
reason why it was decided not to tie in the single-phase railway 
system and its generating system, with the 25-cycle polyphase 
generating system of the New York Edison. 

I can appreciate that the problem of division of loads is a 
serious one, but I merely wish to point out that it might be an 
engineering possibility to put in a balancer; and I believe that 
the division of load could be taken care of by the adjustments of 
the governors; certainly they would have to put in a voltage 
regulator, as Mr. Torchio states, but even if the peak loads were 
taken in a larger proportion by the larger station, provided: it 
was taken care of by voltage regulators, it would not appear to 
be a very serious matter. 

Here in Philadelphia they are operating now with peak loads 
% some 20,000 kv-a. single-phase on a system of less than 50,000 

W. 

That is to say, they were running this afternoon two genera- 
tors, totaling less than 50,000 kilowatts. 

There were peak loads of nearly 20,000 kw. single-phase coming 
on, and the voltage regulation was good, so that it would appear 
possible on a larger system to do the same. 

In the matter of synchronous condensers Prof. Scott and others 
were inclined to recommend making the generators larger, mak- 
ing them capable of taking care of the poor power factors. 

Personally I am a strong advocate of the synchronous con- 
denser. I do not think that the central station people, all of 
them, have given the matter sufficiently close study. I know 
it has been studied a great deal, but I do not believe that it is 
fully realized that the line losses at 70 per cent power factor are 
double the losses at a 100 per cent, and at 60 per cent they are 
three times. Very frequently it can be worked out that the 
saving in line losses alone will justify the installation of a 
synchronous condenser. 

The investment in cable should be taken into account, and the 
investment in the cost of the generator. 

A synchronous condenser, it must be remembered, is the 
cheapest kind of synchronous machinery; that is, it can be made 
at a selected speed, so as to have the lowest cost per kilowatt. 
Furthermore, it can be made to operate without attendance. 

I do not see, because a piece of apparatus rotates, why it should 
require an attendant any more than a transformer does. 

Automatic apparatus for converters and condensers is now 

coming into use, and I believe will be more widely used. 
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EXPLANATION OF THE ACTION OF THE PHASE CONVERTER 


In order to balance the single-phase load and distribute it 
equally on the three phases of the generator, the three currents 
of the generator must be made equal and each current will be 1 
divided by 1.73 or 58 per cent of the single-phase load current. 
Designating the single-phase load currents as Aand. a3 {see 
Fig. 1) the current A is composed of two components. A, com- 
ing from the generator equal to 58 per cent of A and 30 deg. out 
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Fic. 1—CurRENT RELATIONS IN PHASE CONVERTER 


of phase with A, is the known component. By graphical solution 
(see Fig. 1) the other component of current A, which we will 
designate as A», coming from the phase converter is equal to A, 30 
degrees out of phase with A and 60 degrees out of phase with A, 
In other words, A is composed of two components combined 
at 60 degrees phase angle. 

On the other leg of the single-phase load we will designate the 
current as B. At any given moment when A is the outgoing cur- 
rent, B is the incoming current. B is equal to A and they are 180 
degrees apart. In a manner similar to the above we find that 
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B is composed of two components each 58 per cent of B and 30 
degrees from B in phase relation, B; coming from the generator 
being 60 degrees from B, which comes from the phase converter. 
_Completing the vector diagram of currents on the generator 
since the currents are balanced and 120 degrees apart, we find 
that the third phase of generator current is C,, as shown in Fig. 
1. This same current C, flows into the phase converter, but 
since the generator current is an outgoing current and in phase 
with the voltage (at 100 per cent power factor) and the current 
C, flowing into the phase converter is a synchronous-motor 
current, Cy when represented on a vector diagram will be 180 
degrees from C; and at 100 per cent power factor would be 180 
degrees from the bus voltage like any other synchronous-motor 
current. 

By combining the three vector currents, As, Bz and C2 we ob- 
tain the vector diagram of currents in the phase converter and 
find that these currents in order to balance a given single-phase 
load are equal to the currents in the generator. Thecurrent C2, 
like any synchronous motor current is 180 degrees out of phase 
with the generator current, but the currents A» and By, are only 
60 degrees out of phase with A, and B, and on the vector dia- 
gram it is seen that the phase rotation is in opposite direction to 
that of the generator, whereas in the vector diagram for a syn- 
chronous motor the currents are all 180 deg. out of phase with 
the generator currents and the phase rotation is tte same as for 
the generator. In the phase converter the voltage of the large 
machine is in the same phase rotation as the generator voltage 
but on account of the voltage distortion produced by the voltage 
balancer the currents in the phase converter are in opposite phase 
rotation to those in the generator. 

The unbalancing of currents in the generator produced by 
single-phase load is accompanied by a distortion of the voltage 
triangle and in order to bring the currents in the generator back 
into balance we must produce internal voltages in the windings 
of the phase converters of such magnitude and phase relations 
as will produce the currents necessary to combine with the bal- 
anced generator currents to supply the single-phase load currents. 
Since the currents in the phase converter to accomplish this 
balancing must be in opposite phase rotation to those in the 
generator, while tre main cocnter e.m.f. produced in tie phase 
converter is in phase with the generator voltage, the cvr.ents in 
oposite pl ase rotation to the generator currents are produced 
by introducing in the Y connection of the phase converter a 
smaller three-phase machine mounted on the same shaft and 
driven by the phase converter. This machine is designated 
as the voltage balancer and is so connected as to have opposite 
phase rotation to the pl ase converter. 

The revolving field of this machine is not a definite pole con- 
struction but consists of a laminated structure containing slots 
in which there are two field windings at right angles to each 


other in space (see Fig. 2). 
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By exciting field winding 1 ina positive direction a three-phase 
current is generated of opposite phase rotation to that in the 
converter, but in a certain phase relation to it depending on the 
relative positions of the stators. 

The stator of the voltage balancer is mounted in a cradle so 
that it can be fixed in different angular positions with respect to 
the position of the stator of the phase converter. 

By exciting the field 2 only, three-phase currents will be pro- 
duced with a phase relation of 90 deg. to those produced by field 
1 only. Fields 1 and 2 may be reversed thus producing phase 
relations 180 deg. from the two former positions and by exciting 
1 and 2 at the same time and to the same magnitude the inter- 


Fic. 2—VoLTAGE RELATIONS IN VOLTAGE BALANCER 
AND PHASE CONVERTER 


mediate forty-five degree positions are produced. By exciting 
1 and 2 at the same time, but with different magnitudes, the 
voltage of the balancer may be made to.assume any desired phase 
relation with respect to that of the converter. 

Referring to Fig. 2 the delta A, B, C represents balanced volt- 
age on the generator. 

When single-phase load is taken off the phase AB the voltage 
triangle will be distorted. If the single-phase load is of 100 per 
cent power factor the point C moves in the direction of CO and 
the voltage triangle becomes AOB. If the load is at 70 per cent 
power factor (45 deg. lag.) the point C moves in the direction of 
CO, and the voltage triangle becomes AO,B. If the single-phase 
load were of zero power factor point C would move in the direc- 
tion of CO, and the voltage triangle becomes AO2B. 

By properly combining the direction and magnitude of the 
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fields in the voltage balancer we can produce a voltage distortion 
opposite to that produced by the single-phase load and this will 
cause currents to flow which will balance the single-phase load 
in the generator. It is possible, for instance, to set field 1 so 
that when used alone it will produce a voltage distortion CS 
opposite in direction to CO and field 2 so that when used alone 
it would produce a voltage distortion CT opposite in direction 
to COz, the combination of these two fields would obviously pro- 
duce a voltage distortion CV opposite to CO;. Thus field 1 
would compensate for single-phase load at 100 per cent power 
factor and bring the voltage triangle back to normal, field 2 
would compensate for single-phase load at zero power factor and 
a combination of the two fields in equal magnitude would com- 
pensate for single-phase load at 70 deg. power factor or 45 deg. 
lag when this load is applied on phase AB. For any other power 
factor the two fields could be used in different proportions. 

It is assumed in the above case that the voltage of the phase 
AB is controlled and held constant by the generator regulator, 
so that, the single-phase load does not affect the voltage AB. 

It will be noted that when unity power-factor single-phase 
load is thrown on and the voltage triangle tends to assume the 
shape A OB, that the voltage AC is increased and the voltage BC 
is decreased. For lower power factors both voltages may be in- 
creased. Therefore, if a voltage regulator is connected across 
phase AC and made to regulate field 1 and another regulator is 
connected across phase BC and made to regulate field 2, these 
regulators will so control the fields as to maintain the voltages 
AC and BC constant and in so doing currents of the proper phase 
relation and magnitude to balance the single-phase load are pro- 
duced in the windings of the phase converter, these currents 
being made to flow by the internal voltages generated in the volt- 
age balancer, which overcomes the impedance in the windings 
of the phase converter. 

When the single-phase load is thrown on phases AC or BC the 
voltage triangle is again distorted, point C moving in a different 
direction but regulators which are arranged to reverse the fields 
when necessary will so control the fields as to deliver the proper 
balancing currents no matter what direction the point C tends 
to move. ‘ ; 

In the main machine or phase converter an action goes on in 
the squirrel-cage winding which may be explained as storage of 
power from the phase C and delivery to the phases A and B. 

In actual practise the currents flowing to the converter will 
be slightly unbalanced on account of the losses in the machine, 
but the generator currents will be balanced. : 

R. E. Gilman: It is the single-phase load, superimposed on 
a polyphase system which causes voltage unbalance. 

It must remembered that all the machines on the system are 
in parallel and consequently the voltage unbalance is common to 
all. This distortion is due to unequal impedance drops in the 
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various phases of any machine. These drops are necessarily the 
same in corresponding phases of all machines. That is the phase 
and magnitude are equal for corresponding phases. The cur- 
rents therefore are inversely in proportion to the impedance of 
the machine. To force any machine to assume all the unbalanced 
load, all that is necessary is to reduce the equivalent impedance 
of that machine to zero. This can be done by introducing one 
or more voltages of the proper phase and magnitude to neutral- 
ize the inherent impedance drop of the machine. 

The shunt phase balance as described is a particular solution 
of the problem based on introducing a voltage in series with 
each phase of the machine which is to assume the unbalanced 
load. These boosting voltages are all equal and make up a poly- 
phase system with opposite phase rotation to that of the main 
unit. 

W. C. L. Eglin: At a Chicago meeting some years ago Dr. 
Steinmetz presented a paper on “The Reliability of Power Com- 
pany Service’ and pointed out very clearly that the standard 
for reliability of service was the simple d-c. distribution, and that 
with the increasing general use of alternating current we had to 
go back to the simple standards laid down by Mr. Edison for 
satisfactory general power distribution. 

He also pointed out very clearly that if the proper study of the 
power companies’ requirements, and the consumers’ requirements 
was made, there was no reason why a-c. systems could not 
follow along the lines laid down by Mr. Edison and be equally 
as reliable. The particular feature emphasized was the proper 
use of reactances. 

As has been brought out by Mr. Gilman, the main difficulties 
are in producing a satisfactory phase converter or phase balancer. 
All that he says is true, and all of these difficulties have been 
overcome by Mr. Alexanderson and his assistants. 

Whatever phase the unbalance comes on, it is automatically 
taken care of. The dangers of a heavy short circuit have been 
taken care of in the two ways; first, by the limiting of the re- 
actances on the feeders; and second, by the limitations put on 
the regulators; so that there is a limiting load which can come on 
the phase balancer. 

In this work there is one other feature to be considered and 
that is the correction for power factor. As has been pointed out, 
very serious losses are involved in the transmission system with 
a low power factor. 

With large loads it is essential in my judgment that they must 
only be considered on the basis of unity power factor. Ali of the 
problems then, including the balancing problem are infinitely 
easier. The corrections for power factor should be part of the 
equipment. 

_I think Mr. Reist has very clearly shown that in the large 
size generators the complications in building are bad enough now: 
without adding to the size, to take care of something that can 
be taken care of in a different way. 
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_I was asked to state something on what it costs to produce 
single-phase power. 

It is very difficult to answer that exactly. We determined first 
that we would work for the power house to be the most economi- 
cal that could be built. That necessitated that we fix some 
standard of power factor. From our studies of the results of 
correcting poor power factors, we were convinced that we should 
ea in sufficient synchronous apparatus to obtain unity power 
actor. ~ 
_ Ina power station the load is not fixed, it is constantly grow- 
ing from year to year, and an inductive load added varies with 
the different character of customer's loads, so that you cannot say 
that your power factor will be 80, 90 or 95; it may be that one 
year, and greater or less the next year. 

That made us desire at first that the generator be designed for 
unity power factor, and that it have no dampers for the reason 
that dampers add, as has been explained, first to the size of the 
machine, and secondly to its first cost. We would take care of 
the unbalancing of load in some other way. 

All of the methods that were described here were carefully 
discussed and analyzed, as far as our conditions were concerned, 
and we determined on the phase balancer. Naturally there were 
skeptics, some fears as to what we could accomplish, especially 
as we were depending largely on automatic devices to over- 
come some of the difficulties. 

A number of people have seen this machine in operation, and 
it has fulfilled every condition that has been expected of it; in 
fact, I think it works a little better than most of us expected. 

I was asked also what was the biggest single-phase load that 
we would have to carry. 

The principal single-phase load, in fact the entire single-phase 
load that we have today, is for electric railroad operation. 

We endeavored naturally to have the various sections of this 
single-phase load distributed over the three phases of our bus 
bars, and our contracts provide for the sale of three-phase power. 
That is very difficult, especially in the starting of a system; 
The railroad starts with one division which can be put on one 
phase, another division may be put on the second pi ase, and a 
third division may be put on the third phase; so that we get a 
certain amount of fixed balance under these conditions. 

The operation of a railroad, however, or any other load, even 
5000-kw. electric furnaces, is not continuous; it may be shut down. 
You may have three 5000-kw. furnaces, and if one is shut down, 
you have a condition of unbalance, so that the phase balancer size 
has to be the size of the largest single-phase load that you may have 
to supply. That, in this case is the heaviest division of the rail- 
road, to which we have supplied I think about 30,000 kv-a. The 
phase balancer, of course, as has been pointed out before, does 
not have to carry all of that unbalanced load because of the other 
synchronous apparatus that is on the bus-bar system, all of which 
tends to balance the load. 
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This load is corrected for very nearly unity power factor, and 
the synchronous condensers are installed in a sub-station about 
midway of the electrification, so as to get the real advantage of 
the correction of the power factor, reducing the line losses and 
maintaining the uniform voltage on the lines. The synchronous 
condenser in this case has a double purpose. 

There is another point that has come up, and that is a question 
of frequency. There have never been any real standards of fre- 
quency established. I do not think any two standards can ever . 
be called a standard. We have had the so-called 25-cycle and 
60-cycle systems. I should very much like to see the Institute, 
through its Standards Committee, take up and solve for the in- 
dustry at large, the question of the American standard frequency ; 
and I think that will do more to help the development in every 
way, both in the use and sale of power and apparatus, than prob- 
ably anything else that the Institute can do. 

B. A. Behrend: Mr. Eglin suggested the standardization of 
frequency. Now, let us understand the fundamental reasons 
which underlie the difficulties in the generation of single-phase 
current. They are due to the turbo-generator which has com- 
pletely superseded the multipolar reciprocating generating units 
of ten or fifteen years ago. 

It is very easy to design an electric generator of say 25,000-kw. 
capacity or even 50,000-kw. capacity, provided it is a multipolar 
unit, as a single-phase generating unit. 

It is not possible at the present state of the art to make a 
. single-phase generating unit for a capacity in excess of say 15,000- 
kw. and I should prefer to limit the capacity of the single-phase 
unit to 15,000 kv-a. considering the nature of the load, which of 
course is a railway load of a low power factor. 

C. A. Adams: How many poles? 

B.A. Behrend: I refer to two-pole units. Now then, where does 
the question of frequency enter into our problem? It is at the 
present state of the art not possible to design single-phase motors, 
and therefore locomotives, for 60-cycles, which frequency Mr. 
Eglin doubtless had in mind, when he made his suggestion for 
the standardization of the frequency. In this world unfortu- 
nately conditions are not as we want them to be, and we 
have to recognize the facts as they are. 

_ Two-pole single-phase generators are difficult machines to de- 
sign, as Mr. Reist has pointed out, and as is so well known to us. 

Mr. Eglin has stated that it is necessary in modern power plants 
to use a certain amount of reactance in the generators and feeders, 
and it may be added that the increase of the internal reactance 
of the generators has increased the difficulty of designing the 
damping circuits on the revolving elements of the turbo-generators, 
as the dampers have to be in proportion tothe strength of the arma- 
ture. Turbo-rotors travel at a circumferential speed of approxi- 
mately four miles a minute; at which speed the centrifugal forces 
developed are terrific. The conducting materials at the present 
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state of the art have no considerable mechanical strength. Ina 
device which we have developed they have to be hammered and 
peened into the chrome nickel steel end rings in a somewhat com- 
plicated manner, in order to hold them in place, and prevent 
them from shifting and bending. 

There is also great difficulty in obtaining and securing satis- 
factory contact between the axial copper conductors and the 
circumferential conductors. 

Therefore, it may be stated that the capacity of single-phase 
generators is limited; and the engineers who have an opportunity 
to specify the unit capacity of such generators should be very care- 
ful indeed not to demand of the manufacturer too large a unit 
as it involves frequent repairs, and imperils reliability of service. 

This is the fundamental reason for the question that has been 
considered in the sessions today, Mr. Alexanderson having given 
us a means of utilizing the existing 25-cycle three-phase power 
plants for the generation of the single-phase currents, so far as 
this 25-cycle single-phase current is going to be used in the oper- 
ation of our great railway systems. 

Now then, in the case of 60-cycle power plants, we are con- 
fronted with an additional difficulty, viz., the difficulty of trans- 
forming from 60 to 25 cycles; which must be done by motor- 
generator sets. Therefore, in this case Mr. Alexanderson’s inven- 
tion can be dispensed with. 

The question of power factor is one of great importance, and 
I agree with Mr. Eglin that it is desirable that every one of us 
should give it a little more attention; but by giving it a little 
more attention we do not raise the power factor. 

The peculiar conditions of railway operation, the peculiar 
nature of the single-phase railway system, combine to make the 
power-factor problem a very formidable one, with a low load 
factor, if a power plant is devoted exclusively to the generation of 
single-phase electric currents. 

These are difficulties which a year or so ago made me remark, 
that, when Mr. Wynne discussed the electrification of the Norfolk 
& Western railway system, it was the ‘“‘least unsatisfactory solu- 
tion”’ of anintensely difficult problem for which remark my friend, 
Prof. Scott, took me to task and was very hard on me. I am 
afraid, however, my statement must stand, since, unless we realize 
that we are solving these problems temporarily in the least un- 
satisfactory manner, solutions good enough to hold their own but 
no better, we shall not advance. 

D. W. Roper: I disagree with Messrs. Gilman and Fortescue, 
as to the latter part of their conclusions, which favors steam- 
driven single-phase generators. 

To take the case in Philadelphia, for example, where they have 
a load of say 25,000 kv-a., and with the figures given by the pre- 
vious speaker, it would require at least two single-phase genera- 
tors to carry that load. . 

The exigencies of central station operation require that some 
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reserve should be kept for the generating apparatus, and that 
would mean the installation of three machines, any two of which 
may carry the load. 

I think central station men will also agree that idle generating 

capacity on the peak of the load is undesirable. 
' It would therefore appear that if the short-circuit conditions 
are of any serious moment in determining the design of your 
plant, that those conditions should be met by reactors, or other 
similar protective devices, rather than by any scheme which 
contemplates idle generating capacity on the peak of the load. 

G. H. Hill: The first generated current ever produced was a 
single-phase current, and it seems curious that at this time there 
is need of such a considerable amount of discussion, to make clear 
how that first single-phase current can best be produced for use 
commercially. I would like to emphasize the fact that this prob- 
lem is a general one. We cannot confine ourselves to particular 
applications. 

Mr. Torchio’s solution none of us will criticise, because he has 
met his conditions in the way that fits the situations best; he has 
by inheritance a complex system, 25-cycle and 60-cycle, three- 
phase and single-phase, all of which had to be taken care of, but 
I feel sure that he would not duplicate his entire system if he had 
it to do over today. I think we must keep in mind the ideal in 
discussing this problem and make sure that we establish a reliable 
guide for industrial development. 

I belive there is not much doubt in the minds of those who are 
acquainted with the situation over the whole country that the 
question of cycles is answering itself. 

In the East where the power plants are oldest, we have numer- 
ous excellent 25-cycle systems, but in the West, which is the 
stronghold of transmission and water-power developments, 60 
cycles is almost universal and you cannot convince our western 
friends that there can be anything but 60 cycles as the standard 
frequency. From the experience along this line an illustration 
may be drawn of the fallacy of trying to make compromises. 

The old question as to what frequency should be used generally 
led a number of engineers to the opinion that a compromise on 
40 cycles would be about right but no attempt was made to 
establish 40-cycle apparatus as standard. Failure to do so was 
inevitable because the compromise was not the best frequency 
for either lighting or power. The net result is a local section 
handicapped with a frequency that requires special apparatus. 

The same idea applies to a large extent to the question we 
have here. Single-phase power is perfectly easy, in an engineer- 
ing sense, to produce in a number of ways. 

It can be a separate system, single-phase generators and trans- 
mission system independent of the other power system; but this 
does not meet the ideal conditions at all. We cannot advocate 
such duplication and separation of power loads as a solution of 
anything except perhaps some local situation. 
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You can produce single-phase power from polyphase genera- . 
tors by adapting these generators so that they will deliver an 
unbalanced load without overheating, and without seriously 
affecting the value of the polyphase power, but the result is a 
compromise which is not a solution because it will not be accept- 
able as best for either polyphase or single phase. 

The effect of unbalancing a polyphase system is bound to be 
bad in one way or another and even if you attempt to balance 
the single-phase loads among the phases as pointed out by a 
number of speakers, the asynchronous application of these loads 
is bound to occur and there must be a regulating device to correct 
the resulting unbalancing. Such an arrangement is a poor com- 
promise because it handicaps the polyphase in first cost and 
complication, and restricts the use and convenience of the single 
phase. It would be a handicap in the development of the art 
because you could not be free to choose the most economical 
system. It does not lend itself to either old systems or exten- 
sions of systems in a way that we ought to set down as an ideal. 

What we want is a means for producing single phase, retain- 
ing the standard and best form of generator and transmission, 
without duplication, without segregation of load, without rais- 
ing the cost and without affecting the value of the polyphase 
system for any purpose for which it is useful. Such a means is 
now suggested and the conclusion seems inevitable that it is 
the ideal, and one toward which we should look for the solution 
of the problem. 

If there is involved a change in frequency it is necessary to 
use a motor generator. If the motor-generator sets are not 
perfect (as one speaker implies) they are certainly very practical 
and very successful and we do not know of any other way to 
change frequency than by two rotors, that is, in a commercial 
way for power purposes. I know no reason why motor generators 
should not be used to produce single-phase current of a low 
frequency from a polyphase system of a higher frequency. 

While single-phase railways demand low frequency there will 
be a considerable amount of use of single-phase current of 
60 cycles, for furnace work and heating work, especially in the 
West. For this, 60 cycles is absolutely satisfactory and a phase 
converter will supply the single-phase demand from a 60-cycle 
three-phase system, without unbalancing or affecting it adversely 
in any way. 

Moreover it is particularly fortunate that we are able to take 
a single-phase load from a three-phase system in the way partic- 
ularly suited to the character of the single-phase load. 

If it is possible to approximately balance the single-phase 
load on the three-phase system and most convenient to use 
the transmission system as a bus line, then the shunt converter 
can be used to correct the unbalancing in the loads, so that the 
three-phase supply is not affected. 

The. series: Ee ett is particularly adapted to take three- 
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phase power as an absolutely balanced load and supply a large 
single-phase load, where it is sufficiently great to warrant a 
special substation. 

I cannot sympathize very much with the point of view that 
has been brought out, that there are a great many complicated 
reactions in this converter. I know that every polyphase cir- 
cuit is awfully busy. If we try to follow out all the reactions, 
phase displacements and frequency distortions that are going on, 
the matter is very complex. 

But I know that the converter accomplishes all these things, 
does keep in phase, does give the regulation desired, does draw 
balanced polyphase load, and does deliver single-phase load of 
good regulation. This has been pretty well demonstrated and 
I think that the manufacturing companies will be prepared to 
supply such apparatus under proper guarantees of successful 
operation to those that require it. 

The phase converter is practical, flexible and efficient, and 
considering the needs of the whole system and the future develop- 
ment, I cannot see why it should not be_accepted as the ideal 
solution of the problem. 

Philip Torchio: I am very glad to hear of the completely suc- 
cessful operation of these balancers in the Philadelphia station. 
Personally I feel very much gratified that we can dispose of such 
apparatus in our requirements. 

In discussing this matter, Mr. Hill has just now emphasized 
to some extent that there are two problems to take care of; 
one is the 60-cycle distribution and one is the 25-cycle railway 
load. They are entirely different services. 

The single-phase loads from a 60-cycle system, used for welding 
machines, furnaces and services of that character, if they can- 
not absolutely be balanced among themselves, will necessarily 
require some balancer, such as Mr. Alexanderson has developed 
because the upsetting of the voltage balancing on the distribution 
system would be too severe to be tolerable. : 

I have no hesitation in advocating such a piece of apparatus 
in a 60-cycle system which must carry unbalanced single-phase 
loads. The arrangement is ideal. There is no question about 
that; I do not want to be understood that I take any exception 
TOetue A 

My point is that, whenever a company operating a 25-cycle 
system has to supply single-phase railway loads, such company 
should for new equipment install generators having the single- 
phase characteristics. In our special New York conditions we 
had an additional object in selecting the plan described in my 
paper—that was to be able to operate in parallel with the other 
station of the railroad company, because, by running all the 
railroad system in parallel, we secured that very object which 
Mr. Eglin emphasized in his paper as derived by the diversity 
factor of the peak loads of an amplified system, evening up the 
resultant combined load. Railway loads are just of the character 
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to require combining, and our perfect parallel operation and 
sharing of peaks with our customer’s station has undoubtedly 
contributed to the satisfactory result of our service to the New 
Haven Company. 

Coming to the economic features of our solution, involving 
generators with single-phase characteristics compared with an 
installation with balancers, if Mr. Doherty means that we are 
running at 123 per cent loss, compared with 85 with the balancers, 
I take issue with such a statement. I would only state that it is 
not a fact. It is very far from the fact. 

There cannot be 45 per cent greater loss in our system than 
with the balancer. I believe that our losses are not any greater, 
and I believe that they are less, that our efficiency is better. 
We have a turbine specially designed and equipped with an 
additional set of nozzles controlled by a hand operated valve 
to give high economy at low loads. 

That machine, without the special valve, would operate at 
higher average loads with practically the same efficiency as a 
standard machine operating at its most economical point. 
But in our actual operation we have something in the order of 
a fraction of a pound of steam per kw-hr. more consumption 
than we would have, operating at the most economical point; 
but that is all the difference, and that could not account for the 
difference between 85 and 123. 

As far as the extra cost of this special machine is concerned, 
in comparison with a balancer installation, I do not like to see’ 
_the comparison between 65 and 96. I don’t know what is 
compared there. 

If it is meant to say that our cost is in the relation of 96 to 
65, I will say that the actual figure of extra costs of the single- 
phase generators, as estimated by the manufacturers, were 
$16,000 a machine, or $32,000 total; that was all the extra cost 
we paid, and we have been doing a satisfactory business for 
ourselves, and giving entirely satisfactory service to the customer. 

As I stated, we discussed the balancer at the time, but then 
the balancer was not developed and was not ready to use. 

If Mr. Alexanderson’s balancer proves, and, as I have said 
before, I am happy to hear that it has proved, satisfactory, 
all we have to do is to spend that money buying the balancer 
and then we are better off than we were before; we utilize in 
its entirety all of our equipment; we have not lost. one cent in 
any other respect except that we have paid the $16,000 extra 
per machine, and in the meantime we have had two years’ 
service before the development happened. 

In concluding, I would say that even this trivial extra cost 
of installing machines with single-phase characteristic would not 
be a loss; I don’t know what the 5000-kw. balancer costs; 
probably we would need a larger machine for our load; the cost 
of one balancer would certainly be in the order of the $32,000 
that we paid extra for our generators; if we did not have the 
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single-phase characteristic machines, we would have had to 
buy at least two balancers, one for spare, whereas now one would 
be sufficient, because if it breaks down, our generators would 
carry the single-phase load, as they do now. 

The saving that we make of an extra balancer, I think, must 
at least balance the extra cost we paid for the generators, and 
sO We come out even. 

To come back to my original proposition—and I am not 
talking derogatory to the balancer system in any way—but 
I really believe that central stations distributing commercial 
loads should put in generators capable of taking care of poor 
power factors, and unbalanced or single-phase loads. 

I think it is a wise investment; it makes better and more 
durable machines, it enables the station to do a lot of things 
on emergency, and I think it is not going to be very costly. 

R. E. Doherty: The comparison of loss of 85, in the case of 
the series converter, against 123 in the case of the single-phase 
turbo-generator, was this: 

The phase converter is capable of delivering 5000 kw. contin- 
uously and 12,000 kw. for five minutes. 

A single-phase turbo-generator, to deliver the same load, 
would have losses of 123 instead of 85. 

The figure 85 represents the losses of the series converter, the 
one machine by itself operating at 5000 kw., 123 represents 
the losses in the single-phase turbo-generator when it is delivering 
5000-kw. single phase, a ratio of 123 to 85. 

The difference between 85 and 100 represents the losses in 
the auxiliary machine, which is known as the voltage balancer. 

H. G. Reist: To be fair, should you not include the general 
losses? 

C. A. Adams: The three-phase generator losses in the machine 
that supplies the series converter? 

H. G. Reist: Yes, exactly. 

R. E. Doherty: These figures are not intended to be a com- 
parison of the losses from the steam to the single-phase load. 
It is intended only to give the losses in a single-phase turbo- 
generator when it is delivering the same load as a series converter. 

H. G. Reist: Yes, but the series converter first goes through 
the generator, and has separate losses. 

R. E. Doherty: Yes, indeed. 

W. C. L. Eglin: I think Mr. Torchio has brought out very 
clearly his presentation of what the great future for all of that 
work is, 7.e. in the future extensions, the enormous growth of 
pOwer-house apparatus. The dollar saved in the generators 
is in a constantly increasing amount, that is, it will not be neces- 
sai in the future to equip all the generators with dampers, 
etc. ! 

It is not only the added cost of the increased size of the genera- 
tor, but there is positively a reduction in the efficiency; that is, 
the machine is not as efficient as if it was made without dampers. 
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Peter Junkersfeld: I would like to add a comment on this 
matter of power factor. I am referring now, not to these few 
large systems that have single-phase railway loads, but to the 
very much greater number of central stations over the country. 
I want to make sure that the proper place for synchronous 
condensors is not misunderstood. 

There are a great many systems over the country where the 
peak comes at night, when the lighting is almost the entire load, 
and when the power factor is of the order of 95 or 100 per cent. 
They may have a day load whose power factor is as low as 60 
or 70 per cent, but the volt-ampere day load may be less than at 
night when the power factor is high; therefore in those cases 
the limiting feature of the size of copper in the distribution 
system is created by the night load and not by the day load. 
In such a case the synchronous condenser has not yet found its 
place, but the day load is growing at a very much greater ratio 
than the night load and it is only a question of time when these 
companies will find a place for the synchronous condenser. 

C. F. Scott: One of my points was that the best place to 
provide for power factor and single-phase generation, is in the 
generator itself, being the simplest and often the cheapest way; 
that the applications to be made here are those that apply to the 
largest power plants where we are reaching the limits of size, 
and where the size of the auxiliary apparatus is itself very large, 
but that these considerations might not apply at all to smaller 
plants. 

In the matter of synchronous condensers for correction, I 
think the point brought out by Mr. Summerhayes illustrates 
that it is not universally applicable. Specific cases must be 
considered carefully. 

H. C. Albright: I understood Mr. Torchio to say that with 
his three-phase generators especially built for single-phase loads, 
carrying heavy loads, the voltages varied as much as 12,200, 
11,000 and 13,900 on the various phases. 

I would like to ask him whether this voltage distortion is not 
a serious handicap, and an objection for generation in that 
manner, over the phase balancers? 

Philip Torchio: If I understand the question, it applies to 
the joint system of the New Haven and our system: They are 
operated on single phase purely, and will not affect any other 
customers at the present time, and therefore the question of a 
balancer, I could not answer. 

E. F. W. Alexanderson: I do not know whether I can answer 
that question. Of course it belongs to the New Haven system. 

Philip Torchio: The question of balancing; if the balancer 
was used, there would not be any unbalanced voltage. 

_E. F. W. Alexanderson: Yes. 

Philip Torchio: The answer is there. ' 

_E. F. W. Alexanderson: Mr. Fortescue and Mr. Gilman, in 
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their paper, brought out some very appropriate questions in 
regard to the possibility of short circuits, etc. 

Those problems were real problems. Since Mr. Eglin has 
expressed his satisfaction in the way those problems have been 
solved, we have already the answer to them. 

C. L. Fortescue: The questions raised in connection with 
the regulation of the phase balancer are real problems that have 
to be met in the phase balancer. They are not raised for the 
sake of controversy. 

I think there is a big future for the phase converter, but I 
also think that in certain cases heavy single-phase loads can be 
better handled separately, than “from a polyphase system, 
especially when the load is very large, and particularly if in 
order to handle the load the power company has to purchase new 
material. 

I think that the statement, that a single-phase machine is not 
so good a machine as a polyphase because it has dampers, is 
not correct. 

I think that the correct statement is, that a single-phase machine 
is a superior type of polyphase machine because it has dampers. 

The dampers in the machine enable it to carry quite a consider- 
able amount of unbalanced load without undue heating while 
with a balanced load they have no effect on the efficiency of 
the machine. The small amount of loss in space due to the 
damper, I think is very well met by the improvement due to 
its ability to handle unbalanced loads. 

Philip Torchio: When the machine is running three-phase 
balanced, is the efficiency of the unit lower than a machine 
without dampers? 

C. L. Fortescue: When operating as a balanced polyphase 
machine at the same load as the same machine without dampers, 
the effciency of both would be the same. The dampers are 
inert under this condition. 

Philip Torchio: How much? 

C. L. Fortescue: Mr. Eglin says that the balancer is assisted 
in handling unbalanced loads by the synchronous machinery 
on a system. 

When the balancer is operating this is not true, except in 
so far as synchronous machinery improves the power factor 
of the unbalanced load; otherwise, the only way in which the 
synchronous machinery on the system can help to balance the 
single-phase load is by the actual distortion produced thereby. 

In other words, the distortion is inversely proportional to the 
admittance of the system to the balancing or counterphase 
rotational current in the circuit. 

C. A. Adams: Insofar as the balancer can not perfectly balance, 
other apparatus would assist? 

C. L. Fortescue: Of course, if the balancer is not doing its 
work perfectly, the rest of the apparatus will help it out. 

I think a great number of the comments made by the various 
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speakers on single-phase machines have been due to considering 
particular cases. 

If consideration is given to the fact that large railway electri- 
fications demand large amounts of single-phase power, it begins 
to be evident that the relative amount of single-phase power 
as compared with polyphase may be so large, that new apparatus 
is required and therefore it seems to me that careful consideration 
should be given to the merits of separate single-phase generation. 

If the peak loads of the single-phase system do not occur at 
the same time as the peak loads on the polyphase system, it 
is possible to combine the two systems, so that, the single-phase 
generators can be used as polyphase generators at the time of the 
high demand on the polyphase system. 

Without reflecting on the balancer phase converter, I wish 
to bring out the principal point that should be considered in 
its development. 

If the load is constantly changing from one phase to the other, 
which is quite liable to occur—for example if two single-phase 
railway loads are being supplied, the load is variable and high 
sudden peaks occur—the peak on one phase may occur at an 
instant when the other phase is changing suddenly from peak 
value to very little load. The changes in these peaks are very 
rapid, and the regulating part of the balancer has to take account 
of the peaks very quickly. 

It can readily be seen that a condition may occur where a 
balancer is at the maximum regulating condition for the peak 
on one phase and at the same time as that load is suddenly 
lost, the load on the other phase comes on, in which case the 
balancer may produce a greater unbalance for the instant than 
if it was not there. 

In other words, it isimportant to have the regulating apparatus 
very sensitive, and very quick acting. 

As to the question of the operation of the present balancer, 
it must be remembered that it is operating to balance a single- 
phase load on one phase only. 

The question is, how will it operate when it has to balance a 
variable single-phase load on two phases, such as will occur 
when the Chestnut Hill electrification goes into effect—will it 
be able to follow the sudden changes of load from one phase to 
the other? Is it possible to make a regulator sufficiently sensi- 
tive to give perfect satisfaction? rod ; 

Mr. Behrend makes the statement that it is absolutely impos- 
sible to build a single-phase two-pole turbo-generator above a 
certain capacity. I think he must have meant, that at the present 
time there was no known way of building such a machine. 
I remember talking to a man who said that at one time a number 
of years ago he required a 100-kw. transformer, and submitted 
the problem to the engineers of two manufacturing companies. 
The engineer of one of the manufacturing companies said he 
believed it was absolutely impossible to build a transformer of 
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such a size, the heating could not be dissipated and the reactance 
would be so high that it would be impossible to get good regula- 
tion, but the other manufacturer said he would be willing to 
try it out, but the purchaser would have to assume the risk. 
The purchaser was a good enough sportsman to take the risk 
and the transformer was built. Now we are building 10,000-kw. 
units, so that what it seems impossible to do today, may in a 
few years be quite practicable. 

R. E. Gilman: In respect to the relative size and cost of 
turbo-generators, the limitation of the turbo-generator, especially 
the two-pole machine, is largely a question of field design. 
Take, for example, a 25,000-kw. 100-per cent power factor, 
single-phase generator, two-pole, it would be built on exactly 
the same frame as a 14,000-kv-a., 70-per cent power factor, 
single-phase machine; and if the same frame were used for a 
polyphase generator at 70-per cent power factor the approxi- 
mate output would be 17,500 kv-a: 

As to the relative cost and performance of the machine with 
or without dampers, the efficiency for the same machine operated 
as a polyphase machine, at the same power factor, is the same. 
The cost would be increased due to the damper, possibly 5 to 
8 per cent. 

In comparing cost of single-phase equipment against poly- - 
phase generators or phase balancers we must bear in mind that 
the single-phase turbo-generator is a part of the main generating 
equipment and that the shunt or series converter is an addition. 
These same remarks hold in comparing the efficiency of the two 
systems. 


Presented at the 326th meeting of the Amer- 
can Institute of Electrical Engineers, New York, 
November 10, 1916. 
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THE EFFECT OF RECENT DECISIONS ON THE WORK 
OF INVENTORY AND APPRAISAL 


BY PHILANDER BETTS 


ABSTRACT OF PAPER 


In order that our inventories and appraisals-shall be useful 
in determining all of the appropriate elements of value, they 
must be classified as to age, condition, use, and extent of use in 
each class of service. 


URING the past few years there has been much discussion 
on the proper basis for rates. This discussion has been 
quite confusing at times because of the entrance into it of those 
who were not familiar with all sides of the question. That is, 
engineers not familiar with the existing legal decisions have 
argued pro and con on the subjects of valuation and deprecia- 
tion, and lawyers not familiar with development cost have based 
their arguments entirely on the decisions of the Courts. 

If we are to have proper respect for our Courts, we must abide 
by their decisions and, if not satisfied, we must familiarize our- 
selves with all of the conditions leading to the Courts’ decisions. 
Probably the earliest cases which begin the history of decisions 
concerning valuation are those of the Brunswick and Waterville, 
Maine, cases. We must bear in mind, however, that those were 
cases in which negotiations were in progress looking to the sale 
by water companies of their properties to the municipalities. 
In those cases the franchise rights had either expired or the 
municipalities had the right to take over the properties as well 
as the franchises, and thereafter operate them. In ‘‘purchase 
and sale’’ cases, clearly the matter to be determined is the value 
of the property, all things considered, including ‘‘going concern’’ 
values if any exist. After a study of many of the great rate 
cases, the writer has come to the conclusion that the confusion 
of mind has come from the fact that the early decisions were 
based upon ‘‘purchase and sale” cases and did not primarily 
have anything to do with cost in its broad sense. 
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VALUE NOT CosT 


If we are, however, to do our work in conformity with the 
Courts’ decisions, we must take as our primary basis for the 
consideration of rates, the value of the property and not neces- 
sarily the cost. Justice Harlan was wiser than he knew when, 
in the famous case of Smyth v. Ames, he said as follows: 

We hold, however, that the basis of all calculations as to the reason- 
ableness of rates * * * * * must be the fair valtte of the property 
being used by it for the convenience of the public. And in order to ascer- 
tain that value, the original cost of construction, the amount expended 
in permanent improvements, the amount and market value of its bonds 
and stock, the present as compared with the original cost of construction, 
. the probable earning capacity of the property under particular rates 
prescribed by statute and the sum required to meet operating expenses, 
are all matters for consideration and are to be given such weight as may 
be just and right in each case. We do not say there may not be other mat- 
ters to be regarded in estimating the value of the property. What the 
company is entitled to ask is a fair return upon the value of that which 
it employs for the public convenience. On the other hand, what the 
public is entitled to demand is that no more be exacted fromit * * * 

* * than the services rendered by it are reasonably worth.” 


REPRODUCTION VALUE v. ORIGINAL VALUE 


The general trend of recent decisions has been to make re- 
production cost the sole or controlling basis of value for rate 
purposes. Some Courts plainly state that, in their opinion, 
actual cost, capitalization and other factors are to be considered 
only to the extent that they may throw light on the cost of 
reproduction or existing depreciation. In support of this prin- 
ciple, the opinions of the Supreme Court of the United States, 
indicate that it is the ‘‘present value” of the property that is 
to be determined; thus, in Smyth v. Ames, reference is made 
to “the fair value of the property being used * * * * * 
for the convenience of the public’; in San Diego Land and 
Town Company v. National City, it is ‘‘present value’; in the 
same case, on appeal to the Supreme Court, Justice Harlan 
refers to ‘“‘reasonable value of the property at the time it is 
being used for the public’; this is quoted as settled law by 
Justice Holmes in 1903, and by Justice Peckham in 1909 in 
Wilcox v. Consolidated Gas Company. It is argued that this 
constant use of the present tense by the Supreme Court in re- 
ferring to fair value for rate purposes must at once exclude 
actual cost or original cost from having any controlling influence 
in the determination of fair value. Under this interpretation 
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present value must be based either on market value or reproduc- 
tion cost, and as market value is not usually considered a fair 
or possible standard for rate purposes, reproduction cost is 
turned to as the only available standard. This line of argument 
would be more convincing were it not for the fact that in the 
leading case of Smyth v. Ames in which the present value prin- 
ciple is laid down, it is also distinctly stated that both original 
cost and reproduction cost shall be considered in determining 
a fair present value, and it is no indication that either of these 
factors should be given a controlling influence. This cannot be 
accepted as the settled rule of law as the whole subject of valua- 
tion is still in a developmental stage. The Supreme Court of 
the United States has wisely refrained from laying down a hard 
and fast rule which might have to be reversed when all of the 
factors of the problem shall have been more clearly discussed. 


VALUE New vy. DEPRECIATED VALUE 


In the so-called Idaho case, it has been determined by the 
Court that the value new of the property is the proper basis 
for computation of rates rather than a ‘“‘present value’’ obtained 
by deducting the full estimated depreciation. This decision 
follows a number of commission decisions along the same general 
line and is best expressed in the words of the St. Louis Public 
Service Commission in the case of the Union Electric Light and 
Power Company of St. Louis, decided in 1911, “In depreciating, 
to arrive at the present value, the Commission does not consider 
it fair to make deductions for anything but the present physical 
condition and for items where it is plainly apparent that the 
property has become obsolete and inadequate.”’ 


PropertTY USED AND USEFUL 


From the earliest cases down to the present time, the Courts 
have been unanimous in the determination that the basis for 
rates must be the value of the ‘‘property used and useful’’ and 
have not been very definite in further defining these terms. 
The Commissions have, however, in a number of cases, after 
determining the value of the entire property, made deductions 
for property considerably in excess of that required for the 
present * customers or those who might be taken on in the near 

*San Diego Land & Town Co. v. National City. 

Long Branch vs. Tintern Manor Water Co. 

Mantua vs. New Jersey Gas Co. 
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future. This has sometimes occurred, and occurred recently in 
New Jersey, where companies have been too optimistic with 
regard to the development of the territory and have built plants 
far in excess of the actual needs. It also follows from this, that 
rates may not be based upon an inadequate plant but that the 
valuation to be determined will be that of a plant adequate in 
all respects for the customers now connected and including a 
reasonable reserve for customers who may be-taken on in the 
near future, as well as reserve to guard against the ordinary 
break downs and interruptions in service. 


CLASSIFICATION AS TO USE 


The next decisions of interest affecting our work of inventory 
and appraisal are those of the Norfolk and Western Railroad 
Company v. Conley, et al, and the Northern Pacific Railroad v. 
the State of North Dakota. The effect of these decisions is to 
require different rates for classes of service where the costs are 
greatly different. The basis for differential rates is found in 
one of the earliest Supreme Court decisions in which it was held 
that ‘“‘what the company was entitled to was a fair return upon 
the value of that which it devoted to the public use’’ but the 
Court went on to say that what the purchaser was entitled to 
was “‘service at no more than the worth to him.’”’ This decision 
practically confirmed the railroads in their existing practises of 
having different rates for different classes of service. With 
regard to electric lighting and power companies, it has been cus- 
tomary to classify customers in accordance with their require- 
ments for service. This classification, however, was based on and 
adhered more or less closely to the cost for the respective classes 
of service. 

RESULT 

The result of the above mentioned decisions is that the in- 
-ventories and the resulting appraisals must be classified in 
accordance with the use and the extent of the use. So far as 
the engineer is primarily concerned with cost, the inventory and 
appraisal will arrive at the same aggregate in any case, but 
the engineer is further concerned with the use and operation of 
the electrical property and it is the duty of the engineer to de- 
termine to what extent each class of property is required in the 
service of the public and to what extent it is required for the 
furnishing of the various classes of service. In preparing our 
inventory, therefore, such classifications must be made as will 
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readily show the use to which the property is devoted. In the 
determination of rates it becomes especially important when it 
is recognized that charges for municipal street lighting have 
almost invariably been lower than the proper proportionate 
costs for this class of service, and where a company has been 
reasonably successful in carrying on its business it follows that 
the rates charged for other classes of service have been too high 
and the recent Court decisions* forbid the collecting from one 
class of customers any unreasonable portion of that which ought 
to be collected from other classes of customers, and further 
forbids the lowering of rates for reasons of public policy. 

As to the calculations for depreciation, while the Idaho de- 
cision is to the general effect that full or theoretical depreciation 
should not be deducted in obtaining the fair value of the prop- 
perty, it cannot be said that this principle is at all well estab- 
lished, and it becomes necessary, in our inventory, to determine 
the accrued depreciation of each item, taking into account not 
only ordinary wear and tear, but obsolescence and inadequacy 
(which some authorities call functional depreciation). The 
writer has long been of the opinion that in order to square our 
valuations with the Court decisions, we must (1) obtain definite 
appraisals of the existing physical property, (2) ascertain the 
full theoretical depreciation, (3) make such deductions as are 
necessary because of property built unwisely or for anticipated 
increases in population which have not materialized or for 
classes of service which have not been taken on. In other words, 
our valuation must be determined by using our best present-day 
judgment as to the amount and classes of property required to 
serve the customers now connected and those which may be con- 
nected within a reasonable future period. This may even in- 
volve an addition for property not now in place, but which ought 
to be in place in order to assure continuity of service with the 
requirement that same be installed. In addition, however, to 
the value of the physical property, the writer desires to take 
refuge behind the words of Justice Harlan when he says, ‘‘We 
do not say that there may not be other matters to be regarded 
in estimating the value of the property.”’ It is the writer’s con- 
tention that in making the appraisal of the physical property, 
due allowance must be made for overhead charges. The writer’s 
opinion on this phase of the matter has already been expressed 
in a written discussion which appeared at the San Francisco 


*See Norfolk & Western & North Dakota cases cited above. 
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Convention of the Institute in 1915. In addition, however, 
there are allowances for various intangibles not properly in- 
cluded under the head of overhead charges. They are (1) cost 
of organization and obtaining the necessary charters and fran- 
chises, (2) deficits in operation in the early history of the project, 
(3) lack of profits in the later years and (4) the unearned de- 
preciation which has accrued. It is the writer’s further opinion 
that the aggregate of these elements ought to bear some favor- 
able relation to the total value of the physical property, but it 
is the province of the engineer to investigate and determine the 
various items referred to with the exception, perhaps, of items 
concerning the cost of organization and obtaining the necessary 
charters and franchises. All other elements in determining the 
appraisal and valuation of a public utility property and in the 
determination of the deficits, lack of profits or otherwise, are 
matters solely within the province of the engineer. 

The above items should be considered as making up the ‘‘cost 
of establishing the business.’’ There has been much contention 
with reference to the necessity of including ‘‘going value’ but 
here again we are confusing cases involving justice to the in- 
vestor with “purchase and sale’ cases. ‘‘Going value’ is an 
element to be considered in ‘‘purchase and sale’’ cases and has 
no pertinency whatever in rate cases. The United States Supreme 
Court, in its recent decision regarding the Des Moines gas rates, 
decided that ‘‘going value’ was to be considered in these cases, 
but based its estimates of ‘‘going value’ on those elements 
which go to make up the ‘‘cost of establishing the business.’ 
In the determination of reasonable or fair rates, full considera- 
tion must be given to the sacrifice made by the investor. This 
will include, in addition to the investment in the physical prop- 
erty, early losses, lack of profits and unearned depreciation, 
the aggregate of which should be classified as the ‘‘cost of estab- 
lishing the business.”’ 

CONCLUSIONS 

1. Property must be inventoried in such detail as will lead 
to a determination of its value or cost within a very small per- 
centage of absolute accuracy. , 

2. It must be classified as to its use and as to the degree of 
its use in the various classes of service. 

3. The inventory must include full information as to age 


and present condition, this information — to accurate 
estimates of accrued depreciation. 


Presented at the 326th meeting of the Ameri- 
can Institute of Electrical Engineers, New York, 
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CONTINUOUS INVENTORIES: THEIR PREPARATION 
AND VALUE 


BY HARRY E. CARVER 


ABSTRACT OF PAPER 

Due to enactment of laws in various states requiring approval 
of State Commissions before issue of securities, and due to other 
conditions, there has arisen a demand for a continuous inventory 
of property owned by utility companies. 

First section of this paper discusses the advisability of attempt- 
ing such an inventory, giving possible uses and advantages to be 
derived therefrom, and the second section discusses the prep- 
aration of such an inventory, suggests the division of the 
property into four general groups for the purpose, and outlines 
general forms and methods for collecting and recording data 
required. 


MONG papers presented at the Pacific Coast Convention 
of the Institute at San Francisco in 1915, under the general 
heading of a Symposium of Inventories and Appraisals of Proper- 
ties, was one by Mr. W. G. Vincent, Jr., in which the subject of 
keeping inventories and appraisals up to date was treated in 
some detail. In the discussion which ensued, it seemed to be 
the opinion that the amount of detail and extra work and expense 
which would be incurred by a company’s operating force, would 
be too great to make it advisable or practicable to do this. At 
least one of the large public utility companies under the jurisdic- 
tion of the New Jersey Commission, namely one of the telephone 
companies connected with the Bell system, is apparently ac- 
complishing this with an expenditure of labor and other expense 
which is apparently within reason, and both the New Jersey 
and New York Commissions are endeavoring to develop methods 
for keeping inventories up to date in which it is hoped that the 
co-operation and approval of public utility companies in general 
may be secured. 


DiIscussION OF THE VALUE AND USE oF aA ConTINUOUS 
INVENTORY 
The desirability and the purposes for which an inventory and 
appraisal of a company’s property is made have been generally 
1375 
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discussed heretofore and the necessity of making such an in- 
ventory and appraisal under certain conditions is probably 
sufficiently apparent to eliminate the necessity of further dis- 
cussion on this matter. Such inventory and appraisal of any 
large company is comparable to a general census which it has 
been customary to make at periodical intervals for centuries. 
If it were necessary or advisable to have the results of an up to 
date census available at frequent intervals the question would 
doubtless arise as to the desirability of keeping a complete 
census of all the people in the country up to date by other means 
than going out and counting them every five or ten years. 

In the same way, if it is advisable or necessary to have avail- 
able a total-inventory and appraisal of a company’s property 
at frequent intervals of time, it would seem advisable to consider 
the problems involved in maintaining such an inventory at all 
times. 

If this kind of an inventory would serve no other purpose than 
in making data readily available for the compilation at any 
time of a total inventory and appraisal of the company’s prop- 
erty, then the SE of doing so depends upon at. feast four 
factors. 

1. The frequency with which it may be desirable. 

2. The additional yearly expenditure required, multiplied 
by the number of years intervening compared with the cost of 
obtaining the results by a complete new inventory at a later 
period. 

3. The comparative accuracy of an inventory by the two 
methods and the accuracy which is liable to be required in future 
appraisals. 


4. The speed with which it may be desirable to compile the 
same. 

A consideration of the frequency with which complete in- 
ventories are liable to be required leads to the conclusion that 
they are liable to occur much oftener in the future than in the 
past, as the custom of requiting yearly reports to various tax 
commissions and government regulating commissions appears 
to be becoming much more general and required in more detail 
than heretofore. 

A consideration of the Ata factors involved in keeping a 
continuous inventory brings to light a number of other reasons 
and advantages to be obtained by carrying out such an under- 
taking. Besides the company itself, considered as a unit, there 
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are at least three other classes of people who are interested in 
the operation of a public utility corporation. 

1. The patrons or customers of the company. 

2. The investors in the company’s securities. 

3. The general public, including the various governmental 
agencies representing this public. 

A perpetual inventory of a company’s property would be 
useful to any company in the following ways: 

1. Data are made available for answ ering any. complaints 
as to discrimination or overcharges in existing rates and the 
company should be able to present promptly a full statement 
of facts on the basis of which a satisfactory determination can 
be made. 

2. The increased cost of labor and material renders it probable 
that many rate cases in the future will involve increases, rather 
than decreases in rates for services rendered and the company 
will need to be fortified with all necessary facts as to the cost 
of service rendered, among which are included as two of the 
principle items, a fair return on the investment and a yearly 
allowance toward a reserve fund for replacing the property in- 
volved, at the time that such replacement is needed. 

3. In many rate cases and cases pertaining to security issues, 
inventories and appraisals have been made and depreciation 
and present value estimated. Various methods have been used 
for making these determinations and estimates of future de- 
preciation have been made. There the matter, in most cases, 
has been dropped and the future depreciation has been left to 
take care of itself. 

The cut and dried formulas for determining depreciation used 
in many cases have often been.challenged and criticized. The 
criticism has been so severe that it is not at all unlikely that new 
methods will be adopted in the future which will depend upon 
changes which actually take place as time goes on and that will 
have to be checked up from time to time. Probably the surest 
check upon accruing depreciation or an accruing renewal fund 
is a comparison of the fund with the total cost of the property, 
subject to depreciation, which, of course, can only be made by 
having at hand an up to date inventory. It is quite probable that, 
in the future, one of the most urgent reasons for making an 
inventory and keeping it up to date will be the necessity of having 
some means for judging whether or not a company is making 
reasonable preparation for renewing and perpetuating. its prov- 


erty. 
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4. For most public utility companies, the approval of a 
State Commission is necessary for the issue of new securities. 
The labor and time involved in securing the approval of the 
same, both on the part of the company and of the Commission, 
would be materially reduced. There would be less interruption 
of the work performed by the operating force of the company 
from governmental inspectors, either in checking up construc- 
tion expenditures for new securities or in making a complete 
appraisal of a company’s property for this or other purposes. 

5. The market for a company’s securities would, doubtless, 
be increased by a general knowledge that a running inventory 
of all the company’s property was maintained and consequently 
that some check was available upon the total property repre- 
sented by securities issued and on the accounting methods. fol- 
lowed by the company. 

6. It would probably make available data for securing fran- 
chise extensions from various municipalities under more equi- 
table terms than appears to be possible at present. 

7. Data would be available for making investigations to 
satisfy the demands of labor employed in the company’s opera- 
tions as to whether they were, or were not, receiving a fair pro- 
portion of the company’s revenue. One of the reasons privately 
advanced by labor union men for demanding an increased share 
in a company’s revenue is that the books of many companies 
are kept in such a manner that the revenues are covered up in 
some way and their total income is not shown in the reports 
made to the stockholders or public bodies. Without commenting 
on the merits of this contention, it is probable that the means of 
proving or refuting it would be much more readily available 
than at the present time. 

8. It is the general experience in checking up the books of 
various companies in New Jersey for approval of construction 
expenditures that comparatively little question can be raised 
as to the total amounts claimed, but that the distribution to 
the various items or accounts by which the expenditures are 
classified, are very frequently incorrect, which fact is generally 
brought out by making an inventory of the property acquired 
and checking up the unit prices. Hence there seems little 
doubt that a continuous inventory maintained by a company 
would be conducive to much more accurate accounting and dis- 
tribution of charges between fixed capital and operating ex- 
penses as well as a more accurate distribution of general over- 
head charges than is possible at present. 
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9. Insurance adjustment for fire and other losses could be 
more readily and equitably obtained. 

10. Tax Commission reports and yearly reports to regulating 
bodies could be more readily compiled. 

11. At the present time a few large companies are keeping 
a more or less detailed record as to the location of their various 
items of property, especially of underground conduits, etc. 
Many companies, however, have very incomplete records as 
to just what they own or where it is located and information is 
not readily available as to what service they are able to render 
at a given location, either permanently or temporarily. As an 
illustration of this point, the case may be cited of a gas company 
which was recently called upon for service by a prospective cus- 
tomer in an outlying district. An employee of the company, 
to whom the request was made, replied that the company would 
be unable to make the connection to the customer’s premises, as 
the company’s mains were too far away. Later investigation 
proved that the company had a service connection to the house 
next door and that the main in the street extended to within 
about fifty feet of the prospective customer’s lot. A continuous 
inventory would necessitate the keeping of records which would 
prevent these or similar occurrences. 

12. In addition to requiring records which would give the 
location of property owned, the adoption of such a system in 
connection with a continuous inventory and appraisal would 
be of great value in promoting more efficient construction and 
operation, as detailed costs would readily be available from which 
the costs of rendering any particular service or of making any 
particular extension or betterment could be accurately deter- 
mined. 

Some of the advantages cited above would apply equally well 
to the company’s customers, investors, and the public, but the 
above seem to be sufficient. 


PREPARATION OF THE INVENTORY 


This subject apparently implies first a complete inventory 
and appraisal of the property as of a given date but this is not 
a necessary prelude to the above, and, as most companies have 
not a complete inventory and appraisal of their property, it seems 
advisable to state that a company can readily start an inventory 
of all new property acquired from the present time forward and 
all old property withdrawn from service and either replaced 
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or abandoned, without detailing a special force of engineers 
to make a complete inventory of all property. The record 
of the company’s property in existence at the time the 
inventory is started can be obtained at such times as the 
company’s engineers and accountants may be available for this 
work, and, in the course of a few years it might be possible in 
this manner to obtain a complete inventory. 

The actual problem of maintaining a continuous inventory 
resolves itself into the question as to how small the units may 
be into which a property may be divided and records kept with- 
out an unreasonable expense, and how large the units of property 
may be taken without making indentification of any item or 
part of the property so uncertain as to destroy the accuracy of 
the inventory and subsequent changes in the capital account. 

To illustrate, suppose a company builds today a large power 
station and ten years from now it builds an addition, removing 
one wall and making use of some of the material for the new work. 
Or, a company builds an overhead distribution system; five 
years later it becomes necessary to replace some of the existing 
wires on a certain street with a larger size; ten years later it is 
necessary to move a part of this same line to the other side of the 
street and install joint poles with another company, and fifteen 
years later it becomes necessary to replace all this construction 
with an underground system. 

Is it possible to keep an accurate record of these transactions 
so that the capital account shall record the cost of the additions 
and the proper withdrawals in going through these various 
changes without relying on estimates of both quantities and 
costs to such an extent as to render the records questionable 
as to their accuracy’ Heretofore it has been necessary to rely 
largely on estimates of the original cost of both labor and material 
in recording such transactions; but, with proper co-ordination 
and co-operation of the various departments concerned, we 
believe that the necessity of making estimates can largely be 
obviated, and the total cost installed in place at any particular 
period of time obtained without any great expense. 

The fundamental requirement for accomplishing the above 
is an efficient ‘work order’’ system, also quite generally known 
under the head of “Authorizations for Expenditure’ or some 
similar name. A work order system is in force in practically 
every company of appreciable size today, and with more or less 
modification can be adapted to give the records required, 
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In order to obtain the necessary records for writing off the 
original cost of the property when it is retired, it is absolutely 
necessary that one additional step be added to this system as it 
is generally in force in most companies; viz, an allocation of the 
cost of each piece of construction or property acquired must be made 
in detail when the work is completed, and preferably just before the 
work order is finally closed, as such an analysis will frequently 
disclose inaccuracies in either debits or credits. This practise 
is followed by many companies to a certain extent at the present 
time, but must be applied to all work orders, and the final cost 
must be reduced to the same units that are liable to be needed 
in making estimates for withdrawals or additions. Unless the 
property acquired is going to last forever or be withdrawn from 
capital account as a unit, such an estimate must be made some- 
time, and there would seem to be no time when a more accurate 
analysis could be made than at the time the work is done or 
property acquired. 

An analysis of costs made at this time would aid in checking 
up inaccurate distribution of labor and material, and it is very 
important to do this, as the fact must be recognized that all 
of these records are going to depend primarily for their accuracy 
on the proper distribution of labor and material by the con- 
struction foreman, and especial emphasis must be laid on this 
point. 

Many companies are keeping at the present time an additional 
set of records which can be made to fit in nicely with a continuous 
or perpetual inventory. These records consist mostly of cards 
showing the location, type, size, and dates of installation, change 
in location, etc., of meters, transformers, poles and attachments, 
and possibly, in some cases, street lamps, services and similar 
items. As stated in the first section of this paper, such records 
are valuable for other than strictly inventory purposes but they 
are also essential for this purpose in connection with the forms 
suggested below. 

The items of property for the purposes of inventory may 
be divided into four general groups as follows: 

A. Those items which are large enough to be recorded indi- 
vidually or in small groups with one entry, but which are liable 
to be altered or changed in part; e.g., buildings. 

B. Items which may be recorded individually and which are 
-withdrawn from service as a unit; e.g., meters. 

C,. Items which must be recorded in units of length, pounds, 
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or some similar units and miscellaneous items; e.g., wires and 
cables, insulators, arresters, etc. 

D. Those items of property which are usually carried in in- 
ventories at the present time and which are usually checked up 
by field inventory at regular intervals; e.g., materials and supplies 
portable tools, office furniture, etc. 

There may be considerable difference of opinion as to just 
what method should be followed in collecting the data required, 
but a general scheme could be followed for either a gas, electric, 
railway or railroad, telephone or telegraph, water or sewer 
utility or a private industrial plant by classifying the property 
in the general groups indicated above about as follows: 

A. 1. Land and right of way: 

2. Building and structures. 
3. Equipment of stations, buildings, etc. 

B. Poles, transformers, meters and services for an electric 
company; meters, services, fire hydrants, lamps, etc. for a water 
or gas company and similar items for these or other companies. 

C. Wires, cables, conduits, crossarms, insulators, for an 
electric company; feeder cable, trolley wire, straight track, etc., 
for railways; transmission and distribution mains for water, 
gas and sewer companies. 

D. Office equipment, shop equipment, stable equipment, etc. 


Forms FoR Group A 

The general form of recording data for items in group A in 
detail is given on form 1. 

These data should be obtained from the completion report of 
the work order, an extra copy of which it might be advisable to 
file with other inventory data. 

The basis for estimating the unit prices for the cost of brick 
wall removed (mentioned on form 1) should be found in this 
completion report. A list of the quantities involved should be 
available from the information and plans in the hands of the 
engineer responsible for the new addition. With this information 
there should be need for very little estimating which is not based 
on actual facts. 

The summary of all such property classified under any par- 
ticular account for any particular division or subdivision could 
be recorded on form 2 and the totals for that account or division 
readily obtained by summing up the items, on such occasions 
as a total is desired, probably no oftener than once each year. 
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Form 1 
AMERICAN ELECTRIC CO.— Subsidiary Co...........3-. 
DIVISION—Northern LOCATION—14ith Si. Belleville File No..5 
Gots Durer eK. sce (Checker-cn eee App’d by....Date .. Acct. No. 118 
SUBJECT Substation Buildings............ Reference............Sheet- No. 1 
(or other similar. items in Group A) 

Auth. Original cost |Total cost] Est. 
No. Date |Description—As origi-|Area—Size |— — — | corrected re- 
and |acquired | nally acquired or of ad-|or No. of to date for] main- 

page dition or withdrawal units Per additions, ing 

unit Total etc. life 
543- 1-Substation Building 
10 1911 Brickon concrete fndn.|1200 sq. ft. $2.00 |$2400 $2400 50 
Slate Roof, etc. 20000cu.ft.} ~ .12 
40’ X 30’ One Story & 
Basement. 
1585-| 1916 {Brick wall removed 
4 30’x18 ’ High 200 2200 45 
1586-| 1916 |Addition 10’x40’ 400 sq. ft. 2.50 | 1000 3200 46.6 
4 6667 cu. ft. wld 


EXPLANATORY NOTES ON USE OF Form No. 1 

Note 1—If any item of property subject to depreciation is acquired subsequent to date 
of first use, this fact should be indicated together with other information available as to 
original construction, date, cost, etc. 

Note 2—Remaining life of 45 years is obtained by subtracting 5 years elapsed between 
1911 and 1916 from 50 year life first estimated. 

Remaining life of 46.6 years is obtained by computing a weighted average of $2200 at 
45 years and $1000 at 50 years. 

Note 3—Present value on a basis of straight line depreciation may be readily obtained 
by multiplying $3200 by ratio of 46.6 years to 50 years, giving 93.2% and $2982. 


Form 2 
AMERICAN ELECTRIC CO—Subsidiary Co.............. 
DIVISION Northern LOCATION All File No. 5 
COMPUET . oi. wees Checker ais. App'd by........ Ra i ryeksac Paousuins Acct. No. 118 
SUBJECT Summary of Substation Buildings, 1916 Sheet No. 101 
(or similar ttem in Group A) 
Date | Present value 
orig- Cost | Dec. 31 
Ref. inally | Cost With-| to |/———— 
Sheet Item Location ac- to |Added| drawn] Dec. 
quired] Jan. 1 31 % | Amt. 


1 SS Building |14th St. Belleville] 1911 |$2400.|$1000 | $200 |$3200 |93. 2/$2982. 
2 ditto First St. Nutley | 1906 etc. 


Transferred to sheet No. 1-10 
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Form 3 
AMERICAN ELECTRIC CO.—Subsidiary Co......+++++++ 
DIVISION Northern LOCATION All File No. 5 
Computer....Checker....App'd by....Ddte....-.eeeveeeeerecees Acc. No. 124 
SUBJECT 5-kw. Transformers Type X Referencés.. 222 a.60 Sheet No. 1 
(or similar items in Groups B or C) 
Number of units Years 
————— Correc- | ——————_—_ 
Withdrawn Cost ted Av. Life;Av. age 
Date Ref. — Net per Total total units units 
sheet | Added Date | total | unit cost | cost to] with- | instal- 
No. |orig. in-|to date date | drawn led 
stalled 
Brought 
Fwd. Invento|ry Ja|n.1,1916} 250 $62 |$15,500 |$15,500 5.1 
1916 40 290 61* 2,400} 17,940 
1916 2 1900 288 65t 130+) 17,810 16 
1916 3 1901 285 64t 192 | 17,618] 15 
1916 Invento|ry Djec. 31, 285 | 61.82 17,618 5.08 
1917 


* Average costs for all units of this size for any given period—say one year. 
+ Prices might be averaged and one figure shown or, if not much variation in price, they 
might be withdrawn at the average cost of the 250 shown at the beginning of the year 


Form 4 AMERICAN ELECTRIC CO.—Subsidiary Co............ 
DIVISION Northern LOCATION All File No. 5 
Computer... 2. Checker... oA Did Oy s sO acte aie ctose overs) cladevers-alene) oe Acct. No. 124 
SUBJECT Summary of Transformers—1916 Sheet No. 101 
(or similar item in Group B or C) 
Av. 
Number of units Cost of units cost Present value 


Ref.| Size |Type|— Ss | per Dec. 31 
sheet Jan. With- |Dec With- anit | ————_______ 
1st. |Added|drawn| 31 |Jan. 1st}Added|drawn| ec. 31|Dec.31| % Amt. 


1 |5 kw.| X | 250) 40 5 |285 |$15,500 |$2,440 | $322 |$17,618/$61.82| 4.6 | $13.143 
5 |10kw} X | 100] 20 2 |118etc 


Transferred to sheet No. 1-10 


Note:—"'%"" under ‘‘Present Value’ for straight line depreciation would usually be 
obtained by comparing average age of units installed with average life of units withdrawn. 
In this case it is estimated that a 15 or 16-year life is not long enough and life base is arbi- 
trarily taken as 20 years. In some cases it might, be desirable to consider salvage in arriv- 
ing at present value but it is disregarded above for sake of brevity. 
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Forms FoR Groups B anp C 


The same forms are recommended for both groups B and C, 
but the method of collecting the data required is different. 

For both groups it is thought best to use unit costs averaged 
for the district into which the company chooses to subdivide 
its territory, say a tax district, and for a certain period of time, 
monthly, quarterly, or yearly. The average for labor, storeroom 
charges, miscellaneous material items, overhead charges, etc., 
would necessarily need-to be computed after the close of the 
current period or the average taken from the preceding period 
and final adjustments made for variation. 

The total quantities for all items in group B, for which a card 
record is assumed to be made, can be computed either from the 
cards or from the completion reports of the work orders. Prob- 
ably the total could be obtained more readily from the card 
records, whether tabulated by hand or sorted and tabulated 
mechanically by means of the Hollerith system of card records. 

For all items in group C, the totals of both quantities and 
prices would probably best be obtained and reconciled with the 
amounts given in the completion reports of all work orders in- 
volved, although they might be obtained from field books or 
street maps showing construction changes for the required 
period, or from pole record and manhole record cards which 
usually indicate the wires, cables, conduit, etc., extending to 
the adjacent units. 

Form 3 shows method of recording a group of similar units, 
viz., 5-kw. transformers and Form4 shows method of summar- 
izing units of various sizes. 


Forms FOR Group D 


Form 5 is recommended for summarizing items in this group as 
it is contemplated to include only such items as a company car- 
ries or could reasonably carry on an inventory which is usually 
made at the present time by actual count. This inventory as 
applied to office furniture, large portable tools, etc., usually 
gives the estimated present value of these items and they are 
carried into the property account each year at this depreciated 
value. ‘ 

The first entry for each of these items is naturally the cost new 
and it is recommended that this cost new be carried in the in- 
ventory in a parallel column with the depreciated value until 
‘such time as the item is retired. Also, that the total cost new of 


. 


Form 5 


AMERICAN ELECTRIC CO.—Subsidiary ‘Gonna renee 
DIVISION Northern LOCATION Belleville Office File ie 5 4 
Computer....Checker.... App'd by.... Date... 2. -. 2. vee ese ees ood A ee Ne 107 
SUBJECT General Equipment, Dec. 31, 1916” Refs. eos ee REE NO: 101 
(or similar items in Group D) ae8 
Original cost Present value 
Year 
uan- Item ac- 
ue Unit quired] Ref. | Unit | Amt. % Amt. 
2 Ty PeWriters.-y.. os. 42 ele 1914 52 $79 $158 75 $118 
2 Typewriter desks........... 1912 oo 20 40 80 32 
6 4 $+=|Bent wood chairs........-.- 1916 | Bill 3 18 100 18 
Totals, Decwsdaamunen-i cm $216 | 77.7 168 
Additions DOUG <0 evecare 18 
| 
Total of items Jan. 1...... $198 
Totals per inventory 12-31-15 61 210 
Withdrawals 1916........... $12 
Transferred to sheet No. 1510.7) 
Form 6 
AMERICAN ELECTRIC CO.—Subsidiary Co...........- Stes 
DIVISION Northern. LOGA TION «ache hets tote g seat ae = Aes lial File No. 5 
Computer....Checker....App'd by....Date.....-...-2++ esse cess Acct. No. 1 
SUBJECT Grand Summary, 1916 Sheet No. 10 
Total cost Present value 
Acct. | Ref. Item = 
No. | Sheet With.| Dec. 
Jan. 1} Added| drawn| 31 % Amt. 
101 bMiLandPetetay reenter ee 
107 101 |General Equipment.........]| $210 $18 $12 | $216 | 77.7 | $168 
118 101 |Substation Bldgs. :...-t:/.- 2400 | 1,000} 200 | 3,200] 93.2 | 2,982 
124 101 |Transformers..............-]15,000] 2,440] 322 |17,618| 74.6 |13,143 


Totals Northern Div. 1916 18,110 |$3,458 | $534 |21,034] 77.5 |16,293, 


EXPLANATORY NOTES IN REFERENCE TO USE oF ABOVE ForRMs. 

Note 1. Loose leaf sheet 83''x11”’ is recommended for all forms. 

Note 2. For all withdrawals use red ink. 

Note 3. Forms 1 and3 constitute the continuousrecord. AlJ other forms are made up 
when it is desired to arrive at totals and are correct for one date only. If periods used 
are different than calendar year, forms would be slightly modified. 

Note 4. Provision for identifying computers, etc. on forms 1 and 3 after first entries 
could be made by having initials inserted in date column or by providing separate column. 

Note 5. Figures carried to grand summary, form 6, are merely illustrative and not the 
totals which would be obtained if more entries were made on forms 2, 4, and 5. 

Note 6. From totals on form 6, the amount of additions for which new securities may 
be issued may be readily determined. : : . 

Note 7. By comparing form 6 as filled out for 1915 with year 1916, the credit which 


must be made to reserve account from earnings to provide for the year's depreciation may 
be determined. 


1916] CARVER: CONTINUOUS INVENTORIES 1387 


all items be carried in the property account; and that theestimated 
accrued depreciation of all such items should be carried in the 
depreciation reserve account instead of being charged directly 
to operation each year and lost sight of thereafter as is the prac- 
tise with many companies today. 

A comparison of such an inventory at the end of any year 
with the preceding will indicate the total value of all withdrawals 
and additions and a proper adjustment can then be made in one 
lump sum between the capital account and the depreciation 
reserve. 

Form 6 is to be used as a summary of all property and prob- 
ably needs no explanation in addition to notes given. 

To carry out the above, it would seem advisable to create a 
separate department under the joint supervision of the chief 
engineer, general auditor or controller, and the official: in charge 
of the Public Relations Committee of a utility if such a com- 
mittee exists. The man in charge of this department should 
understand both engineering, accounting and statistical work, 
and be capable of co-operating with all other departments of 
the company to secure the full benefits possible to be derived as 
outlined in the first section of this paper. 

The methods indicated above would necessarily need to be 
modified to suit the needs of any individual company, and in 
actually working out the same, it is probable that some modifi- 
cations of the present system of records and accounting could be 
adopted which would materially lessen the amount of additional 
work which might appear to be necessary at first glance in in- 
augurating such a system of continuous inventory and appraisal. 
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GROWTH AND DEPRECIATION 


BY JULIAN LOEBENSTEIN 


ABSTRACT OF PAPER 

It is generally assumed that a complex utility property will 
depreciate to an approximately fixed per cent condition. This 
is shown by theoretical and actual curves to be incorrect. It is 
shown that the manner of the company’s growth affects its per 
cent condition. 

The necessity for reserves, the manner in which they may be 
kept and the return which should be allowed on them, whether 
reinvested or not, is discussed. Several Commission and Court 
decisions are quoted to show the tendency to disallow a return on 
a reserve and arguments are presented in refutation of the de- 
cisions. 

The principal points are as follows: 

1. The condition of a property is dependent not only on main- 
tenance but also on its growth. 

2. Property does not settle down to a fixed per cent condition. 

3. Capital is kept intact by reinvesting reserve in extensions. 
Under this condition, depreciated value of the entire property is 
the fair one for rate making purposes. 

4. Fora company unable to use reserve in extensions a liquid 
depreciation fund will be necessary. 

5. Thesame return, available for dividends, should be allowed 
on a reserve as on the remainder of the property. 


N THIS article the writer tries to bring out the following 
points: 

First, to show that the per cent condition of any property is 
dependent not only upon the maintenance but upon the past 
and present growth. 

Second, to show that under practically no condition will it 
be necessary to bring a property back to one hundred per cent 
condition, but that it does not settle down to some fixed per 
cent condition less than one hundred per cent. It does, however, 
go through a repeating cycle of conditions, one point in the 
cycle being a maximum above which it will never rise. This 
maximum point will depend entirely upon the growth of the 
property and should be studied separately for each property 
under consideration. 

Third, to show that under certain conditions of growth, a 
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growing company need keep no liquid depreciation reserve fund; 
that it may reinvest the reserve in extensions, making renewals 
as they come due in any given year, from the amount set aside 
for depreciation reserve in that year, and that by so doing the 
stockholders’ capital is kept intact, yet the depreciated value 
of the whole property is the fair one, both for consumer and 
stockholder, for rate-making purposes. 

Fourth, to show that for a company which has stopped 
growing or for one which is growing at a rate not large enough 
to use all of the depreciation reserve for reinvestment in exten- 
sions, it will be necessary to have a continually varying amount 
in a liquid depreciation reserve fund, and that this amount will 
fluctuate in a manner depending upon the company’s growth. 

Fifth, to show that since such a liquid reserve may be necessary 
for a growing company and will be necessary for a company 
which has ceased to grow, that the same return should be allowed 
on such a reserve as on any other capital invested in the property, 
and that such return should be available for dividends, provided 
that the cost new, less depreciation, is to be used as a basis for 
making the rates. 

The following definitions and assumptions are made in the 
discussion. By liquid depreciation reserve fund is meant a 
reserve either as cash in a bank, invested in bonds or employed 
in any other way so as to be readily convertible into cash for 
immediate use. This is to distinguish it from depreciation re- 
serve, which is invested in extensions and betterments and 
‘which cannot be readily turned into available cash. No con- 
sideration is taken of scrap value nor of a reserve for emergencies 
or catastrophies as the calculations are not in any way affected 
by such a fund, the effect being simply to refer them to a dif- 
ferent ordinate. All calculations are on the straight line basis 
and all properties considered are assumed to be kept in the best 
state of repair. It is assumed that the depreciated value of the 
property will be used as a basis for making the rates. 

Before attempting to draw any conclusions from the tables, 
it is advisable to show how they were constructed and calculated. 
Table I is the calculation for a property in which a uniform 
capital investment of $1000 a year is made for ten years and the 
property then stops growing. All the elements of the property 
are assumed to have a ten year life. Table II shows a property 
similar in all respects but one, to that shown in Table I. In 
Table II the uniform investment is made for only five years of 
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the ten. Table III is for a property the elements of which 
have a ten year life. In the first year the capital investment 
is $1000. In the second year the depreciation fund is used for 


TABLE I. 
UNIFORM YEARLY INVESTMENT FOR TEN YEARS 
End of Growth—Tenth Year 
Life—Ten Years 
Depreciation reserve not invested in extensions 


| 
End of Capital in- | Total cap- | Increment | Deduction Total in Percent 
year vest. for | italexpend-| to Depr. from depr. depr. condition 
the year itures fund fund fund 
1 1000 | 1,000 | 100 0 100 90 
2 1000 | 2,000 200 0 300 85 
3 | 1000 3,000 | 300 0 600 80 
+ | 1000 | 4,000 400 0) 1000 75 
5 | 1000 i 5,000 500 0 1500 70 
6 | 1000 6,000 600 0 2100 65 
76 | 1000 ! 7,000 700 0 2800 60 
8 1000 8,000 800 0 3600 55 
9 | 1000 | 9,000 900 0 4500 50 
10 1000 10,000 1000 0 5500 45 
11 / _ | 10,000 | 1000 1000 5500 45 
12 | — 10,000 1000 1000 5500 45 
13 —_ 10,000 1000 1000 5500 45 
14 — | 10,000 1000 1000 5500 45 
is 4 = A O00) yan 1000 1000 5500 45 
| a=) HeEIO-000 1000 1000 5500 45 
17 _— 10,000 1000 1000 5500 45 
18 a 10,000 1000 1000 5500 45 
19 — 10,000 1000 1000 5500 45 
20 —_— 10,000 1000 1000 5500 45 


. : : ’ YEARS 
CuRVE I—UNIFORM INVESTMENT FOR TEN YEARS 
End of growth, tenth year—life, ten years—depreciation reserve not invested in exten- 
sions. z ; = 


investment in extensions and enough additional capital is in- 
vested to bring the investment of both capital and reserve for 
the year, up to $1000. The same procedure is followed each 
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year until at the end of the tenth year the property ceases to 
have any further additions. Table IV is for a property the ele- 
ments of which have a ten year life. Starting with an invest- 


TABLE ei. 
Uniform yearly-investment for five years 
End of growth—fifth year 
Life—ten years 
Depreciation reserve not invested in extensions 


Capital in- | Total cap- | Increment | Deduction | Total in 
End of vest. for ital expend-| to depr. from depr. in depr. Percent 
year the year itures fund fund fund condition 
1 1000 1000 100 0 100 90 
2 1000 2000 200 0 300 85 
3 1000 3000 300 0 600 80 
4 1000 4000 400 0 1000 75 
5 1000 5000 500 0 1500 70 
6 —_ 5000 500 0 2000 60 
if — 5000 500 0 2500 50 
8 — 5000 500 0 3000 40 
9 — 5000 500 0 3500 30 
10 = 5000 500 0) 4000 20 
11 — 5000 500 1000 3500 30 
12 — 5000 500 1000 3000 40 
13 — 5000 500 1000 2500 50 
14 — 5000 500 1000 2000 60 
15 — 5000 500 1000 1500 70 
16 — 5000 500 0 2000 60 
17 — 5000 500 0 2500 50 
18 — 5000 500 0 3000 40 
19 —_ 5000 500 0 3500 30 
20 — 5000 500 0 4000 20 
a a ee eee 
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Curve II—UNIFoRM YEARLY INVESTMENT FOR FIVE YEARS 


pee of growth, fifth year—life, ten years—depreciation reserve not invested in exten- 
ns 


ment of $1000 the first year, the investment decreases one hun- 
dred dollars per year until the tenth year, at which time the 
property stops growing. The depreciation reserve is not re- 
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TABLE III, 


Uniform yearly investment for ten years 
End of growth—tenth year 

Life—ten years 

Depreciation reserve invested in extensions 
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in depr. 


fund 


100 
200 
300 
400 
500 
600 
700 
800 
900 
1000 
1000 
1000 
1000 
1000 
1000 
1000 
1000 
1000 
1000 
1000 


Invest- 
Capital ment for] Total :n- | Incre- Deduc- 
| End of | Invest. |Total cap-|the year] vestment | ment to |tion from] Total 
year |for the ital ex- from capital depr. depr. 
year penditure| depr. plus fund fund 
reserve] reserve 
1 1000 1000 — 1,000 100 — 
2 900 1900 100 2,000 200 100 
3 800 2700 200 3,000 300 200 
4 700 3400 300 4,000 400 300 
| 5 600 4000 400 5,000 500 400 
6 500 4500 500 6,000 600 500 
7 400 4900 600 7,000 700 600 
| 8 300 5200 700 8,000 800 700 
9 200 5400 800 9,000 900 800 
10 100 5500 900 10,000 1000 900 
11 _— 5500 — 10,000 1000 1000 
12. — 5500 — 10,000 1000 1000 
13 — 5500 — 10,000 1000 1000 
14 — 5500 — 10,000 1000 1000 
15 — 5500 — 10,000 1000 1000 
16 — 5500 — 10,000 1000 1000 
17 — 5500 — 10,000 1000 1000 
18 — 5500 — 10,000 1000 1000 
19 — 5500 — 10,000 1000 1000 
20 —_— 5500 — 10,000 1000 1000 


Percent 
condi- 
tion 


90 
85 
80 
75 
70 
65 
60 
55 
50 
45 
45 
45 
45 
45 
45 
45 
45 
45. 
45 
45 


Curve III—Unirorm YEARLY INVESTMENT FOR TEN YEARS 
£nd of growth, tenth year—life, ten years—depreciation reserve invested in extensions. 
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invested. Table V shows a property consisting of two life groups 
having lives of ten and twenty years respectively. Starting 
with a capital investment of five hundred dollars for each of 


TABLE IV. 
Decreasing yearly investment for ten years 
End of growth—tenth year 
Life—ten years 
Depreciation reserve not invested in extensions 


Capital Depre- 
End oflinvest for|Total cap-| Increment | Deduction] Total in ciated Percent 
year | for the |italexpend-| to depr. from depr. depr. value of | condition 
year iture fund fund fund property 
1 1000 1000 100 = 100 900 90.0 
2 900: 1900 190 =_ 290 1610 84.6 
3 800 2700 270 a 560 2140 78.3 
4 700 3400 340 ar 900 2500 73.6 
5 600 4000 400 — 1300 2700 67.5 
6 500 4500 450 — 1750 2750 61.0 
7 400 4900 490 er 2240 2660 54.3 
8 300 5200 520 — 2760 2440 47.0 
9 200 5400 540 = 3300 2100 38.9 
10 100 5500 550 — 3850 1650 30.0 
11 = 5500 550 1000 3400 2100 38.2 
12 — 5500 550 900 3050 2450 44.5 
13 —_ 5500 550 800 2800 2700 49.1 
14 — 5500 550 700 2650 2850 51.7 
15 es 5500 550 600 2600 2900 52.8 
16 = 5500 550 500 2650 2850 51.7 
17 — 5500 550 400 2800 2700 49.1 
18 _ 5500 550 300 3050 2450 44.5 
19 a= 5500 550 200 3400 2100 38.2 
207 i> ina 5500 550 100 3850 1650 30.0 
‘ iz LA es -| 
60 
aire 5 oe Condition il : 
.S) 
4,000 a }\ 
= 3,000 7 t—- 
S000 20|— — / | __ Dollars in Depreciation Fund ua Sh 
1,000 | I: | Dollars Renewals j= 
r) sl : =e ul Pee iS Vee 
12 16 ae 20 24 28 32 36 


CurvE IV— DEcREASING YEARLY INVESTMENT FOR TEN YEARS 


_ End of growth, tenth year—life, ten years—depreciation reserve not invested in exten- 
sions. : 


the groups, the capital investment is incrased one hundered 
dollars a year for each group for the ten years. In each year an 
equal amount has been reinvested in each life group, so that the 


mm 
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total of such investments for any given year is nearly equal to 
the amount set aside in the depreciation reserve the year before. 
This continues up to and including the tenth year after which 
time further investments are discontinued, but renewals are 
made as each portion of the original investment reaches the 
end of its life. 

It may be well here to point out something worthy of note 
which developed in the course of the calculation. It will be 
seen, by reference to Table V, that in every case, the sum of 
the dollars remaining in the fund (column 15) and the depreciated 
value of the property (column 17) giving (column 18) the total 
value of the property, is the same as the total capital expenditure 
(column 6). This furnishes a short method of calculating the 
depreciated value of the property 1.e. by subtraction instead 
of by the depreciation of each year group. Take for example 
the tenth year: the long method is:— 


Per cent 
remaining Dollars remaining 
Dollars value value 
500 0 0.00 
500 50 250 .00 
630 10 63 .00 
630 55 346.50 
790 20 158.00 
790 60 474.00 
940 30 282.00 
940 65 611.00 
1100 40 440.00 
1100 70 770.00 
1300 50 650.00 
1300 75 975.00 
1500 60 900 .00 
1500 80 1200.00 
1700 70 1190.00 
1700 85 1445 .00 
1950 80 1560.00 
1950 90 1755.00 
2150 90 1935 .00 
2150 95 2042.50 


$17,047 .00 


This $17,047, the depreciated value of the property, as ob- 
tained above, plus $1953, the dollars in the depreciation fund, 
is equal to the total capital expenditure of $19,000. The short 
method is therefore, to subtract the dollars in the depreciation 
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fund from the total capital expenditure to get the depreciated 
value of the property. This method was followed in the cal- 
culation of the table. 

It is generally considered that a property maintained in good 
operating condition will be between 70 and 85 per cent new. 
In fact, Whitten, in his Valuation of Public Service Corporations, 
discussing depreciation says, (Vol. I, page 358, par. 421) “It 
has been stated that a street railway maintained in good operating 
condition will necessarily show cost less depreciation of from 
70 to 85 per cent of the cost new”. That this is an entirely 
fallacious assumption and that the percent condition of any 
property is not only a function of its maintenance, but also 


Ones Re 8 12 16 20 24 28 32 36 40 44 48 
YEARS 


CURVE V—INCREASING YEARLY INVESTMENT FOR TEN YEARS 


Life} One group, ten years 
one group, twenty years 
End of growth, tenth year—depreciation reserve invested in extensions. 


most decidedly of the manner of its growth, is shown by the 
accompanying tables and curves. 

It is now an easy matter to prove that Mr. Whitten’s assump- 
tion is wrong, and also to prove the first point, which is that 
the per cent condition of any property is dependent not only on 
the maintenance, but upon the past and present growth. Refer- 

ring to the tables, we see that in Table I and Curve I, where there 
has been a uniform investment over a term of years correspond- 
ing to the life of the property, the per cent condition varies 
from 90 to 45 during that term, and then stays at 45 when the 
property stops growing. The per cent condition appears as 45 
instead of the proverbial 50 because, in the calculations, the 
end, instead of the beginning of the tenth year is considered. 
In Table II and Curve II, where there is a uniform investment 


— a... 


Gauital Savest- Investment forthe 


TABLECY. 
INCREASING YEARLY INVESTMENT FOR TEN YEARS 
ONE Group TEN YEARS 
LIFE 
ONE GrRourP TWENTY YEARS 
ENnp or GrowTtH TENTH YEAR 
DEPRECIATION RESERVE INVESTED IN EXTENSIONS 


—_— ee —_——_—___—____$_$<$$$$$$$_$_$$$___$—— OOO 


incre- 


year to depr. 


fund 


11b 


75 


169. 
.00 
429. 
594. 
789. 
1014. 
1269. 


288 


1561. 
1884. 
1884. 
1884. 
1884. 
1884. 
1884. 


1884 


1884 


.00 


50 


00 


00 
00 


00 
00 


.00 
1884. 
1884. 


00 


.00 
1884. 
1884. 
1884. 
1884. 
1884. 
1884. 
1884. 


00 


Deduction for the year 


from depr. fund 


For exten- 


No. 13a 
No. lla+No.} No. 3a+No. 


3b 


Difference 
For re- 
newals 
No. 13b No. 14 
No. 4a+ No.} No. 12—No. 
4b 13 
_ + 75.00 
— + 109.50 
— + 108.00 
-— + 149.00 
— + 194.00 
a + 189.00 
— + 214.00 
—- + 269.00 
a + 261.50 
— + 384.00 
500 + 1384.00 
630 + 1254.00 
790 + 1094.00 
940 + 944.00 
1100 + 884.00 
1300 + 584.00 
1500 + 384.00 
1700 + 184.00 
1950 — 66.00 
2150 — 266.00 
1000 + 884.00 
1260 + 624.00 
1580 + 304.00 
1880 “+ 4.00 
2200 — 316.00 
2600 — 716.00 
3000 — 1116.00 
3400 — 1516.00 
3900 — 2016.00 
4300 — 2416.00 


Total remain- 
ing in depr. 
fund 


No. 15 
No. 12+No.|No. 17 


14 


75. 
184. 
292. 
441. 
635. 
824. 

1039. 
1307. 
1569. 
1953. 
3337. 
4591. 
5685. 
6629. 
7513. 
8097. 
8481. 
8665. 
8599. 
8333. 
9217. 
9841. 
10145. 
10149. 
9833. 
9017. 
7901. 
6385. 
4369. 
1953. 


adi lasent Gar Yhe year] 7 from depr. Renewals Total re Total capital Total investment | Grand total Grand total Total expenditure for the |Increment to depr. |Total 
- of fund expenditure ee pte from depr. fund Seah One expenditure year fund for the year |ment for the 
aS a So  ———_ lfor » 
year 10 year | 20 year 10 year 20 year 10 year 20 year 10 year 20 year groups 10 year | 20 year me ia iy ser 10 year 20 year 10 year| 20 year 
life life life life life hife life life life life lif lif lif lif 
group renewals e ure ire 1e 
group oo group | group | group group group group group | group group group group | group 
No. 1 No. 2a | No. 2b | No. 3a | No. 3b | No. 4a | No. 4b No, 5a {| No. 5b No. 6 No. 7a | No. 7b No. 8 No. 9 No. 10a No. 10b No. lla | No. 11b 
| | Sum of } Sum of } No. 5a+No. | Sum of | Sum of | No. 5a+No.| 2XNo. 8 No 2a+No.|No.2b-++No.}| No.8 No.8 
No. 2a’s} No. 2b’s 5b No. 3a’s | No. 3b’s 7a 3a ob 10 20 
1 500 500 = | = } — = 500 500 1000 30 30 500 1000 500 500 50. 25.00 
2 600 600 30 30 ase = 1100 1100 2200 120 120 1130 2260 630 630 113. 56.50 
3 700 700 90 | 90 == — 1800 1800 3600 260 260 1920 3840 790 790 192. 96.00 
4 800 800 140 140 == — 2600 2600 5200 460 460 2860 5720 940 940 286. | 143.00 
5 900 900 200 200 = == 3500 3500 7000 760 760 3960 7920 1100 1100 396. | 198.00 
6 1000 1000 300 300 | SAE tet: 4500 4500 9000 1160 1160 5260 10520 1300 1300 526. | 263.00 
“f 1100 1100 400 400 oo — 5600 5600 11200 1660 1660 6760 13520 1500 1500 676. | 338.00 
8 1200 1200 500 500 — — 6800 6800 13600 2310 2310 8460 16920 1700 1700 846. | 423.00 
9 1300 1300 650 650 | ae —- 8100 8100 16200 3060 3060 - 10410 20820 1950 1950 1041. | 520.59 
10 1400 1400 750 750 | == oo 9500 9500 19000 3060 3060 12560 25120 2150 2150 1256. | 628.00 
11 = = == = 500 == 9500 9500 19000 3060 3060 12560 25120 — == 1256. | 628.00 
12 —— =a = | = | 630 | == | 9500 9500 19000 3060 3060 12560 25120 — a 1256. | 628.00 
13 = — == sss 790 — 9500 9500 19000 3060 3060 12560 25120 = = 1256. | 628.00 
14 = se = = | 940 | == | 9500 9500 19000 3060 3060 12560 25120 == = 1256. | 628.00 
15 =S5 = a= = 1100 — | 9500 9500 19000 3060 3060 12560 25120 ==5 as 1256. | 628.00 
16 a = = = 13090 | == | 9500 9500 19000 3060 3060 12560 25120 == = 1256. | 628.00 
17 = = — —_ | 1500 — 8500 9500 18000 3060 3060 12560 25120 == a 1256. | 628.00 
18 — —_ — — 1790 | — | 9500 9500 19000 3060 3060 12560 25120 as aS 1256. | 628.00 
19° —_ — —_— —— | 1950 . = 9500 9500 19000 3060 3060 12560 25120 — == 1256. | 628.00 
20 ae a, at te a at 9500 9500 19000 3060 3060 12560 25120 —< 1256. | 628.00 
eA — —- — — 500 500 9560 9500 19000 3060 3060 12560 25120 — = 1256. | 628.00 
22 — — — | == 630 | 630 9500 9500 19000 3060 3060 12560 25120 os == 1256. | 628.00 
23 — a — — 790 | 790 9500 9500 19000 3060 3060 12560 25120 — ie Teo? . | 628.00 
24 a —_ f — — | 940 | 940 9500 9500 19000 3060 3060 12560 25120 — — 1256. Se .00 
25 — — | — — | 1100 1100 9500 9500 19000 3060 3060 12560 25120 == = Sok . | 628.00 
26 — — — — 1300 | 1300 9500 9500 19000 3060 3060 12560 25120 — — 1256. | 628.00 
27 — — : a — | 1500 | 1500 9500 9500 19000 3060 3060 12560 25120 — — 1256 2 ee .00 
28 —s — | = — | 1700 | 1700 9500 9500 19000 3060 3060 12560 25120 — — 1256 . | 628.00 
29 — — Fo — 1950 1950 9500 9500 19000 3060 3060 12560 25120 == — 1256. | 628.00 
30 ae — | — | a | 2150 | 2150 | 9506 | 9500 19000 3060 3060 12560 25120 — = 1256. | 628.00 
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over a term of years not corresponding to the life of the property, 
the per cent condition varies from 90 to 70, while the property is 
growing. After that it varies in repeating cycles from 70 to 20. 
and back to 70 again. This, of course, is an extreme case, but 
it shows the possibilities of variation. Table HI and Curve III 
show the same characteristics as Table I, although in Table I 
there is no reinvestment of reserve, while in Table III there is. 
Table IV and Curve IV show a more complicated property than 
the others. Here the variation during the ten years the property 
is expanding, is from about 92 to about 67. It then goes through 
a repeating cycle whose period is twenty years, varying from 
67 to 35 per cent and back again. 

Thus it may readily be seen that a company which grows at an 
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CurRVE VI—DEPRECIATED SERVICE VALUES OF AN ACTUAL PROPERTY 


End of growth assumed Dec. 31, 1913—original service value $16,500,000—maximum 
per cent condition 69.0 per cent—minimum per cent condition 37.5 per cent, 


increasing rate will have a lower per cent depreciation in any 
given year, than a company which grows at a uniform rate, all 
other conditions being assumed the same. Furthermore, if 
both companies reach their maximum growth at the same time, 
thereafter their per cent condition will vary one from the other; 
first, because of the discrepancies between the terms over which 
the investments have been made and the life terms of the groups 
(compare Tables and Curves I and III) and second, because of 
the dissimilar manner in which the investments have been made 
(compare Tables and Curves IV and V). 

Moreover this is borne out not only by the theoretical cal- 
culation, but Curve VI shows this condition for an actual electric 
property. The company was assumed to have reached its final 
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growth on December 31st, 1913 after which date only renewals 
were made. The total service value of all the property was 
approximately $16,500,000 yet it may be seen from the curve that 
the actual service value varies from $6,200,000 to $11,000,000 or 
from 37.5 per cent to 69 per cent. Now, even supposing that 
some of the assumptions as to probable life are incorrect, the 
property will still vary over a wide range and not be in any 
popularly supposed fixed condition somewhere between 70 and 
85 per cent. Curve VIII is for another actual property but a 
much smaller one than that considered in Curve VI. The 
property is assumed to reach its full growth in 1912, and the 
remaining service value is shown for the next 53 years. The 
service value varies from $810,000 to $370,000 or a corresponding 
per cent variation from 77 to 35. 


PERCENT CONDITION 


_¢Average Scrap Value 9% 
+ —+ + ==S——— 


=; 


1911 1915 1919 1923 1927 1931 1935 1939 1943 1947 
YEARS 


Curve VII—TorTaL ComposiTE THEORETICAL VALUE CURVE OF THE 

DEPRECIABLE PROPERTY OF THE UNITED RaIiLWays Co. or St. Louts 

AS GIVEN IN THE REPORT ON THAT PROPERTY BY THE ST. Louts PUBLIC 
SERVICE COMMISSION—1912 


Before passing to point two, it is pertinent to quote again 
from Whitten, who says, (Vol. 2, page 1127, par. 1285). ‘We 
know, however, that there is a tendency for all utilities to settle 
down after a time to a more or less uniform condition as regards 
the percentage amount of accrued depreciation, and the annual 
requirements for renewals and replacements. After the various 
parts of a large public utility plant have gone through complete 
cycles of renewals, the plant settles down to a condition in which, 
saving extraordinary functional depreciation, expenditures for 
maintenance, repairs and renewals become practically constant. 
There is little fluctuation from year to -year and the averages 
by five or ten year periods are practically identical. This 
settling down or equalizing process, is very greatly hastened 
by the fact that all large systems are constructed piecemeal.”’ 

The above theory, which the writer has tried to refute, is 
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also supported by Mr. James E. Allison, Chief Engineer of the 
St. Louis Public Service Commission, who in the report on the 
United Railways Company of St. Louis, presents the curve 
which is here reproduced as Curve VII. He says, (Appendix A, 
page 89): 

“It has been the purpose of the writer to show by diagrams 
that piecemeal built properties of any complexity, will eventually 
assume a theoretical value curve, closely conforming to the 
straight normal value line, halfway between 100 per cent and the 
composite scrap value of the property.”’ 

It cannot be denied that the curve which he gives most 
certainly is a uniform curve and tends to support his theory. 
It should be noted though, that even his curve varies over a 
range of 15 per cent during the comparatively short time of 
13 years, and although 15 per cent is small, it takes a different 
aspect when considered as 15 
per cent of $30,000,000, the 
approximate value of the 
property, or $4,500,000. 

As previously stated, the 
curve shown by Mr. Allison, 

$6950) HE gO GEE Ioct 70 is a remarkably smooth one, 
CurvE VILI—DEPRECIATED SERV- pee gromparedito.Cutaes 


ice VALUES OF AN AcTuALProperty VY! and VIII, = shows the 
End of growth assumed Dec. 31, 1912— danger of drawing a general 


eee re i ie et ee conclusion from any one 
per cent condition 35.0 per cent. uae Every complex Bop: 
erty undoubtedly displays the tendency which Mr. Allison 
points out, but it would be decidedly unsafe to apply it in- 
discriminately to any property. The point is that each property — 
should be investigated separately to determine its characteristics 
in this respect. 

The second point, to show that under practically no condition 
will it be necessary to bring a property back to 100 per cent 
condition, has already been presented by many other writers, 
but it is given here again in conjunction with the conclusion 
from point number one. It is obvious that any property which 
has been built up gradually and not all at once, will have its 
various parts wear out in a similar sequence to that in which 
they were installed. Since different portions of the property 
will have to be replaced each year, it will never be necessary to 
replace all of them at once and so bring the property back to 


one hundred per cent condition. 
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As far as the point just made goes, most writers are agreed, 
but having reached that conclusion they claim that the property 
remains at.a certain fixed condition, the exact per cent depending 
on the maintenance. 

It is perfectly true that the entire property will not have to 
be renewed at any one time but only in the condition where there 
has been a uniform growth over a term of years corresponding 
to the life of the property (see Table I and Curve I) will the 
property reach a fixed condition and remain there after the prop- 
erty has stopped growing. Also, as long as a property is growing 
whether uniformly or otherwise, there will be a variation in its 
per cent condition. In other words, there is an obligation to 
renew varying amounts of property in different years in the 
future, and any calculation of reserves based on an assumption 
that because of perpetual life the company will reach a stable 
condition either during or after its growth is entirely incorrect. 

It will be noticed from an examination of the tables that while 
the property is growing, the per cent condition is decreasing, the 
rate of decrease varying inversely with the rate of growth. When 
the property stops growing it has reached a certain per cent 
condition and thereafter it varies between that condition and 
some other, dependent upon the manner of growth. When 
the growth stops the property may be at a minimum per 
cent condition, as in Table IV and Curve IV, where there has 
been a decreasing rate of growth; or at a maximum as in Table 
V and Curve V where there has been an increasing rate of 
growth. Table IV and Curve IV show that the property will 
vary between 30 and 53 per cent, while Table V and Curve Vv 
show, in that case, a variation of from 35 to 68 per cent. 

From the above figures it is evident that each property, 
should it stop growing, will go through a cycle in which it reaches 
a certain maximum condition less than 100 per cent, this max- 
imum condition being entirely dependent on the manner of 
the property’s growth. 

It may be argued that the writer has made arbitrary and special 
assumptions in taking cases where the period of growth cor- 
responds to the life of the property, but both Tables II and V 
are based on other assumptions. Besides this, it is worth bear- 
ing in mind that any property may be divided into a series of 
groups in which the investment term corresponds to the life 
term, and that each of these groups will follow a condition curve 
of its own. For a complex property, therefor, there would be 
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a series of such curves which would give a resultant one. This 
resultant curve, however, would also vary over a considerable 
range. This is borne out by Curves VI and VIIL of actual 
properties. 

Since it will never be necessary to renew the entire property, 
some of the reserve necessary to return it to the 100 per. cent 
condition may be dispensed with. It is not correct, however, 
to say that since the reserve will never be needed it should not 
be obtained. The stockholder has a right to expect that his 
capital be kept intact at 100 per cent. How then is the reserve 
to be handled? This is taken up as the third point. 

There are three conditions which may be used as divisions ~ 
for the consideration of the laying aside and_use of depreciation 
reserve. These are: 

1. Company growing at the great enough rate to permit the 
investment of all the reserve in extensions. 

2. A company not growing at a great enough rate to permit 
the investment of all the reserve in extensions. 

3. A company which is not growing. 

Take the first case, where a company is growing at a great 
enough rate to permit the investment of all the reserve in ex- 
tensions. It is clear that the annual charge for depreciation will, 
in some years be less, and in some years more, than the cost 
of renewals. In those years that the cost of renewals is less 
than the charge for depreciation, the difference may be invested 
in extensions, and in those years in which the cost of renewals 
is greater than the depreciation charge, it will be necessary 
to issue securities with the extensions made from reserve as a 
basis, using the money from the securities for the renewals. The 
securities, however, should not be issued to an amount greater 
than the depreciated value of the extensions. Wherever the 
depreciation reserve is invested in extensions, it is necessary 
to keep a careful record of property of this class. It is essential 
that separate accounts be kept for capital investment and re- 
serve investment. The trouble in the past was that no neRE 
was made to keep them separate. 

In the second case, where the company is not growing at a 
great enough rate to permit the investment in extensions of the 
difference between depreciation charge for the year and renewals 
for the year, and in the third case where the company has stopped 
growing, it will be necessary to keep the surplus of annual 
allowance over cost of renewal for certain years, in a liquid 
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reserve fund, so as to be able to make up the deficiencies in 
other years. That some money must be so kept is now clear, 
for point one shows the wide fluctuations in per cent condition 
and in yearly renewals. How much must be so kept will be 
discussed under point four. 

At present it is interesting to consider in what years the peak 
demands, requiring a security issue for the first case and a 
withdrawal of money from the liquid reserve in the second and 
third cases, will fall. In any complex property there are groups 
of things having different costs and different lives installed in 
the same and different years. If the cost is considered as ampli- 
‘tude, the lives as frequency, and the years as phase displacement 
it may readily be seen that as different waves come into step 
and pass out again, peaks and valleys will occur. In order to 
determine the variation in renewal charges it will be necessary 
to make tables and plot curves of the future renewals in each 
group. These curves will take the same general form as those 
in Curve VI, but will be for total replacement costs, instead of 
remaining service value as shown there. If tables are once 
compiled it is a simple matter to change them yearly as further 
extensions are made in the various groups. By following such 
a plan it will be easy to see whether or not adequate provision 
is being made for the handling of future extensions and to pre- 
dict in what years it will be necessary to issue securities. 

As described in the introduction, the second portion of point 
three is to show that by reinvesting depreciation reserve in ex- 
tensions, the stockholders’ capital is kept intact, yet the depre- 
ciated value of the property is the fair one tor rate making 
purposes both from the point of view of the consumer and the 
stockholder. 

Table V is for a property in which the depreciation reserve 
is invested in extensions. Let us consider the tenth year. 
Here the total expenditure on the property both from capital 
and reserve is $25,120, which has depreciated to $17,047. This 
latter sum plus $1953, which has been accumulated in the depre- 
ciation reserve during the past year and which as yet could not 
be reinvested, gives $19,000 the capital expenditure. Therefor, 
with the exception of the amount ($1953) accumulated in the 
reserve fund during the current year and not yet invested, the 
depreciated value of the property is equal to the capital invest- 
ment. Omitting for the time being the question of allowing a 
return on the $1953 not reinvested, it is seen that allowing a 
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return on the depreciated value of the property is practically 
equivalent to allowing a return on the original investment. 
The question of allowing a return on the amount held as liquid 
depreciation fund ($1953) in the above case will be considered 
under point five. This procedure described above, is therefor 
fair to the consumer, for he is paying a return on the value of 
the property in use, and it is fair to the stockholder for he is 
earning a return on his original capital. 

The fourth point is to show that for a company which has 
stopped growing or for one which is growing at a rate not large 
enough to use all of the depreciation reserve for reinvestment 
in extensions, it will be necessary to have a continually varying 
amount in a liquid depreciation reserve fund and that this amount 
will fluctuate in a manner depending upon the company’s growth. 

Table V shows the condition for a property which has ceased 
to grow after ten years. At the end of the tenth year there are 
$1953 in the reserve. The sum laid aside annually for depre- 
citation after that is $1884, yet owing to the fact that the company 
has grown faster at one time than at another, in some years 
there will be less than $1884 used for renewals and in some years 
more: The effect of this is to accumulate a fund over a certain 
period of years which is used over another period of years. 
Thus, starting with $1953 in the tenth year, the fund reaches a 
maximum of $10,149 in the twenty-fourth year; after which it 
decreases to $1953 again in the thirtieth year. This is graphically 
shown in Curve V. It is evident that since the $1953 will never 
be used as far as renewal purposes vo, it may as well be returned 
to the stockholders. Since it is assumed that the company 
has stopped growing, the hypothesis precludes the possibility 
of using it for extensions and it should therefor be returned to 
the stockholders in the form of cash. It should be clearly 
understood by the stockholders that this is a return of capital 
and not a dividend payment. 

Curve V is for the conditions assumed for this particular 
case. Any other manner of growth would give a different curve. 
In order to tell for any other property just what accumulation 
would take place and to determine how much, if anything, may~ 
be returned to the stockholders because it will never be used, it 
would be necessary to make a study similar to the one shown. 

It is not very difficult to see that for a company which is 
growing, but at a rate too small to use all the reserve, that portion 
of the reserve which is not invested in extensions and betterments 
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will bear the same relation to the renewals as the entire fund does 
in the case where the company is not growing at all. That i, 
there will be an accumulation curve for the liquid reserve which 
will be similar to the curve for a non-growing property. 

In either case there will be a necessity for a liquid depre- 
ciation reserve for renewals and this reserve will vary from year 
to year. This fluctuation may be likened to the storage of energy 
in a flywheel. Just as there is no way to remove the energy from 
the flywheel except by stopping it, so there is no way of avoid- 
ing the fund as long as it is desired to make the renewals as they 
fall due. While the energy is stored in the flywheel it is of no 
direct use; yet it would be impossible to run the engine without 
a flywheel. The energy must be so stored to make it instantly 
available.-The depreciation fund must also be stored to make it 
instantly available. 

The fifth point is to show, that since such a liquid depre- 
ciation reserve may be necessary for a growing company and 
will be necessary for a company which has ceased to grow, that 
the same return should be allowed on such a reserve as on any 
other capital invested in the property, and that such return 
should be available for dividends, provided that the cost new, 
less depreciation is to be used as a basis for rate making. 

Before trying to prove this point, the following decisions are 
given to show the stand taken in some cases in regard to this 
matter. The Nebraska State Railway Commission says in 
Re Application of the Lincoln Telephone and Telegraph Com- 
pany, for authority to increase rates (A. T. & T. Co., Com. L.134 
June 26, 1913, Nebraska State Railway Commission) “It will 
also be the policy of the Commission to expect of the corporation 
that it shall, so far as possible, use the depreciation funds... . 
in making extensions and betterment of the plant. Such part 
of the plant as is represented by the investment from the de- 
preciation reserve shall be permitted to earn the same ratio of 
return as the stockholders’ investment, but neither such reserve 
fund nor the earnings therefrom shall be available as dividends 
to stockholders, or for any other purposes than those set out.”’ 

In this decision the commission allows a return but it seems 
to consider the reserve as a sinking fund, the returns on which 
must be put into the fund. Further, it differentiates between 
investment from reserve and stockholders’ investment as though 
the depreciation reserve were not also stockholders’ investment. 

In the Louisville and Nashville R. R. Co. v. Railroad Commis- 
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sion of Alabama the special master says (U. S. Circuit Co., 
Middle Dist. of Alabama. Report of Wm. A. Gunther, Special 
Master in Chancery, 1911) “The defendants further insist that 
interest should be allowed on the balance in the replacement 
account. It isa mistake to suppose that sucha charge is proper.” 

Also in the case of the Louisiana R. R. Commission vs. Cum- 
berland Telephone Co., (212 U. S. 425) the Court says: “That 
it was right to raise more money to pay for depreciation than 
was actually dispersed for the particular year there can be no 
doubt, for a reserve is necessary in any business of this kind, and 
so it might accumulate, but to raise more than money enough 
for the purpose and place a balance to the credit of capital upon 
which to pay dividends cannot be proper treatment.” 

There are two chief arguments against allowing a return on 
the depreciation fund. The first applies only to that portion 
which is not inyested in extensions. It is to the effect that 
since the fund is lying idle, bringing no return, or is at best 
invested in bonds bringing a low return, that this is all the return 
to which it is entitled. The second argument applies either to 
the case where there is a liquid reserve or the reserve is invested 
in extensions. It is to the effect that since the money for the 
reserve is furnished by the consumer, he should not further be 
required to pay a return on it. 

Taking the second argument first. The whole discussion 
hinges to a large extent on the question as to whether or not the 
stockholder may expect that his capital be kept intact at 100 
per cent. How many men would go into a business of any kind 
if they could not make enough to replace their capital goods as 
they wore cut and besides earn a return on their investment? 
That all businesses do not do this does not alter the fact that they 
expect to do so when they start. The recognition of deprecia- 
tion and the allowance therefor is in itself an acknowledgment 
of the correctness of keeping the capital intact. 

The capital which is wasting away is certainly the capital of 
the stockholder. He uses up his capital in the service of. the 
consumer and the consumer replaces the capital so used. The 
consumer is making a just restitution. He is replacing something 
which originally belonged not to him but to some one else. Why 
then should the replaced capital have a different status from the 
original? It should not. The capital in a depreciation reserve 
fund should be treated the same as any other capital. It should 
be allowed the same return and for the same purposes. 
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Some argue that since the depreciation fund is lying idle (1.e. 
that portion not invested in extensions) or at best is invested 
where it brings only a low return, it is not entitled to more than 
it can earn. But is it lying idle? It has been shown that for 
any other than a growing company which can invest the entire 
reserve in extensions, there will necessarily be a continually 
varying amount in the liquid reserve. Besides this, even a 
growing company will have to carry from year to year some of the 
fund which it cannot reinvest at once. Is the depreciation 
reserve not just as necessary a part of the business as the working 
capital, of which there must always be a more or less fluctuating 
excess earning a low return, but which no one denies is entitled 
to the same rate of return as the capital actually invested in 
useful physical property? Is the liquid reserve, which is the 
stockholders’ capital, not a guarantee to the consumer that the 
property will be maintained in first class operating condition 
and so give him the best of service? It may be said that he has 
a right to expect good service, but most people when not con- 
sidering a public utility are willing to pay extra for good service. 
Thus, under competitive conditions a company which kept 
no reserve could give service at a lower rate than one which did, 
but it would be neither as good nor as reliable as that furnished 
by a company which kept a reserve. Would the public not be 
willing to pay for the greater reliability and better service? 

No one questions the fairness of the proposition that the 
company be made to pay interest on deposits of consumers, yet in 
viewing that question the only consideration is that the consumer 
is deprived of the use of his money and should receive a recom- 
pense for it. The corporation’s use of his money is not thought 
of for a moment in deciding whether or not such a charge is fair. 
To be sure, the company may devote it to a profitable use, but 
assuming that the company was not on a paying basis would 
that in any way alter its obligation to pay interest on the deposit? 
The stockholder is in much the same position as the consumer 
described above. He is deprived of the use of some of the money; 
but why should there be any further consideration of the justness 
of allowing him a return, regardless of what the corporation 
does with his money within legitimate limits, than there is in 
the case of the consumer? If the argument is to be that the funds 
are lying idle would it not be just as fair on the part of the corpor- 
ation to say “Because the consumers’ deposit will never have 
to be paid back in a lump sum, we will use them in our deprecia- 
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tion reserve and since it is lying idle we will have to pay no 
interest on the deposits”? What a howl would go up! 

To bring out the point still more clearly, refer again to Table 
V. Suppose that an appraisal were made in the twenty-first 
year when the property was in a 39 per cent condition. It 
would be unfair to base rates on the $9783 which is the corres: 
ponding value of the property, when it is known that as the 
renewals are made the per cent condition will go up as high as 
68. Under this scheme the rates would depend entirely upon 
the condition of the property in the year it was appraised and 
there can be no question as to the unfairness of such a pro- 
ceeding. The rates should be based on the depreciated value 
of the property in any year plus the amount in the depreciation 
reserve, provided only that the sum is not greater than the original 
capital expenditure. 

In conclusion it may be said (1) No matter how large a property 
is, it will not necessarily come to any fixed per cent condition 
nor anywhere near it. (2) The per cent condition of any property, 
the amount in the reserve fund, and the rise of the reserve fund 
depend upon the past, present, and future growth of the company, 
and that these conditions and their relations should be studied 
for any property whether a public utility or a private corporation. 
(3) Rates should be based upon the depreciated value of the 
property plus the amount in the depreciation reserve as long 
as the sum is not greater than one hundred per cent of the total 
capital investment. 
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Discussion ON “THE Errect oF REcENT DECISIONS ON THE 
Work or INVENTORY AND APPRAISAL’’ (BETTS), “‘CON- 
TINOUS INVENTORIES: THEIR PREPARATION AND VALUE” 
(CARVER,) ‘(GROWTH AND DEPRECIATION”’ (LOEBENSTEIN), 
New Yorxk, NovemBer 10, 1916. 

W. B. Jackson: I have been very much interested in this 
matter of detailed inventories and appraisals, and of the need of 
our electric properties and companies making the accounting of 
materials and plant coextensive, if I may put it that way, with 
the accounting of the money elements. 

I believe that a detailed inventory and cost record of a public 
service property is valuable in giving to those in charge of the 
property a visualization of the property which they cannot 
obtain in any other way, both from the purely physical point 
of view and from the point of view of the spread of the cost 
over the property. ~Also it gives an exceptionally fine record 
by which to obtain the proper in and out charge in case of 
changes and improvements. 

I believe that a careful record of ages should be kept of all 
property, for statistical purposes, but I do~not believe that a 
so-called ‘‘depreciated value’ or an estimated remaining useful 
life should be carried along as a part of the inventory and ap- 
praisal record, because it is likely to become seriously mislead- 
ing, inasmuch as the estimated useful lives of the different parts 
of the property change as the months go by, almost as the days 
go by, and as they change, so change the estimated depreciated 
values. 

The Wells Power Company, which is now operated by the 
Milwaukee Electric Railway and Light Company, the opera- 
tions of which were directed by my firm for many years, carries 
a fully detailed inventory and cost record of its property. The 
records are in full detail, and as changes are made they are 
entered upon change sheets in like detail with the inventory. 
The change sheets cover the period of a year, at the end of which 
period the inventory is readily brought to date. These records 
are considered highly valuable by the managers of the Wells 
Power Company and the Milwaukee Electric Railway and Light 
Company. 

Mr. Loebenstein’s paper is more than anything else a demon- 
stration of the extremely uncertain features of so-called ‘‘accrued 
depreciation,” and of the serious danger in making it an im- 
portant factor in determining the value of a property. In his 
consideration, he has taken the simplest possible assumptions, 
which do not agree with practical experience, and draws there- 
from direct conclusions. Even with this relatively simple and 
academic handling of the subject, it is easy to see the uncer- 
tainty of the results arrived at. He has divided the property 
into classes of units, each class being assigned a useful life, and 
they are treated as though they would actually behave as they 
are assumed to behave, but they will not do so. Take, for ex- 
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ample, a plant having four small steam turbine generators, to 
which, for illustration we may assign twenty-five yeats’ useful 
lite. “There is not the least chance that these units actually 
comply with our assumption. At the end of ten years two 
might be displaced by a larger or improved unit, and after a 
while one or two more, and so on. 

Let us consider another quite different character of property, 
such as wood poles. It is possible that fifteen years’ useful life 
may be assigned to them. The useful life of wood poles, per se, 
may vary from six years to twenty years, and the character of 
ground in which the poles are set may cause a variation of 100 
per cent or more in a fairly large system. And so we might 
analyze each class of property. 

Thus, when we superimpose the uncertainties and complica- 
tions arising from the variables which are found in practise upon 
Mr. Loebenstein’s complex but relatively simple computations, 
we have a result upon which one certainly cannot predicate 
values with any reasonable degree of confidence. 

Let me state, however, before closing, that where there are no 
figures developed from actual operation, the best estimate of the 
amount of annual appropriation, over and above current main- 
tenance and repairs, that is necessary for deferred maintenance 
and renewals, can be obtained by the use of methods in the 
general line of those outlined by Mr. Loebenstein, but such year 
by year estimates, which may and should be revised periodically, 
are very different from formally predicating the value of the 
property on figures dependent upon such calculations. 

G. W. Whittemore: In the consideration of this subject it 
may be worth the few moments necessary briefly to recall the 
several meanings of the term “‘depreciation’’, as it is generally 
used. 

In Webster’s Dictionary the word depreciation is given two 
meanings, viz: 

Ist ‘‘The act or process of depreciating’, that is, the lessening 
in value of one kind or another. 

2nd ‘‘The condition of being depreciated’’, or of having suf- 
fered a loss in value. 

An act or process may differ from a state or condition merely 
as a cause differs from its effect. Yet the two meanings in this 
case are so lacking in identity, and the methods of expressing or 
measuring them so far apart, that the distinctions to be made 
in the unqualified term depreciation must be kept clear. 

In the practical problems involved in the management of pub- 
lic and other utility properties, and in the consideration of the 
former by regulatory bodies, both of these branches of the sub- 
ject of depreciation have been dealt with under various designa- 
tions. Among the more common of such designations are: 

Anticipated Depreciation, Theoretical Depreciation, or the Ex- 


pense of Depreciation: a i 
To the act or process of depreciation, as mentioned above, 
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corresponds the preceding terms which are frequently used to 
denote this first branch of the subject. sah ; 

As the term ‘‘anticipated depreciation” indicates, it implies 
the recognition of the fact that as time goes on, all property, as 
a rule, loses value, or suffers a reduction in the total quantity 
of service of which it was initially capable. We are accustomed 
to refer to permanent improvements and fixed capital. Strictly 
speaking, no improvements are permanent and no capital is 
fixed. Such property is permanent or fixed only in a relative 
sense, and in comparison with other forms of property of shorter 
life. Ultimately, all property used by a company or an indi- 
vidual in his business, except, generally speaking, land itself, is 
destined to ultimate retirement. ‘‘Repairs may postpone but 
cannot prevent such an outcome.” 

From this point of view the locomotive used in hauling a train 
is property consumed in operation, just as much as is the coal 
burned by the locomotive. The element of time is the only 
difference in the two cases. The coal may last a few hours. 
The locomotive may last many years. Eventually, both disap- 
pear as elements of cost in the conduct of the business. 

Anticipated depreciation, considered quantitatively, is there- 
fore an attempt to forecast the amount or proportion of the 
reduction in its initial value that will disappear from a property 
while ownership is retained. In other words, what is to be the 
total loss suffered during the process of depreciating. 

Whether such loss is taken as occurring uniformly or not is a 
subordinate question. In any event, the final effect is the same; 
viz., the full amount of the anticipated depreciation is lost or 
consumed in the conduct of the business. 

Such predictions as to the proportionate amount of loss vary, 
of course, for each class of property. They are estimates, and 
must all necessarily be based upon the accumulated experience 
of the past, and upon forecasts of the effects, each in its proper 
proportion, of the various influences recognized as tending to 
reduce the useful life of the particular portions of property under 
consideration. 

The point to be borne in mind, as differentiating this antici- 
pated from the other forms of depreciation, is that it is an at- 
tempt to look into the future and evaluate what such future may 
have in store. 

Quite frequently, the term theoretical depreciation has been 
used in the sense in which anticipated depreciation has just been 
employed. The use of this term theoretical, however, would 
seem to offer some chance for misapprehension. Oftentimes the 
word theoretical is employed to contrast what is possible, but 
not likely, with what is real and certain. There is no doubt, 
however, about the reality and inevitability of this anticipated 
or theoretical depreciation. The only uncertainty connected 
with the subject is just how long the limited (and not un- 
limited), period of usefulness of the particular property in mind 
will continue. 
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In place of the term anticipated or theoretical depreciation, 
when the reference is to the act or process of depreciating, the 
uniform system of accounts prescribed by the Interstate Com- 
merce Commission for the use of the telephone and telegraph 
companies, employs the term, the ‘‘expense of depreciation.”’ 
Therein these words are defined as follows: 

(a) The losses suffered through lessening in value of the 
tangible property from wear and tear that are not covered in 
any prescribed account covering current repairs. 

(b) Obsolescence or inadequacy resulting from age, physical 
change or supercession by reason of any inventions or discoveries, 
change in public demand or public requirements; and 

(c) Losses suffered through destruction of property by ex- 
traordinary casualties. 

The companies referred to are compelled to include in their 
operating expenses amounts deemed sufficient to cover the an- 
ticipated losses of the character above mentioned, and thereby 
create proper reserves to recoup themselves when such losses 
occur. 

Otherwise expressed, the particular class of expenses compre- 
hended under the term of ‘‘expense of depreciation” are those for 
major repairs, replacements, or retirements, which experience 
shows will have to take place in any given property over and 
above those current minor repairs which must constantly be met. 

Sometimes, as a convenient method of indicating the present 
expectations as to the lasting qualities of any portion of a par- 
ticular property, this expense of depreciation is associated with, 
or expressed in terms of anticipated life of such same property. 
Those, however, who adopt this view should, of course, make 
careful distinction between what can be regarded as the gross 
rate at which a property is depreciating, and what may be called 
its net rate of depreciation. Suppose, as has been done in the 
examples used in Mr. Loebenstein’s paper, that the expense of 
depreciation is taken at 10 per cent per annum. This means 
that in the course of 10 years it is expected that 100 per cent of 
the first cost of the property will have been charged against it 
under the head of theoretical depreciation or expense of depre- 
ciation. Suppose, however, that the property in question, say. 
a particular machine, is from time to time the subject of renewals 
or replacements of parts of the machine, resulting, let us assume, 
in drafts upon the reserve for depreciation, amounting, on an 
average to 5 per cent per annum of the first cost of the property. 
The actual, or net, average rate of depreciation for the property 
would therefore be 5 per cent, and the resulting anticipated life 
of such a property would become 20 years, and not 10 years. 

Accrued Depreciation and Structural Value: Corresponding 
with the second branch of the definition above mentioned, viz., 
the state or condition of being depreciated, are the other terms 
generally used when reference is made to this branch of the 
general subject of depreciation; viz., the present depreciated 
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condition or, as the accounting system mentioned above terms it, 
the ‘‘structural value” of a property. These terms take into ac- 
count such accrued depreciation as may be determined upon as 
actually existing in any particular plant. As thus used, accrued 
depreciation is, therefore, an attempt to measure past effects, as 
anticipated depreciation is to forecast future ones. The former 
undertakes to state what shrinkage in value can, as a fact, be 
found in any property not new. The latter endeavors to predict 
the amount of loss that will still take placein any property and, 
to the extent that the same can be approximated, the period of 
time over which such losses will be spread. 

Perhaps the distinction which it is important should be recog- 
nized between the act or process of depreciating, whether called 
anticipated or theoretical, or the expense of depreciation, and the 
state or condition of being depreciated, as covered by the exist- 
ing accrued depreciation of any property, whether physical or 
functional, can best be obtained from the accounting point of 
view as shown in the prescribed system of accounts already 
mentioned. ‘Therein it is clearly shown that: 

(a) The expense of depreciation, or its. equivalent terms, 
refers to the future; accrued depreciation to the past. 

(b) The expense of depreciation is concerned with the oper- 
ating expense accounts; accrued depreciation with the fixed 
capital accounts. 

(c) The measure of the expense of depreciation is that best 
estimate, based upon experience, that can be made as to the rate 
at which it seems likely capital will be consumed in operations 
in the future; the measure of accrued depreciation the best esti- 
mate possible to make of what amount of such capital consump- 
tion has, as recognizable facts, already occurred in the plant as 
it exists at the time of the inquiry. 

(d) The time to which such expense of depreciation is to 
apply is the remaining life of the physical property; accrued de- 
preciation to its expired life. During each such year that the 
property, or any portion thereof, will continue in use, the effort 
is to assess the company’s earnings, in the form of an expense of 
depreciation, such uniform amount as will distribute, as nearly 
as may be, evenly throughout the life of the depreciating prop- 
erty, the burden of repairs (exclusive of current repairs for which 
provision 1s made under another account) and the costs of capital 
consumed in operations. 

Both branches of the subject of depreciation into which it has 
been above divided are involved in appraisals and in rate investi- 
gations before commissions and courts. 

One of the questions asked by commissions about any prop- 
erty whose fair value they may be trying to determine is this— 
“What is the reproduction cost, new, of such property?” Such 
question being assumed to have been satisfactorily answered, the 
commission can then be regarded as saying something like this. 

We have now been told what the property would cost if cre- 
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ated at this general time, and if it were all new. As a matter 
of fact, we know it is not all new. Let us remove this limitation 
as to newness. Now advise us as to how much less valuable 
this property may be, from the standpoint of how much less 
quantity-of-service of a proper quality it may contain, than 
would be a property entirely new. 

The difference between the two amounts, as understood, would 
be the accrued depreciation that could be said to reside in such 
property, and which question was raised in the Idaho case re- 
ferred to by Dr. Betts in his paper. 

Besides wishing to ascertain the accrued depreciation in any 
particular property, the courts and commissions are also inter- 
ested in those portions of the company’s expenses which it may 
be charging against earnings under the heading of the expenses 
of depreciation, or the utility’s estimate of the average rate at 
which the process of depreciating is in progress in the different 
parts of the utility’s property. 

To give this information to the regulatory bodies, special ac- 
counts have been set up under the prescribed accounting system. 
These show the results of any schedule of estimated rates of 
depreciation expenses adopted by the utility. They indicate, 
likewise, the drafts or charges being made from time to time 
against the reserve for depreciation resulting from such expense 
of depreciation charges. 

Examinations of these accounts made by the regulatory body, 
or of the annual or other reports in which they are embodied, will 
indicate the rate at which such reserves may be accumulating, 
or, on the other hand, failing toaccumulate. They also show the 
extent to which the appropriations for depreciation expense may 
have actually been meeting the particular burdens of major 
repairs, replacements or retirements of property which they are 
designed to cover, as indicated by the charges which may have 
been made against the depreciation reserve. 

In Mr. Loebenstein’s tables and curves both phases of de- 
preciation as above indicated are taken into account, the expense 
of depreciation being equivalent to what Mr. Loebenstein refers 
to as “increments to the depreciation fund,’’ while the present 
depreciated value or structural value corresponds to the per cent 
condition referred to in the same tables. 

In determining what may be a proper expense for depreciation 
and, consequently, what may be the net rate at which a property 
is estimated as progressing toward a depreciated condition, a 
number of important factors must be taken into account. One 
of these factors is the element of growth. In some of the simpler 
cases, those in which this factor is the only one at work, the 
curves and tables shown by Mr. Loebenstein are intended to 
indicate what the results of a uniform expense of depreciation 
applied to a growing property would be’ upon the reserve for 
depreciation and the computed present condition of such prop- 
erty. For cases such as this the element of growth is shown to 


have a marked effect. 
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Generally speaking, it is believed that the influence of growth 
on the problems of depreciation is often not taken into sufficient 
account. Any property, particularly one of the composite 
character usually met with in actual cases, and one which is 
the subject of considerable and frequent additions of new ele- 
ments, obviously will maintain a condition nearer newness than 
would a property not receiving such additions; so that, with 
respect to the depreciated condition of a property, either as to 
a particular time or as an average condition for any period, 
growth must be taken into account. 

But, furthermore, if any attempt to test the reserve for de- 
preciation as a ratio of the total plant-in existence at the present 
time be adopted, the element of growth must here also be given 
its due weight. The amount in any reserve of depreciation is 
the result of the schedule of rates for the expense of depreciation 
which may have previously been in effect, and which rates have 
been applied-to property previously in existence. Any drafts or 
charges which have been made against such reserves have, as a 
general proposition, been on account of property old enough to 
have reached a condition where major repairs, replacements, 
renewals, etc. have become necessary. Properly, therefore, the 
amount in such reserves should be related, as a ratio, only to 
that property which was in existence when such reserve was be- 
ing accumulated. To refer such a reserve, so accumulated, to 
an entire property which might, perhaps, include recent addi- 
tions, would result in a lower percentage of reserve to any plant 
than would have been the case if the ratio had been obtained 
before the additions referred to had been made. In other words, 
unless the element of growth be taken into a proper account, any 
comparison of reserve for accrued depreciation to the total 
present property, or any comparison of the effects of any par- 
ticular schedule of depreciation expense rates to charges being 
made to the reserve for realized depreciation to cover concurrent 
major repairs, replacements, retirements, etc. may lead one into 
serious error. 

Other elements beside growth have their effect upon depre- 
ciation in one of its phases or the other, and, as such, should be 
given their proper weight. Among such other influences might 
be mentioned any tendency which may be present to substitute 
the longer lived elements of a plant for the shorter lived ones now 
in place; another one might be improvements in design or engi- 
neering which would permit of necessary growth or enlargements 
without as extensive removals of previously existing plant as had 
before been necessary. Other influences might also be men- 
_ tioned which would have their effect, either upon the expense of 

depreciation, or upon the accrued depreciation at any time in a 
property. 

The value and purpose of computations such as Mr. Loeben- 
stein has made are to be found, of course, in their demonstration 
of the effects that such elements can have in supposed cases. 
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In all instances, however, in which they enter they have some 
effect. And such elements have their effect even in those in- 
stances, not mathematically to be analyzed, where the actual 
property may, as in cases in mind, consist of 30 or more subdivi- 
sions, each of which relates to a different kind of property, each, 
subject to its own rate of growth’or replacement, large or small, 
which growth or replacement may be quite irregular one year as 
against another; and which property subdivisions may be con- 
sidered to have expectations of life ranging all the way from land, 
which is supposed to have no life limit, or vitrified clay conduit, 
whose life is indefinite, to other portions of the property which 
may require renewals every five or six years. 

With respect to the relation of accrued depreciation to the 
base upon which to allow a fair distributable rate of return: as 
understood, Mr. Loebenstein regards as unfair for such purpose 
any base obtained through the deduction of any reserve for de- 
preciation from the depreciated value of theproperty. Probably 
few, if any, will dissent from this view. 

If the reserve for depreciation be deducted from anything, it 
would be nearer correct to subtract it from the undepreciated, 
instead of from the depreciated value of any property, whenever 
the problem under determination be the proper base upon which 
to allow a fair distributable rate of return. 

And even in this case, such deduction of the reserve from the 
full 100 per cent value of the property, new, would not be based 
upon any consideration of depreciation, as such. Rather would 
it be founded upon the recognition of a divided equitable owner- 
ship in any property owing its existence, in part, to any depre- 
ciation reserve derived from the rate payers, and which reserve 
had been set up, specifically as such, in the company’s accounts. 

For the reserve for accrued depreciation, under the prescribed 
accounting system above referred to, can be regarded as amounts 
still standing to the credit of the rate payers, and representing 
specific provision by them for losses estimated as currently 
accruing in the property while they had been enjoying service 
from it. In time, such credited amounts will assist in covering 
future major repairs, replacements, or ultimate requirements of 
such property. Meantime, it is being held by the company, in 
some asset form or another, and offset by a special liability ac- 
count showing the amount of such special assets, as a part of the 
total assets in the company’s possession, until such major re- 
pairs, replacements, or retirements become necessary or econom- 
ically justifiable. 

Until the amounts in such reserve are actually absorbed for 
the purposes for which they had been collected from the con- 
sumers, it would seem correct to regard the equitable, although 
not the legal, title to the portion of the assets, in dollars, repre- 
senting such amounts, as residing in the rate payers. 

As thus viewed, therefore, if from the total assets held by the 
company, taken at 100 per cent of their full value, there be de- 


1416 INVENTORY AND APPRAISAL [Nov. LO 


ducted that portion of the assets, also taken at 100 per cent of 
their value, new, owing their existence to the reserve for accrued 
depreciation as it may then stand in the accounts, the remaining 
assets would represent those held by the company, free from any 
such equitable claim of the creators of the accrued depreciation 
reserve. 

Whether any further deductions should bé made from a base 
derived as in the preceding, in the case of the utility which, in 
the past, had enjoyed earnings sufficiently ample to make full 
provision for any reserve for depreciation up to the amount of the 
real existing accrued depreciation in its property, but which had 
failed so to do; or whether, on the other hand, as items perhaps 
in its ‘“‘going value’, any addition to such base should be made 
in the case of the company which had made provisions to its 
reserve for depreciation, but had been compelled to do so in the 
face of inadequate distributions in the past to its owners, would 
seem to be separate questions—along with others which could 
be raised in this connection—for separate determination. 

David B. Rushmore: There is one point concerned with de- 
preciation which I have never heard mentioned in any discussion, 
and which I believe has not been taken in consideration by com- 
missions or engineers in determining the proper figure for de- 
preciation. Depreciation is an attempt—and it may be a very 
unwise attempt—to guess what the future has in store. An 
attempt is being made to keep the value of the capital invested _ 
intact by trying to guess just what the future will be. 

When we are thinking of value, what are we thinking of? We 

say that the capital must remain the same, but value, as it 
really exists, exists only as regards the necessities of life, and the 
point which I have never seen considered, and on which I would 
like very much to hear an expression of opinion is why should 
not the factor of gold depreciation be considered in connection 
with the subject of the depreciation of property ? 
‘ In the period of fifteen years from 1900 to 1915 gold depre- 
ciated on the average 33 per cent a year, and the man who 
had his money in the savings bank, that was paying that much 
interest, was just keeping even in his position, while in the case 
of a man who owned bonds which paid interest of 34 per cent, 
as some of them do, approximately, he was not getting ahead at 
all.. Now, we are for the present moment existing under very 
abnormal conditions of economics, of finance, of trade, and ap- 
parently we are going to return to the same condition of gold 
depreciation. Therefore, why should not the permanent value 
of the property be measured in the value of the commodities 
which make up the necessities of life, and not in something 
which represents a medium of exchange or something which 
represents an artificial value, and which is not in itself fixed. 

Edward J. Cheney: As Dr. Betts has very well said, it is 
necessary for us to abide by the decisions of the courts. It is 
also entirely proper that we should respect those decisions. I 
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think, however, that the courts themselves are quite willing to 
be educated along the lines of these questions, which, because 
of their newness and complexity, are very perplexing to the 
judges. We should not be bound too rigidly by decisions with 
which we do not agree, but we should by just such meetings as 
this, endeavor to clarify the situation and enunciate proper prin- 
ciples. No one, I think, is so well qualified to put the matter 
in proper shape as engineers, who deal with the physical prop- 
erty and with actual operating conditions. 

_ It is true that a great deal of stress has been laid on reproduc- 
tion costs in valuation and rate cases of one sort and another, 
but that has doubtless often come about because in such cases 
accurate records of the investment cost were not available. I 
believe that when, as will in the near future be the case, records 
are available which show exactly what was spent for the prop- 
erty; and assuming that the investment was honest, prudent and 
timely; the money actually put in by the investors will be the 
proper basis for estimating a return in rate cases; and if so, it 
certainly will be the proper basis in purchase and sale cases. 

It is a little bit off the subject, but I want to take this oppor- 
tunity to register my emphatic protest against the use of two 
terms which are very commonly employed in connection with 
this subject. One is ‘‘going concern value’’. It is entirely mis- 
leading. I do not question at all the justice of including some- 
thing for those items which are ordinarily included in the term, 
but the term itself is wrong. A public utility has no right to 
earn a return on an indefinite ‘“‘going concern value’ any more 
than it has a right to earn a return on what some have main- 
tained was the franchise value. On the cost of establishing the 
business, on inadequate returns in the early stages, and on 
similar items, it has a right to expect a return, but let us call 
them what they are. The expression ‘‘cost of establishing the 
business” is more nearly correct, in my opinion, than anything 
else, and seems much preferable to ‘‘going concern value”’. 

The other term which I object to is ‘“‘contractors’ profit’’. 
How many estimates we see with a percentage tacked on for 
“contractors’ profit”! I maintain there is no such thing. The 
percentage a contractor gets, over and above labor and material 
cost, is to pay his overhead expenses and to pay him for his own 
services. He makes no profit. He may, it is true, make money 
on one job, but on another he will lose, and in the long run he gets 
only enough to keep him in business, and the percentage 1s not 
a profit but an item of expense. ‘‘Overhead expenses of con- 
struction’”” more nearly describes that item. 

Relative to depreciation, public utility companies invariably 
expect that, in fixing rates, there be included in operating ex- 
penses the amount of estimated current and accruing deprecia- 
tion. At the same time, they often, doubtlessly honestly, ask 
for a return on the full original cost of the property. If you 
lend me $1,000, you have a right to the interest on that money, 
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but as soon as I pay back-part of the principal the amount of 
interest is correspondingly reduced. Accrued depreciation, 
charged to operating expenses and paid in by the customers’ of 
the public utility company, is to that extent a return of the 
original capital. 

William S. Franklin: I would like to point out, in connection 
with the question raised by Mr. Rushmore, that the influence 
of depreciated money or gold on the values of properties is 
taken account of in what is called “‘cost of reconstruction.” The 
fact that gold does depreciate is an added reason for placing” 
greater emphasis on cost of reproduction in estimating present 
values of a property. 

The difficulty, however, is that the cost of reproduction in- 
cludes another variable as well as the variation in the value of 
gold, namely, the variable which comes from improved methods 
and improved machinery, which may tend to lessen the value 
of the property as based on cost of reproduction, whereas the 
depreciation of gold alone would tend, if there were no advance 
in methods and machinery, to increase the money value of the 
property: If we could only devise some means for separating 
these two variables as they enter into the cost of reproduction, 
we could then take ‘account of the two separate influences. 

Philander Betts: In reference to the paper submitted by Mr. 
Carver, I want to emphasize two or three things that I have had 
in mind with regard to the value of keeping inventories and ap- 
praisals of a property, and of keeping them continuously up to 
date. The thought that has occurred to most people when you 
mention an inventory and appraisal is that the sole purpose has 
been to find out as of some given date the total amount of 
property in existence and its value at that time. That is only 
one of the reasons for making an inventory and appraisal of a 
property. The telephone companies for years have kept a con- 
tinuous inventory, perhaps not in the same form that is usually 
employed in making up an appraisal, but it has been kept for 
operating reasons, so that the telephone company could know 
at any moment just where it had property, and how much it 
had, so that it could tell a prospective customer whether it could 
or could not furnish service of a certain character to a certain 
extent, and if it could not immediately furnish it, how soon it 
could furnish it. 

Another reason for keeping an inventory, and along with that 
inventory the cost of the various portions of the plant as they 
are constructed, is in order to make the construction of the 
extensions more efficient. An analysis of construction costs is 
essential in the carrying on of any contractor’s business. Why 
should not such an analysis be made of the construction costs of 
a public utility company? The keeping of such inventories, and 
accompanied with the inventory of the property the cost of the 
sections of the property, would lead to an analysis of the unit 
cost for those sections, which would show whether or not the 
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extensions were constructed in the most efficient manner pos- 
sible under all of the circumstances. Such an analysis might 
lead to better methods of doing the work. It might lead to 
doing the work at different times during the year, or, instead of 
doing it in certain piecemeal methods, without knowing just how 
much would be done, it might lead to doing it in a more sys- 
tematic way. 

In this connection I will call attention to what the telephone 
companies in the East do. Estimates are made up as to the 
probable growth in different directions—the probable number 
of new customers taken on—and estimates are also made as to 
where these customers will probably be located, and as to what 
property will probably be necessary. Orders are then entered 
for certain amounts of material a considerable time in advance. 
The total number of poles which are estimated to be used will 
probably be used without much change in the size and height 
of those poles. It may be that some changes will have to be 
made in the orders given for certain sizes and lengths of cables, 
but with a proper study based upon the running inventory, and 
the accompanying cost sheets, a company can certainly con- 
struct the additions to its plant in a more economical manner 
than is very often the case. 

I want to answer some questions with regard to some of the 
points in my paper. I have referred to the fact that in several 
cases the courts have laid down the rule that what the company 
is entitled to earn a return upon, was the value of that which they 
devoted to the public use, and that this might entail deductions 
for property not at present in the use of the public. When I 
spoke of that I did not mean deductions for that portion of the 
property which was properly held in reserve. Every company 
that pretends to give continuous service must have property in 
addition to that demanded by the peak load in order to insure 
continuity of service. If companies are to take on customers 
from day to day, there must be some property created at least 
some little time in advance of its immediate use, so that there 
must be some reserve in the plant to accommodate these cus- 
tomers who come along every day. There must be some reserve 
in plant to safeguard against interruptions in service due to 
breakdowns of portions of the plant. They are every day oc- 
currences, and must be guarded against, and the provision of a 
certain amount of spare plant is the usual and ordinary precau- 
tion. 

I have in mind a definite case. In the southern part of New 
Jersey, there is a very large gas company situated about forty 
miles from Camden. Some years ago a project was evolved for 
the construction of a tunnel under the Delaware River from 
Philadelphia to Camden. The project was an ambitious one, 
some property was purchased and attempts made to float the 
scheme. Without going into the history of the case, suffice it to 
say that the scheme has never been carried through, but while 
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the scheme was being thought of, a group of enterprising people 
went down into the lower part of New Jersey and formed eleven 
small gas companies in the towns and villages served by the rail- 
roads which would probably connect with the proposed tunnel. 
These eleven gas companies were later consolidated into one gas 
company, with a large central plant, which was built at a central 
point, and gas-has been delivered for a number of years from that 
central point. In the design of that plant, care was taken to 
see that there was capacity for several times as many people as 
are found in the territory at the present time, with a view to all 
those who might have been found in that territory today, if 
that tunnel project had gone through. 

Now, I submit this question, and I will leave it to you to 
answer it—would it be fair today to say that the people now 
served with gas in that territory should be charged rates that 
would give an adequate return on the value of the plant which 
was constructed and designed for several t mes as many people 
as are now making use of it? In all probability, if the promoters 
of the scheme had thought that the tunnel was not going through 
this gas company would never have been formed. 

The point of it all is this: That a company, before it obtains 
a proper number of customers, is in such a developmental stage 
that it is impracticable to collect charges based upon a schedule 
of rates that would return a profit when the company is very 
small. The large gas company, to which I have referred, is in 
just that position. It must build its business up to a point where | 
it will fit the plant which it has, before it can say to the customer 
that the rates must furnish a return on all its investment. 

There is one thing which should be referred to in this discus- 
sion, and that is as to the power of the courts. The power of 
the courts seems to be misunderstood by some, in this way: 
courts have never had and do not now have the power to fix 
rates. The courts have the power to prevent confiscation, and 
to prevent, from the other standpoint, the collection of unreason- 
able rates. Probably all of the cases which have gone to the 
Supreme Court of the United States have gone there because the 
company contended that its property was being confiscated, and 
when the courts have held, as they have in some of the cases, 
that such returns as 3.5 and 4 per cent were not a sufficient basis 
for throwing the case out of court and declaring the rates im- 
proper, these decisions were based, not on the idea that such rates 
of return were adequate, in any sense, but that they were not 
confiscatory. That is all these decisions have ever said. The 
court can also determine whether the customers themselves are 
being asked to pay excessive rates. 

In one of the cases before the New Jersey Commission, both 
the company, from its viewpoint, and the customers affected, 
from their viewpoint, appealed the case to the upper court. 
Why? Because the company, feeling that the rate was too low, 
contended that it amounted to a confiscation of its: property. 
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The customers affected, on the other hand, appealed to the court, 
saying that the rates fixed by the commission were too high, and 
and involved collecting from them exorbitant charges. In that 
case the court did not pass on the facts, it determined that the 
facts had been passed on by the Commission, and the lower 
court decided it was neither confiscation, considered from the 
one direction, and did not say it was charging an exorbitant rate, 
considered from the other direction. ‘ 

Harry E. Carver: In reference to the point Mr. Jackson 
brought up about the accrued depreciation on each item, you 
will notice that Forms 1 and 3, which constitute the Continuous 
Inventory Records, did not provide for the computation of the 
accrued depreciation on each item. They do, however provide 
space for recording data from which the accrued depreciation 
may be computed at any time it is desired. Hence, if it should 
seem advisable at any time to compute depreciation upon a dif- 
ferent basis than that upon which it was previously estimated, 
the continuous inventory record would not be changed or al- 
tered in any way. 

-In connection with this subject some of you may have read 
the paper on “Continuous Inventories”’, which was presented at 
the last meeting of the American Electric Railway Association, 
held in Atlantic City, in which forms were worked out for each 
item year by year. I believe that these forms were made up in 
this manner because the taxing officials in New York State, and 
perhaps in some other states, require reports each year, in which 
information must be given as to both cost and the present value 
of property in considerable detail. If the depreciation is to be 
computed each year it seems that practically double work would 
be required in keeping the inventory records, because for every 
item of property there will have to be an entry made every year 
on the continuous record; whereas, if a summary only is made 
every year, the calculation as to the depreciation could probably 
be made covering a group of items and thus the amount of work 
would be greatly diminished. For that reason, and because of 
the great amount of estimating necessary in figuring depreciation, 
it seems to me it would hardly be advisable to attempt to make 
any depreciated values a part of the continuous inventories 
record. 

W.R. McCann (by letter): It is to be inferred from a careful 
reading of Mr. Betts’ paper, that the author submits the hold- 
ings of the courts to sanction only a reproduction method of 
valuing public-utility property, to the utter exclusion of all 
other methods. It is the belief of the writer that the correct- 
ness of such a deduction is to be challenged. In support of a 
contrary view, it may be well to examine one or two typical court 
decisions which apparently may be construed in accordance with 
the author’s interpretation. 

In the aforesaid paper, a pioneer case (Smyth vs. Ames) is 
cited to show that, in addition to the reproduction method, fair 
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and reasonable rates should be fixed only after there have been 
ascertained the original cost of construction, the amount ex- 
pended in permanent improvements, the amount and market 
value of its bonds and stock, the present as compared with the 
original cost of construction, the probable earning. capacity of 
the property under particular rates, the sum required to meet 
operating expenses, and other matters. Certainly the case of 
Smyth vs. Ames does not support the exclusion of other evidence 
of value, in favor of a reproduction method as the sole and only 
correct theory. 

The basis of the claims that the courts favor a reproduction 
theory is found in the language of certain judicial opinions—in 
language which is constructed to mean differently from what 1s 
actually stated. For instance, in Des Moines Water Company, 
vs. City of Des Moines, the court says: 


“The question is not what it (the plant) cost, although such evidence 
is admissible-as having a bearing. The question is not what the plant 
some day may be worth, although evidence with reference thereto may 
be considered as having a bearing. The question is: What is the value 
of the plant today?” 

: (192 Fed. 193, 196) 

From such language it is argued that the value of the plant must 
be the reproduction value and that the words—‘‘the question is 
not what it (the plant) cost’’, mean that an original-cost val- 
uation is to be given no weight. There is a vast difference, 
however, between the price which has been paid im toto for a 
plant (‘“‘what the plant cost’, to use the court’s language) anda 
properly prepared original-cost valuation. A correct original-cost 
valuation has its basis in the same inventory as does the repro- 
duction valuation; but, instead of present-day prices (or five- 
year average prices) being used in the appraisal, the actual cost 
prices are used for both labor and material, or, in the absence 
of records of the actual original costs of items of material and 
labor, the cost is estimated by a competent appraiser as of the 
time when the equipment was installed and under the precise 
conditions of its installation. 

Likewise, in Cumberland Telephone and Telegraph Company vs. 
City of Louisville, the court said: 


“It would seem clear from the decisions that the most material question 
in such cases is that the reasonable value of the property ‘at the time it 
is being used for the public’, that is to say, the time at which the question 
arises—it being upon the reasonable valuation at that time that the com- 
pany is entitled to earn a fairreturn * * * * The value of a plant’ 
may depend upon good fortune, upon good management, or upon fortt- 
itous circumstances, but in every event the reasonable value of the 
property ‘at the time it is used for the public’ is the value we are to ascer- 
tain for the purposes of this controversy.”’ oF 


(187 Fed. 687, '642) 
From the language ‘‘value of the property at the time it'is used 
for the public” and from the similar language of ‘other ‘court: 
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decisions, it is again argued that the reproduction method must 
be used exclusively. It seems to have escaped the notice of the 
reproduction advocates that the language of the courts may well 
be interpreted to mean ‘‘the reasonable depreciated value of the 
used and useful property at the time it is used for the public’. 

Many courts have sanctioned and justified the reproduction 
theory because it is generally assumed that precise original cost 
ordinarily is difficult to secure. Usually the record before a court 
of review has little tangible evidence relating to a properly pre- 
pared original-cost valuation. The record may confuse the in- 
vestment, the stocks and bonds, or a purchase price with the 
original cost of the various items embraced in the inventory. 
Before construing the language of a court which is reviewing 
a record taken in a trial court, it is well to ascertain first what 
that record contains on the subject of original cost. 

Of a proper original-cost valuation, Ex-chairman Halford 
Erickson of the Railroad Commission of Wisconsin stated in a 
paper presented before the Conference on Valuation, held under 
the auspices of the Utilities Bureau, in Philadelphia, a year ago: 


“When the original cost of the existing property is desired it can be com- 
puted upon the same inventory as that used in determing the cost of re- 
production and upon prices which cover the period when the property 
involved was put into the plant. Such price lists may be had partly 
from the records of the plant and partly from other sources. In this way 
the original cost of the existing property can be had with even greater 
accuracy than the cost of reproduction.”’ ‘ 

(The Utilities Magazine, Vol. 1, No. 3, 113) 


It is interesting to note that Chairman Erickson, after years of 
experience and participation in rate-making procedures, volun- 
teers the opinion that even in the absence of books and records, 
“original cost of existing property can be had with even greater 
accuracy than the cost of reproduction.”’ 

Despite the many citations from court decisions favorable to 
some reproduction method of valuing utility property, it is note- 
worthy that no authority of standing is to be quoted to show 
that an estimate of the cost of reproducing the property (with 
or without deduction for accrued depreciation) is the sole and 
only guide to a reasonable and adequate valuation of a utility 
property for rate-making purposes. On the contrary, the incon- 
sistencies of the reproduction method have been discussed time 
and again; it is only recently that the Supreme Court of the 
United States, in the Des Moines Gas Case, repudiated the repro- 
duction method when applied to what, in valuation work, is 
commonly termed “undisturbed paving’. The general un- 
stableness of the reproduction-new theory was realized and 
understood by prominent proponents of the Federal Valuation 
Act. Senators Bristow of Kansas and LaFollette of Wisconsin, 
on February 24, 1913, participated in the following colloquy on 
the floor of the United States Senate: 
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Mr. Bristow: 
“There is one point I wanted to bring out with regard to that feature 


of the bill that requires the Commission to ascertain the cost of produc- 
tion new. Such a finding, in my opinion, is not of any great value, so 
far as the rate making is concerned. It is a vacillating quantity; it does 
not represent in any sense the investment of the company in the construc- 
tion of the road. To illustrate: In the suit that was pending, the estimated 
cost of the reproduction of the Northern Pacific Railroad was involved. 
I am informed the same engineer reported in 1907 and in 1909 as to the 
cost of the reproduction new, and the value fixed in 1909 was one hundred 
and eighty-five million dollars more than the same engineer fixed the value 
of reproduction new in 1907.” 

Mr. LaFollette (in part): 

“Let me say to the Senator on this question that the Supreme Court 
of the United States has listed that as one of the values to be considered, 
and it has not yet by any express declaration eliminated it as a value to 
be ignored. So it seemed to the committee that we ought to give it, its 
place here. I will, however, say to the Senator that I am confident that 
the views of all the advanced commissions of the country that are doing 
this valuation work are that there should be very inconsiderable weight 
given to reproduction new.” 

(Congressional Record, 3801.) 


The reproduction method of valuing property is relied upon 
by utilities mainly because it automatically takes care of the 
appreciation which has occurred during recent years in the cost- 
new of nearly all items of equipment and in all classes of labor. 
Land, in particular, falls into this classification, and a court of 
authority has ruled that the real property of a utility should be 
valued at its present-day market value, and not at its original 
cost plus the cost of improvements. Under the rulings of the 
courts, it may be argued that, even though a utility may steal 
equipment without being apprehended and may convert that 
equipment into used and useful property in the service of the 
public, the stolen equipment must receive due recognition in a- 
_ valuation and rate-making proceeding. Whether or not this 
view will prevail ultimately, under a continuance of state regu- 
lation, is somewhat a debatable question at the present time. 
A simple case will serve to illustrate the fallacy of too great 
weight given indiscriminately to appreciation in utility property. 
Assume that an electric plant, in a state where the laws provide 
for state regulation, costs $100,000, and assume further that the 
regulatory body of jurisdiction, after investigation, has fixed 
rates such as will yield full operating expenses plus five per cent 
per annum ($5,000) for accruing depreciation and seven per cent 
per annum ($7,000) for a fair rate-of-return. At the end of 
five years, provided no change is made in the electric property, 
the utility has accumulated $25,000 (plus earnings) in a depre- 
ciation fund, and each year has paid a full and adequate rate-of- 
return upon this investment. During these five years, if per- 
chance the prices of labor and materials advance so that the 
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estimated reproduction-cost-new according to expert appraisers 
would be $110,000, there has been an unearned increment, over 
and above a fair rate-of-r turn, amounting to $10,000 in the 
value of the property—equivalent to $2,000 per year, or two per 
cent annually on the original cost. In other words, a valuation 
made at the end of the said five years, resulting in revised rates 
being fixed on an estimated reproduction theory, capitalizes an 
unearned increment which automatically results in rendering a 
nine per cent rate-of-return throughout the entire first five-year 
period. What has the utility done or denied to itself in order 
to deserve this unearned increment? Is not the public entitled 
to participate in the appreciation of property, at least to the 
extent of not having the same capitalized against it, to be borne 
by the rate-payers of the future? Carrying the illustration still 
further then, let it be assumed that the estimated reproduction 
value sinks to $90,000 at the end of five years; then the reverse 
is true, and the utility each year is deprived of just earnings 
equivalent to two per cent of the cost of the property. Under 
such conditions, would it not be argued that this deprivation of 
earnings would constitute a confiscation of property ? 

Such illustrations are indicative of the public’s vital interest 
in what is termed “‘appreciation’’. It is to be borne in mind 
that “‘depreciation’’, as applied in valuation work, in no manner 
is the opposite of appreciation”. An original-cost valuation, if 
properly compiled, does not presume to inflict upon a utility the 
losses occasioned by decreases in prices of material and labor. 
An original-cost valuation, however, does presume to reflect the 
conditions under which the bargain between a utility and its con- 
sumers was consummated. Under an original-cost valuation, the 
public sustains all losses due to the falling off of prices, although 
it participates in gains only to the extent of not having an un- 
earned increment capitalized against it. As stated before, the 
courts have not stated that reproduction-cost-new (or less de- 
preciation) must be the criterion by which to judge the present 
value of utility property for rate-making purposes. ~ 

The Massachusetts Public Service Commission, in its recent 
decision rendered In Re Bay State Street Railway Company 
(August 31, 1916), squarely recognizes that appreciation in land 
as disclosed by a reproduction method of valuing the same is 
not to receive recognition in a determination of rates: 

“Considering this appreciation upon its own merits, car riders cannot 
fairly be expected to pay higher fares because land has increased in value, 
nor ought they to pay lower fares if it should decrease. If the company 
wishes to sell such property it is, of course, entitled to whatever profit 
it is able to make; but so long as land is employed in the street railway 
business it is dedicated to a public use and held subject to the conditions 
fairly attaching to such use. As the Commission has said in another 
connection (see House Document No. 1900 of the current year, PP. 
88,89): ‘While no fair-minded man will deny that those who put their 

money into public service by building railroads are entitled to the oppor- 
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tunity to earn a fair reward, that this reward is to be determined, so long 
as their property is devoted to public use, not by investment or by service 
rendered, but in large measure by the rapid expansion of real estate prices 
in the larger centers of population, is contrary to sound public policy. 
It would mean that communities would be penalized by their own growth, 
and would lose all advantage from the fact that their transportation facil- 
ities were created in due season under favorable economic conditions.’ 
It should be added that, even if the doctrine of present worth were ac- 
cepted, the figure to be used in rate making would clearly be present 
worth for street railway purposes. In this case no evidence whatever 
has been submitted that the land has increased in value for such purposes.” 

(10 Rate Research, pp. 120 121,) 


It would seem, therefore, that engineers as a whole may well 
listen to the admonitions of the courts, ‘instead of becoming 
partisan advocates of some theory. Such biased acts on the 
part of the profession are accountable for rebukes of a type such 
as was administered forcibly by the late Judge Smith McPherson 
of Iowa, who, it is claimed by some, made a grievous error in 
the Missouri Rate Case (168 Fed. 317) by apparently giving too 
great weight to the testimony relating to certain new theories 
advanced by experts. In one of his last opinions, this caustic 
Iowa judge called attention to the great danger of experts. 
Judge McPherson’s life was largely behind him, and he had had 
more than his fair share of experience.as a United States dis- 
trict judge in endeavor ng to weigh the evidence of experts in 
various public-service cases, when he said in the Des Moines 
Gas Case (199 Fed. 205): 


“Too often we have selfish, partisan, prejudiced, and unreliable experts 
engaged for weeks at a time at $100 or more and expenses per day, ex- 


aggerating their importance and making the successful party in fact a 
loser.” 


Frank Gill: If Mr. Loebenstein contends that the plant of a 
normally conducted undertaking does not eventually settle down 
to a definite per cent condition, I do not agree with him, but if 
he only means that there is not a similar fixed percentage con- 
dition for all undertakings, I think he is quite right. 

Fig. 1 shows the amount necessary in the depreciation fund 
for three theoretical cases, each with the same equated life but 
with a different rate of continuous growth. This clearly shows 
that each rate of growth results eventually in a definite per cent 
condition. 

In each case there are 10 classes of plants having hives varying 
from 6 to 29 years and if a greater number of classes had been 
used, curves would have reached a steady condition at an ear- 
lier period. 

Other calculations show that the per cent condition depends on 
the equated life of the plant as well as upon the rate of growth. 

In these cases the Sinking Fund Method (at 5 per cent per 
annum) has been used for reasons which I consider conclusive, 
but this is really an independent question. 
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I do not think that Mr. Loebenstein has made sufficient al- 
lowance for the fact that while a definite life can be assigned to 
one class of plant, the individual components of that class do not 
in practise need renewals at exactly the same time. 
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I notice that in Mr. Loebenstein’s calculations, he has al- 
lowed a full year’s allowance for depreciation for the first year 
and if this is correct, it follows that the expenditure for the year 
took place on January Ist, and that the renewals would occur a 
full year sooner than shown. 

L. R. Nash (by letter): It is surprising that a matter of so 
much importance as the effect of growth upon the average con- 
dition of physical property should have received so little atten- 
tion in engineering literature. The paper on this subject by Mr. 
Loebenstein is very timely, particularly in view of the increasing 
attention to valuation studies in connection with rate regulation. 
The author’s choice of public utilities to illustrate the points 
which he develops is to be commended because of the consistent 
growth and the predominance of valuation activity in this field. 

It seems to me, however, that the illustrations which the 
author presents in tabular and curve form are not generally 
representative of average utility conditions. Most of these illus- 
trations assume growth for a very limited period of years, after 
which the property remains stable. With this assumption, 
quite wide variations are found in renewal requirements and 
per cent condition. While the author points out that each of 
the cases assumed may be considered as one group of elements of 
a composite property, he still concludes that such a property 
would show a considerable variation from time to time in per 
cent condition. 

Public utility history shows very few cases of property without 
sustained substantial growth. A few interurban railways and 
hydroelectric developments might be excepted, but the growth of 
the normal city requires continued expansion of its utilities. Even 
the case of the actual electric property, covering a period of one 
hundred years, which the author presents as an illustration, as- 
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sumes that growth ceases after three years, the remaining ninety- 
seven years showing no expansion whatever. It is not surprising 
that under such an assumption the service value of the property 
shows a fluctuation between 37.5 per cent and 69 per cent as 
found by the author. It is believed that actual conditions are more 
nearly represented with respect to fluctuations in service value 
by Curve VII which the author reproduces from Mr. Allison’s 
report on the United Railways Company of St. Louis. This 
curve, however, allows for no effect of property growth. 

The writer had occasion about two years ago to make a study 
of public utility depreciation and replacement requirements, 
particularly their relation to total property value or investment. 
The general results of this study were finally embodied in a paper 
prepared for the American Economic Association and appearing 
in the American Economic Review of March, 1916. This paper 
shows by a variety of curves the effect of property growth, and 
gives formulas and tables for computing replacement require- 
ments under certain assumed normal conditions. In connection 
with this study the writer had a table prepared showing the 
history of an assumed typical public utility for a period of one 
hundred years. The assumptions include growth at the rate of 
10 per cent per year for the first twenty years, 714 per cent per 
year for the next thirty years and 5 per cent for the remaining 
fifty years. The property was assumed to consist at all times 
of elements having useful lives uniformly distributed between 
ten and thirty years and an equal value of elements in each life 
group. A copy of that part of the table showing for each year 
the total investment, cost of replacement of discarded property 
and the relation between the two is presented as Table !. 
While this table does not directly show per cent condi- 
tion, it is believed that uniformity in annual replacement re- 
quirements implies corresponding uniformity in per cent con- 
dition if, as assumed, all replacement requirements are given 
prompt and systematic attention. A study of the attached table 
shows a surprisingly close agreement among the ratios of re- 
placement cost to total investment. There is, in fact, during 
the last twenty years of the period a variation of only about 
two per cent in the yearly percentages from their average. In 
earlier years there is, of course, less consistency because of 
changes in rate of growth and immaturity of the elements of the 
property. It is the writer’s belief that the attached table repre- 
sents fairly closely the normal condition of an urban utility, 
although the assumed uniformity in value of elements and regu- 
larity of life will not obtain in practise. This does not sustain 
the author’s conclusions that no approximation to uniformity in 
per cent condition is to be expected even if growth continues. 
As the rate of growth increases, per cent condition will normally 
increase with full maintenance but, as the author states, a large 
liquid depreciation reserve is not necessary. 

The author further comes to the conclusion that depreciated 
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values should be used in determining equitable rates, basing 
this contention upon calculations which show that depreciated 
value and depreciation reserve are together equal to capital 
investment. If adequate depreciation reserves were always 
available, there would be no question of injustice to investors in 
using depreciated value, if a full return were available from an 
investment of the reserve. There are, however, state laws 
which prohibit distribution of income from invested depreciation 
reserves to stockholders. Under such circumstances the use of 
a depreciated value would deprive the investor of an adequate 
return. 

The writer wishes to voice his opposition to the use of depre- 
ciated values in rate cases, recommending instead, full value or 
investment in connection with a sinking fund rate of accrual for 
replacement purposes. It is easy to show that under normal 
conditions the combination of a return on full value plus the 
comparatively small sinking fund accrual for replacements is ap- 
proximately equal to a return on depreciated value together 
with the larger straight line accrual for replacements. 

The depreciated value method involves several serious diffi- 
culties. The average utility does not earn an adequate replace- 
ment reserve in its early years, and with a reasonable hope of 
making up the deficiency in later more prosperous years when 
funds are actually needed, dividends are given early preference. 
The utility may fully expect to adequately provide for all the 
necessary upkeep of its property, but would be seriously em- 
barrassed by an early rate proceeding which established a de- 
preciated value before the supplementary replacement reserve 
was accumulated. Furthermore, in a rate case where the 
utility had carefully accumulated what in its judgment was a 
full depreciation reserve, it would probably be found that engi- 
neers of the supervising commission would find in their judgment, 
on examination of the property, a higher or lower depreciated 
value than that estimated by the utility. To the extent of the 
difference between the two estimates the patrons of the utility 
or the utility itself would be done an injustice in a rate proceed- 
ing. Such probable injustice is entirely avoided by using an 
undepreciated value with a sinking fund rate of accrual, which 
requires compounding of the annual contributions to the reserve 
to make up full ultimate replacement requirements. Utility and 
commission may disagree upon the useful life of physical prop- 
erty but such disagreement does not affect the investor’s return, 
involving only the amount which patrons should contribute for 
the upkeep of the property. There is usually ample opportu- 
nity of adjusting and readjusting the annual accruals for re- 
placements to meet actual requirements. If a commission finds 
that a utility has neglected to accumulate a suitable reserve, and 
at the same time has paid excessive dividends, the proper remedy, 
it is submitted, is to order a reduction in rate of dividends until 
the earlier excess has been offset rather than to permanently 
reduce the fair value of the property. 


1430 INVENTORY AND APPRAISAL [Nov. 10 


With the sinking fund method it is necessary to provide safe 
investment for the annual accruals with adequate return there- 
on. There is usually sufficient growth in public service prop- 
erties so that they may invest their reserves in their own busi- 
ness, such investments being accounted for separately from 
property for which outside investors have furnished the funds. 
The requirements for a liquid reserve are not different from those 
under the straight line method. In the long run with approxi- 
mately uniform replacements, about 60 per cent of the annual 
cost is provided from current contributions, the balance from 
income of the invested reserve which will normally accumulate 
during the early years of the business to approximately 40 per 
cent of the total investment. 

The author assumes that if a utility stops growing and cannot 
use straight line replacement accruals for the temporary financing 
of extensions, such accruals might be returned to stockholders 
in cash, as-a.part return of capital and not asa dividend. It is 
believed that such a procedure is distinctly undesirable in the 
case of public utilities. Conditions might arise in which, with- 
out material growth the original property was allowed to seri- 
ously depreciate and a large proportion of its original cost be 
returned to the investors in addition to dividends. In ease of 
unwise regulative restrictions, the investors might decide under 
such circumstances, that it would be expedient to salvage their 
property and discontinue the business rather than submit to 
further injustice. Such discontinuance of an established utility 
service would be very much against the public interest and its 
possibility should be avoided by restricting routine payments 
to investors, to interest and dividends only. 

The writer finds it helpful to think of the public service 
problem as involving three distinct interested parties instead of 
the two parties ordinarily recognized in discussions, namely, the 
public and the investor. Between these two parties at interest 
the utility itself may be distinguished as a third party. The 
utility is by no means identical with the investor. It looks to 
the investor for funds as it looks to the public for patronage. 
It is no more subject to the command of one than to the other, 
unless it be that through regulating bodies the public has assumed 
a more dominant position. The utility should be looked upon 
as the custodian of property or an agent or trustee for both the 
public and the investor. As an agent it is an intermediary in 
all transactions; it receives the customers payments for services, 
disburses a part of them for expenses, taxes, etc., distributes a 
part to the investors who have furnished construction funds, and 
should retain a part for conservation of the property and for 
contingencies. The investor has no more right to demand a 
specific return from the utility for the use of his money than the 
public has to demand a specific kind of service. That the util- 
ity is or should be trustee of funds set aside for replacements to 
which the investor has no right is a point commonly overlooked 
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TABLE I 
STUDY OF REPLACEMENT COSTS OF,A TYPICAL UTILITY PROPERTY. 


Initial property value $10,000. Is composed of twenty units of equal value. The 
first unit is discarded and replacement made at end of ten years, second unit at end of eleven 
years and third unit at end of twelve years, et cetera. New property is acquired at rate of 
10 per cent for twenty years, 7.5 per cent for thirty years and 5 per cent for fifty years 
Each yearly increase represents the addition of twenty new units and these units are dis- 
carded and replacements made after the tenth, eleventh, twelfth year, et cetera, in the same 
manner as the original twenty units. 


Cost of Ratio of replace- 
Value at Increase replacing ments to value 
beginning of during discarded at end 
Year each year year property of each year 

1 $ 10,000 $ 1,000 $ 

2 11,000 1,100 

3 12,100 1,210 

4 13,310 1,331 

5 14,641 1,464 

6 16,105 1,610 

a 17,715 1,771 

8 19,486 1,949 

9 21,435 2,143 a sas 
10 23,578 2,358 500 1.93 
11 25,936 2,594 550 1.93 
12 28,530 2,853 605 1.93 
13 31,383 3,138 665 1.93 
14 34,521 3,452 732 1.93 
15 37,973 3,797 805 1.93 
16 41,770 4,177 885 1.93 
17 45,947 4,595 974 1.93 
18 50,542 5,054 1,071 1.93 
19 55,596 5,560 1,178 1.93 
20 61,156 6,116 1,795 2.67 
21 67,272 5,045 1,474 2.08 
22 72,317 5,424 2,121 PATE 
23 77,741 5,831 1,832 2.19 
24 83,572 6,268 2,516 2.80 
25 89,840 6,738 2,266 2.34 
26 96,578 7,243 2,993 2.88 
27 103,821 7,787 2,792 2.50 
28 111,608 8,371 3,571 2.97 
29 119,979 8,998 3,429 2.66 
30 128,977 9,673 4,271 3.08 
31 138,650 10,399 3,615 2.42 
32 149,049 11,179 4,386 2.74 
33 160,228 12,017 4,728 2.74 
34 172,245 12,918 5,097 2,75 
35 185,163 13,887 4,995 2.51 
36 199,050 14,929 6,344 2.96 
37 213,979 16,048 5,884 2.56 
Be 230,027 17,252 6,828 2.76 
39 247,279 18,546 7,362 2.77 
40 265,825 19,937 8,440 2.95 
41 285,762 21,432 8,029 2.61 
42 307,194 23,040 9,640 2.92 
43 330,234 24,768 9,316 2,62 
44 355,002 26,625 11,019 2.89 
45 381,627 . 28,622 11,293 2.75 
46 410,249 30,769 12,153 . 2.76 
47 441,018 33,076 12,496 2.63 
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TABLE I 


STUDY OF REPLACEMENT COSTS OF A TYPICAL UTILITY PROPERTY. 
(Continued.) 


Cost of | Ratio of replace- 
Value at Increase replacing ments to value 
beginning of during discarded at end 
Year each year year property of each year 
48 474,094 35,557 14,922 2.92 
49 509,651 38,224 14,495 2.64 
50 547,875 41,091 16,564 2.81 
51 588,966 29,448 17,240 2.79 
52 618,414 30,921 19,108 2.94 
53 649,335 32,467 19,555 2.87 
54 681,802 34,090 22,007 3.08 
55 715,892 35,795 23,177 3.08 
56 751,687 37,584 25,494 3.23 
57 : 789,271 39,464 26,849 3.24 
58 828,735 41,437 28,946 3.32 - 
59 870,172 43,509 30,639 3.35 
60 913,681 45,684 34,931 3.64 
61 959,365 47,968 34,784 3.45 
62 1,007,333 50,367 36,699 8.47 
63 1,057,700 52,885 39,066 3.52 
64 1,110,585 55,529 41,233 3.54 
65 1,116,114 58,306 43,372 3.54 
66 1,224,420 61,221 46,192 3.59 
67 1,285,641 64,282 47,702 3.53 
68 1,349,923 67,496 50,822 3.58 
69 1,417,419 70,871 53,415 3.59 
70 1,488,290 74,414 57,315 3.67 
71 1,562,704 78,135 58,152 3.54 
72 1,640,839 82,042 62,713 3.64 
73 1,722,881 86,144 63,779 3.52 
74 1,809,025 90,451 67,180 3.54 
75 1,899,476 94,974 70,869 3.55 
76 1,994,450 99,722 74,043 3.54 
77 2,094,172 104,709 77,066 3.51 
78 2,198,881 109,944 81,482 3.53 
79 2,308,825 115,441 83,935 3.46 
80 2,424 266 121,213 89,712 3.53 
81 2,545,479 127,274 92,312 3.45 
82 2,672,753 133,638 97,208 3.46 
83 2,806,391 140,320 102,142 3.47 
84 2,946,711 147,336 109,251 3.53 
85 3,094,047 154,702 113,345 3.49 
86 3,248,749 ‘162,487 119,282 3.49 
87 3,411,186 170,559 125,027 3.49 
88 3,581,745 179,087 132,616 3.53 
89 3,760,832 188,042 138,420 3.51 
90 3,948 874 197,444 146,930 3.54 
91 4,146,318 207,316 152,658 3.59 
92 4,353,634 217,682 161,182 3.54 
93 4,571,316 228,566 168,004 3.50 
94 4,799,882 239,994 177,283 3.52 
95 5,039,876 251,994 186,168 3.52 
96 5,291,870 264,593 196,510 3.54 
97 5,556,463 277,823 205,021 3.51 
98 5,834,286 291,714 216,618 3.54 
99 6,126,000 306,300 226,128 3:52 
100 a 6,432,000 | 321,615, 237,830 3.52 
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and which, if given proper consideration, would very much 
simplify depreciation studies. 

It should be clear from the author’s paper that any full pro 
rata accrual for replacements results in a reserve which, in a 
growing property, is never used. It may be of interest to note, 
in connection with the history of an assumed utility shown in 
the accompanying table, that the annual replacement require- 
ments of this utility could be taken care of by an accrual without 
interest accumulations, started after the end of ten years, at the 
rate of 3 per cent for the next forty years, 3.5 per cent for the 
following fifteen years and 3.69 per cent for the final thirty-five 
years. Such accruals, entirely absent from the first ten years, 
not only take care of all annual requirements, but accumulate 
an unused reserve which is always slightly greater than the 
current annual requirements. 

F. C. Merriell (by letter): The matters placed in issue by 
the recent papers on appraisal and inventofy seem to be merely 
a reopening of what has always been a fruitless inquiry. The 
general nature of the decisions of courts indicates clearly that 
practise and present needs have far outrun the enlightenment of 
the judiciary in this matter. The only factor contributing in 
any great degree to the solution of the problem, which comes from 
the courts, is a grudging recognition that value is the matter in 
question rather than cost, and that generally, items of value are 
more various and inclusive than items of cost. 

For the use of courts, commissions, and the operators of prop- 
erty, an accurate inventory of property is a necessity and if 
it can be maintained continuous, it has the added advantage 
and no mean one, that all the force of the operator will be edu- 
cated in the business of appraisal. This is a lack sadly felt at 
present and the use of most inventories is greatly limited be- 
cause of it. A case in point is the inventory of a large utility, 
with which the writer was recently associated. The necessary 
field force was so unversed in the elements of value resident in 
such property that the inventory did not at all meet the require- 
ment which necessitated it, and had to be supplemented with 
much special field work to make it adequate. It was in the first 
instance, unusually accurate and complete as to quantity, but 
the saving grace of well trained and exercised judgment was not 
always apparent in the first listing. A continuing education in 
this important branch of engineering, will quite materially assist 
to a better appreciation of how constituent parts of property 
account may best be identified in inventories, and more import- 
ant still, it ought to increase the knowledge of how best to apply, 
and when most economically to expend renewal and maintenance 
funds. ’ 

In his paper Mr. Loebenstein sets up a number of paradoxical 
cases, because he makes his appeal only on the basis of physical 
cost and not upon the basis of value. In order, if possible, to 
join the issue let an extreme case be cited. 
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A pole line has been built through a desolate country and 
provides service between the communities at its ends. It is no 
matter for consideration whether the property shall have been 
a wise investment or not, but for a specific case it may be as- 
sumed that the service is adequate and that the projectors are 
making a profit. Every part of the property has however, suf- 
fered a lessening from its merchant price, by reason of the hand- 
ling incident to erection, and by its removal from the regular 
channel of trade to its present location. Thus early it begins to 
appear that the merchant price has ceased to be-a criterion of 
its value, even as property merely, and the charges which have 
been added to the merchant cost, while necessary for the specific 
service are in a very real way penalties against that cost or price 
when all the factors going to make its condition purely as prop- 
erty, are considered. 

The country being desolate and uninhabited, it may very well 
be, indeed, that the property has no commercial worth whatever, 
no matter what its physical state may be. Many such lines 
exist today which cannot be dismantled, should such a thing be 
contemplated. The poles are not numerous enough to pay to 
gather them for firewood, at the expense of the labor per pole 
involved. The more durable units of property cannot be sold 
for the cost of their collection. Irrespective of the physical cost 
or condition therefore, this property is quite worthless as such 
and neither additions to it nor extensions nor enlargements of it 
will in any case increase its worth as property, in its location. 
In this case it appears that the criterion of the value of the 
property is not its worth as so many units of various physical 
things, but in its opportunity as a conception and its adequacy 
as the realization or embodiment of that conception. 

Therefore the physical cost is an element only in so far as it 
enables the entrepreneur to demonstrate that he has done an 
adequate thing economically and that no penalty ought to be 
levied against him for the cost he has so far incurred because he 
is supplying an obvious need; and further that this physical cost 
together with all the other things he has done, appraised at their 
proper price, which make the property a utile and reliable pub- 
lic institution, are to be included in determining its value. 

It has been attempted to show that the physical cost or con- 
dition is really a minor factor in arriving at value,and if that 
inference can be drawn from the extreme case cited, what follows 
may seem logical. The physical cost having been admitted as 
one, and not the only, element of value, and specific condition 
being a mere derivative of the course of all things physical and 
the fact of their existence, a further assumption is taken. If it 
was worth for the original purpose of the undertaking, all it cost 
to place the various units of property in their present position 
and use, how can it be said from that time each such unit began 
inexorably and without qualification to become of less worth. 
.The fact which is well known and a stubborn one, that nearly 
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every kind of property passes through a long period after its 
first utilization, when the value of its service does not apprecia- 
ably lessen, is vital here, and points to the conclusion that the 
character of its use and the length of time it will continue to 
render satisfactory service, are the real criteria of its value and 
that physical appearance or condition is of little moment, except 
as it is the visible evidence of care and forethought, (or the lack 
of these) in maintaining the property. 

The fact that renewal or replacement would be necessary did 
not in the first instance surprise the entrepreneur, for he accepted 
these things as one of the necessary risks or expenses of his 
business. He has never charged himself with the duty of cre- 
ating a certain standard of appearance in his property to betoken 
a satisfactory condition, but has rather given his best perception 
to the effort to detect the first falling off from the highest standard 
of service, and has esteemed the deterioration of his property to 
be first betrayed by its failure to render that high type of service. 
He is not and never can be interested in an attempt to ascertain 
what percentage of condition as merchant property his plant 
has reached, but he is vitally interested if it appears that he must 
increase its facilities or replace some of its units to keep it doing 
what is required of it. 

If he be called upon at any time to evaluate the property, it 
is generally agreed that he has a right in its physical condition, 
which might be even better expressed if it were said that he had 
a duty to make those changes and renewals which will serve to 
maintain the standard of its usefulness. If he has accumulated 
funds for all the charges in reasonable prospect, he ought not to 
be said to own less than he formerly did. If he sell his property 
he will expect to receive the full price of it, including the amount 
of his provision for the future or he will take the sum he has so 
set aside as a part of the purchase price and the purchaser will 
thereupon have to set up a similar fund in order properly to 
administer it. Current practise thus illustrates that the concept 
of depreciation cannot make its way against the logic of actuality. 
And the property, which, having no provision for proper renewals 
and needing them, is sold, suffers in price to exactly the degree 
in which it has been neglected, thus proving in too many cases 
that the protection of regulation has not at the present reached 
that bi-lateral efficiency which has always been so strongly 
urged for it. 

The projector, when he undertakes the business has certain 
definite aims: on the one hand to supply such a commodity as 
will be acceptable to his public; on the other to gain as much as 
he may; and as a corollary of the latter he expects nothing else 
than that the business shall maintain all the necessary charges 
as well as the profit he desires, and that consensus of opinion 
called good practise, supports him in the idea that he ought, if 
he can, to make renewals and replacements in the ordinary sense 
from earnings, inasmuch as these are ordinary things, to be 
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ordinarily met. If it is right therefore to take from earnings to 
make good these things, it is wrong to contend that the earnings 
so taken are a penalty against capital and reduce it by so much. 
If the provision is not made, the capital is indeed subject to 
reduction in the amount required for—what? To replace any 
fixed percentage of physical condition? By no means. To re- 
store the service. If it were possible, there could be nothing 
more desirable than a uniform method, which could in fairness 
be applied, to assure that there was the proper intention on the 
part of the projector to continue his effort to give adequate 
service, which is the end really to be served by such provision, 
but experience demonstrates that uniformity is not in any very 
immediate prospect as a solution in this matter. 

This view of the matter of so-called depreciation is not a new 
one, the writer having first formulated it to his own satisfaction 
in a private report some five years ago. As long as four years 
ago the receiver of a large utility defended and made good his 
defense of the attitude that he would not recognize any scheme 
of artificial penalization in lieu of his forethought and skill as a 
manager. A discussion of the whole matter from quite a similar 
viewpoint and with more attention to the mechanism of the 
scheme was published by Mr. C. E. Grunsky in Vol. LX XIX 
Trans. A. S. C. E. Finally it must be said that much of the 
difficulty of the whole matter at issue will be solved when it is 
recognized as a basis, that projectors, as corporations or the 
creators of corporations, are not willing to accept cheerfully any 
less fairness than any other component part of the public is 
willing to have. 

J. Loebenstein: Referring to Mr. Nash’s discussion, I call 
attention to the fact that when appraisals are made and esti- 
mates of requirements for future renewals desired, these estimates 
are made on the assumption that end of growth has been eached. 
Our predictions of what will be necessary in the futurer are based 
on what we know of the past. It will certainly be necessary to 
revise our estimates from time to time, but these revisions will 
in turn be based upon the past. 

The Curve VII, which Mr. Nash notes, is based on the assump- 
tion that end of growth has been reached just as is Curve VIII. 

In Mr. Merriell’s discussion the statement is made: “If he sell 
his property he will expect to receive the full price of it, includ- 
ing the amount of his provision for the future or he will take 
the sum he has set aside as a part of the purchase price and the 
purchaser will thereupon have to set up a similar fund in order 
properly to administer it.’’ 

In my paper I tried to show what factors should be considered 
and in what manner the funds above referred to should be 
gathered. This cannot be done without some projected basis 
of renewals, based on the physical cost which Mr. Merriell con- 
siders only a minor factor. 
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CERAMICS IN RELATION TO THE DURABILITY OF 
PORCELAIN SUSPENSION INSULATORS 


BY HARRIS J. RYAN 


ABSTRACT OF PAPER 


The fundamental requirements in satisfactory high-voltage 
line insulators are summarized and particular emphasis is placed 
upon the need for coordinated study of service durability. 
The effect of porosity upon durability is explained in detail and 
an appeal made for the establishment of a practical porosity 
elimination test. 

The manufacture and structure of electrical porcelain is 
studied from the viewpoint of the ceramist, with many quo- 
tations and illustrations taken from the Transactions of the 
American Ceramic Society. 

The author briefly states the conclusions at which he has 
arrived and gives a very complete list of references and notes. 


URABILITY is one of several fundamental requirements ina 
satisfactory high-voltage line insulator. These require- 
dents are: 


1. Electrical Requirements. 
a. Electrical strength of dielectric. 
b. Refractoriness of dielectric. 
c. Design of electrical features. 
2. Mechanical Requirements. 
a. Mechanical strength and toughness of dielectric. 
b. Design of mechanical and thermal features and their co- 
ordination with requisite electrical features. 
3. Durability Requirement. 
Minimum attainable deterioration. 
4. Cost Requirement. 
Best insulators that the art can produce at a minimum 
cost which the practise can afford. 


The modern porcelain suspension insulator is generally ac- 
cepted in the present state of the art as meeting the above re- 
quirements to the greatest extent. In respect, to these require- 
ments the service it renders is reasonably satisfactory except as 
to durability. Effort is now being made by manufacturers and 
engineers to produce and to accept only such high-voltage porce- 

lain insulators as will not fail under ordinary conditions of use 
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or non-use in ten years or more. As yet there is no assurance 
that this result has been accomplished. If the causes of the 
failure of insulators with time were fully understood, more effec- 
tive work could be done to eliminate them. At present, after 
much effort in many quarters, these causes are known and under- 
stood only to a limited extent. 

Hardly any of the requirements of an insulator stand alone and 
unrelated to the rest. Particularly is this true of durability. 
Most of the features and of the properties of the materials that 
constitute an insulator are related to its durability. It is not 
reasonable to expect, therefore, that decided improvement in the 
durability of the insulator can be made without a thorough 
going study by which full knowledge will be developed of all 
the facts for the materials and their forms that enter into the 
make-up of the insulator. 

There are two distinct phases of durability: 

1. Ability to endure sufficiently an adopted set of acceptance 
tests. 

2. Ability to endure operating service conditions and the ac- 
tion of the elements during a reasonably long period of time, 1.e., 
ten years and upwards. 

We may for the present call the former acceptance durability 
and the latter service durability. 

Insulators must be bought and paid for largely through the 
results of acceptance tests. On account of the great length of 
time involved, few if any can be bought on the basis of an ulti- 
mate durability in service which years alone can determine. The 
present day suspension insulator was introduced nearly ten years 
ago and service durability results are now.accumulating rapidly. 
It is generally conceded that the difference between acceptance 
and service durabilities is too great and must be reduced. The 
remedy is being sought for and applied through causes of failures 
in and out of service as related to the past and present states of 
the art. A large amount of coordinated effort of all concerned and 
able to take part is required to discover these causes. The study 
of the service durability of high-voltage insulators must have a 
number of well defined and not-to-be-forgotten points of appli- 
cation in order that the greatest advance in this durability may 
ultimately be attained; they are: 

1. Insulators that have and have not failed in service. 

2. Insulators that have deteriorated when not in service. 

3. Laboratory treatments that will cause insulators to fail. 
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4. Factory materials, design and technique in relation to sub- 
sequent failure of insulators. 

5. Laboratory science studies of everything that can be per- 
ceived about the materials, their form and assembly for insulators. 

6. Coordination of all known knowledge that can have any 
possible bearing upon insulator durability. 

Studies have to be made by factory and transmission engi- 
neers and by ceramists, geologists, chemists and physicists at all 
of these specified points of application. Everywhere the work 
amounts to little more than a beginning and much more remains 
to be done if the porcelain insulator is to be made thoroughly 
reliable in practise. 

In a conference with Dr. J.C. Branner, a geologist with a wide 
knowledge of rock, clay and earth products, it was learned that 
high durability must not be expected of porous bodies even when 
they are constituted of porcelain. To retain the original integ- 
rity of clay products generally their vitrification must be carried 
far enough to make them virtually proof against the absorption 
of moisture. In witness thereof, he exhibited a porous clay prod- 
uct dish covered with an imperfect glaze. A student in biology 
for a comtemplated experiment had dissolved a salt in some water 
placed in this dish. Interest in the undertaking was then lost 
and the dish containing the solution was allowed to stand in the 
laboratory untouched for a number of weeks. In the meantime 
the solution entered quite generally into the pores of the porous 
dish body. Later as the water evaporated from the dish and 
from its porous body salt was deposited throughout the pores. 
The salt formed crystalline structures that developed excessive 
internal mechanical stresses throughout the dish. Complete ruin 
of the dish resulted, chiefly through the production of large and 
small spalls and cracks. As a structure, however, the dish had 
remained whole. In respect hereof materials in solution are 
divided into two classes: 

1. Materials that expand when passing from the liquid to the 
solid state by freezing or by crystallizing from a saturated solution 

2. Materials that do not expand in the same circumstances." 

The former materials only produce the mechanical injury in 
porous structures, though injury by electric conduction that each 
class of materials may cause, so long as any moisture remains in 
them, must ever be kept in mind. 

Regarding the claim that ample vitrification of porcelain will 


14. For references see notes at end of paper. 


1440 RYAN: INSULATORS [Nov. 24 


make it brittle and mechanically unreliable, it was learned from 
the same authority that the way out of the difficulty should be 
to select materials that would have to be vitrified at higher tem- 
peratures resulting in a greater toughness of product. As evi- 
dence thereof the production of satisfactory paving brick in our 
country was referred to. This is accomplished by ample vitri- 
fication of materials so chosen and proportioned that high tem- 
peratures must be applied for the result. The enhanced dura- 
bility of the brick is worth more than the increased cost of 
vitrifying at the higher temperatures. 

It has long been known that porcelain for high-voltage line 
insulators affords no dependable service durability when made by 
the dry process and that a fair service durability for a large 
portion of the product is rendered when made by the wet process. 
In dry process porcelain the porosity can be reduced to one per 
cent only with difficulty,! whereas in a majer portion of the high 
grade wet process porcelain the porosity is, by comparison, very _ 
low 1.e. one tenth per cent or less.2, Thus practical experience estab- 
lishes the fact that the lowest degree of porosity that the art can 
be made to produce is a service durability requirement of the 
highest importance. Porous porcelain when waterlogged be- 
comes virtually an electrolytic conductor and a failure as an 
insulator. Its failure to insulate would be less decisive if under 
the circumstances its temperature-resistivity coefficient were not 
negative in sign and so high in value. As soon as local heat is 
generated the whole current flowing through the porcelain body 
must inevitably be concentrated upon a route so narrow that 
intense heating occurs resulting in fusion or burning and the 
production of a conducting core. 

Portland cement is generally used to attach the metal pins and 
caps to the porcelain insulator bodies. The details of cement 
curing are well known. First a saturated solution is formed of the 
new cement in the excess of water present. When the insulator 
body is porous such saturated solution is absorbed. Later all 
free water evaporates and the material in solution in the pores 
of the porcelain remains as crystals producing great mechanical 
stresses as already shown. 

Insulators are carefully designed to minimize cracking of the 
porcelain body by thermal expansion stresses. With porcelain 
sufficiently porous to permit cement crystals to form within the 
body it would seem to be too much to expect of any design that 
no cracks would occur. The combination of mechanical stresses 
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produced by the crystals and by differential thermal expansions 
must inevitably produce more cracks in the porcelain body than 
from these causes acting alone. 

Porous porcelain in an insulator captures moisture in damp 
weather and liberates it in dry weather. Each weather cycle 
will deposit, however minute, a certain quota of soluble salts. 
Thus eventually salt will have accumulated in the porcelain 
body to such an extent that it must fail as a dielectric due to 
cracks in dry weather increased by sudden temperature 
changes or by electrolytic conduction in wet weather or all 
together in a manner difficult to recognize. Old cement is a 
decidedly porous body that must also tend to swell and produce 
large mechanical stresses when foreign crystals have been deposi- 
ted in its pores. It is thus seen that porous porcelain must 
eventually fail_as an insulator. Likewise the porosity of the 
cement used in attaching the caps and pins must, for much the 
same reason, be a cause that aids in bringing about the failure 
of an insulator with time. It is said that the high grade electrical 
porcelain is fired to cone twelve temperature, 1355 deg. cent.‘ 
The maker claims that an underfired body will be tough and 
mechanically reliable and an overfired body will be brittle and 
mechanically unreliable. It is a well established fact that high- 
grade porcelain underfired is decidedly porous and unfit,’ that 
from an electrical viewpoint only, fully fired porcelain has its 
pore systems amply closed (rendered vesicular) and overfired 
porcelain bodies are apt to have a “bleb”’ structure due to the 
concentration of gases sealed up in the pore system or to the 
evolution of gases in reactions that may occur.! 

In view of these things it should not be permitted to meet 
mechanical loading requirements by the expedient of underfiring 
which is bound to reduce service durability. The assumption 
that the cracking of insulator porcelain bodies may be avoided 
by annealing’ and by form design must in time be a disappoint- 
ment if porosity of porcelain and of cement is permitted.8 

The foregoing considerations indicate that acceptance tests - 
must include a practical porosity elimination test as soon as it can 
be devised. Professor Creighton has indicated® and the work 
reported in the present papers shows that slightly porous porce- 
lain does not by all ordinary means admit moisture quickly to 
any considerable portion of the body. It is true that ceramists 
take the amount of water absorbed by a porcelain as a measure 
of its porosity. However, unless the test specimen is thin it is 
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brokenfinto¥small fragments before being immersed in water. 
Even so it is quite likely that the best porosity measuring tech- 
nique of the ceramist will have to be improved upon in order to 
measure with fair exactness the low values of porosity that occur 
in high-voltage porcelains offered for acceptance. The above 
remark, that it is ordinarily difficult to cause water to. penetrate 
slightly porous unglazed porcelain, applies only to porcelain in 
bulk of insulator size. 

The hunt is being continued for methods by which slightly 
porous porcelain can be made to take up water quickly to a con- 
siderable depth thereby correspondingly decreasing the insulation 
resistance and thus to determine electrically the existence of the 
porosity without injuring the insulator. The following tests 
were applied to unmounted insulators having caps unglazed inside 
and out and which were known to be porous because their re- 
sistance rose through oven treatment. The last method tried 
and here listed for detecting porosity did not involve water 
absorption: 

1. Two insulators were immersed in live steam for four hours 
without result as to moisture absorption. 

2. They were immersed in live steam for four hours during 
which cold tap water was circulated through the interior of the 
caps without moisture absorption result. 

3. Using tap water electrodes, 25,000 continuous volts were 
steadily applied through the cap of one of these units for a period 
of two hours during which the current flowing was observed in 
the high-duty megger outfit. No change in the resistance of the 
insulator occurred, showing that moisture could not have been 
driven to considerable depths by the electrical and capillary 
forces during the time of the test. 

4. A trial suggested by Mr. J. P. Jollyman: Dried porcelain 
known to be porous and non-porous insulators were megged, 
using 10,000 continuous volts applied through the outer layer of 
the cap and megged again after soaking in tap water over night. 
The overnight soaking caused the resistance of the porous in- 
sulators, only, to be lowered decidedly. 

5. The caps of dry unmounted porous and non-porous insula- 
tors were subjected to ten kilovolts, sustained uniformly at 
325,000 cycles per second for five minutes. Temperatures of the 
outer crowns of the caps were taken immediately before and 
after the test. After immersion over night in tap water the tests 
were again repeated. The heating of the dry porous insulators 
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was slightly more than of the dry non-porous while for those 
soaked in water over night the heating was decidedly greater for 
the porous than for the non-porous insulators. 

6. Trial by gaseous conduction in lieu of electrolytic conduc- 
tion: Dry porous and non-porous insulators were megged again 
with all conditions the same except that the electrode facing the 
outer surface of the caps was constituted of ionized gas liberated 
from an adjacent needle point connected to the galvanometer 
and properly guarded. The results showed that slight porosity 
can not be located by this method. 

A look into the Transactions of the American Ceramic Society 
reveals the fact that ceramists have, in recent years, conducted 
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several investigations of electrical porcelains that are of interest 
to transmission engineers. As the contents of these transactions 
do not appear to be generally known the author ventures to 
present certain diagrams and abstracts taken from these papers. 

In a study of explorations to find porcelains that should be 
suitable for high-voltage insulators at the University of Illinois, 
Bleininger and Stull? made up about 450 separate and distinct 
specimens of clays, spars and flints varying in kind and propor- 
tions. By permission of the American Ceramic Society Figs. 13, 
14, 15, 29, 30 and 31 of the original paper are reproduced here- 
with. The first three are porosity-temperature-composition dia- 
grams and the last three are corresponding triaxial diagrams_in 
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which the dielectric strength (by slowly applied voltage required 
to puncture under oil) and composition are coordinated topo- 
graphically. These diagrams are self-explanatory though a few 
corresponding quotations from the paper are helpful. 

“All porcelain bodies absorbing not more than 0.1 per cent of 
water, by weight, upon boiling in vacuo are considered vitrified.” 

“Tennessee Ball Clay.” ‘The less refractory character of this 
clay is indicated by the large range covered by the temperature 
area below cone 10, (1305 deg. cent.)”. Figs. 13 and 29. 

“The North Carolina Kaolin offers quite a contrast to the last 
material, in as much as its vitrification area is quite small at 
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temperatures up to cone 10. The range is decidedly increased 
at the higher temperatures.”’ Figs. 14 and 30. 

“The English China Clay differs from preceding clays in that 
its vitrification boundaries slope far more gradually in spite, of 
the fact that its alkali content is not greater than that of the 
North Carolina kaolin.” . . . “It is evident that this material 
differs considerably from similar American clays in this respect 
due to its structure or fineness of grain. Its vitrification area is 
quite large.” Figs. 15 and 31. 

“Dielectric Behavior.’ The voltages have been arranged in 

_ three groups which are: less than 10,000 volts per mm., from10,000 
~ to 14,000 volts per mm.,and from 14,000 to 18,000 volts per mm.” 
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‘The electrical resistance (strength against puncture 
under oil) seems to depend more upon sound vitrification and 
good mechanical strength than chemical composition, excepting, 
of course, in so far as the latter governs the vitrifying behavior.” 
Figs. 29, 30 and 31. 

Later these studies were continued at the University of Illinois 
by B.S. Radcliffe under the supervision of Professor Stull." A 
number of decidedly porous porcelains were found having (when 
dry) high dielectric strength. The results obtained are given in 
the triaxial diagram Fig. 5 of this paper, reproduced herein by 
permission of the American Ceramic Society. Used for high- 
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voltage line insulators, however, these porcelains would in time 
become water-logged and salt laden and would eventually fail. 
Nevertheless the results are deemed of real importance to the 
transmission engineer for they corroborate the corresponding fact 
reported in the present set of papers and earlier by Bang,” viz. 
that dry porcelain when decidedly porous may possess a fairly 
high dielectric strength. Initial dielectric strength can, there- 
fore, be no complete measure of the electrical service durability 
of a high-voltage line insulator. 

In a critical study of the foregoing results in ceramics one is 
brought to the conclusion that the desirable qualities in electrical 
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porcelain, refractoriness and, therefore, toughness and vitrious- 
ness or imperviousness, are to be gained only through a high con- 
tent of flint fired at an amply high temperature. Fused flint, 
quartz or silica as it is variously called is thus indicated as the 
limiting outcome of the use of more flint and less spar and clay. 
Quartz goes gradually into fluidity only at a higher temperature 
than platinum. In giving up its crystalline structure through 
heat it is subject to an extraordinary degree of cracking, whereby 
it captures large quantities of air or other gases in the furnace."* 
It is difficult to fluidify the quartz without evaporation sufficiently 
to liberate such entrained gases. These difficulties have been 
overcome in recent years sufficiently so that chemical ware of 
fused quartz can now be afforded to a limited extent. Once fused 
and freed of-gas ‘‘blebs’’, quartz has incomparable electrical, re- 
fractory and thermal-mechanical properties. It is not injured if 
when red hot, it is plunged into cold water. When it can be 
fluidified by special treatment in:an electric furnace sufficiently 
to be cleared of all entrained gas it may then be cast in cold 
metal moulds to form high-voltage insulators. Until this can 
be done with quartz or some materials having much the same 
properties, porcelain will doubtless remain in use for such purpose. 

Wet process porcelain is roughly moulded to form in the plastic 
state, then dried to the ‘‘leatherhead”’ state, removed from the 
moulds, tooled to exact form, slowly fired and slowly cooled with- 
out further resort tomoulds. This solid vitrification without the 
use of moulds and without deformation is at once its greatest ad- 
vantage and disadvantage. The initial stages of the process 
develop a pore system in the green porcelain body that can be elim- 
inated or rendered vesicular only by the best possible technique 
applied to each and every piece in all stages of the process. Since 
this is not practicable on a large scale it is inevitable that, in the 
factory production of high grade electrical porcelain some of the 
low grade must be produced along with it. The importance of 
all improvements and of tests for the elimination of structurally 
imperfect and appreciably porous porcelains and of the operating 
strategy of thoroughly shuffling the finished insulators so as to 
minimize the likelihood of more than one unrecognized defective 
insulator being mounted in the same string is made manifest by 
a study of these results obtained by the ceramists. 

An investigation by Weimar and Dunn" undertaken in the 
department of ceramics of the University of Ohio yielded valuable 
knowledge as to the manner in which insulating. qualities of 
porcelains vary with temperature. They give a table found in 
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the Transactions of the Royal Society of London. It includes 
temperatures and corresponding specific resistances of a “‘porce- 
lain” ranging from 1.63 deg. cent. to 81.93 deg. cent. Inspection 
of the contents of the paper reveals the fact that porcelain as 
here reported lost resistivity within the stated temperature 
range at the uniform logarithmic rate of 100 to 1 for the actual 
values in a rise of temperature of 51.2 deg. cent. The corres- 
ponding average value obtained from the results of Professor 
Clark as reported in his present paper is 46 deg. cent. rise in 
temperature. Considering the circumstances these resistivity- 
temperature relations are in fair agreement. 


By permission of the American Ceramic-Society 
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-Weimar and Dunn state that their work “covered that region 
known as the ‘critical temperature’ or that temperature at which 
porcelain ceases to be an insulator and becomes a conductor and 
to a small extent the effect of composition upon the same.” The 
results obtained are charted in Fig. 6 reproduced from the paper 
by permission of the American Ceramic Society. The test speci- 
mens were cup-shaped 0.15 in. (8.8 mm.) thick heated in* an 
open “electric furnace’? and punctured with 60-cycle voltage 
steadily increased to the rupturing value. Seba 

Having in mind the heat resisting duty that porcelain in high- 
voltage insulators is expected to render when some forms of line 
“trouble” occur, it is a shock to one when he comes across these 
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results for the first time. Above 300 deg. cent. it was found that 
the porcelains retained virtually no dielectric strength and that 
all applied voltage was consumed in setting up current through 
the test specimen functioning as an electrolytic conductor. 
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CONCLUSIONS 

1. Appreciably porous porcelain should not be employed for 
suspension insulators. Under the action of the elements their 
failure must occur in due course of time. 

2. Cement used for setting up cap and pin-type suspension 
insulators should be non-porous or rendered non-porous for rea- 
sons set forth. 
~ 8. Recognition of porosity as a contributing cause of suspen- 
sion insulator failures has not lessened the importance of design 
features that reduce cracking through differential thermal expan- 
sions and failure through electrical overstresses and the heat-of 
heavy flash-overs. 

4. Defective materials in otherwise well designed and manu- 
factured insulators have been responsible for most of their service- 
durability failures. 

5. Clear fused quartz appears, technically, to be a desirable 
substitute for porcelain in the construction of suspension insu- 
lators. 
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EXPERIMENTS ON PORCELAIN SUSPENSION 
INSULATOR UNITS 


BY J. CAMERON CLARK 


ABSTRACT OF PAPER 


The author gives a very complete description of the experi- 
ments on porcelain suspension insulator units carried on at 
Stanford University by him and his assistants under the direc- 
tion of Prof. H. J. Ryan. He explains the preliminary organi- 
zation necessary, the scope of the tests, and the unusual equip- 
ment required to measure the very high resistance of sound, dry 
insulators. Preliminary resistance measurements were made 
on all normal batches of porcelain units and the results tabulated, 
as also were results obtained when the units were subjected to 
mechanical stress, to voltages ranging from 1,000 to 30,000, to 
temperature variation. Another set of tests was made to deter- 
mine the effect of moisture in insulators. Drying insulators for 
a few hours in an oven at 150 deg. cent. produced very conclusive 
results of the effect of moisture in lowering resistance. Attempts 
were made to water-log units by soaking, by soaking with a tem- 
perature cycle applied, by subjecting units under various condi- 
tions to a steam pressure of 60 lb., and by a vacuum treatment of 
insulators before soaking. A brief statement is given of the con- 
clusions arrived at. 


INTRODUCTION, ORIGIN OF, AND ORGANIZATION FOR THE WORK 


HE WORK of Prof. Ryan. The work of Prof. Harris J. 
Ryan at Stanford University in the winter of 1915-16 demon- 
strated both the feasibility and the desirability of measuring the 
insulation resistance of suspension insulator units having resis- 
tances in the range between 5000 megohms and several millions 
of megohms. To illustrate: It was shown by Prof. Ryan that 
certain units having insulation resistances of, say, 15,000 
megohms could be punctured in the air on 60-cycle voltage. 
The ordinary portable megger of 5000-megohms maximum scale 
reading will give a reading of infinity for such a unit, as it is 
unable to differentiate between units of 6000 and 1,000,000 
megohms, whereas a dry, sound porcelain insulator will have a 
resistance of the order of 1,000,000 megohms or one “‘megameg- 
*These values, as well as all other resistance values contained in this 
paper, are referred to a temperature of 20 deg. cent. unless otherwise 


mentioned. 
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ohm’. Prof. Ryan also disclosed the fact that some units be- 
come much lower in insulation resistance when subjected to 
prolonged soaking in water. 

Organization for tests. This work stimulated much thought 
among high-voltage engineers and, in particular, it aided in 
crystallizing a desire among them to develop a method by which 
it would be possible to detect faulty units with certainty, thus 
rendering it possible to avoid their installation. Accordingly, a 
committee of engineers was formed in May, 1916 to undertake 
experimental investigations of suspension insulator units, having 
as their broad purpose the production of test methods by which 
to detect with certainty and celerity all units which are electric- 
‘ally weak. Obviously, there is much difference of opinion on the 
classification of insulators as electrically ‘“weak’’ and ‘‘strong’’. 
It is held by the committee, however, that any unit which is 
either weak at time of test or gives any indication whatever of 
the capability of developing weakness through lapse of time is 
to be condemned as weak. 

The financial support of the work has consisted in contribu- 
tions from a number of the California power companies. These 
companies, besides certain insulator manufacturers, have con- 
tributed liberally in test-specimens which will be found illustra- 
ted and briefly described in connection with ‘‘Preliminary Resist- 
ance Measurements”’. 

The facilities of the electrical laboratories of Stanford Univer- 
sity were placed at the disposal of the committee during the three 
summer vacation months of June, July, and August, 1916; and 
the writer and assistants were employed during this period to 
prosecute the testing work. 


EXPERIMENTAL WORK 

Scope of Tests. In addition to the measurement of the in- 
sulation resistance of every insulator unit in the condition in 
which it arrived at the laboratory, the summer’s work consisted 
largely in attempting to determine the influence of certain im- 
_ portant physical conditions of the insulator units upon their 
insulation resistance. The physical conditions which have been 
_ thus investigated are; mechanical stress, electrical stress (using 
continuous voltage), temperature, iocied moisture. 
The High-Voltage Megger. Since the resistance of a sound, dry 
_ porcelain insulator at ordinary air temperature is exceedingly 
large (of the ordeh of 10” ohms), it became necessary to provide 
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rather unusual equipment with which to measure this quantity. 
Without entering into a discussion of the possible apparatus for 
this purpose, it may suffice to say here that it was decided to 
employ 25,000 volts continuous pressure current through the in- 
sulator, and to use as sensitive a D’Arsonval type galvanometer 
as could be had conveniently, to measure the current. 

The pieces of apparatus which, taken collectively, may be 
called the high-voltage megger are shown diagrammatically in 
Fig. 1. 7 is a 33-kv. transformer which supplies charge to the 
air condenser C, at high voltage through the kenotron K. T> is 
an insulating transformer through which the heating current is 
furnished to the cathode filament of the kenotron. The contin- 


Fic. 1—Hicu VoLttTaGE MEGGER—CONNECTION DIAGRAM 


uous high voltage is impressed upon the insulator at S through 
the resistance R which is provided as a protection to the kenotron 
against a possible short-circuit of the load at S. R is adjusted 
to allow only full-load current for the kenotron to flow on such 
a short-circuit, and with 25,000 volts on the circuit. The gal- 
vanometer G is connected in the test circuit next to ground. 
The connections from the low-voltage side of the insulator to the 
galvanometer are described in detail below. 

The use of 25,000 volts on the insulator results in an amount of 
surface leakage vastly in excess of that which occurs with the 600. 
to 1000 volts ordinarily used in megger tests. Most of this leak- 
age is in the form of corona, and hence cannot be eliminated by 
any amount of careful cleaning of the surface of the insulator. 
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It is accordingly necessary to conduct all such strays directly off 
to ground by a path around the galvanometer. Fig. 2 shows the 
scheme used. Whenever possible, ordinary tap-water is used to 
make connection to uncemented porcelain blanks, and to make 
guard-rings, as it is very convenient in application. With units 
unprovided with petticoats, a felt ring saturated with water is 
laid on as a guard-ring, and the can guard is set directly on top 
of this felt ring. A grounded lead sheath protects the entire 
length of the wire running from insulator to galvanometer, while 
the instrument is remote enough 
No. 14 Wire to from the high-voltage parts of 
eee a the circuit to be immune from 
stray currents through the at- 
Grounded Sheath mosphere. 
Adjustment of the megger 
Positive Connection fom VOltage is secured by means of 
) Gan Guard ese" an auto-transformer with multi- 
tap secondary feeding through 
a controller into the primary of 
the 33-kv. transformer, while a 
voltmeter connected across this . 
primary serves to determine the 
megger voltage, a calibration 
curve of the megger in terms of 
the primary voltage having been 
secured by means of a 7-inch 
(17.7-cm.) sphere gap. 
Preliminary Resistance Meas- 
urements. Table lisa summary 
of the resistance measurements 
made on all of the normal 
batches of porcelain units immediately upon their arrival at the 
laboratory. The UK units are uncemented blanks of the same 
make and year as the assembled units of the J series. The UH 
units are blanks corresponding in every way to those used in the 
assembled H units. The photographic reproductions, Figs. 3° 
to 10 inclusive, illustrate all the types of units listed in the table. 
_ Table I also contains letters designating which insulator units are 
from a common maker. To illustrate: Units G,H, and H M 
were all made by the same manufacturer, C. It will thus be seen 
that the porcelain products of four different makers, A, B, o and 
D are Reptescoteds in the tests. 


High Grade Insulation 


Water Terminais 


High Voltage 
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In addition to the units of Table I, reference is made in this 
paper to various members of three additional small groups of 
units; namely, the U B, B M,and F groups. Of these the UB 
and B M units are specially selected soggy specimens of the 
same make and date as the BL series of Table I. The F units 
are of a new material, not porcelain. Fig. 11 shows the temper- 
ature-resistance characteristic of this material as exhibited by 
unit F5. Fig. 13 is a photograph of an F unit. 

Pull-Resistance Studies. A testing machine was used to sub- 
ject the units to mechanical stress to determine whether this 
would affect their resistance. Pulls ranging from 0 to 5000 
lbs. (22679. kg.) were applied to each kind of unit, but in no case 
was there any change in resistance from that obtaining for the 
unit in the mechanically unstressed condition. 

Voltage-Resistance Studies. Some work was done using the 
high-voltage megger to ascertain whether the resistance of a 
unit 1s constant over the range 1000 to 30,000 volts. In any 
case where this source has been used, there has appeared to be 
practically no variation in insulation resistance over the range 
mentioned. However, some earlieravogk was done in the megg- 
ing of very soggy units in which continuous voltages below 750 
volts were used in order to hold the galvanometer current down 
to safe values. In every case where such a unit was later megged 
on 25,000 volts, the resistance thus determined is much lower 
than that obtained on the lower voltage. Table II shows results 
thus secured. 


TABLE II 
Unit No. Test Vottage Resistance, 
megohms 
BL19 110 13,000 
25,000 820 
56 A6 415 21,000 
25,000 6,900 
BL 105 625 13,000 
25,000 8,300 
BL68 635 8,300 
25,000 2,200 
844 730 60,000 
25,000 20,000 
8A2 740 73,000 
25,000 42,000 
7 
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It is not clear why there should be a difference between the resis- 
tance values obtained for these units at low voltage and at high 
voltage since quite a variety of low- and high-resistance units 
tested over a range of 1000 to 30,000 volts have shown no varia- 
tion of resistance over that range. 

Temperature-Resistance Studies. Early in the work it was 
brought forcibly to the attention of the test force that the tem- 
perature of an insulator is a factor of the greatest importance 
in its behavior under the megger test. To illustrate this point, 
Table III is presented. 


TABLE III. 


| 
| Resistance as first |Resistance as later 
Unit No. | measured, measured, 20 
megamegohms deg. cent. 
megamegohms 


1 A3 125 1.03 
1A4 1.04 0.99 
1A5 1.09 1212 
[Pe eee 0.93 1.09 
feAnT Gy 0 .60 0.74 
1A8 | 2.08 1.01 
2Al 0.83 i 


The second column gives results which were obtained before 
the influence of temperature upon the resistance of an insulator 
was fully appreciated. The units had been lying in the hot sun 
for about an hour for the purpose of drying following a washing 
which had been given them. They had then been brought into 
the laboratory and laid on the floor for various lengths of time 
ranging from 15 to 45 minutes before being megged. It was then 
assumed that the room temperature (25 deg. cent.) could be 
taken as the temperature of the units without much error. The 
third column gives later results obtained after the units had 
reached a carefully determined steady temperature of 20 deg.cent. 
The lack of concord between the results in the second and third 
columns shows clearly the necessity for more careful work in 
this respect and, together with other similar observations, in- 
dicated the need of making a rather careful study of the resistance 
of porcelain as a function of temperature. An oven was there- 
fore constructed which makes it possible to heat up eight units 
simultaneously and to megg them conveniently one after another 
on 25,000 volts continuous. All units rest on a common grate 
upon which is impressed the high voltage. Eight low-voltage 
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connections pass out through the thick heat-insulated wall of the 
oven to a terminal board at which the galvanometer lead is con- 
nected to any unit desired. The temperature is determined by 
10 carefully calibrated resistance coils wound of No. 34 copper 
wire having heavy leads brought out for convenient connection 
to a Wheatstone’s bridge. The coils are placed at the height 
of the porcelain of the units and are otherwise at locations so 
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chosen within the oven as to make it possible to judge of the 
resistance of a unit with a precision ranging from 0.2 deg. cent. 
at 25 deg. to 1 deg. at 65 deg. 

The results of the study of six different insulator units are 
shown in the curves of Fig. 11. An exceedingly rapid rate of 
decrease of resistance with increasing temperature is shown by 
all the units, and this rate is substantially the same for all the 
different makes of porcelain insulators investigated. Fig. 12 is 
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a curve derived from the temperature-resistance curves of porce- 
lain units which has been found very useful in reducing to a 
common temperature basis of 20 deg. cent. resistance measure- 
ments made-over a temperature range of 17 to 27 deg. cent. 


MOIsTURE IN INSULATORS 


Results of Drying Out Insulators. That some high-voltage 
porcelain absorbs enough moisture to lower its resistance is 
shown conclusively by the results of drying numerous insulator 
units for a few hours in an oven at 150 deg. cent. All the insu- 
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lators investigated in this way fall naturally into three classes 
(see Table IV) as determined by the effect of the drying upon 
their resistance; viz., (a) those practically unaffected by any 
amount of drying, (b) those raised in resistance by 20 to 400 per 
cent, (c) those enormously raised in resistance, 7.e., hundreds or 
thousands of times. A result of this natural division of the units 
has been for the test force to call classes (a), (b), and (c) respec- 
tively ‘“‘non-porous’’, ‘“‘ slightly porous”, and ‘‘very porous”’. 
Attempts to Water-log Units. It is obvious that a very easy 
laboratory test for the detection of porosity in an insulator is the 
high-voltage megger test, provided the insulator 1s already water 
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logged. However, many, if not all, very soggy units (i-e., units 
reading below infinity on the 5000- megohm megger) may be 
raised by a few hours drying to an apparently perfect condition 
in which they pass a 60-cycle dry spark-over test in air. It has 
accordingly been regarded as essential that a method be found 
by which porous units may be made to take up water quickly 
inasmuch as any test which consumes weeks or months of time 
in order to establish porosity cannot be considered to have prac- 
tical or commercial value. 

Early in the work, the soaking of porcelain units in water at 
ordinary atmospheric temperatures was undertaken, but it be- 
came evident that, by this method, water enters wet-process 
porcelain units with extreme slowness, even in the case of units 
which have been called in the laboratory, ‘‘very porous”. 

It was then suggested that, along with the soaking, a temper- 
ature cycle be applied. It was the idea that there might exist a 
sort of breathing actioncaused by volumetric changes of the 
material under changing temperatures which would draw water 
into the extremely attenuated pores of the porcelain. Accordingly, 
five units which were believed to have varying degrees of porosity 
were selected and put through the following cycle; Put into tub 
of water and water brought from 30 deg. cent. to boiling, 1 
hour; water being boiled, $ hour; water being cooled to 30 deg. 
1 hour, units cooled in ‘‘cold tank’”’, (20 deg. cent.), 4 hour. 
This cycle was repeated two or three times per day. The results 
are shown in Table V: 


TABLE V. 
“ACCELERATED SOAKING’’—RESISTANCES IN MEGAMEGOHMS, 
Total cycles ! UB3 UBS U B13 U BlA4 Oak i3. 
0 0.75 0.73 0 .0085 0.53 0 .80 
1 0.55 0.41 0.011 0 .36 0.62 
2 O .66 0.57 0 .030 0.39 0.80 
3 0.61 0.55 0.021 0.36 0.76 
5 0 .66 0 .84 0 .046 0 .36 1.27 


As shown by the table, the only positive effect of this process 
was to raise the resistance of some of the units treated. This is 
no doubt due to a rapid driving out of water from the porcelain 
during the boiling part of the cycle. 

Another ‘“‘accelerated soaking” test was next attempted in 
which the boiling part of the cycle was eliminated, the water 
being carried to a maximum temperature of 75 deg. cent. The 
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same five units used in the previous test were subjected to this 
modified test. The results are shown in Table VI. 


TABLE VI. 
MODIFIED ACCELERATED SOAKING—RESISTANCES IN MEGAMEGOHMS. 

Total cycles U B3 U Bd | U B13 U Bl4 UK 13 
0 0.82 0.72 0 .032 0 .34 0.99 

5 0.76 0.65 0 .0039 0.18 1.01 

8 0.71 0.63 0.0021 0.115 0.98 

16 | 0.72 | 0.65 0.0011 0.072 0.94 

24 0 .82 0 .66 0 .00074 0.025 0.99 


It is seen from Table VI that the rather porous units U B13 
and U B14 are rapidly brought down in resistance by the 24 
cycles of treatment, but that the slightly porous unit U K 13 has 
not been affected at all. 

It was suggested that the entry of water into the pores of 
porcelain might be expedited by keeping one side of the porcelain 
exposed to the atmosphere while water is applied to the other, it 
being the theory that the application of water to both sides of the 
unit traps a certain amount of air within the pores effectually pre- 
venting the entire filling of the pores with water. To test this 
theory, two very porous units were selected and water was ap- 
plied to one side of each. With a cemented unit, B M 30, the 
insulator was inverted and water was simply poured around the 
pin within the inner skirt of the unit and allowed to remain there 
for about two weeks. In the case of the other unit, U B 18, 
which is an uncemented porcelain blank, a rig was devised by 
which the pin cavity was filled with water and kept under 60 lb. 
per sq. inch (4.2 kg. per sq. cm.) pressure for about 30 hours. 
In neither case was there any material acceleration of the water 
absorption beyond that which would occur with ordinary soaking 
of the entire unit in water. 

Since the negative results obtained in the application of water 
to one side of porcelain units may imply that the pores of the 
material are of such minute section that water enters them rapid- 
ly when in gaseous form, it was concluded to try the application 
of steam to one side of a porous unit. The test rig mentioned 
in the previous paragraph was therefore modified to permit the 
unit to be heated from the outside hot enough to generate steam 
within the pin cavity while the latter is kept filled with water at 
60 lb. per square inch pressure. Thus steam at 60 Ib. (27.2 kg.) 
pressure is applied to the inner surface of the pin cavity. Unit 
U B 18 was given two hours of this steam treatment. Megohm 
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readings taken just before the test, and again as soon afterward 
as the unit had become cold are respectively 310,000 and 1050. 
This shows a remarkably rapid lowering of the resistance. This 
test was also applied to unit U K 13 which had been considered 
to be aslightly porous unit from the results of the first “accelerated 
soaking” test, see Table V. However, megger readings taken 
just before three hours treatment of the unit and afterward as 
soon as the unit had become cold show in each case a resistance 
of 0.85 megamegohms. 

Vacuum treatment just before soaking has been tried with a 
number of units believed to be of varying degrees of porosity. 
The results of one such test are shown in Table VII. 


TABLE VII. 
VACUUM AND PRESSURE TREATMENT—RESISTANCES IN MEGAMEGOHMS., 


Unit No. Resistance in megamegohms Remarks on previous status of unit. 


Aug. 16 Aug. 17 Aug. 18 


U B2 0.00052 0.00028 0.00019 |Considered “very porous’ because of 
rapid lowering of its resistance in cold 
water soaking. 

C 76 0.123 0.0101 0.0029 |Considered ‘‘very porous’’ because its 
resistance lowered rapidly when stored on 
concrete floor in a cool place. 

Cot 0.79 0.94 1.00 Considered ‘‘slightly porous” as its resis- 
tance rose decidedly when stored in a 
warm, dry place. 

G 50 1.69 1.61 1.74 Considered ‘‘slightly porous’’ because its 
resistance rose somewhat due to drying 
in oven. 


G 60 1.69 1.79 1 63 Same as G 50 
G71 1.69 1.50 1.61 Same as G 50 
G81 1.51 1.45 1 .42 Same as G 50. ze fe J 


The values of resistance for Aug. 16 were obtained just prior 
to placing the units in the vacuum tank. On Aug 16, the units 
were put under a 25-inch (63.5 mm.) vacuum for 1$ hours, and 
while the vacuum was maintained, water was run into the tank 
until the units were covered. The water was allowed to remain 
over the units at atmospheric pressure over night (15 hours), and 
the results for Aug. 17 were then obtained. A 25-inch vacuum 
was again applied to all the units for five hours which was fol- 
lowed up immediately by water, the vacuum being maintained 
until the tank was filled with water. The water was kept under 
the supply pressure of 60 lb. per sq. inch above atmosphere 
over night (14% hours), and the values of Aug. 18 were then ob- 
tained. As shown by the table, decided lowering of resistance 
occurred only in the cases of the “very porous” units. 
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With but two exceptions, the methods which have been tried 
in attempting to water-log units rapidly have been fairly success- 
ful in the cases of units known to be very porous. These two 
exceptions are the ordinary soaking in cold water and the attempt 
to accelerate water-logging by heating and cooling wherein boil- 
ing occurred during the cycle. However, no method has yet been 
found by which the slightly porous units can be made to take 
water rapidly. That efforts to this end have failed is remarkable 
in view of the fact that the water may be driven out of such units 
in a very few hours by heating them at 150 deg. cent. Whether 
these insulators would deteriorate in actual line service is a de- 
batable question, the discussion of which lies outside the scope 
of this paper. 

CONCLUSION 


Much of the work of the summer has been concerned with the 
study of moisture absorption in porcelain insulators as indicated 
by their insulation resistance. This is largely due to the fact 
that few other characteristics of the specimens submitted have 
seemed so much worth while investigating as their porosity. In 
this connection, it is important to note that very little trouble 
with cracking due to expansion of metal parts is in evidence 
among the specimens, even among the older batches of units 
wherein little attention was evidently given to this subject. 
Some 60 assembled units of various makes have been subjected 
to temperatures ranging from 110 deg. to 150 deg. cent.—much 
higher temperatures than are ever encountered in service. 
Among these units were 30 selected as being most likely to crack 
owing to bad design wherein no provision was made at the base 
of the cap next to the disk for expansion of the cap. Out of the 
60, only 3 units have failed by cracking; namely, Nos. BL 94, 
C9, and C 76,— all of old design. 

Inasmuch as the real factors which contribute to the weakness 
of many porcelain insulators are now much better appreciated, 
it is felt that some progress has been made toward achieving the 
broad purpose of the investigation; namely, to develop ready, 
sure and simple methods by which to detect the weak insulator. 
It is at the same time realized that a great amount of work re- 
mains to be done, and it is hoped that many others will devote 
themselves to this problem which it seems so necessary to solve 
if confidence is to attend the continued use of the porcelain high- 
voltage insulator. 


Presented at a section meeting of the American 
Institute of Electrical Engineers, San Francisco, 
Cal., November 24, 1916. 


Copyright 1916. By A. I.E. E. 


INVESTIGATION OF SUSPENSION INSULATOR 
DETERIORATION 


BY J. E. WOODBRIDGE 


ABSTRACT OF PAPER 


_ This paper gives an outline of the investigation of suspension 
insulator deterioration undertaken by Professor H. J. Ryan and 
Assistant Professor J. C. Clark, and explained farther in their 
papers. It cites the origin of the investigation, the limiting fac- 
tors encountered and methods employed to overcome such handi- 
caps. 

The results of this investigation are admitted as disappointing 
and inconclusive on the causes of deterioration, although several 
causes previously considered probable have been eliminated. 


HE TROUBLES experienced by operators of high-voltage 
transmission lines, due to deterioration with age of the 
dielectric strength of cemented porcelain suspension insulators, 
combined with the inability of ceramists and engineers to agree 
upon a satisfactory explanation of such deterioration, have 
induced the power companies of California to join forces in a 
scientific investigation of this deterioration. The results of this 
study, in so far as results have been obtained to date, are present- 
_ed in full in the accompanying papers by Professor Harris J. 
Ryan and Assistant Professor J. C. Clark. The companies 
interested in this investigation to the extent of contributing to 
the expense of same are; the Pacific Gas and Electric Company, 
Pacific Light and Power Corporation, Sierra and San Francisco 
Power Company, San Joaquin Light and Power Corporation, 
and the Southern California Edison Company. 

The investigation began as the outcome of discussions on the 
subject between Mr. J. P. Jollyman, of the Pacific Gas and 
Electric Company, Mr. H. A. Barre, of the Pacific Light and 
Power Corporation, and the writer, representing the Sierra & 
San Francisco Power Company. These discussions resulted in a 
conviction that megohm values of infinity determined by the 
commercial megger, that is, anything above 2000 or 5000 
megohms, covered a wide range of porcelain values, an investiga- 
tion of which might develop insulation resistances characteristic 
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of durable versus non-durable porcelain. It was even thought 
that if deterioration is due to porosity, and if suitable apparatus 
could be developed for measuring much higher insulation resist- 
ances, a characteristic resistance might be found for porous porce- 
lain, even when dry. It is obvious that if these hypotheses had 
proved correct, it would be possible for insulator makers to 
measure such porosity by electrical means in new porcelain, and 
determine in advance what insulators would deteriorate, which 
would in turn allow them to determine what method of manu- 
facture would produce the most durable product in this respect. 

It was also the idea of these engineers that insulation re- 
sistance measurements made under dielectric stresses more nearly 
approximating those of commercial service than the 1000 volts 
of the commercial megger might be of correspondingly greater 
value. The inherent difficulties of such measurements with 
alternating voltages, due to the extremely low power factor of ° 
insulator leakage, at once suggested the use of the kenotron for 
the supply of continuous current at the voltages desired. 

A paper presented by Professor Ryan before the San Fran- 
cisco Section of the Institute on March 31, 1916, described such 
measurements made at Stanford University under a pressure of 
4000 volts d-c. derived from a kenotron with a sensitive 
galvanometer, the combination giving a range up to 800,000 
megohms distinguishable from infinity. This equipment as 
then developed by Professor Ryan obviously extended the range 
of meggering to values 160 times greater than those of the com- 
mercial megger. A further extension of this line of investigation 
was then proposed to Professor Ryan with the request that he 
obtain the consent of the University authorities for the use of 
the high-tension laboratory and its equipment for this study 
during the 1916 summer vacation. Professor Ryan obtained 
this privilege and agreed to serve as a member of the committee 
having charge of the work, to which service he devoted the 
greater portion of his time during the vacation period. The 
necessary funds were contributed by the above mentioned 
companies and the work was started under the direction of 
Professor Ryan, the above mentioned engineers, and Assistant 
Professor J. C. Clark, who was employed actively on the work 
with assistants throughout the summer. Insulators were con- 
tributed by the various power companies above mentioned and 
by the Great Western Power Company, also by several manu- 
facturers, usually in lots of 100, these insulators being of all the 
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well known makes, and, in so far as possible, of various ages, 
colors and previous conditions of servitude. 

The results of this investigation to date may at the outset be 
admitted to be disappointing, as the ambitions of the promoting 
engineers have not been realized. Water logged elements have 
been dried out and restored to insulation resistances equal to 
those of the least porous. By the use of continuous current at 
25,000 volts and of galvanometers of great sensitiveness, infinity 
has been thrown above the resistance of any single piece of 
porcelain procurable, measurements being possible up to ten 
million megohms. As might be expected, this has been accom- 
plished only by the exercise of great care and ingenuity in the 
matter of guarding against leakage. The characteristic resistance 
of porcelain suspension insulators of common shapes and sizes 
has been found-to run between one-quarter and one and three- 
quarters million megohms. 

Conclusive positive information on the causes of deterioration 
has not been obtained, but considerable negative information 
has practically eliminated several causes previously considered 
probable. Mechanical loads have been proved to have little or 
nothing to do with the case. Stresses set up by expansion and 
contraction with temperature changes appear to have little or 
nothing to do with deterioration in properly designed and 
annealed elements. There are indications that these stresses are 
as great in insulators without attached hardware as in those 
complete with cemented metallic attachments; also, that such 
stresses are as great in porous insulators as in those more thor- 
oughly vitrified. 

A study of porosity has shown that much, if not all wet process 
electrical porcelain is slightly porous, some of this porcelain being 
more suitable for filtration use than for the exclusion of moisture. 
Aside from this exception, the term “‘slightly porous” here means 
porous to such an extent that moisture may in the course of years 
creep into minute crevices, forming conducting paths which 
eventually reduce the distance between terminals of the insulator, 
' (Considering such paths as conducting extensions of terminals 
into the mass of the porcelain) until the dielectric stresses be- 
tween terminals will rupture the intervening material. Local 
heating in the non-porous barriers separating such conducting 
paths probably assists the final failure of the remaining dielectric 
strength. This investigation has shown that porcelain has an 
extremely high negative rate of change of resistance with tem- 
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perature. Of the specimens tested, the rate of change may be 
stated as a loss of 99 per cent of the resistance with a rise of 45 
deg. cent. from ordinary temperatures. 

This partial porosity has so far been found extremely difficult 
of detection. We have found it impossible to devise any means 
of materially hastening the absorption of moisture above the 
rate inherent in ordinary line use, which often requires several 
years before the deterioration is apparent. 

The difficulty in making porcelain bodies absolutely impervious 
to moisture is obviously due to the fact that porcelain by the 
very nature of its formation cannot be completely liquified in the 
process of vitrification as can other materials, such as glass. 
This leads to the consideration of materials having the desired 
mechanical and electrical qualities, which can be liquified and 
cast ina mold. Of these the most promising in both electrical 
and mechanical characteristics that has been brought to the 
attention of the committee is fused silica. This material has a 
high dielectric strength, and an extremely low coefficient of 
expansion with temperature. Its behavior when subjected to 
high dielectric stresses of sustained high frequency gives promise 
of very desirable characteristics in the qualities of dielectric 
strength, local heating under high potentials, and change of 
resistance with temperature. 

It is the wish of the committee that others investigating this 
subject, or in a position to do so, may benefit by the ideas 
developed by this committee’s work to date, and may carry on 
the work along the various lines indicated, which this committee 
has not been in a position to carry to completion. 


Presented at the Chicago Section meeting of 
the American Institute of Electrical Engineers, 
November 27, 1916. : 


Copyright 1916. By A. I. E. E. 


TEMPERATURE DISTRIBUTIONS IN ELECTRICAL 
MACHINERY 


BY B. G. LAMME 


ABSTRACT OF PAPER 


_ The paper deals with certain fundamental principles govern- 
ing heat distribution and temperature in electrical apparatus. 
The general problems of heat generation, heat flow and heat dis- 
sipation, upon which the resultant temperatures depend, are dis- 
cussed at-some length. The various paths of heat flow and the 
effects of the heat resistance of such paths are discussed. The 
.effects of rapid heat flow on the equalization of the temperatures, 
and on their measurement, are considered briefly. Some of the 
fallacies in temperature guarantees and in temperature indica- 
tions are pointed out. Some of the more common errors in the 
methods of measurement are described. In conclusion it is stated 
that no hard and fast rules can be made to cover the facts, except 
in a very general way, and that commercial temperature measure- 
ments should be considered as approximate, this being permis- 
sible because there is no sharply defined line between good and 
bad. 


HE LAWS governing heat flow and temperature distribution 
are so similar, in many respects, to those governing electric 
current flow and electric potentials, that it is rather surprising 
that the former have received so little attention in comparison 
with the latter. Some of the laws of heat flow are so well recog- 
nized that their application to the problem of temperature dis- 
tribution in electric apparatus should have been a leading feature 
in the early developments in such apparatus; whereas, on the 
contrary, it is only recently that very careful study has been 
made of such application. 

One object of this paper is to indicate, in a comparatively 
simple manner, some of the conditions which fix the tempera- 
tures in different parts of electric apparatus. | Before going into 
the general problem, certain simple conditions may be stated, 
such as: 

1. The heat flow between two points is proportional to their 
temperature difference and to the heat resistance of the path or 
paths between them. Note the resemblance to Ohm’s law. 

As a corollary to the above, it should be evident that between 
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two points at the same temperature, there should be no flow of 
heat. 

2. The total temperature drop between any two points or 
media of different temperatures will be the same through all 
paths of heat flow. 

3. There are no true non-conductors of heat, and, conversely, 
no perfect conductors. 

4. Heat conduction and electric conduction bear-some quan- 
titative relation to each other, in the broad sense that all electric 
insulators are relatively poor heat conductors, while good electric 
conductors are correspondingly good heat conductors. There 
is apparently no rigid relation between the heat resistance and 
electric resistance of the various materials used in electric ma- 
chinery, but the general relation holds and there are apparently 
no radical exceptions. 

5. The rise in temperature at any point, due to generation 
of heat, is dependent (a) upon the total heat generated, and ‘(b) 
upon the amount of heat which can be carried away along all 
available paths per degree of temperature difference. The tem- 
perature will rise until the heat dissipation equals the heat 
generation. 

6. There are two ways to lessen the heat flow along any path. 
(a) By interposing higher heat resisting materials. (b) By 
lessening the temperature difference, as by raising the tempera- 
ture of the part through which the heat is to be conducted. 
Conversely, the heat flow can be increased along any path by 
the use of better heat conducting materials, or by paths of lower 
heat resistance, and by lessening the temperature of any part 
to which the heat is to flow. 

What makes the problem unduly complicated, in electrical 
machinery, is the fact that there are several different sources 
of heat generation, which may be, and often are, all active at 
the same time. Moreover, the heat losses may be distributed 
through the various heat conducting paths in such a way as to 
render any calculation very difficult and more or less inexact, 
except in a general way. For example, there is heat generated 
by losses in the copper conductors, obeying one law; while there 
is heat generated in the iron parts under a quite different law; 
and there may be heat generated by windage and friction, 
according to a third law. As these different losses may act in 
different parts of the heat conducting circuit, it should be evident 
that the problem of determining the exact heat distributions, 
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and the temperature, is a very complex one. Such a determina- 
tion is in the province of the expert analytical designer of such 
apparatus, but certain general conditions are of interest to all 
users of electric apparatus. 
Consider first the general conditions of heat dissipation from 
an armature coil. In Fig. 1 is represented an armature slot with 
the surrounding iron, and with two separate “coils” per slot, as 
is now the most common practise. Let it be assumed that the 
point a represents the “hot spot’’, or part at highest temperature 
in the apparatus. The heat from this part can flow along two 
general paths, namely, longitudinally through the copper con- 
ductor itself to the end windings, and thence to the air, and 
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laterally through the insulation to the surrounding iron, or to 
the ventilating ducts. From the iron the heat flow is then 
through various paths to the external cooling air. 


LONGITUDINAL HEatT FLow 


Considering first the longitudinal conduction of heat in the 
coil, then starting at the point a, the first unit of length con- 
ductor will have a certain loss. If the heat generated by this 
first unit loss were all that need be considered, then the drop in 
temperature, from the point a to the end windings, would be 
simply a function of the heat-conducting properties of the con- 
ductor itself. But the next unit length is also generating its 
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own unit loss, so that the heat flow from the second to the third 
unit length is due to two units loss; in the same way, the flow 
to the fourth unit length will be due to three units loss, etc. 
Therefore, the temperature drop, or temperature difference per 
unit length of conductor, increases more rapidly as the point a 
is departed from, and if it is at a considerable distance from 
the end winding, and the losses per unit length are compara-~ 
tively high, a very high temperature may be required at a to 
conduct all the heat longitudinally to the end windings. In 
very wide core machines the longitudinal drop may be so. great 
that the temperature at a in practise will be so far above that 
of the surrounding iron, that a very large percentage of the 
actual heat is conducted laterally through the insulation to the 
iron, even if the iron is at a comparatively high temperature. 
However, in narrow cores, the drop to the end windings may 
be, in some cases, so very low, possibly 5 to 10 degrees, that 
with good heat dissipation from the end. windings themselves, 
the point a may have, for instance, an actual temperature of 
40 deg.cent. Ifthe iron next toaa'so has a temperature of 40 deg. 
cent. then there would be no flow of heat fromatotheiron. Fur- 
thermore, in such acase, as theiron temperature over the whole 
width of the core may be fairly uniform, and as the copper 
temperature decreases from a to the end windings, obviously 
as we depart from the point a, there would be heat flow from 
the iron to the copper, and thus the windings would tend to 
cool the core. This is frequently the case with light loads on 
a machine, for in such conditions the coil loss is low, while the 
iron loss remains fairly constant for all loads. In such case 
there may be heat flow from the iron to the copper along the 
whole length of the buried portion of the coil. At some higher 
load, the copper loss varying as the square of the load, the in- 
creased longitudinal drop will bring the copper temperature 
above that of the iron so that the heat flow is from copper to 
iron. This condition is illustrated by Fig. 2. 

It must be recognized that the lateral flow of heat, from the 
coil to the iron, reduces the longitudinal drop, such reduction 
depending upon the relative percentages of heat flow along the 
two paths. It must also be borne in mind that in order to have 
such longitudinal heat flow, the end windings must be able to 
dissipate their own heat at lower temperature than would be 
attained at a, or in the core. If the end windings have little or 
no ventilation, or heat dissipating capacity, then their own 
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generated heat may bring their temperatures higher than those 
of the armature iron so that the heat flow actually may be from 
the end windings toward a, and then laterally through the in- 
sulation to the core. In such case, the hottest spot will be in 
the end winding rather than in the buried part of the coil. Obvi- 
ously when such condition occurs there is no possibility of either 
the end windings or the buried part of the coil being cooler than 
the iron, for the heat flow throughout is toward the iron. 


LATERAL Heat FLow 


Considering next the lateral flow of heat through the insulation 
to the iron, the amount of heat conducted is a function of the 
temperature difference and the 
resistance of the conducting 
path. Or, in other words, if a 
given amount of heat is to be 
conducted through a path of 
given resistance, the tempera- 
ture in the heat generating part 
Sg ea ton Temp's. Will rise until the required heat 
Copper Temp's. is conducted away. 


ee a re er Iron Temp’s. 


~ 4 Copper Temp’s. 


Medium Load 


~4 Copper Temp’s. 


lron Temp’s. 
| 30°C. Drop 
* =~ 70°C.=40°C. Rise , 
in Iron with Air at 30°C 
Fic. 2 Fic. 3 


4 


To illustrate this problem more concretely, let Fig. 3 represent 
the temperature conditions in a section of an armature. Assum- 
ing, for example, the temperature of the copper inside the coil 
insulation as 100 deg. cent., the iron temperature as 70 deg. 
cent., and the air temperature as 30 deg. cent., then the following 
conclusions may be drawn. 

- (a) From the outer coil (the one next to the air gap) through 
the wedge to the air gap, the temperature drop will be 100 — 
30 = 70 deg. cent. Obviously, any temperature measurement 
made outside the wedge, next to the air, will approximate the 
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temperature of the air and not of the copper. Any temperature 
measurement made beneath the supporting wedge will measure 
some intermediate temperature between the copper and the air. 
If the. temperature drop through the wedge should be equal to 
that through the insulation, then a measurement underneath 
the wedge should show half the temperature drop through in- 
sulation and wedge, and obviously, the measured temperature 
would be far below that of the copper. 

(b) If the temperature is measured at the outside of the coil, 
between the iron and the insulation, it would approximate the 
average of the temperatures of the iron and of the outside 
insulation, or practically the temperature of the iron. If the 
iron should be at different temperatures at the sides of the slot 
and at the bottom, then obviously different readings would be 
obtained, depending upon the location of the measuring device. 
It is evident that such temperature measurements give no in- 
dication whatever as to the true internal temperatures of the 
coil, for the heat flow and the resistance of the insulation are 
nowise involved in the measurement. 

(c) At a point a, between the two coils, there should be but 
little heat flow through the insulation, unless the copper is 
comparatively narrow. If there is but little heat flow through 
the insulation at this point, then eventually the temperature at 
the point a must rise to approximately that of the copper in the 
two coils. Therefore, a measuring device located at a will 
approximate the temperature of the copper itself, and is, in 
general, a good indication of the hot spot at that part of the 
winding. Therefore, as a practical method of temperature 
determination, a thermo-couple located at a is about the most 
satisfactory device that we have. However, the location of the 
point a along the slot is also of importance on account of the 
longitudinal flow of heat in the conductor and the consequent 
temperature drop. In other words, the direction of heat flow 
in the coil itself, must be taken into account. Therefore, a 
thermo-couple located as above, is only satisfactory when the 
general location of the hot spot is known beforehand. This is 
usually determined, in a general way, for a given type or line 
of machines, by locating several thermo-couples along the slots. 

With narrow slots and comparatively thin conductors, and 
especially with very heavy insulation, there is some flow of heat 
through the insulation which lies between the two coils, this 
heat passing out sidewise to the iron. In such case, the point a 
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may be of somewhat lower temperature than the copper. It 
may happen also, in some cases, that, due to unequal losses and 
heating of the two coils in the same slot, one is at a higher tem- 
perature than the other. In such case, due to the heat flow 
between the coils, the temperature indication at a will not show 
better than an average of the two temperatures. Furthermore, 
if the temperature at c, in a coil subdivided into many insulated 
conductors, is materially higher than at b, then the temperature 
indication at a may not be a close approximation to the maximum 
temperature. 
Frow THRouGH [Ron Parts 

In the ordinary armature, after the heat passes from the 
copper to the iron, there is still quite a problem involved in the 
dissipation to the surrounding medium, which is usually the air. 
The direction of the heat flow to the iron will depend, to a con- 
siderable extent, upon the arrangement and location of the heat 
dissipating surfaces. There are two general paths of heat con- 
duction in all armature cores; namely, a flow along the lamina- 
tions to where their edges come in contact with the air or with 
other material, and a flow across the laminations toward heat 
dissipating surfaces. .The flow along the laminations may be 
calculated with fair accuracy. Across them it is difficult to 
determine such flow, largely because the laminations are in- 
sulated from each other by materials which are poor conductors 
ef heat. Also such flow is affected not only by the insulation 
between laminations, but by the perfection of contact. In other 
words, the heat flow may be affected by pressure. According 
to the various figures available, the heat flow per unit volume 
of material along the laminations is from ten to one hundred 
times as great, for a given temperature difference, as across 
them. Obviously, therefore, heat dissipation from the iron by 
flow across the laminations should be considered relatively in- 
efficient, yet in the vast majority of rotating machines the heat 
‘ dissipation is largely across the laminations. The reason for 
this is that by placing ventilating passages or ducts, parallel with 
the laminations, at frequent intervals in the core, the cross 
section of the heat path in the intervening iron sections, may 
be made very large compared with the heat to be dissipated, 
so that the density of flow is very low. By the same procedure 
the length of the heat path is made quite short. Thus in practise, 
the temperature drop through the laminations themselves may 
be made relatively small compared with other drops. However, 
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not all the heat in the iron passes across the laminations to the 
ventilating ducts, for where the length of the path, along the 
laminations to any heat dissipating surface, is not large, a very 
considerable amount of the heat may be dissipated from the 
edges of the laminations thethselves. In fact, in certain types 
of machines with very shallow iron cores, experience has shown 
that the ventilating ducts, parallel with the laminations, may be 
omitted, provided good ventilation is obtained over the edges 
of the laminations. It is evident, therefore, that the flow of heat 
and distribution of temperature are dépendent upon the arrange- 
ment of the iron, dimensions and location of the ventilating 
surfaces etc. 


Heat FLow to THE AIR 


After the heat has passed from-the copper to the iron, the 
resultant of the copper and iron heats must be conducted to the 
cooling medium, which is usually the surrounding air. In the 
case of air, there is usually a considerable drop in temperature 
from the solid surface to the cooling air itself, the amount of 
such drop depending upon the ventilating conditions. In prac- 
tise, there appears to be a film or layer of air which adheres very 
closely to the solid surfaces. This forms a sort of heat insulating 
film, retarding the flow of heat to the cooling air. In air ven- 
tilation, the effect of any considerable air movement over the 
surface appears to be that of scouring this hot film away from 
the surface and replacing it with a film of cooler air. Merely 
scouring or rubbing the hot film away from the surface is not 
particularly advantageous unless some means is furnished at 
the same time for supplying an ample quantity of cooler air to 
take the place of the removed hot film. Rapid air circulation, 
by means of a supply of air from the outside, appears to accom- 
plish both results in one operation. Thus, one of the principal 
actions of air ventilation appears to be that of scouring away the 
hot contact film, while a second action is to carry the hot air - 
away without mixing it with the incoming cooler air. Whatever 
portion of the dissipated heat is absorbed by the incoming cool- 
ing air adds that much to the temperature of the air itself and 
eventually to that of the apparatus to be cooled. Thus mixing 
the outgoing with the incoming air makes a sort of Siemens’ 
regenerative furnace and the machine becomes cumulatively 
hotter and hotter until the dissipation through other paths. be- 
comes equal to the heat generated. In such cases the ventilation 
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of the machine may only be useful in equalizing or redistributing 
the temperatures in the various parts. 

From the preceding analysis, it would appear that the tempera- 
ture at the hottest part of the coil is fixed principally by the heat 
flow through the copper, and its surrounding insulation, directly 
to the air, and by the flow from the copper to the iron, and from 
the iron to any exposed air surfaces, and then to the air. Along 
the first path, there are three principal temperature drops; 
namely, in the copper itself, then through the insulation, and 
then from the outside surface of the insulation to the air. Along 
the second path, there are also three temperature drops; namely, 
from the copper through the insulation to the iron, then from 
the iron to the exposed air surfaces, and then from the surfaces 
to the air. Along the first path each part of the copper path is 
generating its own heat, to be conducted away, in addition to 
that which is to be conducted from other parts of the path. In 
the second path, each part of the iron path may be generating 
its-own heat, which adds to that coming from other parts. 
The relative amount of heat conducted along each path is de- 
pendent upon so many conditions, which vary with the load, 
that no one but an analytical designer backed by experience 
could even approximate the values by calculation. However, 
it should be obvious that any measuring device applied to the 
outside or cooling surface does not, and cannot, directly approxi- 
mate the temperature of the hottest part, except in those rare 
cases where the hottest part is dissipating heat directly to the 
air. This is true only in very special cases such as series coils 
of bare strap, etc. In any coil or part of the apparatus which is 
heavily insulated, that is, which is covered by poor heat conduct- 
ing materials, an external temperature measurement is an ex- 
tremely poor indication of the true internal temperature, unless 
many other conditions are known which may give an indication 
of the internal temperature drops. In different types and con- 
structions of rotating apparatus, hot spots may hold quite 
different relative positions with respect to the cores and wind- 
ings, so that no reasonable rule can be made to cover all cases. 
Moreover, in some classes of apparatus, it is not practicable to 
make any temperature measurements until after the apparatus 
is shut down, and this introduces other very important errors 
which should be considered, such as cooling effects as a whole, 
during the period of shut-down, equalization of temperature 
due to internal conduction, etc. 
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EQUALIZATION OF TEMPERATURE, ETC. 


When there are hot spots, or zones, or areas, of different tem- 
peratures, in an armature winding, for instance, such difference 
in temperature is maintained by the continual generation of 
heat in the various parts. But the moment that such generation 
of heat is stopped there is immediately a tendency for equaliza- 
tion of temperatures by flow of the stored heat from the hotter 
parts to the cooler. In good heat conducting materials, as copper, 
such equalization may be very rapid, so that a temperature 
indicating instrument of a sluggish type may not indicate any- 
thing like the true maximum temperature of the spot where it 
is placed, if applied after the load is removed, especially if the 
rate of heating of the thermometer bulb is much less than the 
rate of heat transfer from one part of the winding to another. 
If located on a hot spot, the reading may rise to some interme- 
diate value and then drop off as the hot spot.cools by heat con- 
duction to other parts. If located upon a cool spot, it may rise 
slowly for a considerable period, due partly to sluggishness of 
the thermometer and partly to the cool spot rising in temperature 
by conduction of heat from some other part. The conditions 
are so varied that no reliable conclusions can be drawn, from the 
action of the thermometer alone, in regard to the coolest or 
hottest spot. 

A second condition which tends to make such temperature 
measurements fallacious, lies in the cooling action in the interval 
between load removal and shut-down to take temperature 
measurements. In apparatus which depends upon a high degree 
of artificial cooling, such cooling effect may be very considerable. 
This is particularly true of high-speed machines which require 
considerable time to come to a standstill. It is, therefore, de- 
sirable in such machines to obtain all possible temperature read- 
ings at normal speed and with load. In rotating field machines, 
this is, to a certain extent, practicable, but in most rotating 
armature machines, the armature temperatures usually are not 
attainable until the machine is brought to a standstill, and even 
then some error may result from sluggishness or delay in taking 
the readings. One method which has been proposed at times, 
for lessening the sluggishness, is to heat the thermometers up to 
practically the normal operating temperature of the part to be- 
measured, while the machine is still carrying load. At the moment 
of shut-down the heated thermometer is applied. This, to a 
certain extent, removes the factor of sluggishness in the ther- 
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mometer itself, but is only a partial compensation. It must be 
considered that the outside of the insulation is at lower tempera- 
ture than the inside, and that, therefore, the body of the insula- 
tion itself must have its temperature increased by flow of heat 
from other parts. 


FALLACIES IN TEMPERATURE GUARANTEES AND MEASUREMENTS 


In the older methods of determining temperatures, it was 
assumed that the thermometer readings, obtained on a winding, 
for instance, were a true indication of the temperature of the 
winding as a whole. The manufacturers of electrical apparatus 
long ago recognized the fallacy of this method, as they had found 
from bitter experience that there were liable to be hotter parts 
in the machine than any thermometer readings would indicate. 
They, therefore, designed machines with regard to the possible 
hot-spot temperatures as encountered in service, rather than 
any temperature which the exposed parts of the machine would 
show. Thus in designing a certain machine for safety at the 
hottest part, not infrequently the exposed parts of the winding 
would show, by thermometer, comparatively low temperatures, 
such as 25 deg. to 35 deg. cent. rise. Therefore, as the observable 
temperature readings came so low it became the fashion to call 
for 35 deg. cent. guarantees and, in many cases, the operating 
public lost sight of, or perhaps never knew, the real meaning of 
such low temperatures. Among the designers of electrical 
machinery, it was recognized that a temperature rise of 35 deg. 
cent. in itself was absurdly low, but that the object in operating 
at such low temperature on a part which could be measured was 
simply to protect the machine in some inaccessible hotter part, 
where the temperature could not be measured. From the present 
viewpoint, it is astonishing what reliance has been placed upon 
temperature readings in the past. For example, if a 40 deg. 
cent. machine showed 41.5 deg. cent. rise on test, it was unsafe, 
while if it showed 38.5 deg. cent. rise, it was good. We now 
recognize that neither of these temperatures have any controlling 
value, unless many other conditions are known. To the ex- 
perienced man they simply mean that compared with the other 
machines of similar constructions and characteristics, which have 
proved satisfactory in service, they are reasonably safe. To the 
designer they mean that when proper corrections have been 
made for the various internal temperature drops, the highest 
temperature attained, at any point, will be within the limits of 
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durability of the insulating material used. The whole problem 
is a good deal like that of a determination of the voltage generated 
in a given power-house, by measuring the voltage at the end of 
a transmission-line. If we know all the constants of the line, 
and know the-current flowing, etc., we can figure back to the 
generated voltage. Otherwise the voltage at the end of the line 
means but little. However, we know that if the system is de- 
signed with reasonable regard to economy in general, there may 
be from ten to twenty per cent voltage drop from power-house 
to the end of the line. Therefore, by adding an approximate 
correcting factor to this voltage, we can make a reasonable 
estimate of the generated voltage. In the same way in electrical 
apparatus of certain types, a reasonable internal temperature 
drop may be approximated, which added to the observable tem- 
perature, gives a fair approximation to the hottest part, but 
the result 1s an approximation and must be-recognized as such. 
Primarily, the manufacturer must make a safe machine for a 
specified service regardless of the temperature guarantees, and 
the temperature measurements made on most classes of apparatus 
should be considered simply as rough approximations to indicate 
that the manufacturer has made a reasonable attempt ata safe 
machine. This may seem a rather bald statement, but never- 
theless it is a fair statement of the case. 


ERrRorS IN TEMPERATURE MEASUREMENT 


It has been shown in the preceding that the usual observable 
temperatures are in most cases only crude approximations to 
the real temperature conditions. It may now be shown that 
even the observable temperatures, obtained by the usual means, 
are in themselves only crude approximations, in many cases. 
Take, for instance, the determination of temperature by in- 
crease in resistance; when the coil is heated its temperature may 
not be, and very frequently is not, uniform throughout the coil. 
As an extreme example, if one-fifth of the coil length has a tem- 
perature of 80 deg. cent., while four-fifths of it has a rise of 
30 deg. cent. then the increase in resistance of the coil as a whole 
will correspond to a rise of 40 deg. cent. Thus, by increase of 
resistance, the temperature may be more than safe, while 
actually one-fifth of the coil is far above the safe temperature 
for ordinary fibrous insulations. In other words, the resistance 
method gives only average results and may be very misleading. 
However, in those cases where it is known, by past experience 
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and otherwise, that there is very little liability of hot-spots, the 
resistance method of determining temperature is often quite 
satisfactory. However, the method is limited to comparatively 
few types of windings. 

Considering next the thermometer method of measurement, 
the theory of this is quite simple, but apparently it has been very 
much misunderstood. In windings, except in rare cases, the 
thermometer is not applied directly to the heat generating 
material itself, but is applied outside of an insulating covering. 
Usually the temperature drop through this insulating covering 
does not receive any consideration, and yet everything depends 
upon this. Assume, for example, an insulated coil, thermometer 
and covering pad, as shown in Fig. 4. Assuming the copper 
inside the coil as being of uniform temperature, and the cooling 
air at a and bas also at a uniform, but much lower, temperature 
than inside the coil; then the temperature drop from the copper 
to b will be the same as through the insulation, thermometer 


bulb and covering pad to the air at a. Obviously if the tempera- 
ture drops through the insulation and through the pad are equal, 
then the thermometer bulb will show a midway temperature. 
This is, of course, assuming that the surface drop to the air, 
previously referred to, is very small, or that it is included as part 
of the drop through the pad. Obviously, if the drop through the 
covering pad is made very much higher than that through the 
insulation proper, then the thermometer bulb more closely 
approaches the copper temperature. Thus it is seen that all 
kinds of results may be obtained, depending upon the relative 
drops through the pad and through the insulation. In a low 
voltage machine, with relatively thin insulation, the pad may 
take most of the drop. With very heavy insulation, the pad muy 
take proportionately less and the thermometer reading departs 
accordingly from the copper temperature. It might be sug- 
gested that a big thick pad of very poor heat conducting material 
might be used. This apparently would tend toward more ac- 
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curate temperature readings, but, on the other hand, harmful 
effects may be introduced by the use of a large pad. The resis- 
tance to heat dissipation being increased in the area covered by 
the pad, obviously less heat will be carried away at this point 
and, therefore, the heat generated under the pad must be con- 
ducted to adjacent parts of the coil. This means an increased 
temperature at this point, due to the use of the pad. Again, the 
use of the pad, in some cases, may affect the normal ventilation 
of certain parts of the coil not directly covered by the pad. For 
instance, if theré is a ventilating space between two adjacent 
armature coils, through which air is normally driven, a pad which 
covers this space even partially may create more or less of an air 
pocket, and thus materially affect the heat dissipation, and the 
temperature directly under the pad. Experience has shown that 
both of the above conditions are obtained when good judgment 
is not used in the application of the covering pad. This, of course, 
applies particularly to those cases where temperature readings 
are obtained while the machine is in operation. Of course, after 
shut-down, most questions of ventilation and of generation of 
higher temperature under the pad need not be taken into account. 

There are so many conditions entering into the interpretation 
of the thermometer and resistance methods of determining 
temperature, that in certain classes of apparatus it has been 
very desirable to find more accurate methods. One of these 
is in the use of so called resistance coils. In this method a coil 
of fine wire of a known temperature co-efficient, and of known 
resistance at a given temperature, is placed at the spot where 
the temperature is to be measured, and the temperature rise is 
determined from the increased resistance of the coil. One serious 
objection to this arrangement, is that the resistance coil must 
have considerable length and breadth so that it really indicates 
the average temperature of a considerable area instead of a point. 
When placed between two coils, as indicated in Fig. 5, it usually . 
occupies so great a proportion of the slot that it indicates an 
average temperature considerably lower than at a. Furthermore, 
on account of the length of such coils, there may be a consider- 
able difference between the temperatures at the two ends. Thus 
the resistance coil, like the resistance measurement of the wind- 
ings themselves, gives an average result, but this average may 
be limited to a comparatively small area, whereas, in the resist- 
ance method in general the indicated rise is an average of the 
whole winding. However, in the resistance method, the tem- 
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perature of the conductors themselves is measured,~ whereas, 
with the resistance coil the temperature measurement is outside 
the insulation. The resistance coil method is, therefore, a rel- 
atively crude approximation, although when brought out it was 
really an important step in advance. In its early application, 
many misleading results were obtained, due largely to lack of 
understanding of the principles governing temperature distribu- 
tion and temperature drop. In some cases, the resistance coil 
was placed under the wedge as at } in Fig. 5. In other cases, 
the coil was placed at the side of the slot next to the iron, or at 
the bottom. Very rarely was it placed midway between the two 
coils, probably because this was a more difficult application and 


Resistance Coil 


also because the greater accuracy of such location was not rec- 
ognized. From the use of resistance coils many good engineers 
drew the conclusions that the upper limit of permissible tempera- 
ture for fibrous insulations was only 80 deg. to 90 deg. cent., 
because with the coils located in certain ways and places, de- 
terioration of insulation at some other point was liable to begin, 
if the above temperatures were exceeded. The error was in not 
recognizing the temperature drop between some hotter spot and 
the average location of the resistance coil. When this condition 
was recognized, the results obtained by resistance coils became 
more consistent with the facts. 

A later development than the resistance coil is the thermo- 
couple as a practical device for measuring temperature. One 
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great advantage of the thermocouple is its very small size, so 
that it can indicate the temperature at practically a point instead 
of a very considerable area. Moreover, as it is a zero current 
method of measurement, when used with a potentiometer no 
question of size or length of the connecting leads need come up. 
The thermo-couple is so small and has so little mass, that it can 
follow very quickly any temperature changes where it is located. 
If properly placed it furnishes the most accurate temperature 
indicator which we now have, as it can be located in all sorts of 
normally inaccessible places. However, its use is practically 
limited to stationary apparatus. In rotating apparatus, or 
rotating parts it can be used only after shut-down, which intro- 
duces errors, as already shown. 


Many-ConbucTor COILs 


In all the preceding considerations it has been assumed that 
the copper inside the coils itself is at a uniform temperature, in 
any given unit of length. This is practically true, provided the 
coil is made up of a single conductor, or of a relatively few con- 
ductors with only a moderate amount of insulation between them. 
When several coils or conductors are placed side by side, as in 
Fig. 6, it would appear at first glance that the middle coils should 
heat much more than the outer ones. But, in reality, unless 
there are many layers of coils, the temperatures of the different 
coils will not vary greatly from each other. For instance, in 
Fig. 6, the heat generated in the middle conductor is only one- 
third that of the total generated in the coil, and yet the two 
side surfaces through which this heat passes to the adjacent coils 
aggregate almost as much as the total outside dissipating surface 
of the whole coil, through which all the lateral heat flow is dis- 
sipated. Considering further that the insulation between the 
middle coil and its neighbors is relatively thin compared with 
the outside covering, it is obvious that the temperature drop 
from this coil to the adjacent ones will be comparatively smail,— 
possibly not over ten per cent of the drop through the outside 
insulation. 

However, with a large number of coils side by side, the condi- 
tions become cumulatively worse. Here, the drop from the 
center conductor to the next one, may be small. But the drop 
from the second conductor to the third is considerably greater 
due to the heat of two conductors being transmitted. From the 
third to the fourth, there is a drop corresponding to the losses 
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of three conductors, etc. Thus, there is a gradually increasing 
temperature drop from the center of the coil toward the outside 
surface, and if the coil be very deep, that is, if it consists of many 
insulated layers, the sum total of the drops may be quite large. 
Or, putting it in another way, with a comparatively deep coil 
the temperature rise from the outside surface of the coil itself 
toward the center will be very rapid at first, and gradually taper 
off, as indicated in Fig. 7. This is indicated very clearly in the 
case of an over-heated field of coil of fine wire. Here the first 
outside layers will usually be found in a fairly good condition, 
but at a comparatively little distance inside the coil there may 
be severe roasting or evidence of overheating, which may be 
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almost as bad as at the center. (See Fig. 8.) In such case, the 
temperature measurement on the outside of the coil is no satis- 
factory indication of the hot-spot temperature. A temperature 
measurement by resistance, while a closer indication than that 
by thermometer, also may be very misleading. It may he stated 
that modern design tendencies are toward comparatively shallow 
field coils, largely on account of this condition. 


CONCLUSION 


The whole object of this paper is to show the problem of tem- 
perature distribution and temperature measurement, as it 
actually is. It is the writer’s desire to show that no hard and fast 
rules can be made for determining the facts in the case, and that 
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the best rules and methods now practicable are only approximate. 
The present limitations set for insulating materials are much 
higher than were considered practicable only a few years ago. 
This is not. because the limits have been raised, but because, 
through a better understanding of the facts, the real upper 
limits of temperature as fixed by durability of insulation, are 
now known to be considerably higher than was believed to be 
the case only a short time ago. Ifthe real limits were in accord- 
ance with former beliefs, then all the evidence of the more accu- 
rate modern tests and data would indicate that the vast majority 
of the existing electrical machines should have “roasted out’’ 
comparatively early in their operation. The higher temperature 
limits were there, but were not recognized. Now we recognize 
them and attempt to make reasonable allowances for differences 
between the measurable temperatures and the actual hottest 
parts. The present method may be crude, but we are not going 
at it blindly, as was formerly the case. Formerly the manu- 
facturer took the real responsibility. for making a machine that 
was safe for the service, whatever the guarantees called for. 
Today the responsibility is: still his, but he is attempting to 
educate the public to a knowledge of his real problems, and to a 
recognition that temperature determination is far from being 
an exact art. There is no sharply defined line between good and 
bad in the insulating materials as affected by temperature, con- 
sequently there is no sharp line between safe and unsafe 
temperatures. 


Presented at the Chicago Section meeting of 
the American Institute of Electrical Engineers, 
November 27, 1916. 
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RATIONAL TEMPERATURE GUARANTEES FOR 
LARGE A-C. GENERATORS 


BY F. D. NEWBURY 


ABSTRACT OF PAPER 


The paper is an argument for the standardization of tempera- 
ture guarantees when the guarantee is based on internal tem- 
peratures as measured by thermocouples. It is recommended 
that in all cases the maximum safe operating temperature of the 
insulation be used as the temperature guarantee, instead of using 
a lower temperature. The standardized guarantee, 50-deg. rise 
by thermometer, is cited in comparison with the present wide 
range of temperature rises, from 60 deg. to 100 deg., that have 
been called for in specifications when the thermocouple method 
of measurement is used. Arguments are presented from the 
stand-point of both the designing and the operating engineer for 
the use of this standardized temperature rise. Curves are 
shown illustrating the temperature conditions in both stator and 
rotor of a typical large, high-voltage turbo-generator. Examples, 
based on these curves, are given to show that a low temperature 
rise guarantee for the stator does not necessarily result in margin 
for overloads. This margin for overloads is the main argument 
that can be advanced in favor of low temperature rises. The only 
way in which the purchaser can be certain of overload margin is 
to have the specifications call for the maximum rating desired, in 
which case the maximum safe operating temperature may 
logically be made the temperature guarantee. 


PERATING engineers are familiar with the use of a single 
standardized guarantee of temperature rise by thermometer 

for large single-rated generators, and particularly for turbo- 
generators. During the past five or ten years, such generators 
have been purchased very generally on the basis of a 50 deg. 
rise, measured by thermometer. This standard rise was fixed 
at 50 deg. because it was felt, by reason of general experience, 
that this represented the maximum safe rise. It was recognized 
that with guarantees based on the temperatures of external 
surfaces, a single limit could not be fixed that would fit all cases; 
yet a single limit was fixed and has been adhered to in practically 
all commercial transactions. This standardized guarantee, more- 
over, takes no cognizance of the inherent variations in the actual 
temperature performance of individual units. A high-voltage 
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generator and a similar low-voltage generator under some con- 
ditions should be designed for quite different temperatures as 
measured by thermometer (on account of greater temperature 
drop due to thicker insulation with high voltage) yet both these 
units would be guaranteed for a rise of 50 deg. in accordance 
with this established practise. 

In the commercial introduction of the thermocouple or 
resistance-coil methods of measurement, as a basis for guarantees 
there has been a tendency to lose-sight of this idea of a stand- 
ardized guarantee. When this method first appeared in con- 
tracts about three years ago, guarantees for ‘“‘hot-spot’’ rises as 
low as 40 deg. were required in some instances. As the real 
significance of the results obtained by these internal measure- _ 
ments became better known, the specified temperature rises 
based on this method have gradually increased up to the rela- 
tively high values consistent with the safe operating temperatures 
of mica insulation. With built-up mica insulation, a safe opera- 
ting temperature of 150 deg. may be guaranteed, and the corres- 
ponding temperature rise guarantee may be 105 deg., or, in round 
numbers, 100 deg. Yet even today there is no uniformity in 
guarantees. Temperature rises of 60 deg. are often called for 
in specifications, even when mica insulation is employed, and 
practically all temperatures between 60 deg and 100 deg. have 
been used as guarantees on one occasion or another. 

In discussing maximum permissible rises, the author has in 
mind the limits allowed when mica or other Class B insulations 
are used. The maximum safe rise allowed by Class A insulations 
is only 60 deg. and this is so near the familiar guarantee of 50 
deg. rise by thermometer that there is no tendency to give guaran- 
tees below the possible maximum when this class of insulation is 
employed. 

From the standpoint of the designer of large generators, the 
desirability of a standardized temperature guarantee that is 
consistent with the safe operating temperature of mica insulation 
is apparent. When other conditions permit, full advantage 
can be taken of the heat-resisting properties of the insulation 
and the most efficient and economical design can be produced. 
In the largest two- and four-pole generators, it is not only desir- 
able, but in many cases it is necessary that such advantage be 
taken in order that the safest mechanical design may be produced. 
It is good common sense that the copper and the sheet steel cores 
be pushed to the limit, electrically and magnetically, so that 
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greater factors of safety may be provided in the all-important 
mechanical features of the design. There are so many real 
limitations imposed by the physical characteristics of the avail- 
able materials that demand careful consideration in the design 
of high-speed machinery, that the imposition of additional 
“man-made” restrictions should by all means be avoided. They 
only serve to uselessly impede progress. 

In a fair, sensible contract there should be no conflicting or 
inconsistent guarantees. It is now customary to include in many 
contracts fer large generators a guarantee covering the total 
temperature that the insulation will continuously withstand 
without injury. Such a guarantee of the insulation is virtually 
a guarantee of maximum capacity—so far as-capacity is deter- 
mined by heating—and so covers, broadly, the same ground as 
the guarantee of temperature rise. Obviously, the two guarantees 
should be equivalent. An example will make this clear. With 
suitable mica insulation, 150 deg. is frequently used as the safe 
limiting temperature guarantee. Assume that this guarantee is 
made and also that the generator is guaranteed to deliver 
its rated kilovolt-amperes without exceeding a temperature rise 
of 80 deg. Two different guarantees will have been made; one 
that the generator will deliver its guaranteed load with a total 
existing temperature of 125 deg. (adding 40 deg. air temperature 
and 5 deg. allowance to the guaranteed rise in accordance with 
the A. I. E. E. Standardization Rules); and another that the 
generator can be safely operated up to a temperature of 150 deg. 
The guaranteed temperature rise should have been 105 deg. to 
make the two guarantees consistent and rational. 

In considering the subject of low versus high temperature 
rise guarantees, one is apt to look upon a low rise in itself as an 
advantage just as low loss in a generator is an advantage. A 
temperature rise guarantee, however, is radically different in 
nature from a loss or efficiency guarantee. In the case of effi- 
ciency the operator is interested in what the apparatus will 
actually do; any reduction in losses is of direct benefit, and the 
greater the reduction, the better will be the generator. With 
temperature, on the other hand, the operator is only interested 
in temperature rise to the extent of knowing that it is safe; 
he is not primarily interested in temperature figures. If the opera- 
ting temperature is safe, a lower temperature will be no safer 
and of no particular value. 

The importance to the operator of a temperature guarantee 
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lower than that permitted by the characteristics of the materials 
is frequently over-estimated. It is felt, naturally enough, that 
this margin permits the generator to safely carry heavier loads 
than contracted for or to safely operate under abnormal condi- 
tions in emergency. The fact that the value of the guaranteed 
safe limiting temperature is based on continuous service gives 
sufficient margin for emergencies. For limited periods—and 
this can safely amount to months of service in the aggregate — 
considerably higher temperatures. are permissible, and this 
margin will cover any probable combination of emergencies. 
A completely mica-insulated generator has seldom, if ever, 
failed on account of insulation breakdown due to excessive 
loading in. emergency. The limiting load is usually reached 
because of some other factor, such as turbine capacity, ability 
to maintain voltage, etc. 

It may still be argued that a low stator rise is desirable on 
account of the margin it gives for continuous overloads. There 
would be a better basis for this argument if an equal margin 
were provided in the design of the generator in all other respects 
—in rotor heating and exciting voltage particularly. But this 
is seldom, if ever, done. While practise in stator temperature 
rise guarantees is still somewhat unsettled, the practise in rotor 
temperature rise guarantees is pretty well fixed. For the gen- 
erators under consideration, a rotor rise in the neighborhood of 
100 deg. by resistance at the maximum rat:ng is well established. 
Thus, even if a rise as low as 60 deg. be guaranteed for the stator, 
a rise of 100 deg. is often given for the rotor of the same generator. 
This at once makes it impracticable to take advantage of the 
assumed reserve capacity of the stator. Any increase in load, 
resulting in an increase in the temperature of the armature 
winding will cause 4 much greater increase in field winding 
temperature and voltage drop with this initial field temperature. 
Consequently, if an overload is contemplated, the temperature 
rise of the field winding at the nominal load should be approx- 
imately the same as that of the armature winding. 

Some fundamental relations in large turbo generators are 
illustrated by the Curves, Figs. 1, 2, and 3. These curves will 
be used to explain, among other things, the above statement. 
Fig. 1 shows the variation of armature temperature rise with 
changes in load on the basis of 100 deg. rise at 100 per cent load. 
The rises in different parts of the stator are shown by the several 
curves. These curves are based on careful factory tests of various 
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generators, approximating 20,000 kv-a., at 1800 rev. per min. and 
13,000 volts. They may be considered as typical of the large, 
high-speed, high-voltage generator. Temperature tests were 
made at normal voltage and open circuit and at normal voltage 
and at various percentages of rated load. The temperatures 
at other than tested loads are taken as proportional to the losses 
involved. In the case of the cooling air, the temperature rise 
varies in proportion to the total losses of the generator; in the 
core, the temperature drop varies with the total stator losses 
(neglecting the relatively small loss dissipated through the coil 
ends); and in the case of the winding, the temperature drop 
through the insulation varies with the total loss in the embedded 
copper. These curves are 
only roughly approximate but 
are sufficiently accurate for 
the present purpose. They 
give a picture of the temper- 
ature conditions in the stator 
of many of the large high- 
voltage turbo-generators that 
have been placed in operation 
during the past three years. 

According to these curves, 
in such a turbo generator, at 
100 per cent of rated load, 
120 the cooling air rises 25 deg.; 
the outside surface of the core 
rises 40 deg. above the enter- 
ing air, or 15 deg. above the 
temperature of the discharge air in contact with this surface. 
There is a drop of 45 deg. through the armature coil insula- 
tion, giving the total rise of 100 deg. in the copper. It will 
be noted that nearly half of this total rise is accounted for by 
the temperature drop through the insulation and consequently, 
any material reduction in the total rise must involve a substantial 
reduction in the temperature drop through the insulation. In 
considering these curves it must be borne in mind that they 
represent the average generator of a particular class and are 
based on generators designed to operate at 100 deg. rise in the 
stator copper at rated load. 

On account of its importance, it is well, at this point to consider 
in detail the reasons for this relatively large temperature drop 
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through the coil insulation and the factors that determine it. 
The temperature drop through the insulation is probably the 
most important single item in determining the copper temper- 
ature and is directly responsible for the greater part of the dif- 
ference between temperature measured by mercury thermometers 
placed outside of the insulation on the coil ends and by thermo- 
couples placed so as to approximately measure the true copper 
temperature. 

The general principles on which differences between internal 
and external temperatures depend have been explained in the 
paper by Mr. Lamme, on Temperature Distribution in Electrical 
Machinery, and need not be given here. The particular points 
that apply.to the present problem may, however, be briefly 
stated. 

The most important path of heat flow in the stator of a gen- 
erator having a long core is in the plane of the laminations, 
that is, from the copper of an armature coil, through the insula- 
tion, and through the sheet steel of the core to the air. The most 
important part of this path is the insulation. As Mr. Lamme 
points out, the temperature drop through the insulation is pro- 
portional to the heat transmitted (watts loss) to the length of 
the path (the thickness of the insulation) to the cross sectional 
area of the path (the surface of the insulation in contact with the 
core laminations) and the heat resistance of the material. 

A measure of the resistance to the flow of heat, or, more 
properly, a measure of the thermal conductivity, is that rate of 
heat flow, expressed in watts, that will cause a drop of one deg. 
cent. when transmitted through an inch length and a square 
inch section of the material; just as in the electric circuit the 
conductivity might be expressed as the value of current flow 
that will cause one volt drop through an inch cube of the material. 
Values of thermal conductivity of composite forms of insulation 
are difficult to determine because different samples, apparently 
similar, give widely differing results.. This is largely due to 
the effect of air pockets in the insulation. The tighter the insu- 
lation, the higher will be the conductivity. For example, in 
tests made by Symonds and Walker*, solid mica was found 
to have a thermal conductivity of 0.00915 watts per inch cube, 
while built up mica coil insulation had a conductivity less than 
one-third of this. Glass (to consider another solid ordinarily 


*Heat Paths in Electrical Machinery”, Harold D. Symonds and 
Miles Walker, Journal I. E. E., Vol. XLVIII, 1912, p. 674. 
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thought of as a poor heat conductor) is about ten times as good 
a conductor as the usual coil insulations. It is safe to say that 
the degree to which air spaces exist in the insulation has more 
influence on the heat conductivity than does any difference there 
may be in the conductivities of the various component materials 
such as paper, cloth, varnish, mica, etc., From the best data 
available it appears that the heat conductivity of coil insulations, 
commonly used, varies from 0.0025 to 0.005 watts per inch cube 
of the material; the lower range of figures applies to the older 
hand-wrapped materials while the higher range covers insula- 
tion applied under heat and heavy pressure by machinery. 
From the standpoint of heat conductivity and temperature 
drop the importance of tightly wrapped, compact insulation is 
obviously very great. 

When the rate of heat flow, expressed in watts, and the thermal 
conductivity and dimensions of the insulation are known it is 
possible to calculate the temperature drop through the insulation 
with a fair degree of accuracy. The determination of the rate 
of heat flow, however, involves two factors that require consider- 
able experience to estimate; one, the proportions of the total 
heat that are transmitted along the copper to the coil ends and 
through the insulation to the core; and, the other, the increase 
in loss due to eddy currents in the copper.* Since the present 
purpose is only to show the order of magnitude of this drop 
and the reasonableness of the figure given for the typical gener- 
ator in Fig. 1, it will be sufficiently accurate to assume that one 
factor offsets the other; that the eddy current losses are equal 
to the loss transmitted longitudinally through the copper. It 
will also be assumed that the insulation is as compact as it is 
possible to make it and has a thermal conductivity (including 
the air spacet between the coil and slot) of 0.0035 watts. It 
is usual in units of this class to work the copper in the neighbor- 
hood of 1600 amperes per sq. in. which results with slots of usual 

*It is interesting to note that the eddy current loss in the copper, 
in a well designed generator is only a small part of the load loss measured 
with the generator short-circuited, and that there is no method, so far 
as the writer knows, of accurately calculating this loss. The theory and 
formula developed by Field, Rogowski and others only cover the limiting 
cases of solid conductors or infinitely laminated conductors. 

{Still air has a thermal conductivity only one-tenth that of built up insu- 
lations. Even with the closest possible fit between the coil and the lamina- 
tions, which present a more or less rough surface to the coil, there is an 
appreciable decrease in the conductivity due to this ‘‘joint.” 
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proportions, in a loss (considering only J’R loss at the operating 
temperature as previously explained) of 0.6 watts per square 
inch of insulation surface. For 11,000 or 13,200 volts, a reason- 
able thickness of insulation from copper to core may be taken 
at 0.25 inch. ~Using these figures the temperature drop may 
be calculated thus: : 


Thermal drop (in deg. cent). 


2% Watts X thickness of insulation (inches) 

~ Surface of insulation (sq. in.) X thermal conductivity 
or: 

0.6 X 0.25 


0.0035. 43 deg. cent. 


Thermal drop = 


This checks with the 45 deg. used in the typical curve. 

It is apparent that this drop can be reduced by decreasing 
the watts per sq. in. (by decreasing the current density or in- 
creasing the slot surface or by both) by decreasing the thickness 
of the insulation or by improving its thermal conductivity. 

With existing insulating materials and methods it is not 
feasible to materially reduce this temperature drop by these 
latter methods. Neither can the slot surface be materially in- 
creased nor the current density be reduced except by correspond- 
ingly increasing the dimensions of the stator, and this may be 
undesirable or even impracticable in the largest two- and four- 
pole generators on account of mechanical limitations. 

The thickness of the insulation and therefore the thermal 
drop is a direct function of the rated voltage. At 2400 volts 
for example, the thickness of insulation and the drop are roughly 
half the corresponding figures for 11,000 volts. While it is gen- 
erally recognized that the internal temperatures in high-voltage 
generators are greater than in low-voltage generators for equal 
surface temperatures, it is, perhaps, not so generally appreciated 
that the temperature drop varies so directly with the thickness 
of insulation and amounts to such a large figure. 

This question of temperature drop through the insulation has 
been considered somewhat in length because it is the most import- 
ant single factor in determining the hot-spot temperature in 
large high-voltage, high-speed generators. If the magnitude of 
the temperature drop through the insulation is recognized, the 
difference between a 50 deg. guarantee by thermometer and a 
100 deg. guarantee by a properly placed thermocouple is immedi- 
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ately explained. It will be noted that in the typical generator, 
illustrated by Fig. 1, the temperature rise of the core surface is 
only 40 deg. and the temperature rise of the exposed end windings 
would be in the neighborhood of 50 deg. using ordinary methods 
of applying thermometers. In other words, this generator which 
has a hot-spot temperature rise of 100 deg. would probably 
meet a 50 deg. rise guarantee based on surface temperatures. 
Fig. 2 shows the increase in field temperature and voltage 
drop with increase in field current. The temperature curve 
is based on the assumption that the temperature rise at rated 
load is 100 deg. and is pro- 
i, T | [TTT {/] portional to the loss at other 
| _| | |) 7 7) loads. The loss and temper- 
ee aa kode ature rise increase consider- 
ep I'/) ably faster than in proportion 
tet to the square of the current, 
due to the increase in re- 
sistance with temperature. 
This factor becomes of very 
great importance at the rela- 
tively high temperatures at 
which-turbo fields are ordi- 
narily worked. Thus, with a 
10 per cent increase in field 
current, above 100 per cent 
of rated current, the tem- 
perature rise increases 33 per 
ne Sie a. ceat, owhere only 21 per cent 
Seen eee ae would have resulted if the re- 
Fic. 2—TEMPERATURE RISE AND sistance had» remained’ con- 
VoLts Drop IN LARGE TURBO-GENE- i 
ea R rons stant. Due to this effect and 
also to the second-power rela- 


tion between the current and loss, the temperature rise increases 
at a greatly accelerated rate for current above normal. For ex- 
ample; the first 100 deg. of rise is produced by 100 per cent of 
normal full-load field amperes; the second 100 deg. rise is pro- 
duced by an additional 25 per cent of normal amperes; and the 
third 100 deg. of rise is produced by only 15 per cent of normal 
amperes. In other words, to obtain an increase of 40 per cent in 
ampere turns, the loss must be tripled and the temperature rise 
must be increased from 100 deg. to 300 deg. There is also a cor- 
respondingly rapid increase in required exciting voltage for field 
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currents above normal. Even though the drop increases only in 
proportion to the first power of the current, the further increase 
due to the increase in resistance makes the total rate nearly as 
great as in the case of the loss and temperature rise. The drop on 
the basis of constant resistance is shown by the straight line in 
Fig. 2. The difference in the ordinate of this straight line and the 
total drop shows graphically the large effect of the change in re- 
sistance at currents above normal. To obtain only 25 per cent 
increase in exciting ampere-turns, an increase of 60 per cent in 
exciting voltage is demanded. This increase in exciting voltage is, 
in the majority of mica in- 
sulated generators, the real im - 
limit to .overload capacity. Pert of Ale 
The insulation used in the cutee 7) | 
rotors of large turbo-genera- 
tors with which the author 
is familiar is solid molded 
mica between the copper and Perdent thereabe 

40 |—above no Load F, A- i 
ground, and mica and asbestos SS 
tape between turns. Suchin- 
sulation can obviously with- + 7 


stand temperatures of several °c 
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perature is not directly a limit to capacity. 

Fig. 3 shows the relation between armature amperes and field 
amperes in a large turbo-generator of average design proportions, 
and ties together the data given in Figs. 1 and 2. While differ- 
ences between individual units will change this relation to some 
extent, the change will not be of such magnitude as to affect 
the conclusions reached. The three lower curves show the 
increase in field current above the no-load value for different power 
factors. Inthe upper curves these same data have been expressed 
as the percentage of the full-load field amperes at each of the three 
power factors. These curves show that in three different genera- 
tors, one designed for 100 per cent power factor operation, a 
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second for 90 per cent power factor, and the third for 80-per cent 
power factor, all having the same ratio between armature and 
field strengths, the increase in field current expressed-as a per- 
centage of full-load field current will be the same between 70 
per cent and 120 per cent of rated load. For the present purpose, 
operating power factor may therefore be disregarded, providing 
the generator is assumed to operate at the power factor for which 
it was designed. 

These curves may now be used to prove the statement, pre- 
viously made, that, in order to provide additional capacity in 
a generator beyond the contract rating, it is necessary that the 
temperature rise guarantees of the armature winding and of 
the field winding be approximately equal. df a generator has 
a true hot-spot rise of 60 deg. in the stator and a rise by resistance 
of 100 deg. on the rotor the promise of margin for overloads 
given by the low armature temperature will prove to be fruitless. 
To restate this in the words of the original proposition; a low 
stator rise does not guarantee margin for overloads. 

The question will be considered in two ways; first, to show 
what field winding temperature rise and exciting voltage are 
consistent with an armature temperature rise of 60 deg.; and 
second, to show what field winding temperature rise and excit- 
ing voltage will result when the load is increased so as to increase 
a low armature temperature rise to the safe operating temperature 
with a generator having an initial field temperature rise of 100 
deg. 

Let it be assumed that a purchaser believes more margin in 
stator temperature rise is desirable in order to obtain margin 
in capacity for contingencies, and specifies that the stator 
temperature rise as measured by thermocouple shall not exceed 
60 deg. What rotor temperature rise and what margin in exciting 
voltage should be specified in order that this expected margin 
may be realized? This condition requires that a consistently 
designed generator be assumed; that is, a generator capable 
of operating at the anticipated maximum load within the 
guaranteed safe limiting temperature of the insulation in both 
armature and field, and requiring an exciting voltage within that 
available, or, in other words, a generator having characteristics 
shown in Figs. 1, 2, and 3, at the maximum expected rating. 
This generator, as illustrated by Fig. 1, must be derated from 
100 per cent to 66 per cent rating to meet 60 deg. rise in the stator, 
so that a high-voltage generator, of these relative core and cop- 
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per temperatures, that meets 60 deg. rise at its nameplate rating, 
can carry 50 per cent overload continuously, and still operate 
within the safe temperature of mica insulation. The relative 
core and copper temperatures may be varied somewhat in differ- 
ent designs, but on account of the magnitude of the core loss 
and windage loss, as compared with the stator copper loss, the 
feasible variation is not large. 

From Fig. 3, 66 per cent of rated armature amperes requires 
84 per cent of the field excitation at 100 per cent load. From 
Fig. 2, the temperature and exciting voltage at 84 per cent field 
excitation are 64 deg. and 76 per cent respectively. Thus, 
consistent guarantees would be 60 deg. by thermocouple, 
for the armature, and 60 deg. by resistance for the field winding, 
and the generator should be designed to require not more than 
90 volts exciting voltage (on the basis of 125 volts available). 
In taking the required field current at the nameplate rating 
from 66 per cent rating on Fig. 3, we have, in effect, maintained 
the assumed unity relation between armature and field strengths 
at the capacity rating. This results in a ratio of 1.5 at the name- 
plate rating, which is a higher ratio than would probably 
be used for a large two- or four-pole turbo-generator. In other 
words, in an actual design, the field would be relatively weaker 
than in the above case, and the increase in field current, temper- 
ature, and exciting voltage, would be greater than in the example 
and the guaranteed figures for the rotor should be correspondingly 
lowered. To complete the story, then, this ratio or an equivalent 
design figure, must also be specified. 

The determination of consistent guarantees that will make 
certain a desired margin in generator capacity, no doubt appears, 
from this example, to be a complicated matter. It is, if the 
purchaser attempts to secure margin in capacity in this indirect 
fashion. If this margin is really desired, the purchaser should 
make the desired maximum rating and the contract rating the 
same, when all these difficulties will disappear. The low 
temperature rises will, incidently, also disappear from the 
contract. 

To illustrate the second form of this question, assume that a 
generator has been purchased on the basis of a stator rise of 
60 deg. by thermocouple and a rotor rise of 100 deg. by resist- 
ance. It is assumed that both armature and field are mica- 
insulated. Thus there is a margin in capacity in the armature 
equal to 50 per cent of its rating, while there is no margin, on 
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the basis of the guarantees, in the field. If the load were increased 
to the limit of the armature, there would result a temperature 
rise in the neighborhood of 400 deg. in the field, and an exciting 
voltage would be required nearly three times normal. Of course, 
these are impossible operating conditions; — with these assumed 
rises of 60 deg. and 100 deg. there is no possibility of taking 
advantage of the low armature temperature. Consider then 
a less extreme case. Let the armature rise be 80 deg. when the 
field rise is 100 deg. Then an increase in load of 14 per cent 
(from 86 per cent to 100 per cent, Fig. 1) is permissible, without 
exceeding the limiting safe rise of 100 deg. This requires 
an increase of 9 per cent in field excitation (Fig. 3); and 
results in a rise of 130 deg. and a voltage drop across the field 
winding of 117 per cent. This would require an exciter 
voltage of approximately 150 volts on the basis of 125 volt 
excitation. 

These examples illustrate the point already made, that a 
low temperature rise guarantee for the armature is not in itself 
a guarantee of operating margin; that the only way in which 
this margin can be surely obtained is for the purchaser to draw 
his specifications for the maximum rating desired. Obviously, 
at this maximum rating the maximum safe temperature rise 
may be used. 

After all is said, the demand for low temperature guarantees 
usually has back of it a skepticism as to the real sa‘ety of the 
limiting temperature claimed for the insulating materials. 
Operating engineers may safely leave this question with the de- 
signers. In this particular field of design, assumed limits are 
being continually exceeded and extended. New designs are, from 
necessity, based on an experimental study of materials and on 
an analysis of constructions and of complex phenomena involved 
in the operation of the generator to a greater extent than on 
direct experience with similar machines. On no other basis 
could sizes of high-speed units have been increased in single 
steps from 10,000 kv-a. to 20,000 kv-a. or from 35,000 kv-a. to 
50,000 kv-a. Under these conditions, the guarantees made in 
the contract are really of secondary importance as compared 
with the ability and experience of the designers. The situation 
is quite different from that existing with smaller medium-speed 
machines where the temperature and other guarantees are, in 
many cases, the operators’s principal safeguard. With these 
large turbine units, each one representing an investment of 
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several hundred thousand dollars, the designer must be conser- 
vative; chances cannot knowingly be taken. Whether the 
temperature rise guarantee is 100 deg. or 50 deg., or, if in the 
future it should become 150 deg., the engineering public may 
rest assured-that, everything considered, it is conservative. 
Those responsible for the fulfillment of contracts cannot afford 
to have it otherwise. 
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Discussion ON ‘‘TEMPERATURE DISTRIBUTION IN ELE€TRICAL 
MACHINERY” (LAMMB), “RATIONAL TEMPERATURE GUAR- 
ANTEES FOR LARGE A-C. GENERATORS” (Newsury), Cui- 
cAGO, ILL., NovEMBER 27, 1916. 


Alexander Gray: Mr. Lamme has pointed out the difficulty 
experienced in making and in interpreting temperature measure- 
ments, and has suggested that the expert designer can predict 
hot-spot temperatures more closely than they can be measured. 
Mr. Newbury in addition has pointed out the absurdity of the 
low temperature guarantee sometimes demanded on large gener- 
ators, with the idea that a large overload capacity may thereby 
be obtained, when such overload capacity is not available be- 
cause of some limitation other than heating. 

Most engineers are now satisfied that 150 deg. cent. is a safe 
operating temperature for mica insulation and Mr. Newbury, 
in support of a plea that designers and manufacturers of large 
machines be not restricted to lower temperatures, brings out the 
following points: 

(a) The higher the permissible temperature the smaller the 
_machine for a given output and the safer it is mechanically. 

(b) Generators completely insulated with mica have seldom 
failed on account of insulation breakdown due to emergency 
overloads. 

(c) The limiting load is generally fixed by turbine capacity, 
by ability to maintain voltage, or by some cause other than 
heating. 

(d) The overload margin provided by a low stator tempera- 
ture is not available because of rotor heating and because the 
exciting voltage’is limited. 

(e) The customer should secure the desired margin of capac- 
ity by making the desired maximum rating and the contract 
rating, one and the same thing. 

(f) With large turbine units representing an investment of 
several hundred thousand dollars the designer will not take 
chances. 

These statements are not all free from criticism. It is true that 
the use of high temperatures has allowed the use of smaller and 
safer machines for a given output, but it has also allowed the 
original machine to be rated up without any increase in safety. 
Furthermore, it does not seem reasonable that exciting voltage 
should necessarily be a limitation in such machines. The point 
of the whole matter is rather that the designers are willing to bet 
several hundred thousand dollars of the manufacturers money 
that 150 deg. cent. is a safe temperature for large generators 
properly insulated, but the operating engineers are still doubtful. 

Just as the older generation of steam engirieers had to be 
weaned away from the reciprocating engine, so the electrical 
engineer, accustomed to associate low temperature with safety, 
will have to be educated to the use of higher temperatures. 
The operating engineer feels that there is an essential difference 
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between the stator and the rotor guarantee, because the rotor 
voltage is low with seldom more than one volt between turns, 
while the stator voltage may be 13,200 volts with 100 volts be- 
tween turns. If any one of these stator coils is loosely wrapped 
a hot coil will result, also it is possible that tightly wrapped insu- 
lation will become loose due to vibration and to the gradual 
disintegration of the binding varnishes. Is it then surprising 
that, of two machines offered, alike in price and in operating 
characteristics, the purchaser will select the one.with the lower 
stator temperature guarantee because, even although the margin 
of safety is not available in additional output, it is available in 
that it gives an additional sense of security ? 

For my own part I have great faith in mica insulation, and I 
agree with Mr. Newbury that all parts of the machine should be 
run as hard as they will stand. Most engineers, however, are not 
constantly in touch with new designs, new insulating materials, 
and a great mass of test data, and so they are more conservative 
than the designer who has such data at his disposal. 

W. J. Foster: It is, indeed, surprising that more attention 
was not given to the laws governing heat flow by the earlier 
designers of electric machines when we consider how well these 
laws had been formulated by physicists many years before much 
attention had been given to electricity. Many of our physical 
laboratories—not only those of the universities and colleges 
but of our secondary schools—did considerable experimental 
work in connection with temperature distribution before any 
electrical engineering school was established. 

The ideal heat remover is water, by reason of its great capacity 
for heat, but such difficult problems are involved in making use 
of water for rotating machinery and the risks of serious damage, 
due to accidents, are so great that very little use has been made 
of water in the cooling of electric machines. Circulating air is 
almost the sole agent for heat removal. The problem then re- 
solves itself into the proper control of the air flow. It is evident 
that the more rapid the speed of the air on any surface, the more 
heat that can be removed, and also that it is of great importance 
that that circulating air be conducted to all surfaces exposed to 
the air and that none of the air be allowed to return. It is 
extremely difficult in certain types of machines to prevent the 
eddying of the circulating air and considerable skill is required 
in designing so as to prevent eddies. As intimated by Mr. 
Lamme, a designer can now predict very closely—by taking 
into consideration the quantity of heat generated in the several 
parts, the paths for flow, the consequent rate of flow and the 
heat resistance of the various materials in the paths—the inter- 
nal temperatures in any given type of machine. Perhaps the 
most important factor in his equation is the quantity of heat 
generated in any given case. The source of heat he knows fairly 
well, with the possible exception of the eddy currents. There is 
no doubt that the greatest element of uncertainty in the predic- 
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tion of temperatures is the eddy currents. Hence, it is of great 
importance for the designer to have methods of predetermining 
eddy currents in much the same manner as he predetermines the 
strength of the metals used in the mechanical parts of the 
machine by measurements in the mechanical laboratory. Static 
impedance methods have been developed for the measurement of 
eddy currents that are found in practise to be quite reliable. 
Hence, it is inexcusable for the modern designer to make a serious 
blunder in the ordinary electric machine. This statement does 
not apply to radically new machines or those where great risks 
in eddy currents must be taken by reason of the extreme difficulty 
of obtaining a safe mechanical structure. 

In connection with the diagram shown by Mr. Lamme to 
illustrate temperature drop through the various media that are 
interposed between the copper of the winding and external . 
circulating air, it is interesting to note that the allowances over 
and above determined temperatures for the ‘thot spot’ as now 
standardized in the A. I. E.-E. are quite wide of the mark. If 
through any media we have a temperature drop of 20 deg. cent. 
at a certain heat flow, it is obvious that with double the heat 
flow the drop will be doubled. Let us assume that any measuring 
device—like a thermocouple or temperature coil—will be a few 
degees removed from the hot spot. If with a certain heat flow 
it is 5 deg. removed, with double flow it will be 10 deg. removed. 
Consequently, when the load is so adjusted that the temperature 
rise as measured by this device is 100 deg. above room tempera- 
ture, the allowance over and above for the hot spot should be 
twice what it is when the indication is 50 deg. cent. rise above 
room. 

Referring to Mr. Newbury’s plea for the use of higher tem- 
peratures in contracts in mica insulated windings and his dis- 
cussion of the safe temperature of different materials, I question 
whether the line of demarcation between safe and unsafe can be 
absolutely drawn for any insulation that is built up and more or 
less composite in its nature, as is practically all insulation on the 
windings of electric machines. With more margin of safety, 
longer life will result. This fact, more than the expectation of 
possible overloads, is undoubtedly responsible for some operating 
companies specifying the 60 deg. rise, and at the same time asking 
for a guarantee of a safe operating temperature which is higher 
than they ever expect to obtain. Often the insistence upon 
temperature rise in the stator not exceeding 60 deg. when 85 deg. 
or 100 deg. is permitted in the rotor, results in a machine of higher 
efficiency, as the reduced copper losses more than offset the 
increased iron losses in the deeper teeth. It should be remem- 
bered that higher temperatures exist in the rotor than in the 
stator from the nature of the machine. In the largest and highest 
speed turbo-generators there is a limit to the space that can be 
given up to the copper and to the weight that can be carried, 
whereas such limitations do not exist in the stator. 
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In connection with Mr. Newbury’s paper, I am inclined to 
think that there is some danger of the impression becoming 
established that no electric machine is safe that does not have 
high temperature insulation. I think this will be just as unfor- 
tunate as to have the impression abroad that the rotor parts of a 
small low-speed engine-driven dynamo should be constructed 
of the strongest material, such as nickel steel or just the same as 
used in the largest and highest-speed steam-turbine-driven 
dynamo. It is a well known fact that the lower temperature 
insulations known as ‘‘Class A’’-in the A. I. E. E. Standardiza- 
tion Rules are superior in certain ‘characteristics to the high 
temperature known as ‘‘Class B.”” Therefore, such insulation 
should be used where the conditions of service are such as to 
produce low temperatures under all conditions of operation. 

C. J. Fechheimer: Since the time that so-called temperature 
detecting devices (including resistance coils and thermocouples) 
have been employed for the purpose of determining the maximum 
temperature of the stator windings in large a-c. dynamo electric 
machinery, the purchasing public has been to a large extent of 
the opinion that such devices were the means of determining 
with considerable accuracy the temperature of the hot spot in 
the stator. Especially have they been of this opinion when the 
temperature measuring device was placed between the upper and 
lower coils, when the usual lap or wave windings were employed. 
Our knowledge of the subject of temperature measurement is 
now slightly greater than it was at the time the hot-spot question 
was under considerable discussion, and we now know that unless 
all the facts pertaining to the case in question are known, the 
temperature ‘detecting device may give indications which are 
considerably in error. Mr. Lamme has pointed out certain 
sources of error, and we wish to call attention to a number of 
others. 

If the device is placed between the coil and the iron as, for 
example, at the bottom of the slot, the reading will be nearly an 
indication of the iron temperature and does not allow at all for 
the thermal drop from the copper to the iron. Therefore, the 
correction given in the Institute Rules for devices placed in this 
manner is, in our opinion, worse than an estimate or approxima- 
tion. . Even though such ‘temperature indicating device at the 
bottom of the slot, plus a correction, were near the copper tem- 
perature for that particular part of the coil, it might be far from 
registering the temperature of the copper in part or in the whole 
of the upper coil (or upper part of the one coil, if there be but 
one per slot) as indicated so well in Mr. Newbury’s paper of 
about a year ago.* 

Unless coils are very well laminated, the loss in the upper 
coil may be considerably greater than in the lower coil, especially 
when there is a large depth of copper in the slot. A temperature 
device placed between coils can then read only an approximate 


*TrANS, A. I. E. E. 1915, Vol. XXXIV, Part II p. 2747. 
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average of the temperatures of the lower part of the upper coil 
and the upper part of the lower coil. This is borne out pretty 
well in Mr. Newbury’s paper referred to above. For example, 
at 1000 amperes, the temperature between core and bottom bar 
is found to be 92 deg., between bars 170 deg., whereas the bottom 
bar was found to be at 140 deg., and the top at 210 deg. 

When heat flows conductively, a certain amount of time is 
required for the transfer of heat from one place to another; 
therefore a certain amount of time is required for the temperature 
device to assume the same temperature as that of the copper in 
the coil when insulation is interposed between the copper and the 
temperature device. Hence, when the temperature device is 
placed between the upper and lower coils, and the machine has 
not reached constant temperature, the temperature device 
reading must lag behind the true temperature of the copper. 
Especially for short-time overloads, will the temperature indica- 
tion of the device placed between upper and lower coils be liable 
to considerable error. It is also probable that resistance coils 
would be slightly more in error than thermocouples owing to 
the fact that it would require slightly more time for the entire 
resistance coil to assume the temperature of the surrounding 
medium than it would for the thermocouple. 

It is also probable that with a spacer placed between the upper 
and lower coils, the indication of the temperature device would 
be slightly more in error than were such spacer omitted, owing 
to the fact that heat in that case, will flow from between coils 
to the laminations, thus tending td produce the same effect as 
pointed out by Mr. Lamme under, “Errors in Temperature 
Measurement.” 

We are calling attention to these errors in measurement, as 
enumerated above, for the purpose of indicating the futility of 
the customer relying upon the indications as recorded by such 
devices, and furthermore upon relying to any great extent upon 
the temperature guarantees embodied in the contract. We are 
familiar with other errors in measurement which we have not 
mentioned, but we believe that those cited should be sufficient to 
prove our point. ' ian 

Referring now more specifically to Mr. Lamme’s paper, it is 
interesting to note that whereas heat and electrical insulators 
obey the same general laws insofar as a comparison of insulating 
and conducting materials is concerned, the laws no longer hold 
in all cases for insulating materials only. For example, air is one 
of the best heat insulating materials known and yet it is by no 
means the best electrical insulator. Mica will withstand several 
times the dielectric stress that air will, but air is a considerably 
better insulator for heat than is mica. ; 

V. M. Montsinger Since electrical apparatus of today is 
being rated at its maximum capacity, the question of tempera- 
ture distribution has become a very important factor not only 
in rotating but also in stationary machinery. As an addition 
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to these two papers which consider, primarily, motors, generators, 
turbines, etc., I should like to say a few words, in regard to the 
conditions existing in stationary apparatus, that is, in trans- 
formers. j 

It is, of course, recognized that from a thermal standpoint 
the conditions existing in transformers are not as complicated 
as in rotating machinery, for the reason that the copper windings 
and iron core are not in such intimate relations with each other, 
that is, there is practically no transverse flow of heat between 
them, as we have in moving machinery. For this reason we are 
able to calculate more accurately the internal temperatures of 
transformers. However simple it appears to be, it really is not 
so simple and the fact remains that the maximum temperature 
may in some cases be considerably higher than the average 
temperature as observed by change in resistance. In making 
guarantees by average temperature, certain corrections or addi- 
tions are made for hot spots. Although this is an advancement 
over the old method of not recognizing that there were any hot 
spots, the present method must still be recognized as an approxi- 
mation. 

Some of the reasons why the present method of allowing a 
standard correction to take care of the maximum temperature 
is not an exact method of getting at the real conditions, are as 
follows: 

1. It is impossible to observe the average temperature at the 
instant of shutdown, consequently there is always a cooling off 
of the windings between the time of shutdown and the time of 
observing the resistance. A correction, therefore, has to be made 
and it is not a ways possible to be absolutely accurate in making 
this correction. It may be stated, by way of parenthesis, that a 
careful study of this question has been made and the writer 
hopes, in the near future, to present the results of this before the 
Institute. 

2. No two transformers unless of the same design have the 
same difference between their maximum and minimum tempera- 
tures. For example, if the coils are in a vertical position the 
upper portion is necessarily operating at a higher temperature 
than is the lower portion. The same is true if the coils are in a 
horizontal position, except that here the temperature of the top 
coil is higher than is the temperature of the bottom coil. This 
difference between maximum and minimum becomes more 
marked as the height of coil or coil stack increases. 

3. Transformer coils necessarily have to be braced for mechan- 
ical reasons and in doing this a certain portion of the coil sur- 
face is covered. By properly arranging this bracing, however, 
the effect of overheating due to this may not be objectionable 
for ordinary normal load operation. 

Considering then the many types or different designs of trans- 
formers, each of which has a different temperature gradient, it 
seems that there is room for improvement over the present 
method of making guarantees by average temperature, 
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Mr. N ewbury advocates that temperature guarantees, for ro- 
tating machinery, be based upon a safe maximum temperature, 
as determined by thermocouples rather than upon a certain 
temperature rise observed by thermometers. It seems that the 
position he has taken is a most logical one and should be applied 
wherever possible to all types of electrical machinery. 

For oil-immersed transformers, thermometers cannot be em- 
ployed for exploring the temperature of the coils. For this 
reason guarantees are now based upon average temperatures. 
While the difference between the average temperature and the 
maximum temperature of an oil-immersed transformer may not 
be as great as the difference between the highest observable 
temperature by thermometer, and the hottest-spot temperature 
observed by thermocouple in moving machinery, yet it seems 
that the problems of the two types of machinery are somewhat 
analogous. Unfortunately the thermocouple is not as suitable 
for transformers as for generators, etc., because of the potential 
danger and in order to have a satisfactory temperature indicator 
for transformers it will be necessary to use some other scheme. 
Assuming that we had a satisfactory temperature indicator for 
transformers, it would be interesting to know how operating 
engineers feel about the practical side of observing the temper- 
ature by an indicator as compared with the present method of 
observing the maximum oil temperature by either indicating or 
alarm thermometers immersed in oil. 

P. Junkersfeld: Some local experiences had a little to 
do with stirring up this subject about ten or eleven 
years ago. I refer to the first few years in which we operated 
turbine-driven generators. Previous to that the engine-driven 
generators did not present any great difficulties because the sur- 
faces were large, but with the turbine-driven generators a con- 
siderable amount of heat had to be dissipated in a small space. 
That brought up a good many new problems at once, and par- 
ticularly the problems of insulation and ventilation. 

I think it was early in 1907, or nearly ten years ago, when we 
were fairly certain that these generators were running much 
hotter than we originally expected, when one of them sud- 
denly bunt out on a test. That alternator was de- 
signed for a nominal load of 8000 kw. and 12,000-kw. overload 
for two hours. It had been running at normal rating and then 
increased rapidly from 8000 kw. to a load of 12,000kw. It had 
only been running at 12,000 kw. for less than an hour when it 
burned out with the thermometer on the end windings showing 
a total reading of only 85 degrees. That showed, of course, at 
once that there must have been some parts of that machine a 
good deal hotter than 85 degrees. It was suggested that pos- 
sibly some scheme of exploring coils would be advisable. When 
that machine was rewound, exploring coils were put into that 
machine. It took only a very few months of experience to prove 
quite conclusively that the preceding practise of building and 
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designing turbo-generators involved at least two fallacies: First 
that there was a very great difference between the temperature 
as recorded by the thermometer and by the exploring coil; 
second, that the windings reached a constant temperature when 
operated at 12,000 kw. in about fifty minutes. 

That demonstrated the fallacy of rating generators of 
that kind on a two-hour overload. In other words, the experi- 
ence indicated that such a machine gets about as hot as it will 
ever get at the end of an hour. This finally resulted in rating 
such turbo-generators on a maximum continuous basis without 
an overload in addition. 

P. M. Lincoln: Mr. Lamme starts his paper by stating that 
it is rather surprising that we had not gathered more informa- 
tion concerning the laws of temperature distribution and heat 
dissipation. 

This after all is not so surprising, when we come to consider 
the difficulty of dealing with heat measurements. We have no 
heat ammeter or heat voltmeter or heat wattmeter, and thus it 
is exceedingly difficult to get the data on the amount of heat 
flowing, and the differences in thermal voltage, if we may call it 
so, that is, differences in temperature which cause heat flow. It 
is the inherent difficulty in securing these measurements that is, 
to a large extent, responsible for our lack of information upon 
this subject; I can testify, from my own study, that there is a 
very decided lack of information upon this general question of 
heat flow. 

In referring to the comments of Mr. Foster, I want to call 
attention to one point. He states that the more rapid the air 
flow across a surface from which heat is being dissipated, the 
more rapid will be the escape of heat. ~ 

Now, that is perfectly true up to a certain limit, but beyond 
that limit it ceases to be true. That is, the friction of the air 
upon the surface will give rise to heat of itself, and we cannot 
carry the speed of air across surfaces up indefinitely and expect 
the escape of heat to continue to be dependent upon this rate of 
air movement. In our modern turbo-generators, we are getting 
very close to that point. The rise of temperature through the 
generator, due to the windage within the generator, is a very 
considerable amount, and we cannot force it a great deal higher 
than we are now doing in our modern generators. 
_ Now, coming back to this question-of allowable temperatures 
in generators: I do not think that there is any one who has 
given critical thought to the subject who will deny that it is per- 
fectly safe with our modern insulation to go at least to 150 deg: 
cent. The real question is, how much further can we go? The 
standards committee of the A. I. E. E., I understand, placed this 
limit of 150 degrees, because they felt that there was not a suf- 
ficient amount of practise in the past to justify their placing a 
higher limit. When we come to consider, however, the actual 
point of danger in our modern insulations, and the experiences 
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we have had with them, I see no reason why we should not go 
higher than 150 deg. cent. Just how much higher, is the ques- 
tion. I have devoted a little time to studying that question, 
and I think we can say that there is a definite limit beyond which 
we cannot go in temperature, that definite hmit depending to a 
very large extent upon the temperature coefficient of the thermal 
conductivity of the insulation employed. 

Let me put it down in figures. Suppose we have a coil, like 
an armature coil in a generator, insulated, and we put a certain 
current through that coil; it will of course have a certain amount 
of watts produced in it which I will call W i; lf we call J the 
current in the coil, and R its resistance, this wattage is equal to 
IP R, a familiar expression. We can go further! The R is de- 
pendent upon the temperature of the coil. If we take R, as the 
resistance of the coil at 0 deg. cent., its fesistance at any other 
temperature is given by the well known expression R= R, (1 + at) 
where ¢ is the temperature in degrees cent., and a is the temper- 
ature coefficient. Therefore, the watts entering the coil are 
W,=f R, (1+ at). The usual value assigned to a is 0.004. 

The watts that escape from the coil, which I will call W,, are 
evidently proportional to thermal drop and inversely proportional 
to the thermal resistance. If therefore, we call t the temper- 
ature of the copper of the coil, t; the temperature of the cooling 
medium (surrounding air) and e the thermal resistance, the 


t—t, 


watts escaping, W, become W, = ; 


Now, this quantity e also has a temperature coefficient; and 
if we represent this coefficient by a’, the expression for W, be- 


tT 
é (1+ a’t) 


comes W, = where @ is the thermal resistance at 
0 deg. cent. 

Now Mr. Lamme has enunciated the general principle in his 
paper, that heat conductivity and electrical conductivity have a 
certain relation to each other, that they are roughly proportional 
to each other. 

Now, if we assume—and this is the big zf in my calculations— 
if we assume that the above law holds with respect to the tem- 
perature coefficients both of thermal and electrical resistance, 
that is, that a’ is equal to a and that a has its usual value of 
0.004—it can easily be shown that when the temperature ex- 
ceeds 250 deg. cent., above the cooling medium, it comes into a 
state of unstable equilibrium. In other words, the amount of 
heat generated, increases with increasing temperature while the 
ability of the coil to dissipate heat decreases with increasing 
temperature. Evidently, there must eventually come a point 
where the coil is unable to get rid of the heat put in and the 
temperature tends toward infinity. Furthermore, the J?R that 
gives a temperature of 150 deg. cent., will only have to be in- 
creased about 25 per cent in order to arrive at 250 deg. cent. 
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Let me put this in graphic form. Refer to Fig. 1, where temper- 
ature in degrees cent. is laid off on the vertical axis and the watts 
on the horizontal axis. The straight line marked W; shows the 
manner-in which the watts input to our coil, will vary with 
changing temperature, and the curve marked W, will indicate 
how the watts.dissipated will vary under the same conditions. 
In plotting this curve, the cooling air is assumed at 40 deg. cent. 
It is of course, obvious that the watts put in and the watts 
taken out, must be the same; that is, W; = W.. 

If these two curves are made to intersect at 150 deg. cent. 
(the maximum now allowed by the Rules of the A. I. E. E.) the 
curve W, will have a given inclination. If we increase this in- 
clination by about 25 per cent, we will arrive at the point of 
tangency between W; and W,, and 
it is obvious that for higher incli- 
nations, W;. and W, will never 
meet. The point of tangency be- 
tween W; and W, therefore, fixes 
definitely, a temperature beyond x 
which it is impossible to operate. 

Now, if we go further and put a 
“>” term into our temperature 
coefficient equation and give it the 
form R = R, (l+at+0#) the 
point of tangency is further reduced 
and with the usual values of a and 
b, the maximum allowable temper- 
ature becomes about 200 deg. cent. 
above the cooling air. Fos? 

The crux of what I have to say, 
comes in the assumption that tem- 2. 
perature coefficient for thermal 
conductivity is equal to that for Sos 
electrical conductivity. Now, I Rieck 
am simply making that assump- 
tion, and above results are based on that assumption. Whether 
that assumption is correct or not, I do not know. I have not 
been able to get any accurate data on this point. But if they 
are equal, the above results follow. 

Mr. Lamme has shown that some of the heat in a generator, 
escapes by flowing along the copper, and we do know that the 
temperature coefficient for thermal resistance of copper, is a 
quantity very close to that for the electrical resistance. How- 
ever, most of the heat in our generator, escapes by flowing 
through the insulation and on the temperature coefficient of the 
thermal resistance of this insulation, there are practically no 
data available. Upon the value of this quantity, depends the 
amount -of curvature of W, in the Fig. 1 and the point of tan- 
gency obviously depends upon the degree of thecurvature. I 
would strongly urge that steps be taken to obtain accurate data 
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upon this point, covering the standard insulations that are used 
in electrical machinery. 

W.C. Bauer: There is a very important point in temperature 
discussion which is very seldom brought up, and itisthis: Some 
manufacturers seem to fail to realize the double function which in- 
sulating material must perform. It is used, of course, to limit the 
flow of current along the desired path and to keep it from short- 
circuiting along other paths. The manufacturer says, ‘‘The 
more insulation, the better my machine becomes.” He fails to 
realize that the more insulation he puts on the more difficult it 
is for heat to get out; and there may be a point reached when, 
if he puts on four layers of insulation, the machine is not as safe 
as it would be if he put on only one layer. I do not know to 
what extent research along this line has been carried out, but 
what I think should be carefully investigated, is, the safety of 
the machine as a function, not of the thickness of the insulation 
but as a function of the thinness of the insulation. 

N. J. Conrad: The authors emphasize the idea that the 
operating engineers usually measure temperatures at points 
which operate at relatively low temperatures as compared to the 
“hot spots’, and also that measurements made with exploring 
coils or resistance coils are crude as compared to measurements 
made with thermocouples. 

Ten years ago, and also later, we found it quite difficult in 
some cases to convince the designers that the temperatures in- 
dicated by exploring coils, were not considerably higher than 
the actual maximum temperatures existing in turbo-generators. 

The Commonwealth Edison Company began the use of ex- 
ploring coils the early part of 1907 by installing them in an 8000- 
kw. turbo-generator while it was being rewound after a burnout 
which occurred during an overload test. This generator had an 
overload rating of 12,000 kw. for two hours. It is interesting to 
note that in this case the exploring coils were placed between 
the two armature coils in the slots, which is now recognized as 
the best location. 

Some of the facts brought out by this installation of exploring 
coils were very interesting. 

With a load of 10,000 kw., the maximum temperature rise, 
obtained by means of an exploring coil between armature coils 
in the slots, was 78 deg. cent. while the average rise of four such 
coils was 73 deg. cent. The maximum rise, as indicated by four 
thermometers placed at the hottest spots that the thermometers | 
could be placed, was 56 deg. cent., while the average rise of the 
four thermometers was 48 deg. cent. The difference between 
the maximum rise by exploring coil and thermometer was 22 
deg. cent. 

At the time that this generator burned out while carrying a 
load of 14,000 kw. the thermometers placed on the windings 
indicated a temperature rise of 58 deg. cent. The highest load 
tests run on this generator after it was rewound with the old - 
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type of winding and with exploring coils installed, were at 10,- 
000 kw., but extended curves of temperature rises show that at 
12,000 kw. the temperature rise would have been about 94 deg. 
cent. 

A check test was made on these exploring coils in the following 
manner. The-machine was run with a load of 9000 kw. until 
the temperatures indicated by the exploring coils were constant. 
The average temperature as shown by 10 exploring coils was 86 
deg. cent. The load was taken off and the machine shut down. 
It required three minutes to take the load off the machine and 
18 minutes more for the machine to.come to rest after it was 
taken off the system. When the machine came to rest the aver- 
age temperature, as indicated by the exploring coils, was 61.5 
deg. cent., while the average temperature, as indicated by ar- 
mature resistance measurements was 63 deg. cent. The de- 
crease in temperature, between the time the load was decreased 
and the time the machine came to rest, was 25 deg. cent. 

A matter which has not been mentioned in these papers is the 
importance of periodic heat tests in connection with increased 
heating caused by the accumulation of dirt in turbo-generators. 

Temperature readings were taken on a 12,000-kw. generator 
with a load of 8,000 kw. The maximum rise of the copper with 
this load was 55 deg. cent. The maximum rise of the core was 
62 deg. cent. These temperature rises were very much higher 
than usually obtained with this load on machines of this partic- 
ular type. The normal temperature rise at 8000 kw. being 
32 deg. cent. for the copper and 28 deg. cent. for the iron. It was 
hardly reasonable to suspect. that the accumulation of dirt in 
the machine would cause such a large increase in the temperature 
rise. It was, however, decided to remove the field and make an 
inspection. 

It was found that one of the bearings of this unit had been 
throwing oil. This, combined with the fact that a great deal of 
building reconstruction had been going on, had resulted in a 
very great accumulation of dirt on the armature. In fact this 
accumulation of dirt was so great that about 90 per cent of the 
ventilating ducts had been entirely choked up. The increase in 
temperature rise amounted to 80 per cent on the copper and 123 
per cent on the core. 

C. A. Keller: Referring to Mr. Lamme’s statement that one 
great advantage of the thermocouple is its very small size, so 
that it indicates the temperature at practically a point instead of 
a very considerable area. This type of temperature coil may be 
desirable for factory tests, but after the machine has been in 
service for some time and the slots and openings partially filled 
with dirt collected from ventilating air, a temperature coil with 
considerable area to cover some of the hot spots which it is 
difficult to ordinarily predetermine would be more practical. 

I wish to ask Mr. Lamme if there has been any scheme devised 
for taking temperatures in rotating elements such as the arma- 
ture of a railway rotary while running under load conditions. 


+ 
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M. M. Flower: There is one point I do not think has as yet 
been brought out very clearly. Mr. N ewbury has brought out 
clearly the limiting features of the rotor temperature. The 
limiting feature is the exciter voltage and not the temperature 
rise. The temperature rise in the rotor can never become dan- 
gerous, or in other words, the exciter voltage acts as a safety 
valve, which will always limit the temperature rise in the rotor. 
This limitation does not exist on the stator as the operator can 
keep on loading the generator until the safe temperature limit of 
the stator is exceeded. 

B. G. Lamme: I have made up a sketch which brings out 
much better than any description, some of the fundamental 
differences between Class “A” and Class “B” insulations. 
These might be called the time-temperature curves for these 
insulations. These must be considered as approximations only, 
as, from the very nature of the materials themselves, no exact 
curves are possible. The important feature to be considered in 
the curves, is the general shape rather than any absolute values. 
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We have made a great many temperature tests of insulations 
to determine their durability; also we have made examinations of 
a very large number of windings which have been in service for 
many years, but for which we had only approximate data as to 
temperatures. Obviously it is impracticable to carry on an ac- 
curate life test covering a long period of years, so what we did in 
most of our tests, was to carry the temperatures up to such 
points that destruction was either reached or indicated in a 
comparatively limited period of time. ie 

In Fig. 2 curve A indicates approximately the durability of 
class A insulations for various temperatures. This should be 
recognized as being approximate, but it is optimistic rather than 
pessimistic. y 

Curve B applies to well built class B insulations, as now fur- 


nished by some of the electrical manufacturing companies. 


Such insulations contain a large percentage of heat resisting 
materials with a comparatively small per cent of binding material 
and the insulation is applied so tightly that deterioration or de- 
struction of the binder does not appreciably loosen up the true 


insulating material. 
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Considering curve A, taking 105 deg. cent., as the ultimate 
temperature limit for long life without undue deterioration, then 
with a very slight increase in temperature, say to 115 deg. cent., 
the life is shortened very much, and at 125 deg. cent. such in- 
sulation is good for only a very few months at the most. At 
150 deg. cent. it has an exceedingly short life. 

Next considering curve B, our available data indicate that for 
over twelve months operation at 200 deg. cent., the insulation is 
in first class shape; in fact, much better than class A insulation 
at 110 deg. cent., for the same length of time. At 300 deg. 
cent. for six months, the insulation really shows better than class 
A insulation at 115 deg. cent. for the same length of time, and, 
at 400 deg. cent., the class B insulation for three months is 
better than class A insulation at 125 deg. cent. for the same length 
of time. If we now assume the continuous life for the class B 
insulation as-150 deg. cent., then it is seen that a 33 per cent 
increase in temperature for one year is no more harmful than a 
5 per cent increase in temperature over the 105 deg. cent. for 
class A insulations for one year. Also a 100-per cent increase in 
temperature above its continuous limit for six months is com- 
parable with a 10 per cent increase in temperature for class A 
insulation for the same period. For still higher temperatures 
the percentage is far more in favor of class B. 

What I want to bring out in particular by means of this dia- 
gram, is that the factor of safety for overloads is vastly greater 
for class B than for class A insulations, on the basis of continu- . 
ous life being taken as 150 deg. cent. and 105 deg. cent., respec- 
tively. Part of this difference is inherently in the characteris- 
tics of the materials themselves, but no doubt part of it is due 
to the fact that the arbitrary 150 deg. cent. limit set for properly 
built class B materials is considerably too low in comparison 
with 105 deg. cent. for class A. But, whatever the explanation, 
the difference is there. 

In regard to the very high temperatures for class B insulations, 
such as 300 deg. and 400 deg. cent. shown in curve B, attention 
should be called to the fact that unless there is an exceedingly 
high temperature drop through the insulation itself, any outside 
supporting layer or wrapper of fibrous materials is liable to be- 
come unduly heated and may disintegrate. Therefore, while the 
insulation proper might stand 400 deg. cent., for instance, yet if 
this was continued for any considerable length of time, so that 
the outside supporting material became excessively heated, such 
material would have to be of something else than the usual treated 
tape or fibrous wrappers. _ However, it so happens that very 
high temperatures are rarely attained in practise, except in the 
case of armature conductors buried in slots. In such case the 
surrounding iron assists very materially in cooling the finishing 
wrapper on the coils, unless the high temperature is maintained 
for a very considerable period. 

Some are inclined to look askance at mica at 150 deg. to 200 
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deg. cent., but it must be remembered that in certain heating 
apparatus mica is used up to 500 deg. cent. and, in some cases, 
even up to 750 deg. cent. Practically all micas will stand up 
to about 600 deg. cent., without undue deterioration, and 
some grades will stand up to 1000 deg. cent. From this 
viewpoint, the temperature of 150 deg. to 200 deg. cent. 
in armature coils appears to be very low and the whole 
matter turns upon the way such mica is used. If the 
percentage of mica in the insulation is relatively high and 
the mica is put on so tightly that the binding material can dis- 
integrate and loosen up and yet the natural elasticity or springi- 
ness of the mica can hold the insulation tightly in place, then such 
insulation can stand very high temperature without injury. But, 
if the mica is wound or placed so loosely that this disintegration 
of the binding or supporting material allows the mica part to 
loosen up materially, then the insulation qualities may still be 
very good from the dielectric standpoint, but may be in such 
poor shape mechanically that vibration or shocks may shift it 
or displace it sufficiently to injure it as an insulator. The de- 
fect here is a mechanical one and not in the quality of the material 
itself. 

Mr. Junkersfeld has spoken of some of his early experiences 
with high temperature, and he mentioned that the data which 
he and his associates obtained have had a marked influence in 
leading the manufacturers toward better grades of insulation. 
This is no doubt correct, but I wish to call attention to the fact 
that the manufacturers were also following this matter inde- 
pendently of the operating companies, with the same end in 
view. For instance, the company with which I am associated, 
insulated the 1894 Niagara generators with mica. We did not 
know whether such insulation was required, but we thought it 
was good material and so put it on. Later tests showed that 
this was a very fortunate decision, and now, after twenty years 
of operation, this insulation is still in very good shape, although 
subjected to very much higher temperatures than originally con- 
templated, 150 deg. to 200 deg. cent. being not uncommon ac- 
cording to later tests.* Also in 1898 and 1899 the large engine- 
type Manhattan Railway generators had mica insulation, in the 
form of wrappers, on the armature coils. Following this, mica 
insulation was used for quite a number of years, mostly on large 
high-voltage alternators. About 1904 we built some large capac- 
ity 60-cycle turbo-generators on which we used mica wrappers 
on the armature coils. In service, one of these machines was 
injured from some mechanical cause and we had to rewind it. 
One of the fads about this time was special oiled-linen tape 
insulation, and quite a pressure was brought to bear upon us to 
rewind this machine with such oiled tape. With this insulation 
the armature broke down in a comparatively short time (within 
a few months, if I remember rightly). When the coils were 


*TRANsS, A. I. E. E. 1915, Vol. XXXIV., Part 11, p. 2747. 


1518 TEMPERATURE DISTRIBUTION [Nov. 27 


removed, the outside layer of insulation next to the iron was 
found to be apparently in fair shape, but next to the copper the 
insulation showed indications of being excessively heated; in- 
fact, it was badly carbonized in some places. We then reinsu- 
lated with mica and the machine was operated for many years 
without trouble. Here was a direct comparison between class A 
and class B insulations. Ido not know how hot those coils ran, 
but, judging from the appearance of the oiled-tape insulation, 
it must have been materially above 125 deg. cent. Here was a 
fortunate instance where the machine was first insulated with 
mica tape and then afterwards insulated with fibrous materials, 
so that actual comparison was obtained with the two materials. 
This was ten to twelve years ago, so that it cannot be said that 
experience showing the relative merits of these two types of insu- 
lation is only of recent date. 

In the same way similar experience was obtained with field 
insulation. Practically all our early turbo-generator fields were 
insulated with fibrous sheet materials. Numerous instances oc- 
curred where such insulations deteriorated so much that -re- 
winding was required. This led to numerous tests for tempera- 
ture. In some of these earlier machines there was evidence of 
practically uniform overheating throughout the whole winding, 
thus indicating practically uniform temperature. In such cases 
it was comparatively easy to approximate the ultimate temper- 
ature from readings of the field currents and the field volts, thus 
obtaining the increase in resistance and from this the temperature 
rise. Such tests soon developed the fact that temperatures of 
110 deg. to 125 deg. cent. were not uncommon on the earlier 
turbo-fields, while with the increased capacities and higher 
speeds, toward which we were continually tending, the indica- 
tions were that still higher temperatures would be attained. 
This led to the development of mica insulation for the field 
windings of turbo-generators. In 1906 and 1907 a number of the 
earlier hot fields were rewound with mica and such fields have 
been operating up to the present time, or until discarded in 
favor of larger units. The record with these mica insulated 
fields has been extremely good. In some of the tests which we 
made on these earlier machines to determine the suitability of 
mica for field insulation, we carried one field up to.250 deg. cent. 
for forty-eight hours, and would have continued the test very 
much longer, but the conduction of heat from the core through 
the shaft to the bearings was sufficient to overheat them. How- 
ever, at the end of this test the insulation was found to be in 
absolutely good condition. This was a very mild test, in view 
of our later investigations on mica, but at that time it was con- 

sidered wonderful. I am simply bringing up such points to 
indicate that mica has been used quite extensively on turbo- 
generators for many years. 

I was much pleased to hear Mr. Conrad’s remarks regarding 

_ the effects of dust and dirt in limiting the ventilation of high- 
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speed machines, and in turbo-generators in particular. Very few 
people have any conception, in the case of turbo-generators, as 
to how much air is put through the machines. A modern turbo- 
generator puts through itself practically its own weight of air 
every forty to sixty minutes. If there is a very small per cent 
of dust in this air and it lodges in the machine, it is obvious that 
it will not take long to clog up the ventilating passages. How- 
ever, dry dust appears to go through the machine with very 
little deposit. Apparently the velocity of the air is sufficient to 
keep the dust moving. But, if there is a little free moisture in 
the air, or a little oil in any form, then such moisture or oil 
lodging on the surfaces of the ventilating passages will collect 
dust and eventually interfere with the ventilation. Such inter- 
ference appears in two ways—it covers the heat dissipating sur- 
faces with a poor heat conducting material, and it also cuts 
down the cross section of the air path and thus reduces the 
amount of air which can get through. In one case of a turbo- 
generator which I examined, the inlet passage at the air gap 
appeared to be much smaller than when the machine left the 
factory. There appeared to be a ridge of iron projecting inside 
the iron laminations. I tried to cut it with a knife and found it 
almost as hard as iron, but it developed that it was a mixture 
of dirt and oil which had solidified at this point. We had a 
second case of this sort where a turbo-rotor burned out after 
about a year’s operation. Upon dismantling the winding it was 
discovered that the roasting was all at one end and that the 
other end was in good condition. Further investigations showed 
that the ventilating passages at the one end of the machine were 
almost completely clogged up, while at the other end they were 
fairly open. It was then found that a small amount of oil had 
leaked into the machine in the form of fine spray and this had 
caused the trouble. 

In modern machines this problem of dirt is taken care of in 
many cases by air washers. The functions of the washer is prin- 
cipally to remove dirt, but it does cool the air a little, but this 
is of minor importance compared with the other effect. 

Mr. Keller asked whether there is any effective method of 
measuring temperature in rotating apparatus without shutting 
down. In case of rotating fields, a pretty good idea can be ob- 
tained from measurements of the field current and voltage during 
operation, these giving the increase in field resistance. This is 
a very good method in those cases where the temperature is 
reasonably uniform throughout the field winding. In turbo- 
generators it is apparently a fair approximation. However, in 
d-c. armatures there is no very effective method of determining 
temperature except by the thermometer. _ Thermocouples can- 
not very well be used on rotating apparatus due to the necessity 
for moving contacts to make connection with the external indi- 
cating apparatus. After a long series of investigations we found 
the results so variable that we gave up the method. Such tests, if 


1520 TEMPERATURE DISTRIBUTION [Nov. 27 


successfully carried out, would require laboratory refinements 
which are not usually possible in ordinary commerical work. 

F. D. Newbury: Professor Gray brought out a number of 
interesting points. I am glad to know that he agrees that the 
maximum safe rise is the proper guarantee, even though he 
questions whether engineers in general will accept it. 

He stated that he doubted whether the purchaser would buy 
a high-temperature generator if there was the alternative of 
purchasing a low-temperature machine at the same price. That, 
however, is not the question. The question we are discussing is 
much broader than that. It is not the individual case that 
interests us, but whether in the long run the high-temperature 
machine is the more economical machine, the machine that 
should survive. If my opinion is correct, the high-temperature 
generator is the more economical generator and will be the 
generator of the future. 

Professor Gray also stated that he did not think the exciter 
voltage should bea limit to rating. Such an easy thing to 
overcome should not be permitted to become a limit. That, 
however, is begging the question. While it is an easy matter to 
provide any desired margin in exciter voltage (although at the 
expense of increased exciting current), it is not possible to provide 
the heat dissipating capacity in the rotor that would be necessary 
in order to use the higher exciting voltage. In many stations 
there is a common exciter bus maintained at a definite voltage. 
In such cases, the exciter voltage, directly, is a limit to rating. 

Professor Gray also spoke of the higher voltage of armature 
windings as compared with windings on rotors. Practically all 
the larger machines, even the 13,000-volt machines, have only 
one or two turns in each armature coil, so that the problem of 
insulating between turns is not a difficult one. © 

Mr. Foster brought up a number of interesting points in con- 
nection with generator design, to some of which I must take 
exception. 

Mr. Foster stated that the use of Class B insulation was not 
justified in all cases. It is justified in my opinion in all the cases 
that we are now considering; that is, in large, important ma- 
chines. 

_ For the reasons brought out in Mr. Lamme’s discussion, there 
is no margin of safety if fibrous insulation is used in machines 
with a temperature rise of only 60 deg. measured by thermo- 
couple. Even though the temperature rise is 60 deg., it is not 
wise to use fibrous insulation in important machines where relia- 
bility is so important. The difference in margin with fibrous 
insulation and with mica insulation is very well brought out 
by the tests Mr. Lamme mentioned. We found it very easy to 
cause the cotton, linen, or paper insulations to fail after a few 
weeks’ test at 150 deg. In no case were we able to break down 
properly constructed mica insulation with temperatures up to 
400 deg. In my mind there is no question that with Class B 
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insulation subjected to 150 deg., the margin of safety is very 
much greater than with Class A insulation at 105 deg. : 

But this question of safety at 150 deg. has been discussed 
before the Institute at a previous meeting and it was quite 
generally agreed that 150 degrees was safe. Mr. Foster con- 
curred in this opinion.* 

Mr. Foster correctly stated that mechanical stresses limited the 
amount of copper that could be carried by the rotor, but that no 
such limitation existed in the case of the stator. Consequently, 
according to Mr. Foster’s discussion, a very easy remedy for 
high temperatures in the stator was the use of deeper slots. 
He also very properly called attention to the dangers of excessive 
eddy-current losses in the armature winding of these large turbo- 
generators. But to deepen the slots is incurring the danger of 
eddy currents, and it is very easy to increase the loss by the 
addition of copper instead of decreasing the loss. So there is, 
in my opinion, no remedy for high armature-coil temperatures 
that does not involve an appreciably larger generator. 

Professor Bauer brought up the interesting point that increas- 
ing the thickness of insulation, while it increases the safety of 
the machine by an increase in dielectric strength, decreased its 
safety by increasing the temperatures. It illustrates the point 
that the design of machines of this class is a series of compromises. 
Safety in mechanical stresses must be balanced against safety in 
temperature; safety in insulation against safety in temperature, 
and so on through the list. Any advantage we can gain through 
the use of better materials is an advantage in the direction of a 
more economical and better machine. 

Mr. Keller mentioned the advantage of a long resistance coil 
as a means of measuring temperature, as opposed to the short 
thermocouple. I might explain that the thermocouple is merely 
a welded junction of two metals, and as constructed is a quarter 
of an inch wide, (6.35 mm.) and the junction is practically a line; 
so that it does, as nearly as any device we know, measure the 
temperature at a particular point. The resistance coil, on the 
other hand, has to be fairly long in order to obtain a sufficiently 
high resistance in the coil to make it accurate; and if it is to 
measure temperatures above 100 deg., the adjacent turns must be 
separated, so that with the deterioration of the enamel or silk 
insulation on the wire, the turns will not short-circuit. Resist- 
ance coils may be anything from six inches (15.24 cm.) up to.a 
couple of feet in length, so that the resistance coil indicates the 
average temperature through that length. The thermocouples 
can be ruggedly insulated with mica so that they will withstand 
any temperatures that the coil insulations will withstand. For 
these reasons, I prefer the use of the thermocouple, but, after 
all, the main thing is that one or the other be used, and internal 
temperatures be determined. 

Mr. Fowler made the point that a higher temperature was 
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allowable in the rotor than in the stator, because the available 
exciting voltage placed a limit upon the current that could be 
circulated in the rotor, while no such limit existed in the case of 
the armature. The armature current, however, cannot be in- 
creased beyond the corresponding maximum available field cur-_ 
rent unless the armature voltage is allowed to fall. So that the 
same safety stop exists in the case of the armature as in the field, 
unless the generator voltage is allowed to decrease in case of 
overloads. 
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RUPTURING CAPACITIES OF OIL CIRCUIT BREAKERS 


BY STEPHEN Q. HAYES 


ABSTRACT OF PAPER 


This paper is really a series of more or less disconnected notes 
dealing with the question of rupturing capacity of oil breakers. 
It makes no attempt to go into the theory of circuit-breaker 
design, and its main object is to open up a discussion regarding 
the advisability of using the term ‘‘Maximum Safe Rupturing 
Capacity’”’ to describe the result obtained by the root-mean- 
square of the maximum peak of thecurrent wave that occurs while 
the breaker is opening, multiplied by the root-mean-square 
of the open-circuit voltage that occurs immediately after the 
breaker opens. Attention is called to the different ratings due 
to use of peak values and root-mean-square values of current 
and voltage. 

It is recommended that an oil switch or an oil circuit breaker 
should be given a rating on the basis of maximum safe rupturing 
capacity that it can handle, and that a breaker after opening a 
short circuit up to its rating, should be immediately reclosable, 
and able to again open up a similar short circuit; breaker 
should open three successive short circuits before contacts need 
be repaired or oil replaced; these short circuits may be as close 
as two minutes apart. 


HE OBJECT of this paper is to suggest the proper basis 
for the guarantees to be made by manufacturers of oil 
circuit breakers or switches to enable the prospective user to 
determine the suitability of the breaker to the proposed ser- 
vice conditions. This guarantee should be a specific statement 
of what the oil switch can do, and should preferably be free 
from any assumptions as to reactance in circuit, generator 
characteristics, use of relays or similar features. 

It is self evident that oil circuit breakers for large power 
systems must be suitable for the service they are to perform, 
their current-carrying parts must be ample, their insulation 
good, and they must be capable of rupturing any amount of 
current they may be called upon to open. Such breakers should 
not only clear the circuit, but should be immediately reoperative 
without the necessity of inspection, adjustment, or repair, al- 
though inspection is advisable at the first suitable opportunity. 

The term ‘‘ultimate rupturing capacity,’’ as usually employed 
by American switchgear manufacturers has been applied in 
such a manner that it really meant the maximum size of system 


on which a breaker could be safely used, and even when used 
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in this manner, it was necessary to explain fully, the basis of 
calculation, and the various assumptions that had been made. 
This method of rating, involves the momentary and sustained 
short-circuit characteristics of the machines, the various re- 
actances in the circuits, the speed of tripping of the breakers, 
and other similar features. 

It has been standard practise to assume that the breaker is 
connected directly to the buses, and may have to open any 
amount of current that can be received from that bus in case 
a short circuit of negligible impedance occurs just beyond the 
breaker. In most cases it is the reactance of the circuit rather 
than the resistance, that limits the current flow at times of short 
circuit, so-it is usual to consider the reactance rather than the 
impedance of the circuit in calculating current flows. © For 
cable systems or high-tension transmission circuits, the capaci- 
tance has to be considered. All of the generators and other 
synchronous apparatus connected to the bus, will tend to feed 
into the short circuit whatever current they can deliver under 
these conditions, this current as a rule, being limited only 
by the inherent reactance of the machines, and any external 
reactance that may exist between the machines and the point 
where the short circuit occurs. 

Due to inertia, it is impossible to have a breaker trip out 
instantaneously, consequently no breaker is ever called on to 
open the momentary short-circuit current that occurs during 
the first few cycles, but it has to be strong enough mechanically 
to resist the magnetic stresses set up during such a short 
circuit. With a-c. coils energizing the mechanism direct from 
the current transformers, large capacity breakers can be made to 
open in about 0.2 second. With the usual shunt trip relays, 
the time of opening.is about 0.3 to 0.5 second, while with time- 
limit relays, the opening can be delayed either for some definite 
time, or for a time that varies inversely with the load. With a 
non-automatic breaker, the time of opening is left to the dis- 
cretion of the operator. As most generators reach the condition 
of continuous short-circuit current in not over 0.8 second, it is 
figured that a definite time limit of two seconds or even less, 
secured through a relay, is equivalent to non-automatic service, 
in so far as rupturing requirements are concerned. 

Whether a breaker is to be used for automatic or non-automatic 
service, it can only open a certain fairly definite amount of power. 
at the arc. This amount being fixed, it should be noted that 
for non-automatic service, the size of plant to deliver this would 
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be determined by the sustained short-circuit characteristics of 
the generators, and other synchronous apparatus. For auto- 
matic service, this same amount of power could usually be 
delivered by a smaller plant, as the momentary short-circuit 
current is almost always higher than the sustained. 

In order to allow for certain of these variables due to the 
machine characteristics, one American manufacturer gives ra- 
tings for his oil switches for automatic and non-automatic service 
for two classes, A and B, the latter being systems where one or 
more generators are of the turbo type with reactances of less 
than 8 per cent and the former applying for all other systems. 

This A and B method of rating based on data published some 
years ago assigned for most of the smaller sizes of breakers about 
25 per cent greater rating for the non-automatic A class than 
the corresponding non-automatic B, the automatic rating for 
the A class was usually about 50 per cent of the non-automatic 
A and the automatic B rating about 33 per cent of the non- 
automatic. On the larger sizes, however for 15,000-volt service, 
one size was rated 70,000-kv-a. class A non-automatic, 56,000- 
kv-a. class B non-automatic, 70,000-kv-a. class A automatic 
and 46,000-kv-a. class B automatic. 

It would seem that the automatic service would be more 
severe than the non-automatic and the breaker may be tnder 
rated for non-automatic or over rated or automatic. 

The class B service is based on using turbo generators of 
8 per cent reactance or less. Usually such machines have a 
lower sustained short-circuit rating than water-wheel-driven 
units of higher reactance than 8 per cent, so that there would be 
less current for a non-automatic breaker to open in a 20,000-kv-a. 
plant fed from turbo generators, than a similar plant fed from 
water-wheel generators. On this basis the non-automatic B 
rating should be higher, not lower than non-automatic class A, 

Another American manufacturer explains the ratings assigned 
by using a standard assumption of generators or other syn- 
chronous apparatus, having an average reactance of 8 per cent, 
a momentary short-circuit current of 12 % times normal falling 
to half of this amount, or 64 times normal by the time the break- 
er opens, and a continued short circuit of one quarter, or three 
times normal. With this explanation, it is evident that a 
breaker rated as having 10,000-kv-a. rupturing capacity should 
be capable of handling 62,500 kv-a. at the short circuit. This 
same breaker for non-automatic service where the machines 
are assumed as delivering three times normal, could, therefore, 
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be used on a 20,000-kv-a. system, or would have a non-automatic 
rating of 20,000 kv-a. 

This relative method of rating automatic and non-automatic 
breakers only holds true for the one set of assumptions made, 
and will be incorrect when applied to a system fed from low- 
reactance machines having a high momentary short-circuit value 
and a low sustained short-circuit value. The statement that 
the automatic rating could be multiplied by 67 -to determine 
the amount of power the breaker could rupture gave some real 
data regarding the rupturing capacity. 

In comparing the nominal rupturing capacities, the one line 
of breakers was usually given its class A automatic rating 
while the rating of the other line was the instantaneous over- 
load rating practically corresponding to the class B automatic. 

In systems of large generating capacity, where current limit- 
ing reactors are used, or where the reactance of transformers 
and lines may limit the current flow on short circuit to a point 
well within the capacity of the system to supply continuously, 
it will be found that the breakers provided with time-limit 
relays, or used for non-automatic service, have as severe rup- 
turing conditions to meet as those used for automatic service. 

These methods of rating are not directly applicable in all 
cases, and are open to many objections, and do not readily 
take into account certain features that really are vital in deter- 
mining the adaptability of breakers to specific service. The rate 
at which the short-circuit current of a generator dies down 
varies with its design, so that the short-circuit current of a genera- _ 
tor may die down from the initial rush to the continuous short- 
circuit value in a period of time ranging from 0.2 to 0.8 second. 
The initial wave may be as high as 20 times normal, and the 
continuous short-circuit value may be as low as 1.4 times normal. 

In case of an unsymmetrical wave, experience seems to show 
that the strain of opening does not differ appreciably from that 
produced by a symmetrical one. A current wave ranging from 
a positive maximum of 10,000 amperes to a negative one of 
2000 amperes can be taken care of as readily as one ranging 
from plus 6000 to minus 6000. This may be due to the longer 
time required for the arc to reestablish itself in the case of the 
unsymmetrical wave where the negative maximum is small. 
By the time the breaker actually opens the circuit, the amount 
of assymmetry has greatly diminished from that experienced 
during the first few cycles. 

As most power circuits are three phase, the rupturing capac- 
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ities assigned to circuit breakers are those applying to three- 
pole breakers on that service. The corresponding rating for 
two-pole breakers on a single-phase circuit is 70 to 75 per cent 
and the rating of a four-pole breaker on a two-phase circuit is 
considered 140 to 150 per cent of the corresponding three-phase 
rating. 

Under some certain conditions, smaller switches could be 
used, for instance, in substations where limited transformer 
capacity is installed between the oil circuit breaker, and the 
line, or on substation feeders where a breaker of higher capacity 
is interposed between the breaker in question, and the substation 
bus. 

When considering switches for connection to buses fed from 
the generator units of motor-generator sets, the capacity of 
the system supplying energy to the motor-generator set, need 
not be considered. In such cases, the sum of the rated capacity 
of the generator units, on the motor generator sets should come 
within the limits assigned to the breakers. 

The ky-a. ratings usually assigned to breakers are based on 
the listed voltage rating of such breakers, and any change in 
operating voltage from the listed voltage rating will usually 
change the ky-a. rating in about the same percentage, that is, 


_an increase or decrease in voltage of 20 per cent would decrease 


or increase the ky-a. rating by the same amount. 

While this percentage rule is not strictly adhered to, a typical 
example might be noted of a certain moderate capacity breaker 
designed for 22,000-volt service with a nominal rupturing capac- 
ity, assigned by its builders, of 10,000 kv-a. at 22,000 volts, 
12,000 kv-a. at 16,500, 13,000 at 13,200, 17,000 at 7500 and 19,000 
at 4500 volts or less. 

On the assumption, more or less justified, that the strength 
of the breaker tops, insulators and fittings have been properly 
proportioned to the tank strength and that the speed of opening 
is satisfactory the rupturing capacity of an oil breaker may be 
considered as a function of the tank dimensions. 

When a breaker has been installed, it should be remembered 
that with increase in capacity of system, failure to maintain 
breakers either as regards mechanism or insulation, changes in 
reactance, changes in method of operation and defective relays 
may so change the duty on a breaker as to lead to its destruction. 

Almost all of the oil switches and oil circuit breakers now:in 
service, are operating satisfactorily, but it is realized that they 
are far from perfect, and it is possible that some of the commer- 
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cial breakers being sold, are over rated. By having some defi- 
nite rating in kv-a. to work to, breakers of the smaller sizes 
could be tested to see that they actually met their guarantee. 

In order to simplify this question of breaker rating, it is pro- 
posed to use ‘maximum safe rupturing capacity,” or some 
similar term to describe the result obtained by the root-mean- 
square of the maximum peak of the current wave that occurs 
while the breaker is opening, multiplied by the root-mean- 
square of the open-circuit voltage that occurs immediately 
after the breaker opens. 

All modern transmission systems employ generating apparatus 
giving essentially a sine wave for current and voltage, which 
sine wave has a ratio of peak value to root-mean-square value 
of 14 to t. A breaker capable of rupturing 10,000 amperes 
maximum value at 10,000 volts maximum value, if rated on the 
root-mean-square basis, would be considered capable of handling 
7100 amperes at 7100 volts, or would be given a rating of 50,000 
kv-a. If the peak value of the current, or 10,000 amperes, is 
used with the root-mean-square value of. the voltage, or 7100 
volts, the rating would be 71,000 kv-a. If the peak value of the 
current, or 10,000 amperes, is used with the peak value of the 
voltage, or 10,000 volts, the rating would be 100,000 kv-a. All 
of these ratings would cover the same duty to be performed, 
but as all power measurements are regularly based on the root- 
mean-square values of current and voltage, this is undoubtedly 
the logical basis for circuit-breaker rating. 

The kv-a. rating obtained as above is that which this breaker - 
should be guaranteed to open, the breaker being immediately 
reoperative, without the necessity of replacement of oil or 
adjustment of contacts. It might be well to fix this rating at 
such a point that the breaker could be guaranteed to open this 
amount at least twice, and to be immediately reclosable, and in 
condition to open the same circuit kv-a. the third time. 

In a-c. railway work, and similar installations where repeated 
short circuits are apt to occur, the breaker should be capable 
of opening such a short circuit at least ten times within the course 
of an hour; such short circuits not occuring closer together 
than two minutes to allow time for the gases that may be formed 
due to the short circuit to be properly vented from the breaker 
before a second short circuit occurs. 

It might be pointed out that there is a difference between 
rating a circuit breaker in terms of the maximum kv-a. which 
it-can open, and in terms of the maximum current which it 
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can open. On certain systems with the machines of certain 
characteristics, heavy short-circuit currents are usually accom- 
panied by reduced voltages and this point has to be given care- 
ful consideration. After opening a very heavy short circuit, 
thus relieving the system, the voltage frequently has a tendency 
to rise immediately to a point somewhat greater than normal, 
and this point should also be considered in the rating of the 
breaker; in other words, while a certain breaker might be able to 
open 10,000 amperes successfully where the circuit voltage im- 
mediately after the short circuit only went back to normal, 
it might not be able to function satisfactorily if the open-circuit 
voltage went up to points considerably above normal. 

It is realized that it will be extremely difficult for an engineer 
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to determine in advance exactly how heavy a short circuit it 
is possible to get at a given point on a transmission system, 
but from the view point of the manufacturer, it is simpler and 
better for him to make a definite guarantee as to just what 
service his breaker can accomplish, allowing the operating or 
designing engineer to determine whether such a breaker will 
meet the actual short-circuit conditions that may occur on any 
point of his system. 

It isa well known fact that formerly the opportunities of testing 
the actual rupturing capacities of the largest capacity oil switches 
and breakers were almost nil and that the capacities assigned were 
really intelligent estimates based on the testing to destruction 
of small units and calculation as to the increase in rupturing 
capacity secured by greater volume of oil, greater. head of oil, 
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increase in strength of tanks, extra volume of expansion chamber 
and similar features, while this is still true in certain cases a large 
amount of valuable data have been collected in the last few years. 

Among the more important tests on the rupturing capacity 
of oil circuit breakers may be mentioned those described in the 
papers presented in June 1911 before the Annual Convention of 
the A. I. E. E. in Chicago, by Messrs. Schweitzer and Schuchardt 
and Mr. E. B. Merriam. These were made on-a12,000-kv-a., 
9000-volt, 25-cycle turbo generator of the Commonwealth 
Edison Co. 

In February 1910 tests were made at the Long Island City 
power house of the Pennsylvania R. R. with two 5500-kv-a., 
11,000-volt, 25-cycle turbo generators. 

During 1910-1911 tests were made at the Cos Cob power 
house of the N. Y., N. H. and H. R. R. using 11,000-volt machines 
totalling 16,000 kv-a. ; 

In the latter part of 1911 a series of tests under various con- 
ditions was made at the Hydraulic Power Co. plant at Niagara 
Falls where four 7500-kw., 12,000-volt machines were short- 
circuited. These were fully described by Mr. J. N. Mahoney in 
the Electric Journal September 1912. 

A recent test shown on oscillogram, Fig. 1 was made with a 
total of 142,620 kv-a. in synchronous apparatus connected to 
60-cycle 24,500-volt bus bars. 

In this test there were successfully interrupted short circuits 
having a peak value of 950,000 kv-a. and root-mean-square 
value of 475,000 kv-a. at the time the contacts opened, both 
symmetrical values at 24,500 volts, representing the largest 
amount of power ever used on such a test. The unsymmetrical 
value of the initial wave of the short circuit was 50 per cent 
greater representing 1,425,000 kv-a. As shown by the oscillo- 
gram the short circuit continued for six cycles on a 60-cycle 
circuit before the circuit-breaker contacts parted and continued 
for three cycles through the arc. ~This breaker used the same 
oil and same arcing tips for all the tests. The only external 
effect was a small amount of oil forced out through a defective 
joint between the tanks and frame. 

Other tests at various voltages have been made as the basis 
of circuit-breaker ratings, and although these have not been 
published the manufacturers guarantees are usually based on 
real data and can be accepted by operators as deals fairly 
conservative. 
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RATING OF OIL CIRCUIT BREAKERS 


BY E. M. HEWLETT 


ABSTRACT OF PAPER 


Paper points out several difficulties, which are encountered 
in the rating of actual circuit breakers, but generally favors that 
these ratings be on the basis of the current to be opened in the 
arc at the operating voltage of the system. 


HE VARIABLE factors entering into the problem of rating 
oil circuit breakers make its solution very difficult. 

Up to certain capacities it has been possible to determine 
definitely what oil circuit breakers will open. The experience 
of many years, during which oil circuit breakers grew from a few 
thousand volts for a few kilowatts station capacity, to 10,000 
volts, 40,000 volts and higher voltages, for many thousand 
kilowatts station capacity, coupled with the facility of testing 
various designs under actual emergency conditions, has crystal- 
ized the requirements of circuit breakers of this kind and the 
constructive features of commercial design. 

However, the capacity of stations is always growing, the forces 
dealt with are ever increasing, and consequently, new types of 
circuit breakers must be constantly developed, ratings of which 
cannot be based on actual past service. To test such circuit 
breakers systematically would be beyond the scope of any test- 
ing units at the disposal of any manufacturing company and 
would require the use of power stations of enormously high 
capacity. 

The possibility of utilizing such power stations for the testing 
of circuit breakers is very limited, as in order to carry their 
connected load the big operating companies must generally have 
constant and instantaneous control of all their apparatus. 

Thus, new designs of high-duty circuit breakers must, for the 
present, be rated mainly upon judgment based on past broad 
experience. For the engineer, the ideal way of rating circuit 
breakers is on the basis of the current which is actually opened 
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in the arc at the operating*voltage of the system, as in the present 
A.I. E.E.ruling. (This current in the arc is not the peak value 
of the short-circuit current curve, but is that value which prevails 
at the moment when the circuit breaker opens, at the point 
where it is installed.) However, in a rational design of circuit 
breaker, other factors must be considered besides current to be 
ruptured, primarily the power factor at the time of the event 
and the voltage regulation of the system. In the smaller capac- 
ities, these factors could be disregarded, as with them it has 
always been possible to allow very liberal safety factors without 
sacrificing reasonable proportions. We are therefore rating at 
the present time oil circuit breakers by arc current and system 
voltage up to certain capacities. As the capacities of the system 
and circuit breakers increase, as spacings and clearances become 
important design factors, and as materials employed in the con- 
struction of the circuit breakers must be used more nearly to 
their limits, it becomes necessary to take all conditions into 
account. 

Oil circuit breakers for small stations and industrial service 
are often used by men who should not be called upon to figure. 
the current and voltage values, which is necessary for selecting 
the proper type circuit breaker for their service. 

For these conditions the kilowatt rating is most convenient, 
1.e. the total generating capacity of the system, or its equivalent, 
at the point of disturbance. Generally the kilowatt rating is 
based on the assumption, that the disturbance takes place so 
close to the generating apparatus, that reactance and resistance 
of connections between generating apparatus and the place of 
disturbance need not be considered. A certain initial reactance 
of the generating apparatus and a certain diminution factor of 
the current started by the disturbance, dependent on the time 
required by the circuit breaker to open the circuit after the dis- 
turbance has started, are assumed. 

If the oil circuit breaker is located at some other point in the 
system with considerable line or transformer impedance between 
the generating apparatus and circuit breaker, allowance must be 
made for the current-limiting effect of this additional impedance. 
Instead of the generated kilowatt capacity, an equivalent kilo- 
watt capacity must be used, which refers to the actual location of 
the circuit breaker in the system and is lower than generated 
kilowatt capacity, by an amount dependent on the character- 
istics of the intervening conductors and circuits. 
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The physical dimensions of the conducting copper parts of the 
circuit breaker should always carefully be considered. Conduct- 
ing parts must be of sufficient size to carry the rated current 
indefinitely without objectionable temperature rise, also be large 
and strong enough for the maximum current rushes between the 
instant of short circuit and the time of opening of the circuit. 

The use of current-limiting reactors, or reactances in trans- 
formers and machines in connection with systems is increasing. 
The reactor may be in circuit permanently or only when the 
breaker is opening. Various means have been developed to in- 
sert reactors or resistance into the circuit as the circuit breaker 
opens. While such arrangements reduce the current which the 
circuit breaker opens, they cannot act quickly enough to reduce 
the instantaneous maximum current and the shock on the system 
which is the real point to be considered. 

Finally, one man will require the <ircuit breaker to open the 
most severe short circuits without the slightest indication of dis- 
tress, Another man may be well pleased if the circuit breaker 
protects his more costly machinery, even if the circuit breaker 
itself is destroyed in doing so. Some one else may expect the 
circuit breaker to open two or possibly three times without 
requiring inspection or repair. 

It is thus evident that there is a wide range of opinion as to 
what constitutes satisfactory operation; but as experience and 
information accumulates, this situation will gradually improve 
and we will approach closer to, and it is hoped will ultimately 
reach, the solution of the problem. 

To sum up—I am in favor of rating circuit breakers on the 
basis of current in the arc and operating voltage of the system. 
The term ‘‘current in the arc’’ implies, that in defining its value 
all factors have been considered, which are necessary to deter- 
mine the actual work to be performed at the time when, and at 
the place where, the current is interrupted. 

I am not in favor of giving ratings to circuit breakers, in tran- 
sient peak values which do not exist at the time of opening the 
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Discussion on “RupTuRING CAPACITIES OF OIL CIRCUIT 
BREAKERS” (Hayes), AND “RATING OF OIL CIRCUIT 
BREAKERS” (HEWLETT), Boston, Mass., DECEMBER 8, 1916. 


Chester Lichtenberg: The standardization of the rating of 
the interrupting capacity of an oil circuit breaker is fast becoming 
an economic necessity. Manufacturing companies have a wide 
variety of product to offer but operating companies have diffi- 
culty in choosing suitable devices therefrom, because the duty 
which they will perform is not published in standard form. 
Consequently, the rating suggestions made by Messrs. Hayes 
and Hewlett are timely and should-encourage engineers to sub- 
mit their ideas on this important topic in order that their knowl- 
edge may be utilized in arriving at suitable standards. 

It seems desirable to rate circuit breakers on the basis of the 
current in the circuit during the time the arc persists in the 
breaker. There is, however, some question regarding the value 
of this current. It is described by Mr. Hayes as “‘the maximum 
peak of the current wave that occurs while the breaker is open- 
ing.’ Itis defined by Mr. Hewlett as ‘that value which prevails 
at the moment when the circuit breaker opens.’’ Neither of 
these seems quite clear nor comprehensive and in place thereof, 
it is suggested that, ‘‘the average of the r.m.s. values of the 
current peaks on the transient side of the true zero line as 
measured by an oscillograph, during the time that the arc per- 
sists,” be taken as the current interrupted by the breaker, when 
interpreting test results. 

Another question in considering the interrupting capacity of an 
oil circuit breaker is the pressure voltage of the circuit. Mr. Hayes 
proposes to use “‘ther.m.s. of the open-circuit voltage that occurs 
immediately after the breaker opens.”’ This suggestion has much 
to commend it but unfortunately if it is adopted it may further - 
complicate the rating, on account of the pressure variations which 
systems may exhibit. Mr. Hayes has mentioned some of these. 
Besides, during ordinary switching conditions, the circuit pressure 
may rise momentarily to about three times normal, and under 
unusual conditions, it may rise as high as seven times normal 
just after the breaker clears the circuit. It is quite important, 
therefore, that if the breaker rating is to be separated from its 
application, a value of the pressure should be adopted which is 
independent of system characteristics. 

The calculation of the interrupting capacity of a breaker 
at pressures other than those for which tests are available, 
presents a difficult problem. One rule states that any 
change in the operating pressure from the listed pressure ratings 
will usually change the kv-a. rating in about the same percentage. 
An example of this method is given by Mr. Hayes. The data 
have been rearranged in Table No. 1 and there has been added 
the maximum safe rupturing capacity of the breaker and the 
interrupting capacity of the breaker in amperes, both calculated 
as outlined in the Hayes paper. 


1916] DISCUSSION AT BOSTON 1535 


TABLE No. 1 

i 

/ Nominal Maximum safe Interrupt- 

| Operating rupturing rupturing ing capacity at 

Rated pressure | pressure capacity capacity operating pressure 

| 
Volts Volts Kv-a. Kvy-a. Amperes 
22,000 22,000 10,000 62,500 1,700 
22,000 | 16,500 12,000 75,000 2,600 
22,000 | 13,200 13,000 81,250 3,600 
22,000 7,500 -17,000 106,000 8,200 
22,000 | 4,500 19,000 118,750 15,000 - 

| ; 


An examination of the last column of this table indicates that, 
while current ratings at 13,200 volts and above are logical, those 
at 7500 volts and 4500 volts seem too high. Here it is obvious 
that the formula only holds to about 50 per cent of the maxi- 
mum pressure listed. Consequently, in adopting rating stand- 
ards, it will be necessary to consider the limitations through 
which the formulas will apply. 

In considering the interrupting capacity of an oil circuit 
breaker, it is necessary to remember the duty to be performed 
by the device. It is called upon to open an electrical circuit 
which at any given instant has a definite amount of energy 
stored in the medium surrounding it. The process of opening 
the circuit causes a change in the energy storage. Under 
the usual a-c. circuit conditions, a portion of the stored 
energy must be dissipated when the breaker is opened, the dis- 
sipation taking place partly in the breaker and partly in the resist- 
ance of the electrical circuit. Besides, account must be taken 
of the energy stored in the rotating parts of synchronous machines 
connected to the circuit, and the energy supplied by the prime 
movers during the circuit interruption. 

The usual method of rating oil circuit breakers, as well as those 
proposed, take into account only the steady current conditions 
of the circuit. They usually consider its normal pressure or 
sometimes the pressure just after the circuit is opened, and the 
current flowing through the breaker. These factors, however, 
do not completely account for the energy to be dissipated by 
the breaker. It is, therefore, necessary, in addition, to consider 
the condition of the circuit immediately preceding an attempt to 
to open it and the power factor of the circuit during the attempt. 
In other words, any definition of the duty to be performed by 
an oil circuit breaker or the rating of its interrupting capac- 
ity should include a statement of the power factor on which 
the rating is based, the point of the current wave at which the 
arc is started, and other essential factors. The worst conditions 
of power factor and point of the current wave at which the arc 
is started should always be understood or defined. 
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N. L. Pollard: In my opinion confusion will be avoided if all 
circuit breakers are given either a kv-a. or ampere-volt rating. 

Mr. Hewlett stated that it might be necessary to rate a certain 
capacity of breaker, used a great deal in factories, in kilowatts, 
as this method of rating would be better understood by the 
users. If this is done, it may simplify matters for a certain class 
of users, but it certainly will complicate them for all others. 
Any purchaser knows the voltage of his system and what load 
in amperes he expects to carry, therefore he should have no diffi- 
culty in choosing the proper breaker. In case he is not satisfied 
with his own judgment, he should.get in touch with some engi- 
neer who is competent to advise him. 

I have known of cases where the manufacturer of breakers 
was advised by the purchaser that his load was such that he 
never would have more than a certain generator capacity con- 
nected to his lines at any time, and the manufacturer recommend- 
ed a breaker which in his opinion would be adapted for the 
service. Some time later additional generator capacity was in- 
stalled and several of the breakers failed. Cases like this will 
always exist unless all users of breakers become competent 
engineers. 

In regard to just what a breaker should do, the question has 
been raised as to whether it should rupture the circuit only once 
or several times, with or without putting itself out of commis- 
sion. There are not many central station men who care to see 
their station walls and floor splashed with oil or have the switch 
disabled to the extent that it becomes necessary to put the 
feeder out of service while repairs to the switch are being made. 

In trying to analyze the proper rupturing capacity of a breaker, 
we come back to the question as to what is meant by ‘‘distress’’. 
It might be considered to be in distress when a small quantity 
of oil is thrown out or the contacts are slightly burned. These 
indications would show that the limit of its capacity had about 
been reached. 

The capacity of the breaker should be great enough to rup- 

ture the circuit at least three times without any appreciable 
ee of oil being thrown out and without any damage to the 
switch. 
_ George A. Burnham: The Standards Committee on Switch- 
ing Equipment had hoped at this meeting to remove one of the 
apparent obstacles in our way, namely, that of determining a 
satisfactory method of rating the rupturing capacity of oil 
switches and circuit breakers. 

From the manufacturer’s standpoint, it is evident that we are 
really getting closer to a common basis or rating. 

Both Mr. Hayes and Mr. Hewlett are, evidently, in accord as 
to the method of rating circuit breakers, and this method, if I 
interpret it correctly, is exactly in accord with the method of 
rating oil circuit breakers which I presented to the Institute at 
the mid-winter convention in 1913. 
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The next important matter, it seems to me, is to select the 
proper terms to express the method. I do not, however, believe 
that it is for the best interests of all to include the word “arc” 
in the phrase which is to express the rupturing capacity of the 
switch or circuit breaker, for the reason that if we speak of the 
amperes at the arc it may lead one to believe that we are talking 
about the potential at the arc as well. Neither do I believe 
that we should speak of the voltage immediately after or during 
the time that circuit interruption takes place. For instance, 
suppose that we have a circuit breaker that is to interrupt a 
specific amount of current and that the working voltage of the 
circuit to which it is connected is 15,000 volts. Assume that at 
the instant the contacts part the voltage on the particular 
branch of the system which was short-circuited was caused to 
drop to 13,000 volts at the terminal of the circuit breaker. Now, 
how shall we rate the circuit breaker with reference to rupturing 
capacity, on 13,000 volts or on 15,000 volts? It is apparent 
that there is a possibility for a misunderstanding, which I do not 
believe should exist. 

We all realize that the power factor as well as unsym- 
metrical current wave form, surges, etc., affect the rupturing 
capacity of the circuit breaker, but I do believe it would lead 
to needless confusion in bringing all these factors into considera- 
tion by attempting to express the duty of the circuit breaker 
under the average working condition. 

It appears to me that the method of expressing rupturing 
capacity of a circuit breaker which is at the present time incor- 
porated in the Standardization Rules is very clear and definite, 
in that it states amperes per phase at normal working voltage. 

Mr. Hayes has very aptly put the question before us when he 
says it is a question of viewpoint. We know that at the present 
time we cannot say exactly what the switch will do under all 
possible conditions, but we can say that a circuit breaker is 
guaranteed to open, say, 6000 amperes at 2500 volts, based on 
actual test experience, and be assured that it will perform its 
function properly unless it is working under very special con- 
ditions. 

There seems to be a difference of opinion as to what constitutes 
failure in an oil circuit breaker. I, personally, believe that a 
circuit breaker should be capable of going back into service 
after it has performed its function under its guaranteed limit. 
The question as to the number of times is worthy of consideration. 

There is no reason but what more simple and direct terms may 
be used to express what we mean in reference to these matters, 
and the quicker we do away with the frills the quicker and easier 
will it be for us to get down to a more comprehensive basis, that 
we may all understand. Pe . 

There is another matter which is, perhaps, trifling, but in 
working out the size of a breaker for a given system we usually 
arrive at the amount of current which the breaker is called upon 
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to open under certain voltage conditions, and it would be very 
much easier to select the switch by consulting a table of the 
amperes per phase at normal working voltage which the various 
circuit breakers will satisfactorily open, than to attempt to 
select it from the ultimate kv-a. or bus-capacity basis. _ 

John L. Harper: Our method of deciding on an oil switch at 
Niagara is to give the company that is used to building them a 
statement of our conditions, or get them to investigate for them- 
selves; and then to install apparatus, that, when we put the plant 
back of it, will rupture properly under any duty put upon it. 

However, there seems to be two classes of customers to consider 
—those who wish to get the switch that will just do the work and 
no more, and the other class, who are very desirous of getting a 
breaker that will always open and always be ready to go back 
into service, regardless of its cost and the possibility of 
having too large aninstrument. Therefore, I would be in favor, 
in rating a circuit breaker, of using—referring to the illustration 
used by Mr. Burnham—15,000 volts as the maximum working 
pressure, and disregarding the lowering of the voltage at such 
time as the breaker may act, and in this way getting a breaker 
that will be sufficiently large to open under the very worst con- 
ditions, although possibly imposing a little upon the party who 
wishes to cut down the cost and the size of his breaker. I believe 
that that class of customers should be imposed upon by manufac- 
turers, rather than those who desire and depend upon continuous 
and successful operation. 

H. W. Buck: There was one point touched upon by Mr. 
Burnham that I should like to amplify, and that is the question 
of what determines the successful operation of an oil switch. 
I, myself, have seen oil switches operate under all kinds of con- 
ditions, and I never have yet seen one fail to open the circuit— 
but they have done so at times at the expense of their own exis-- 
tence—and that is the question. Does the rating of an oil 
switch mean that it is going to open the circuit successfully at 
that rating, or does it mean that it can only open it with result- 
ing destruction to itself? Between those two limits, there are 
all degrees of operation. 

An oil switch, to successfully operate, within its rating should 
certainly be able to open a short circuit in such a way that it 
can immediately go back into service. If it is going to open the 
circuit and clear a short on the line; and at the same time blow 
up its tank and throw oil all over the station, that certainly 
should not be considered to come within its rating. I think 
that the successful opening of a circuit should be more clearly 
defined than it is at the present time. 

John B. Taylor: There is at least a tendency to come to 
some kind of an agreement on this question of rating, since both 
of the authors want to deal in current and voltage, though 
there seems to be unnecessary confusion as to what particular 
current is to be taken, and what particular voltage is to be 
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taken. The principal difference is that Mr. Hayes—wants 
to measure the voltage, not of the system before the trouble 
began, not of the system at some point while the trouble 
is on, but some final voltage which is not at all definitely de- 
fined. I hope that he will explain that a little more clearly. 
It is quite obvious from the oscillograph record exhibited, that 
there are a great many currents and a great many voltage values 
which may be picked off of the record between the time that the 
trouble begins and the time that the trouble is definitely over. 

My own feeling on this question of rating is, that there is bound 
to be a great deal of difference of opinion and not much headway 
made, until the theory of the switch is discussed and a better 
agreement reached as to how the switch works. Now, while 
Mr. Hayes disclaims any intention of discussing the theory, 
scattered through the paper here and there; are various obser- 
vations on how a switch is designed and the factors making one 
switch more effective than another. The reason why I feel that 
the theory of the switch is essential to progress, not only 
on rating, but for developing switches for more extreme 
service, comes from reviewing the discussions that have been 
held on this oil switch matter in the Institute papers for the 
last 10 or 15 years. Two men will think they are discussing the 
same point, when they are not discussing the same thing at all. 
The design of the switch—the designers’ working theory as to 
what factors make a switch effective—appears to be in a very 
hazy state. On the one hand, we have men talking about a 
vacuum close to the point of the arc, due to the fact that a 
solid body has been drawn out of the oil leaving a space which 
the oil must fill; and at the same time the same man will be 
showing records of pressure up to 50 or 100 pounds to the © 
square inch. 

As Mr. Hewlett has pointed out in his paper, the test 
of switches under extreme duty is almost impossible today. 
The expense, the trouble and the danger from interrupting 
the service on large working systems make the opportunity 
for those tests so few and far between, that the best that any 
designer can expect to get out of them is a line on the particular 
switch that he had there. If he has an opportunity to make 
several short circuits he may be able to see which one is the 
better, but such tests cannot be done day after day. The minor 
details of design, that make the difference between success and 
failure, cannot be fully tried out. Of course, the proof of the | 
pudding is in the eating, and if a switch has been produced that 
does the work, it may be more or less immaterial whether the 
details are worked out to the best advantage. In view of the 
limited opportunities for doing this work, I feel strongly that 
there is need of designers and investigators stating their ideas 
of just how a switch behaves and what factors in the design of one 
switch make it work better than another switch. After there is 
some semblance of an agreement on these points, the question 


_of rating will be easier. 
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K. C. Randall: Some years ago transformers were built or 
designed by comparison, but they are now, built absolutely 
scientifically. That is, there is a limited amount of iron, a limited 
amount of copper, and a limited amount of insulation, which are 
necessary to the production of a certain performance. There is 
a mathematical calculation that takes care of it, and that is 
similarly true with induction motors, and more or less with other 
machinery. For circuit breakers, no such data are known. Cir- 
cuit breakers are still comparatively built, and they are not 
designed on a technical basis. 

We know how to build breakers that will perform a certain 
function; but it is possible, even probable, that the breakers 
that we are building today will be much more cumbersome, 
heavier, more expensive, than the breakers which we will build 
when we know something about breakers—I mean analytically. 
We know.that an inductive circuit is more difficult to open than 
a like non-inductive circuit. But I don’t know that any one 
will volunteer what the difference is? Whether a power factor 
of 60 per cent, 50 per cent or 10 per cent, bears a definite re- 
lation to the difficulty of the circuit-breaker problem. The 
technical ‘analysis—the study—the real knowledge of the 
problem—has not been acquired at all. 

Specifically, we don’t know whether a tank that is 4 feet 
(121.9 cm.) deep, as against one that is 2 feet (60.9 cm.) deep, 
will handle twice as much current—will interrupt a circuit of 
twice the voltage—or will handle twice the kv-a.; nor do we 
know whether the diameter of the tank—holding the depth the 
same—if doubled, will double the capacity of the rupturing 
ability. Now, if these conditions prevail—and I think those 
‘who are confronted with applying circuit breakers and designing 
them and building them agree—then we are not quite ready to 
finally say just what a rating of a circuit breaker shall be in 
terms of power factor, current and voltage. 

It might be well, then, to suggest that for the time being we 
should stick to the one question. For a long time we have gone 
along with a very hit or miss, perhaps antagonistic, lot of local 
and almost individual methods of rating. If we should agree 
now to rate breakers by the current, as Mr. Burnham said— 
not in the arc, but simply in the circuit; and the voltage of the 
circuit, the normal, operating potential—we will, I believe, 
obtain a practical working method which will be good for awhile, 
and will give an effective basis of comparison. Later on, when 
real knowledge of the problem has been acquired, we can, if 
desirable—and I frankly doubt whether it will be desirable— 
introduce the question of power factor. 

It has already been said that probably the power factor, 
under the average condition of severe duty—say short circuit— 
may average fairly uniform; and if we build breakers which will 
ee with those fairly uniform conditions, we will solve the prob- 
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Then comes a matter that has been touched on several times, 
which I call the ‘‘relation of freedom of distress to maximum ruptur- 
ing ability or rating.’ A few of these points are: A function of 
safety; an indication of an available margin for additional duty; 
matter of appearance and orderliness: a source of security and 
confidence of the operators, where there is freedom from distress. 
Smoke and oil throwing are not necessarily proof of a near 
approach to the maximum rupturing capacity of the breaker; 
but, with all adjustments right, and with the operation as in- 
tended, such demonstrations should, at least, be rare. 

Mr. Pollard, I believe, said that if you wanted to have an 
immaculate station—and I should think most operators would 
choose that, if it could be obtained at a reasonable expense— 
a larger unit could be purchased, which would withstand the 
duty, and not make a demonstration which a smaller and cheaper 
unit would manifest. So that, after all, whether the unit shall 
go back into operation clean, unsoiled and noiseless, or whether 
it shall go back limping, or perhaps having sacrificed itself and 
really not go back at all, isa matter for the purchaser. The 
manufacturer is glad to build whatever the purchaser chooses to 
buy, usually; but, as Mr. Pollard said, it is up to the purchaser, 
who does the applying to decide what he wants. He can buy a 
small breaker and blow it up, or he can buy a large one and not 
blow it up. 

The choice of breaker equipment for freedom from demonstra- 
tion demands the same foresight into the future methods of 
operation from the operator as he looks forward to his growing 
loads, that is exercised when he purchases additional generating 
equipment. 

H. W. Buck: For a common kilowatt rating and a common 
power house capacity back of the arc, the oil switch of course 
may have to meet the condition either of large current and low 
voltage, or small current and high voltage. 

The plant at Niagara Falls is particularly well equipped to 
make this direct comparison, in that it has a large plant, operating 
at 2200 volts, and also another large plant feeding a high-tension 
line, with the same amount of power back of the short circuits, 
operating at 60,000 volts. I would like to ask of Mr. Imlay, 
whether he considers rupturing the low voltage and large current 
more severe on oil switches than the same kilowatts output at 
high voltage on small current ? 

L. E. Imlay: We have very much less difficulty in rupturing 
the arcs on the high-voltage circuits than on the low voltage. _ 

C. A. Adams: I should like to ask, then, why it is ordinarily 
considered that at the lower voltages the kv-a. rupturing capacity 
is larger than at the high voltages? , é 
__E. M. Hewlett: In this particular case, Mr. Imlay is not 
comparing the same switches. He is comparing the small low- 
voltage switch, which is insulated for a low voltage, with the 
large high-voltage switch which is insulated for a high voltage. 
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The low-voltage switch is relatively smaller because it is not 
necessary to make it larger, the striking distance is not the 
limiting feature. Hence the high-voltage switch has a great 
deal more oil in it, is a larger device, and has a higher rupturing 
capacity. ; ‘ 

S. Q. Hayes: I think there is one other point which might be 
brought out right here. At the higher voltage there is probably 
more reactance in the circuit, and the amount of power at the 
arc is probably somewhat less at the higher voltage than at the 
lower voltage. : 

H. R. Summerhayes: It seems to me, on that same point, 
that there is another thing that should be considered. On the 
high-voltage switch you are not limited in space, and not so 
strictly limited in investment, as the low-voltage switch. If 
the manufacturer were allowed to build a low-voltage switch, 
using the same space and the same investment as is used for the 
high-voltage switch, he could probably build a switch which 
would show a very~-favorable and remarkable performance. 
The design of the low-voltage switch has been based on invest- 
ment considerations and space considerations. The low-voltage 
stations—the large low-voltage stations—at first were always 
located in large cities, where real estate was expensive and the 
switches had to be confined to the least space. A great many 
switches required a great many feeders out of the stations, so 
that space was a limiting factor. The high-tension switches, on 
the other hand, are generally, nowadays, put out of doors, and 
there is no such objection to the large quantities of oil as was 
encountered in the original designs of low-voltage switches. 

Mr. Hayes speaks of rating the switch on the circuit voltage 
immediately after the short circuit. The question of the meaning 
of the word immediately comes in. Of course we understand that 
if the field of the generator is under the control of an automatic 
regulator which pushes up the field excitation as soon as a short 
circuit comes, then the voltage may rise to a very high point 
after the short circuit, but that takes time. I can understand 
that the current is going up, possibly, during the short circuit, 
but it seems to me that the voltage would not rise until after the 
switch had opened. On this very point it has been observed that 
what we might call a sustained short circuit is more difficult to 
open than one in which thé voltage is not sustained. 

I am in favor of rating switches.on the current which the 
switch opens and the system voltage. One reason for that is, 
that nearly all devices used on constant potential systems are 
rated at the system voltage, and it would be very convenient 
for engineers to observe the same custom in rating switches, 
rather than to rate them on a voltage which may be different for 
every short circuit. 

Mr. Hayes speaks of short circuits not occurring closer together 
than two minutes, the breaker being capable of opening the 
short circuit ten times within the course of an hour. It occurs 
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to me that such an arbitrary rating would be rather difficult for 
an operating engineer to take care of in his system. That is, 
it would be rather difficult to design a railway system, or any 
other system, in such a way that short circuits would come 
no closer than two minutes apart. They are not under control. 

The point that a switch should be guaranteed to open the 
circuit, and then be in condition to be re-closed, is one which is 
well taken. There is very little doubt that most operating 
engineers prefer to have the switch capable of being reclosed at 
least once. That, I think, should be a standard. As to the 
number of times, there may be a difference of opinion, and more 
investment may be required. 

The rating in which the kv-a. capacity goes up in greater 
proportion than the voltage goes down, is rather difficult to 
understand, and is rather difficult to reconcile with the other 
statement in the paper, that the rupturing capacity is a function 
of the tank dimensions. 

There is another point that might be raised, and that is, that 
different designs of circuit breakers may require different form- 
ulas to be applied for the difference in rupturing capacity when 
the voltage is varied. I think some of them would act differently, 
on that point. 

P. M. Lincoln: It seems to me that the main question under 
discussion here might be almost called one of the proper selection 
of a name by which to call our circuit breakers. At the present 
time, and during the past, if we wanted, for instance, to get a 
circuit breaker for a 1000-kw. machine, we took its ampere 
capacity from that of the machine and then selected our breaker 
on the basis of the short-circuit ampere capacity. Thus for 
various conditions we had to select various breakers, depending 
upon the conditions under which they were to be used. 

A 1000-kw. machine, if built upon the old specifications when 
regulation was the thing which was desired in generators above 
everything else, might be capable of giving 15, 20, 30 times or 
perhaps even a higher percentage, of its normal current upon 
short circuit. Under modern conditions, however, particularly 
since the practise has arisen of using reactances, in series with 
generators, instead of giving 20, 30 or may be 40 times normal 
current, the modern generator may only give five to ten times 
normal full-load current on short circuits; so that, that condition 
introduces a decided factor in the selection of the breaker. 

The question, therefore, is, in the future shall we select our 
breakers in regard to the normal current which they have to 
carry, or shall we select the breaker with regard to the maximum 
overloading—the worst condition that it must carry? I quite 
agree with both authors. Both authors take the position that 
the breaker should be selected, and it should be given a name 
with respect to the maximum short circuit that it has to inter- 
rupt. I quite agree with that view. 

Some exception has been taken to the language of Mr. Hayes, 
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when he speaks of the voltage to be interrupted. He calls the 
voltage that which exists immediately after the short circuit 
has been interrupted. I think Mr. Hayes used that language 
to give a picture of what the breaker has to do during the process 
rather than with a view of determining the voltage of the rating. 
I believe that the proper voltage to be used in getting at. this 
rating is the normal voltage of the circuit. 

It seems, therefore, that the main question that we have under 
discussion in this session is the proper name to apply to breakers, 
and I quite agree with both of these authors, in feeling that the 
proper name to give to them is the final rupturing capacity, rather 
than the normal ampere carrying capacity. Of course the 
breakers must have that normal ampere carrying capacity 
that goes without saying. But the name to call them by should 
be their maximum rupturing capacity, rather than their normal 
ampere carrying capacity. 

L. W. Chubb: The electromagnetic energy stored in a system 
when the breaker opens has to be dissipated either as heat in the 
breaker arc or stored as an electrostatic-charge in the system, 
to be subsequently dissipated by oscillation and absorption in 
resistance. There are several different things to consider in the 
breaking of a circuit. The energy put in the breaker tank is a 
function of the power factor, the time of operation and the phase 
of the current at the first of the separation. If the breaker opens 
quickly at the zero point of current the breaker has no work to 
do and the energy will all go to increasing the voltage of the 
system. If the breaker takes a long time to open, the stored 
energy of the system and more coming from the generating 
station will be dissipated in the arc of the breaker. So that the 
time and speed of operation, the power factor, the ratio of line 
capacitance to inductance, and the kind of inductance are all 
things to be considered. It makes a difference whether the inter- 
ruption and short circuit are at the far end of the line or near the 
station. A breaker in the station should handle a short circuit 
near the station, in which case there is the greatest current, 
lowest power factor, and lowest ratio of capacitance to induc- 
tance. With this low ratio of capacitance there is not the advan- 
tage of line elasticity, no place to store the energy, there is an 
almost instantaneous rise of voltage each time the current pauses 
at the zero point, which lights the arc repeatedly and the dy- 
namic and stored energy must be taken care of in the are under 
oil until the final break. Therefore it seems that to take care 
of the worst conditions, the rating of breakers should assume a 
zero power factor. 

C. A. Adams: My interest in this subject is largely from the 
standpoint of standardization, to the end that the rating of an 
oil switch or circuit breaker may be definite, clear cut and de- 
terminable. In the early days of dynamo machinery, the maker’s 
rating frequently differed from what we now understand as the 
continuous rating, by as much as 50 per cent. (usually in excess), 
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due partly to crudeness in methods of design and calctilation, 
partly to lack of digested experience, partly to lack of knowledge 
of the qualities of the materials employed, partly to the differing 
factors of safety employed by the various manufacturers, and 
partly to the differing allowances which the manufacturers made 
for the crudeness of the customer’s estimate of the capacity 
required. F 

We are now in a somewhat similar stage of evolution as regards 
the rating of oil circuit breakers. The customer does not know 
exactly the work which the breaker will be called upon to do; 
the designer does not know how to design, with any reasonable 
degree of accuracy, a breaker to do just the work specified; and 
finally the manufacturer cannot easily reproduce the specified 
conditions of operation, to test his product. 

Thus the task before us is two-fold: First, to reduce our knowl- 
edge of this whole subject to a more definite, computable and 
testable basis; and second, to agree upon certain definitions as to 
rating, etc., so that we will be talking the same language, so that 
both specifications and bids will be rational and comparable. 

Out of the present discussion, one conclusion stands forth 
clearly in my mind, namely that the rating of an oil circuit 
breaker should be defined in terms of the work it can safely do, 
without reference to the nature or capacity of the system to 
which it may be connected by a particular customer. It is for the 
customer or his engineer to say what work it will be called upon 
to do, or to choose a standard breaker with a sufficient margin 
to cover his maximum requirement. If he wishes an unusually 
large factor of safety it is for him to specify the correspondingly 
larger standard. rating, as he is the one to pay for this extra 
insurance. 

Finally the task under discussion is not a small or unimportant 
one, and anyone who contributes even in part to its satisfactory 
completion deserves a large share of credit and appreciation 
from the profession at large. 

S. Q. Hayes: Referring to Mr. Lichtenberg’s discussion. 
My paper, as stated, is largely a series of disconnected notes. 
It really does not lay much claim to.clearness of definition as to 
the proper method of this rating. I think probably the fourth 
line of the summary gives the gist of my idea in preparing this 
paper—that the main object was to open up a discussion; and 
I think we have opened up a pretty fair discussion on it. Mr. 
Lichtenberg I believe also brought out the question about the 
rating of the circuit breaker and the formula from which that is 
derived. That, as stated in the paper, is the rating assigned to 
it by the maker or the designer of that particular breaker. The 
makers have felt that the breaker which really has the 22,000- 
volt insulation, and the oil and the tanks suitable for that service, 
will actually open 1700 amperes at 22,000 volts, and will be 
reoperative after opening such a short circuit. They also claim 


that that same breaker will actually open 15,000 amperes at 
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4500 volts, and be immediately reoperative. They have made 
tests that prove that that particular breaker can fulfill that 
particular line of ratings. Whether that formula holds true for 
every particular line of breaker—as Mr. Summerhayes brings 
out—is another question. But the makers will guarantee that 
this particular breaker will meet the particular conditions stated. 

Mr. Pollard and others brought out the question of rating in 
kv-a. or amperes and volts, and the question of the voltage 
immediately after opening the arc. Under normal conditions we 
actually rate a breaker at the service voltage. I wanted to point 
out the fact, however, that under the abnormal conditions met in 
certain cases, where you do have a very large rise in voltage, that 
the kv-a. rating should be based on the voltage that is practically 
available for maintaining that arc, namely, the voltage that 
exists just after the breaker has cleared the circuit. 

H. R..Summerhayes: Don’t you think it would be better, 
as a basis of rating, to use the system voltage ? 

S. Q. Hayes. I think, as a basis for rating, that the system 
voltage is probably the best way of doingit. This paper of mine 
is not any attempt to force this method of rating; but my idea was 
to put up a method of rating, largely as a target, so as to get the 
ideas of various people on this subject. 

I notice that Mr. Pollard agrees with the recommendation, 
that the manufacturer should give the rating which he assigns to 
his oil circuit breaker, and the user should decide whether that 
breaker actually is satisfactory for his conditions. 

The question of distress that Mr. Pollard brought out, really 
is a question for the operating engineers to settle, rather than for 
the designer to settle. 

As Mr. Adams indicated, one thing necessary is to select the 
proper terms to be used in rating circuit breakers and the proper 
method of determining whether the circuit breakers have met 
their guarantees or not. This paper of mine suggests certain 
terms, not as being the best possible terms to describe what is 
intended, but as one method of describing them, in order, to give 
others a chance to suggest better means of expressing what I 
have attempted to express in this paper. 

Now, that point about whether the breaker should be rated 
at 15,000 volts or 13,000 volts is, to a certain extent, answered 
by the recommendation of using the voltage that will exist 
immediately after the breaker has opened the circuit. That 
very difficulty is indicated on the curve. After opening, the 
circuit will undoubtedly have gone back to 15,000 volts, and 
may be a trifle higher. 

Mr. Harper brought out the point that the practise of his 
company is practically to have the manufacturer send an 
engineer to investigate the particular conditions and then 
recommend a breaker that will meet those particular conditions. 
Now, in plants of the size of Mr. Harper’s, that can usually be 
done; but the idea of this paper was to practically settle on a 
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basis of rating that would take care of probably 90 per cent of 
the cases. There are undoubtedly other cases—maybe 10 per 
cent of the whole—where the operator will largely have to 
depend on the designing engineer—the manufacturing engineer— 
guaranteeing that he will actually furnish a breaker to meet the 
particular conditions. 

Mr. Harper very aptly brought out the facts that there are 
two classes of customers. In making a note on Mr. Harper’s 
statement, I called these people “minimum and maximum 
customers’’—one who will be satisfied with the minimum, 
namely, the cheapest breaker, that will just get away with his 
service; and, the other one, who wants the best that can be 
purchased, irrespective of price. Now, naturally the manu- 
facturer would like to see more of that latter class. 

Mr. Buck brought out the point of what really was a successful 
operation; and various other people agreed with Mr. Buck that 
it was necessary to have repeat operation. 

Now, on that oscillogram (referred to by Mr. Taylor), the 
point that I would take as to the maximum voltage just after 
opening is the point which is marked on the oscillogram ‘‘short 
circuit opened.” You will notice that on this particular system, 
where this test was made, that point is just slightly above the 
normal station voltage. 

Mr. Taylor brought out the point that testing under actual 
conditions is almost impossible. As a general rule, that state- 
ment is entirely correct. There are a certain number of tests 
that have been made on plants of comparatively large capacity, 
so that the operators know, or can know, that the manufacturers 
really have some actual data on which their apparatus is based. 

Mr. Randall brought out the point that circuit breakers are 
what he called “comparatively built,” and ‘comparatively 
designed,’’ and that no real analysis has been made of a circuit- 
breaker design, and that no actual data have been obtained as to 
the effect of changes in dimensions. Now, those statements are 
entirely correct. No definite data have been secured as to the 
effect of increase in dimensions; but a certain amount of com- 
parative data have been available. It is known that a certain 
type of breaker, with a tank of a certain diameter, will do a 
certain amount of work, and that the same general design of 
breaker, with a larger tank, will open a greater amount of power. 

Mr. Randall also agreed with the statement made by various 
speakers, that the current of the circuit to be opened really 
should be the current at the normal voltage, and not the current 
that would exist after opening the arc. And he also brought 
out the various features that would occur at the time of rupture, 
which he spoke of as “demonstrations.” 

Mr. Imlay stated that he has found there is less difficulty 
opening a certain station capacity at 60,000 volts than at 2200 
volts. In answering that point at that time I practically asked 
Mr. Imlay another question, and that was whether at 60,000 
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volts there really was not more reactance in his circuit, so that 
the power at the arc really was less on the 60,000 than on the 
2200-volt. circuit. Now, Mr. Summerhayes and Mr. Hewlett 
practically brought out, in answer to Mr. Imlay’s point, that 
for the higher voltage, space and price were minor considerations. 
So that itis undoubtedly true that the high-voltage breakers, 
which Mr. Imlay has in his plant, open their circuits with less 
fuss than the low-voltage breaker. 

Mr. Imlay I believe also brought out the question of the 
rating of the low-voltage breaker—the rating of a breaker being 
given greater for low voltage than for high voltage. I answered 
that question earlier, to the effect that those are the ratings 
which the manufacturer of that breaker guarantees the breaker 
will meet. 

Mr. Summerhayes brought out the point that the space and 
the price_of a low-voltage breaker, particularly when installed 
in city plants, where real estate was of vast importance, was 
one of the limiting features on the low-voltage breaker that was 
not met with in the high-voltage breaker; and that given more 
or less unlimited space and more or less unlimited price the 
low-voltage breaker could be made to open the circuit just as 
readily as the high-voltage breaker. 

Mr. Summerhayes also stated that, it is his recommendation 
that the current rating should be on the system voltage. I 
practically agree with him; but I have brought out the point 
that for those particular conditions where we did have a high 
rise in voltage after an arc, that it will have to be watched 
rather carefully. Now, just on that point, there is one feature 
of circuit-breaker operation that some people lose sight of, and 
that is, that if you have a number of parallel connected circuits 
and one of them is opened due to a _ short circuit on that 
particular feeder, the duty is less on that breaker, because the 
system can discharge over the other circuits, than if that were 
the only circuit and it had to open all of the stored magnetic 
energy of the system. 

Mr. Lincoln brought out the fact that the real feature was the 
proper selection of the name to be assigned to a circuit-breaker 
rating. And Mr. Lincoln stated correctly my viewpoint on that 
question of the open-circuit voltage that took place immediately 

after the breaker opened. 
Mr. Chubb brought out the -point’ of the energy to open and 
the storage of energy, and the point that I just made, about 
circuit breakers and parallel circuits, takes care of that point. 

Mr. Adams felt that the rating of the breaker should be 
practically independent of the system; and, if it is possible to do 
so, I feel that that is the proper method of rating. 

E. M. Hewlett: In reference to Mr. Pollard’s point, and as 
Mr. Hayes stated, the manufacturer would like to have only one 
rating, and that rating for safety and service. Unfortunately, 
there are two classes of customers. Some want all they can 
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get and others are content with just enough to squeeze through. 
You must consider both parties in the designing and the rating, so 
that you will need a rating that can be used both ways, or let a 
different safety factor be’ taken by the man who is willing to take 
the risk. 

Mr. Randall is quite right in reference to our data. We have 
a great deal comparing different capacities and different dimen- 
sions, and the service that the switches have given will bear out 
the way we have used that data. I think that the manufacturers 
have selected ratings that have given on the average, very good 
service. 

Mr. Lincoln spoke of using the rating—that is, the rupturing 
capacity rating—as the rating of the switch. I think, however, 
that a switch needs a first and a last name, as well as some other 
features, and that you have to give it not only a rupturing rating, 
but also a normal current carrying capacity at the station voltage. 

Then, to take up the last point, the rupturing capacity should 
be stated in the actual current that the switch is called upon to 
open at the operating voltage. There are a great many factors, 
you can see, that have to be brought in; but we can use such a 
rating as this until such time as we find we have sufficient data 
to formulate a new rating. 

P. Lindemann (by letter): It is quite evident that we will 
have as many types of circuit breakers as we have types of 
apparatus or systems to be protected. 

Taking into consideration our present method of rating genera- 
tors, transformers and motors, it seems most preferable that our 
oil switches or other protecting devices be treated with a like 
method of rating, so for a generator having a given name plate 
rating that a similar name plate rating be placed on the oil 
switch to signify the proper size of switch necessary. 

By this method for a transmission line the proper oil switch 
would be one having a name plate rating equivalent to the 
current, voltage, frequency and power factor of the line which 
it is to protect. 

Assuming the line connected to generator bus bars, a generator 
type of switch would be selected and if the switch was to be 
placed at the far end of the same line with no load taken off 
between them, the two oil switches should have the same ratings 
theoretically, their types however would be different. 

It seems to me that the possible surges of voltage and current 
should not enter into its name plate rating, but rather that they 
be assumed in the design by the manufacturers. 

In addition to the above an oil switch of such design as to 
take care of twelve interruptions of its maximum rating at two 
minute intervals before inspection is necessary, would be ideal 


practically. 
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STANDARDIZATION RULES 


OF THE 


AMERICAN INSTITUTE OF ELECTRICAL ENGINEERS 


HISTORY OF THE STANDARDIZATION RULES 


The first step taken by the Institute toward the standardization of 
electrical apparatus and methods was a topical discussion on ‘! The Stand- 
ardization of Generators, Motors and Transformers,” which took place 
simultaneously in New York and Chicago on the evening of January 26, 
1898. The discussion appears in the Institute TRraNsactions, Vol. 
XV, pages 3 to 32. The opinions expressed were generally favorable to 
the scheme of standardization of electrical apparatus, although some 
members feared that difficulties might arise. As a result of this dis- 
cussion, a Committee on Standardization was appointed by the Council 
of the Institute, consisting of the following members: 

FRANCIS B. CROCKER, Chairman. 


Cary T. HuTCHINSON CHARLES P. STEINMETZ 
ARTHUR E. KENNELLY Lewis B. STILLWELL 
Joun W. LIEB, Jr. ELInU THOMSON 


After a careful consideration of the matter and consultation with the 
members of the Institute and interested parties generally, a ‘‘ Report 
of the Committee on Standardization,’’ was presented and accepted by 
the Institute, June 26, 1899. Those original rules appeared in the In- 
stitute TRANSACTIONS, Vol. XVI, pages 255 to 268. 

As a result of changes and developments in the electric art, it was 
subsequently found necessary to revise the original report, this work 
being carried out by the following Committe on Standardization: 

FrAnNcis B. Crocker, Chairman. 


ARTHUR E. KENNELLY CHARLES P. STEINMETZ 
JoHn W. LIEB, JR. Lewis B. STILLWELL 
C. O. MaILLoux ELInU THOMSON 


This revised report was adopted at the 19th Annual Convention at 
Great Barrington, Mass., on June 20, 1902, and appears in the Institute 
TRANSACTIONS, Vol. XIX, pages 1075 to 1092. 

In consequence of still further change and development in electrical 
apparatus and methods, it was decided in September, 1905, that a second 
revision was needed, and the following Committee was appointed to do 


this work. 4 
Francis B. CROCKER, Chatrman. 


ArtTHuR E, KENNELLY, Secretary. 


Henry S. CARHART CHARLES F, Scott 
Joun W. LIEB, JR. CHARLES P. STEINMETZ 
C. O. MAILLoux Henry G. STOTT 
RoBERT B. OWENS © S. W. STRATTON 
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This Committee held monthly meetings and carried on extensive corre- 
spondence with manufacturers, consulting and operating engineers and 
other interested parties, and as a result, presented its report at the 23d 
Annual Convention, held at Milwaukee, May 28-30, 1906. After con- 
siderable discussion the report was accepted and referred back to the 
Committee for amendment and rearrangement in form. It was then 
to be submitted to the Board of Directors for final adoption. In Septem- 
ber, 1906, the following Standardization Committee was appointed: 


FRANCIS B. CROCKER, Chairman. 
ARTHUR E. KENNELLY, Secretary. 


A. W. BERRESFORD CHARLES F. ScotTr 
DuGaLp C. JACKSON CHARLES P. STEINMETZ 
C. O. MAILLoux HENRY G. STOTT 
ROBERT B. OWENS S. W. STRATTON 


ELIHU THOMSON 


This Committee held monthly meetings, also sub-committee meetings, 
and carefully referred the rules as a whole, and each part of them, to 
the members of the Institute. The rules were also entirely rearranged 
as to form, and put in shape to facilitate ready reference to them and 
enable future revisions to be made without breaking up the logical ar- 
rangement. Thus amended the rules were submitted to the Board of 
Directors and approved by it on June 21, 1907. The Board also directed 
that the rules should be presented, as accepted by the Board, at the 
Annual Convention held at Niagara Falls, June 24 to 27, 1907, which ac- 
tion was taken by President Sheldon on June 26, 1907. By the Con- 
stitution which went into effect on June 10, 1907, this Committee has been 
made a standing Committee with the title ‘‘ Standards Committee," con- 
sisting of nine members. 

On August 12, 1910, the Board of Directors increased the size of the 
committee from nine to twelve members; on October 14 from twelve to 
fourteen, and on March 10, 1911, from fourteen to sixteen. The com- 
mittee thus constituted is given below. 


Comrort A. ApAMs, Chairman. 
ARTHUR E. KENNELLY, Secretary. 


H. W. Buck W. S. Moopy 

Gano DUNN R. A. PHIvip 

H. W. FISHER W. H. Powe. 

H. B. GEAR : CHARLES ROBBINS 

J. P. JACKSON E. B. Rosa 

W. L. MERRILL CHARLES P, STEINMETZ 
RaLteH D. MERSHON CALVERT TOWNLEY 


This committee and several sub-committees held numerous meetings 
at which the general revision of the Standardization Rules of the Institute 
was considered. The complete Standardization Rules, as revised by this 
committee, were présented to and approved by the Board of Directors on 
June 27, 1911, at the Annual Convention held -at Chicago, Ill. 

During the following two years (1911-1913) the Standards Committee, 
somewhat modified and enlarged, undertook a radical revision of the 
Rules, particularly in connection with the important subject of Rating. 
In August 1913 the Committee was still further enlarged ‘by the Board 
of Directors in order to permit of comprehensive sub- committees for the 
various parts of the work. The Soaeee thus constituted is given as 
follows: 
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A. E. KENNELLY, Chairman, 

Comrort A. Apams, Secretary. 
SUB-COMMITTEE No. 1. ON RATING. 

H. M. Hospart, Chairman. 


JAMES BURKE W. H. Powe. 

W..C. L. EGiin CHARLES ROBBINS 

B. G. LAMME CG: FE. Scorr 

W. A. LAYMAN JAMEs M. SmiTH 

W. L. MERRILL CHARLES P, STEINMETZ 
W.S. Moopy J. FRANKLIN STEVENS 


PHILIP TORCHIO 
SUB-COMMITTEE No. 2. ON TELEGRAPH AND TELEPHONE 


STANDARDS. 
F. B. JEwett, Chairman, 
H. W. FIsHER R. H. Marriott 
F. F. FowLe J. H. Morecrort 
J. M. Situ 


SUB-COMMITTEE No. 3. ON RAILWAY STANDARDS. 
W. A. DEL Mar, Chairman. 


F. W. CarTER* WILLIAM McCLELLAN 
HucGH HAzELToNn* HAROLD PENDER 
E. R. Hity* MARTIN SCHREIBER* 
H, M. HoBart N. W. STorER* 


SUB-COMMITTEE No. 4.ON NOMENCLATURE AND SYMBOLS. 
Comrort A. ADAMs, Chairman. 


Louis BELL H. PENDER 
DUGALD C. JACKSON E. B. Rosa 
M. G. Ltoyp A. S. McALLISTER 


R. H. MARRIOTT 


SUB-COMMITTEE No. 5. ON WIRES AND CABLES. 
H. W. FIsHER, Chairman. 


WALLACE CLARK E. B. Rosa 
W.A. DEL Mar C. E. SKINNER 
W. C. L. EGLIN S. W. STRATTON 
SUB-COMMITTEE NO. 6. ON RATING AND TESTING OF CON- 
TROL APPARATUS. ; 
L. T. Rosinson, Chairman. 
MorTON ARENDT C. H. SHARP 
N. A. CARLE P. H. THomMas 


PHILIP TORCHIO 


Sub-committee No.1 had representation from the National Electric Light Association 
(Messrs. L. L. Elden, G. L. Knight, J. E. Kearns, and E. P. Dillon), from the Association of 
Edison Illuminating Companies ( Mr. P. Torchio) and from the Electric Power Club (Messrs. 
James Burke and J. M. Smith). ‘ ; ; 

Sub-committee No.3,through Messrs. Schreiber and Del Mar, respectively, worked in 
collaboration with the Committees of the American Electric Railway Engineering Asso- 
ciation, and the Association of Railway Electrical Engineers. ; 

*Sub-committee No. 3 was a joint subcommittee of the Standards Committee and of the 
Railway Committee. The members opposite whose names occurs an asterisk, represented 
the latter committee. é ’ - 

The following members, although not appointed on the Standards Committee, have ma- 
terially contributed to its work and have attended its meetings: 

Carl J. Fechheimer, E. D. Priest, R. B. Williamson, K. A. Pauly, L. F. Blume, C. Renshaw, 
GQ. H. Hill, C. J. Hixson. 
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The radical revision begun in 1911 was completed by this Committee 
and approved by the Board of Directors at a special meeting held on 
July 10, 1914, subject to editorial revision by the Committee, and to go’ 
into force on Dec. 1, 1914. 

The Committee of 1914-1915 which carried out the editorial revision, 
found it impossible to complete the work satisfactorily by Dec. Ist. 
The edition of July Ist, 1915, approved by the Board of Directors at its 
meeting of June 30, 1915, thus represents substantially the completion 
and clarification of the previous radical revision, although it includes 
a number of important additions. This Committee was constituted as 
follows: 


A. E. KENNELLY, Chairman, Harvard University, Cambridge, Mass. 
Cc. A. ADAMS, Secretary, Harvard University, Cambridge, Mass. 
JAMES BURKE, Erie, Pa. W. H. POWELL, Milwaukee, Wis. 
W. A. DEL MAR, New York, CHARLES ROBBINS, East Pittsburgh, Pa. 
H. W. FISHER, Perth Amboy, N. J. L. T. ROBINSON, Schenectady, N. Y. 
G. L. KNIGHT, Brooklyn, N. Y. E. B. ROSA, Washington, D. C. ‘ 
H. M. HOBART, Schenectady, N. Y. C. E. SKINNER, East Pittsburgh, Pa. 
P, B. JEWETT, New York. J. M. SMITH, New York. 
P. JUNKERSFELD, Chicago, Ill. H. G. STOTT, New York. 
W.L. MERRILL, Schenectady, N. Y. P. H. THOMAS, New York. 


During 1915-16 a number of changes, deletions and additions were 
made. The 1915-16 Committee was constituted as follows: 


C. A. ADAMS, Chairman, Harvard University, Cambridge, Mass. 
HAROLD PENDER, Secretary, Univ. of Pennsylvania, Philadelphia, Pa. 


FREDERICK BEDELL, 
L. F. BLUME, 
JAMES BURKE, 
N. A. CARLE, 

E. J. CHENEY, 
FRANK P. COX, 
W. A. DEL MAR, 
W. F. DURAND, 
H. W. FISHER, 
H. M. HOBART, 
F. B. JEWETT, 


P. JUNKERSFELD. 
A. E, KENNELLY, 
G. L. KNIGHT, 

A. S. McALLISTER, 
W. M. McCONAHEY, 
W.L. MERRILL, 

R. B. OWENS, 
CHARLES ROBBINS, 
L. T. ROBINSON, 

E. B. ROSA, 

C.E. SKINNER, 


Ee Grom Os 


In addition to the members of the Standards Committee, the following 
members of the Institute have served on one or more of the various sub- 
committees: J. R. C. Armstrong, H. S. Baldwin, Joseph Bijur, G. A. 
Burnham, W. S. Clark, L. W. Chubb, F. M. Farmer, G. M. W. Goettling, 
J. D. Harnden, R. E. Hellmund, C. T. Henderson, E. M. Hewlett, Guy 
Hill, H. D. James, Paul MacGahan,—j.._N. Mahoney, H. S. Osborne, 
K. A. Pauly, C. H. Sharp, T. H. Schoepf, P. H. Thomas, Philip 
Torchio, M. O. Troy, J. L. Woodbridge. 


The following societies directly and through the committees named, 
have given helpful cooperation in the present revision of the Rules: 


American Society for Testing Materials, 
Committee B-1. 


Association of Edison Illuminating Companies, 
Committee on Meters. 
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Illuminating Engineering Society, 
Committee on Nomenclature and Standards. 


Electric Power Club, 
Committee on Engineering Recommendations; Standardization Com- 
mittee. 


National Electric Light Association 
Committee on Meters. 
Committee on Apparatus. 


Association of Railway Electrical Engineers 
Committee on Wires and Cables. 


American Electric Railway Engineering Association, 
Committees on Equipment and Distribution: 


Institute of Radio Engineers, 
Committee on Standardization. 


Society of Automobile Engineers, 
Standards Committee 


Of particular value in the present revision of the Rules has been the 
very cordial cooperation of the British Engineering Standards Committee, 
which was represented at the final meeting of the Standards Committee 
on May 15 and 16 by its Electrical Secretary, Mr. C. le Maistre, who came 
from London to New York for this express purpose. The British Engi- 
neering Standards Committee is supported by the following British So- 
cieties: The Institution of Civil Engineers, the Institution of Mechanical 
Engineers, The Institution of Naval Architects, The Iron and Steel 
Institute, The Institution of Electrical Engineers. 

In order to crystalize the policy of the Standards Committee in its . 
own activities, and in its relation to similar committees of other engineer- 
ing societies, the 1915-16 Standards Committee formulated the by-laws 
given on the next page. These were approved by the Board of Direc- 


tors June 28, 1916. 


NOTE. 


The Standards Committee takes this occasion to draw the attention 
of the membership to the value of suggestions based upon experience gained 
in the application of the Rules to general practise. 

Any suggestions looking toward improvement in the Rules should be 
communicated to the Secretary of the Institute, for the guidance of the 
Standards Committee in the preparation of future editions. 
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-LAWS OF THE STANDARDS COMMITTEE OF THE 
A. I. E. E. 
n Section 28 of the By-Laws the duties of the Standards Committee 


stated as follows: 
The Standards Committee shall consider and investigate all matters 


relating to units and standards appertaining to or applicable in electrical 


eng 


ineering.and in the allied arts and sciences. The Committee shall 


make reports and recommendations to the Board of Directors for action 
thereon.”’ 
The following by-laws are.in accord with this section of the Con- 


stit 
i 


ution. 
These by-laws, when approved by the Board of Directors, shall 


supersede all former resolutions governing the action and policy of 
the Standards Committee. 


The minutes of each meeting, marked ‘Not for Publica- 
tion,’ shall be sent by the Secretary to each member of 
the Committee. These minutes shall contain a summary of 
the reasons presented for and against any amendment or ad- 
dition to the Standardization Rules which may be discussed 
at the meeting. An amendment or addition adopted by the Com- 
mittee shall be marked in the minutes in a distinctive manner. 


3 All amendments and additions adopted by the Committee during 
any fiscal year may be reconsidered by the Committee at any 
time, and shall be reviewed at its meeting held in May, and 
only those amendments and additions confirmed at this meet- 
ing shall be presented to the Board of Directors for their ap- 
proval. Three-fourths of the votes of those present and voting shall 
be necessary for such confirmation. Any objection or change to be 
considered at this meeting shall be submitted in writing prior to 
the meeting and no action other than a vote for or against confirm- 
ation of any previous action of the Committee shall be taken at this 
meeting, except upon the unanimous vote of those present. 


Amendments and additions to the Standardization Rules 
adopted by the Committee are not in force until approved by the 
Board of Directors, and may be reconsidered by the Committee at 
any time. 

Cooperation is desirable between the Standards Committee of 
the Institute and other standards committees. To this end, a report, 
marked ‘‘ Not For Publication,’ of the amendments and additions 
adopted at each meeting of the Committee shall be sent to those 
standards committees with which cooperation has been established. 

An objection from a cooperating standards committee to an action 
taken by this Committee shall be considered at the next meeting of 
this Committee following the receipt of a written statement of this 
objection, provided such objection be submitted within thirty days 


‘of the date on which was mailee the report of the action to which 
objection is made. 


y 
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A notice from another standards committee of a pending ob- 
jection shall, however, suffice for an extension of time. In the 
case of foreign standards committees, the time allowed for an objec- 
tion to be filed may be extended at the option of this Committee. 


A cooperating standards committee which may submit an objec- 
tion to a previous action of this Committee shall be invited to send 
a representative to the meeting or meetings of this Committee at 
which such objection is scheduled for consideration. 

Whenever a new edition of the Rules is issued, old Rules in which 
changes other than typographical corrections have been made, and 
all additions and deletions, shall be distinctively indicated. 

Amendments and additions to these By-Laws may be made by 
this Committee, subject to the approval of the Board of Directors. 


OTHER APPROVED STANDARDIZATION RULES 


At the April meeting the Standards Committee passed the fol- 
lowing resolution, which was approved by the Board of Directors 
on April 14th: 

“The Standards Committee, with the approval of the Board of 
Directors, recommends the use of the following rules and standards 
as adopted by other societies. These have been formally presented 
to the Standards Committee by the societies concerned and are 
found not to be incompatible with the Standardization Rules.” 

The Standards Committee will be pleased to receive from any of 
the engineering societies such standardization rules as they may care 
to-have included in this list. Such rules will be included (by title 
only) if they are found not to be incompatible with the Standardiza- 
tion Rules of the A. I. E. E. 
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AMERICAN INSTITUTE OF ELECTRICAL ENGINEERS 


DEFINITIONS 


Note. The following definitions are intended to be practically 
descriptive, rather than scientifically rigid. 


CURRENT, E.M.F. and POWER. 


bo 


~ 


oo 


10 


11 


(The definitions of currents given below apply also, in most cases, 

to electromotive force, potential difference, magnetic flux, etc.) 
Direct Current. A unidirectional current. As ordinarily used, 
the term designates a practically non-pulsating current. 

Pulsating Current. A current which pulsates regularly in 
magnitude. As ordinarily employed, the term refers to unidirec- 
tional current, 

Continuous Current. A practically non-pulsating direct current. 

Alternating Current. A current which alternates regularly 
in direction. Unless distinctly otherwise specified, the term 
“alternating current ’’ refers to a periodic current with successive 
half waves of the same shape and area. 

Oscillating Current. A periodic current whose frequency is 
determined by the constants of the circuit or circuits. 

Cycle. One complete set of positive and negative values of an 
alternating current. 

Electrical Degree. The 360th part of a cycle. 

Period. The time required for the current to pass through one 
cycle. 

Frequency. The number of cycles or periods per second. The 
product of 27 by the frequency is called the angular velocity of the 
current. 

Root-Mean-Square or Effective Value. The square root of 
the mean of the squares of the instantaneous values for one 
complete cycle. It is usually abbreviated r.m.s. Unless otherwise 
specified, the numerical value of an alternating current refers to 
its r.m.s. value. The r.m.s. value of a sinusoidal wave is equal to its 
maximum, or crest value, divided by V2. The word “virtual ’’ 
is sometimes used in place of r.m.s., particularly in Great Britain. 

Wave-Form or Wave-Shape. The shape of the curve obtained 
when the instantaneous values of an alternating current are 
plotted against time in rectangular co-ordinates. The distance along 
the time axis corresponding to one complete cycle of values is taken 
as 277 radians, or 360 degrees. Two alternating quantities are said 
to have the same wave-form when their ordinates of corresponding 
phase (see § 13) bear a constant ratio to each other. The wave- 
shape, as thus understood, is therefore independent of the frequency 
of the current and of the scale to which the curve is plotted. 


1559 


1560 


12 


13 


14 


15 


16 


17 


18 


*19 


*20 


STANDARDIZATION RULES OF THE A.1. E. E. 


Simple Alternating or Sinusoidal Current. One whose wave- 
shape is sinusoidal. 

Alternating-current calculations are commonly based upon the as- 
sumption of sinusoidal currents and voltages. 


Phase. The distance, usually in angular measure, of the base of 
any ordinate of an alternating wave from any chosen point on the 
time axis, is called the phase of this ordinate with respect to this point. 
In the case of a sinusoidal alternating quantity, the phase at any in- 
stant may be represented by the corresponding position of a line or 
vector revolving about a point with such an angular velocity (w= 277), 
that its projection at each instant upon a convenient reference line 
is proportional to the value of the quantity at that instant. 


Non-Sinusoidal Quantities. Quantities that cannot be rep- 
resented by vectors of constant length in a plane. The fol- 
lowing definitions of phase, active component, reactive component, 
etc., are not in general applicable thereto. Certain ‘‘ equivalent ”’ 
values, as defined below, may, however, be used in many instances, 
for the purpose of approximate representation and calculation. 


Crest-Factor or Peak-Factor. The -ratio of the crest or 
maximum value to the r.m.s. value. The crest factor of a sine- 


wave is +/9. 


Form Factor. The ratio of the r.m.s. to the algebraic mean 
ordinate taken over a half-cycle beginning with the zero value. If 
the wave passes through zero more than twice during a single cycle, 
that zero shall be taken which gives the largest algebraic mean for 
the succeeding half-cycle. The form factor of a sine-wave is 1.11. 


The Distortion Factor of a wave. The ratio of the r.ms. value 
of the first derivative of the wave with respect to time, to the r.m.s. 
value of the first derivative of the equivalent sine wave. 


Equivalent Sine Wave. A sine wave which has the same 
frequency and the same r.m.s. value as the actual wave. 


Phase Difference: Lead and Lag... When corresponding cyclic 
values of two sinusoidal alternating quantities of the same fre- 
quency occur at different instants, the two quantities are said to 
differ in phase by the angle between their nearest corresponding 
values; e.g., the phase angle between their nearest ascending zeros or 
between their nearest positive maxima. That quantity whose 
maximum value occurs first in time is said to lead the other, and 
the latter is said tolag behind the former. 

Counter-Clockwise Convention. It is recommended that 
in any vector diagram, the leading vector be drawn counter- 
clockwise with respect to the lagging vector, ¢ as in the 
accompanying diagram, where OI represents the vector of 
a current in a simple alternating-current circuit, lagging 
behind the vector OE of impressed e.m.f. 0 


Iz 


— 


*Note: Definitions 19, 20, 21, 22, 23, 24, 25 refer strictly only to cases where the 
voltage and current are both sinusoidal (see $11 and 12). 

tSee Publication of 12 the International Electrotechnical Commission (Report of 
Turin meeting, Sept. 1911, p. 78). 


al 


*22 


*23 


*24 


*25 


26 


27 


28 


29 


30 


STANDARDIZATION RULES OF THE A. 1. E. E. 1561 


The Active or In-Phase Component of the current in a 
circuit is that component which is in phase with the voltage across 
the circuit; similarly the active component of the voltage across a 
circuit is that component which is in phase with the current. The 
use of the term energy component for this quantity is disapproved. 

Reactive or Quadrature Component of the current in a cir- 
cuit. That component which is in quadrature with the volt- 
age across the circuit; similarly, the reactive component of the 
voltage across the circuit is that component which is in quadrature 
with the current. The use of the term wattless component for this 
quantity is disapproved. 


Reactive Factor. The sine of the angular phase difference 
between voltage and current; 7. ¢.,the ratio of the reactive current or 
voltage to the total current or voltage. 


Reactive Volt-Amperes. The product of the reactive component 
of the voltage by the total current, or of the reactive component 
of the current by the total voltage. 


Non-Inductive Load and Inductive Load. A non-inductive load is a 
load in which the current is in phase with the voltage across the load. 
An tnductive load is a load in which the current lags behind the 
voltage across the load. A condensive or anti-inductive load is one 
in which the current leads the voltage across the load. 

Power in an Alternating-Current Circuit. The average value 
of the products of the coincident instantaneous values of 
the current and voltage for a complete cycle, as indicated by 
a wattmeter. 

Volt-Amperes or Apparent Power. The product of the 
r.m.s. value of the voltage across a circuit by ther.m.s. value of the 
current in the circuit. This is ordinarily expressed in kv-a. 

Power Factor. The ratio of the power (cyclic average as 
defined in §26) to the volt-amperes. In the case of sinusoidal cur- 
rent and voltage, the power factor is equal to the cosine of their differ- 
ence in phase. 

Equivalent Phase Difference. When the current and e.m.f. 
in a given circuit are non-sinusoidal, it is customary, for pur- 
poses of calculation, to take asthe ‘ equivalent ’’ phase difference, 
the angle whose cosine is the power factor (see §28) of the circuit. 
There are cases, however, where this equivalent phase difference is 
misleading, since the presence of harmonics in the voltage wave, cur- 
rent wave, or in both, may reduce the power factor without producing 
a corresponding displacement of the two wave forms with respect to 
each other; e.g., the case of an a-c. arc. In such cases, the com- 
ponents of the equivalent sine waves, the equivalent reactive factor 
and the equivalent reactive volt-amperes may have no physical sig- 
nificance. 

Single-Phase. A term characterizing a circuit energized by a 
single alternating e.m.f. Such a circuit is usually supplied through 
*Note: Definitions 19, 20, 21, 22, 23, 24, 25 refer strictly only to cases where the 

yoltage and current are both sinusoidal (see $11 and 12). 
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two wires. The currents in these two wires, counted positively out- 
wards from the source, differ in phase by 180 degrees or a half-cycle. 

Three-Phase. A term characterizing the combination of three 
circuits energized by alternating e.m.f.’s. which differ in phase by 
one-third of a cycle; 4.e., 120 degrees. 

Quarter-Phase, also called Two-Phase. A term charac- 
terizing the combination of two circuits energized by alternating 
e.m.f’s. which differ in phase by a quarter of a cycle; 7.¢., 90 degrees. 

Six-Phase. A term characterizing the combination of six cir- 
cuits energized by alternating e.m.f’s. which differ in phase by one 
sixth of a cycle; 1.e., 60 degrees. 

Polyphase. A general term applied to any system of more 
than a single phase. This term is ordinarily applied to symmetrical 
systems. 

Cent Drop. 

In electrical machinery, the ratio of the internal resistance drop to 
the terminal voltage, expressed in per cent, is called the ‘ per cent 
resistance drop.” 

Similarly the ratio of the internal reactance drop to the terminal 
voltage, expressed in per cent, is called the ‘‘ per cent reactance drop.” 

Similarly the ratio of the internal impedance drop to the terminal 
voltage, expressed in per cent, is called the ‘‘ per centimpedance drop.” 

Unless otherwise specified, these per cent drops shall be referred to 
rated load and rated power factor. 


In the case of transformers, the per cent drop will be the sum of 
the primary drop (reduced to secondary turns) and the secondary 
drop, in per cent of secondary terminal voltage. 

In the case of induction motors, it is advantageous to express the 
drops in per cent of the internally induced e.m.f. 

The Load Factor of a machine, plant or system. The ratio 
of the average power to the maximum power during a certain period 
of time. The average power is taken over a certain period of time, 
such as a day, a month, or a year, and the maximum is taken as the 
average over a short interval of the maximum load within that period. 

In each case, the interval of maximum load and the period over 
which the average is taken should be definitely specified, such 
as a ‘‘half-hour monthly” load-factor. The proper interval and 
period are usually dependent upon local conditions and upon the 
purpose for which the load factor is to be used. 


Plant Factor. The ratio of the average load to the rated capacity 
of the power plant, i.e., to the aggregate ratings of the generators. 


The Demand of an Installation or System is the load which is 
drawn from the source of supply at the receiving terminals averaged 
over a suitable and specified interval of time. Demand is expressed 
in kilowatts, kilovolt-amperes, amperes, or other suitable units. 


The Maximum Demand of an Installation or System is the greatest 
of all the demands which have occurred during a given period, 
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It is determined by measurement, according to specifications, 
Over a prescribed time interval. 


Demand Factor. The ratio of the maximum demand of 
any system or part of a system, to the total connected load of the 
system, or of the part of system under consideration. 


Diversity Factor. The ratio of the sum of the maximum 
power demands of the subdivisions of any system or parts of asystem 
to the maximum demand of the whole system or of the part of the sys- 
tem under consideration, measured at the point of supply. 


Connected Load. The combined continuous rating of all the re- 
ceiving apparatus on consumers’ premises, connected to the system 
or part of the system under consideration. 


The Saturation Factor of a machine. The ratio of a small 
percentage increase in field excitation to the corresponding 
percentage increase in voltage thereby produced. Unless other- 
wise specified, the saturation factor of a machine refers to the 
no-load excitation required at normal rated speed and voltage. It is 
determined from measurements of saturation made on open circuit at 
rated speed. 

The Percentage Saturation of a machine at any excitation 
may be found from its saturation curve (generated voltage as 
ordinates, against excitation as abscissas), by drawing a tangent to 
the curve at the ordinate corresponding to the assigned excitation, 
and extending the tangent to intercept the axis of ordinates drawn 
through the origin. The ratio of the intercept on this axis to the ordi- 
nate at the assigned excitation, when expressed in percent, is the 
percentage saturation, and is independent of the scales selected for 
excitation and voltage. This ratio, as a fraction, is equal to the 
reciprocal of the saturation-factor at the same excitation, deducted 
from unity; or, if f be the saturation factor and p the percentage 


saturation, 1 
p = 100 (:-+) 


Magnetic Degree. The 360th part of the angle subtended, at the 
axis of a machine, by a pair of its field poles. One mechanical 
degree is thus equal to as many magnetic degrees as there are pairs 
of poles in the machine. 

The Variation in Prime Movers which do not give an ab- 
solutely uniform rate of rotation or speed, as in reciprocating steam 
engines, is the maximum angular displacement in position of the re- 
volving member expressed in degrees, from the position it would 
occupy with uniform rotation, and with one revolution taken as 360 
degrees. 

The Variation in Alternators or alternating-current circuits 
in general, is the maximum angular displacement, expressed in 
electrical degrees, (one cycle = 360 deg.) of corresponding ordinates 
of the voltage wave and of a wave of absolutely constant frequency 
equal to the average frequency of the alternator or circuit in ques- 
tion, and may be due to the variation of the prime mover. 
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Relations of Variations in Prime Mover and Alternator. If p is the 
number of pairs of poles, the variation of an alternator is p times the 
variation of its prime mover, if direct-connected, and pn times the 
variation of the prime mover if rigidly connected thereto in sucha 
manner that the angular speed of the alternator is n times that of the 
prime mover. 


The Pulsation in a Prime Mover, or in the alternator con- 
nected thereto. The ratio of the difference between the maximum 
and minimum velocities in an engine-cycle to the average velocity. 


Capacity. The two different senses in which this word is used 
sometimes lead to ambiguity. It-is therefore recommended that 
whenever such ambiguity is likely to arise, the descriptive term power 
capacity or current capacity be used, when referring to the power or 
current which a device can safely carry, and that the term ‘‘ Capacit- 
ance ’' be used when referring to the electrostatic capacity of a device. 


Resistor. A device, heretofore commonly known as a resistance, 


used for the operation, protection, or control of a circuit or circuits 
See § 740. 


Reactor. A coil, winding or conductor, heretofore commonly 
known as a reactance coil or choke coil, possessing inductance, 
the reactance of which is used for the operation, protection or con- 
trol of a circuit or circuits. See also §214 and 736. 

Efficiency. The efficiency of an electrical machine or apparatus 
is the ratio of its useful output to its total input. 


TABLE I. 
Symbols and Abbreviations. 
Symbol for Abbreviation 
Name of Quantity. the Quantity. Unit. for the Unit. 
Electromotive force, abbre- 
Viated (eomit cee ener E,e volt 
Potential difference, abbre- 
viatedip daca meaner V,vor E,e a 
Volta gett writes ceteene E,eor V,v " 
Curren tai: ait eae ea ampere 
Quantity of electricity... .. Q,q coulomb, } 
ampere-hour 
POW C08. tr seit vathinaisuct te aes Pp watt 
Electrostatic flux.......... Vv 
Electrostatic flux density. . D 
Electrostatic field intensity F 
Magnetic flux............ 0,9 maxwell , 
Magnetic flux density..... B,® gauss Heck: 
P : . gilbert per gilbert per 
Magnetic field intensity.... H, 3 | centimeter cm. 


{ or gausst 


tThe gauss is provisionally accepted for the present as the name of both the unit of 
field intensity and flux density,on the assumption that permeability is a simple numeric. 
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Magnetomotive force, ab- . 
breviated m.m.f.«....... S gE Der 
Intensity of magnetization. af 
musteptibility. 20... 25... .. K=J/H 
PEMOCAMUIG YE ota in ore M=B/H 
INGE IES, sy oe oe Bae Ie, ohm 
REAGAN CG ptr tent DG 5 
Emipedance. .y.0yc 4 shccd-< a ees Lk HS 
Conductance shew a. 6A: g mho 
Susceptanceiscs. at. oes b i 
AVGIMIcbAMCe me 1 as Ve 2: Bete s 
PROSISIEVIEY OE otis es occ cs es « pf ¢ ohm-centi- } ohm-cm, 
meter 
Conmductivityanscny.anve 22. Y { tmho per cen- \ mho per 
timeter cm. 
Dielectric constant........ € ork 
RUeluctan cena et os RA A ee OO65 
Capacitance (Electrostatic 
CAALIEY Pa. Fox ces sate c¢ farad 
Inductance (or coefficient 
of self induction)........ L henry 
Mutual Inductance (or co- 
efficient of mutualinduction) M peney. aus 
Phase displacement... ... 6,9 { pegies 3 : 
radian 
BECMUCNOY Ge la iic's 0 4e oots.n if cycle per second ~ 
; radian per 
Angular velocity.......... w eeeond 
Velocity of rotation....... n Aatenois SAM Ao) 
per second sec. 
Number of conductors or N convolution 
CAIDAS Serete rd ce nenoie soot ele wie or turns of wire 
MhemperatuLrese.. ace). are w0ke Tae: degree centi- (e 
grade 
Energy, in general........ Uor W_ joule, watt-hour 
Mechanical work.......... WorA_ joule, watt-hour Rt 
AL CLETICY, waters s lecceueloneye ce V) per cent saves 
Tenet Wye ec teccmeatet tease ete } centimeter cm. 
IM ASS oy sosraiie tes cuatenale, aes eies m gram g. 
Min Ceti tae cies re t second sec. 


*An additional unit for m. m. f. is the ‘‘ampere-turn,”’ for flux the “‘line,”” for mag- 
netic flux-density ‘‘maxwells per sq. in.” 

+Note. The numerical values of these quantities are ohms resistance and mhos con- 
ductance between two opposite faces of a cm. cube of the material in question, but the 
correct names are as given, not ohms and mhos per cm. cube, as commonly stated 
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91 


centimeter cm. 
Acceleration due to gravity £ per second per sec. 

per second per sec. 
Standardacceleration dueto centimeter cm .per 
gravity (at about 45 deg. Zo "4 per second sec. 
latitudeand sea level) equals per second per sec. | 


980.665f........ 


Em, Im and Pm should be used for maximum cyclic values, e, + and 
p for instantaneous values, E and J for r.m.s. values (see §10) and 
P-for the average value of the power, or the active power. These 
distinctions are not necessary in dealing with continuous-current 
circuits. In print, vector quantities should be represented by bold- 
face capitals. 


+This-has been the acceptéd standard value for many years and was formerly con- 
sidered to correspond accurately to 45° Latitude and sea level. Later researches, 
however, have shown that the most reliable value for 45° and sea-level is slightly 
different; but this does not affect the standard value given above. 
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CLASSIFICATION OF MACHINERY 


The machinery under consideration in these rules may be classified 
in various ways, these various classifications overlapping or inter- 
locking in considerable degree. Briefly, they are Direct-Current 
or Alternating-Current, Rotating or Stationary. Under Rotating 
Apparatus there are two principal classifications: First, according 
to the function of the machines; Motors, Generators. Boosters, 
Motor-Generators, Dynamotors, Double-Current Generators, Con- 
verters and Phase Advancers; Second, according to the type of 
construction or principle of operation; Commutating, Synchronous, 
Induction, Unipolar, Rectifying. Obviously, some of these machines 
could be rationally included in either classification, e. g., Motor-Gener- 
ators and Rectifying Machines. 

In the following, self-evident definitions have for the most part, 
been omitted. 


ROTATING MACHINES. 
FUNCTIONAL CLASSIFICATION OF ROTATING MACHINES. 

Generator. A machine which transforms mechanical power into 
electrical power. 

Motor. A machine which transforms electrical power into 
mechanical power. 

Booster. A generator inserted in series in a circuit to change 
its voltage. It may be driven by an electric motor (in which case 
it is termed a motor-booster) or otherwise. 

Motor-Generator Set. Atransforming device consisting of a 
motor mechanically coupled to one or more generators. 

Dynamotor. A transforming device combining both motor 
and generator action in one magnetic field, either with two armatures, 
or with one armature having two separate windings and independent 
commutators. 

A Direct-Current Compensator or Balancer comprises two or 
more similar direct-current machines (usually with shunt or 
compound excitation) directly coupled to each other and connected in 
series across the outer conductors of a multiple-wire system of dis- 
tribution, for the purpose of maintaining the potentials of the in- 
termediate wires of the system, which are connected to the junction 
points between the machines. 

A Double-Current Generator supplies both direct and alternating 
currents from the same armature-winding. 

A Converter is a machine employing mechanical rotation in 
changing electrical energy from one form into another. There 
are several types of converters as follow: 


1568 —~ STANDARDIZATION RULES OF THE A.1.E. E. 


109 A Direct-Current Converter converts from a direct 
current to a direct current, usually with a change of volt- 
age. Such a machine may be either a motor-generator set or a 
dynamotor. 

110 A Synchronous Converter (sometimes called a Rotary Con- 
verter) converts from an alternating to a direct current, 
or vice-versa. It is a synchronous machine with a single 
closed-coil armature winding, a commutator and slip rings. 


111 A Cascade Converter, also called a.Motor Converter, 
is a combination of an induction motor with a synchron- 
ous converter, the secondary circuit of the former feeding 
directly into the armature of the latter; 7.e., it is a synchronous 
converter concatenated with an induction motor. 


112 A Frequency Converter converts the power of an alter- 
nating-current system from one frequency to another, with 
or without a change in the number of phases, or in the voltage. 


113 A Rotary Phase-Converter converts from an_ alter- 
nating-current system of one or more phases to an alter- 
nating-current system of a different number of phases, but 
of the same frequency. 


114 A Phase Advancer is a machine which supplies reactive volt- 
amperes to the system to which it is connected. Phase advancers 
may be either synchronous or asynchronous. 


115 A Synchronous Condenser or Synchronous Phase Advancer 
is a synchronous machine, running either idle or with load, the 
field excitation of which may be varied so as to modify the 
power-factor of the system, or through such modification to 
influence the load voltage. 


CONSTRUCTIONAL CLASSIFICATION OF ROTATING MACHINES 


Commutating Machines 


130 Direct-Current Commutating Machines comprise a mag- 
netic field of constant polarity, an armature, and a com- 
mutator connected therewith. These include: Direct-Current 
Generators; Direct-Current Motors; Direct-Current Boosters; 
Direct-Current Motor-Generator Sets and Dynamotors; Di- 
rect-Current Compensators or Balancers; and Arc Machines. 


131 Alternating-Current Commutating Machines* comprise a 
magnetic field of alternating polarity, an armature, and com- 
mutator connected therewith. 


132 Synchronous Commutating Machines include synchronous 
converters, cascade-converters, and double-current generators. 


133 Synchronous Machines comprise a constant magnetic field 
and an armature receiving or delivering alternating-currents in 


*A suggested classification of alternating-current commutator motors is given in 
the July 1916 ProcEEpincs of the Institute 


ual 
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synchronism with the motion of the machine; #.¢., having a frequency 
strictly proportional to the speed of the machine. They may be 
sub-divided as follow: 


134 An Alternator is a synchronous alternating-current genera- 
tor, either single-phase or polyphase. 

135 A Polyphase Alternator is a polyphase synchronous alterna- 
ting-current generator, as distinguished from a single-phase 
alternator. 

136 An Inductor Alternator is an Alternator in which 


both field and armature windings are stationary, and in 
which masses of iron or inductors. by moving past the coils, 
alter the magnetic flux through them. It may be either 
single-phase or polyphase. 

137 A Synchronous Motor is a machine structurally identical 
with an alternator, but operated as a motor. _ 

138 Induction Machines include apparatus wherein primary and 
secondary windings rotate with respect to each other; i.e, in- 
duction motors, induction generators, certain types of frequency 
converters and certain types of rotary phase-converters. 

139 An Induction Motor is an alternating-current motor, either 
singlephase or polyphase, comprising independent primary and 
secondary windings, one of which, usually the secondary, is 
on the rotating member. The secondary winding receives 
power from the primary by electromagnetic induction. 

140 An Induction Generator is a machine structurally identical 
with an induction motor, but driven above synchronous speed 
as an alternating-current generator. 

141 Unipolar or Acyclic Machines are direct-current machines, in 

which the voltage generated in the active conductors maintains 
the same direction with respect to those conductors. 


SPEED CLASSIFICATION OF MOTORS. 


150 Motors may, for convenience, be classified with reference to their 

speed characteristics as follow: 

161 Constant-Speed Motors, whose speed is either constant 
or does not materially vary; such as synchronous motors, in- 
duction motors with small slip, and ordinary direct-current 
shunt motors. 

152 Multispeed Motors (two-speed, three-speed, etc.), which 

; can be operated at any one of several distinct speeds, these 
speeds being practically independent of the load; such as 
motors with two armature windings, or induction motors in 
which the number of polesis changed by external means. 

153 Adjustable-Speed Motors, in which the speed can be varied 
gradually over a considerable range, but when once adjusted 
remains practically unaffected by the load; such as shunt 
motors designed for a considerable range of speed variation. 
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Varying-Speed Motors, or motors in which the speed 
varies with the load, ordinarily decreasing when the load 
increases; such as series motors, compound-wound motors, 
and series-shunt motors. As a sub-class of varying-speed 
motors, may be cited, adjustable varying-speed motors, or 
motors in which the speed can be varied over a considerable 
range at any given load, but when once adjusted, varies with 
the load; such as compound-wound motors arranged for 
adjustment of speed by varying the strength of the shunt field. 


CLASSIFICATION OF ROTATING MACHINES RELATIVE 
TO THE DEGREE OF ENCLOSURE OR PROTECTION 


The following types are recognized: 
Open 
Protected 
Semi-enclosed 
Enclosed 
Separately ventilated 
Water-cooled 
Self-ventilated 
Drip-proof 
Moisture-resisting 
Submersible 
Explosion-proof 
Explosion-proof slip-ring enclosure 
An “open” machine is of either the pedestal-bearing or end- 
bracket type where there is no restriction to ventilation, other 
than that necessitated by good mechanical construction. 


A “protected”? machine is one in which the armature, field 
coils, and other live parts are protected mechanically from acci- 
dental or careless contact, while free ventilation is not materially 
obstructed. 


A ‘“semi-enclosed’? machine is one in which the ventilating 
openings in the frame are protected with wire screen, expanded metal, 
or other suitable perforated covers, having apertures not exceeding 
4 of a square inch (3.2 sq. cm.) in area. 

An “enclosed”? machine is so completely enclosed by in- 
tegral or auxiliary covers as to prevent a circulation of air between 
the inside and outside of its case, but not sufficiently to be 
termed air-tight. 

A “separately ventilated” machine has its ventilating air sup- 
plied by an independent fan or blower external to the machine. 


A “ water-cooled’ machine is one which mainly depends on water 
circulation for the removal of its heat. 


A “‘self-ventilated ” machine differs from a separately ventilated 
machine only in having its ventilating air circulated by a fan, 
blower, or centrifugal device integral with the machine. 

If the heated air expelled from the machine is conveyed away 
through a pipe attached to the machine, this should be so stated. 
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A “drip-proof ’? machine is one so protected as to exclude 
falling moisture or dirt. A “drip proof’? machine may be either 
“open” or ‘‘semi-enclosed”, if it is provided with suitable protection 
integral with the machine, or so enclosed as to exclude effectively 
falling solid or liquid material. 

A moisture-resisting machine is one in which all parts are 
treated with moisture-resisting material. Such a machine shall 
be capable of operating continuously or intermittently in a very 
humid atmosphere, such as in mines, evaporating rooms, etc. 

A ‘submersible ’’ machine is a machine capable of withstanding 
complete submersion, in fresh water or sea water, as may be speci- 
fied, for four hours without injury. 

An “explosion-proof’? machine is a machine in which the en- 
closing case can withstand, without injury, any explosion of gas that 
may occur within it, and will not transmit~the flame to any 
inflammable gas outside it. 


An induction motor in which the slip rings and ‘brushes 
alone are included within an explosion-proof case should not be des- 
cribed as an explosion-proof machine, but as a machine ‘‘with 
explosion-proof slip-ring enclosure.’’ 


STATIONARY INDUCTION APPARATUS 


Stationary Induction Apparatus changes electric energy to electric 
energy, through the medium of magnetic energy, without mechanical 
motion. It comprises several forms, distinguished as follow: 


Transformers, in which the primary and secondary windings are 
ordinarily insulated one from another. 


The terms “‘high-voltage”’ and “low-voltage” are used to dis- 
tinguish the winding having the greater from that having the 
lesser number of turns. The terms “ primary’ and “ sec- 
ondary”’ serve to distinguish the windings in regard to energy 
flow, the primary being that which receives the energy from the 
supply circuit, and the secondary that which receives the en- 
ergy by induction from the primary. 

The rated current of a constant-potential transformer is 
that secondary current which, multiplied by the rated-load 
secondary voltage, gives the kv-a. rated output. That is, 
a transformer of given kv-a. rating must be capable of de- 
livering the rated output at rated secondary voltage, while 
the primary impressed voltage is increased to whatever value 
is necessary to give rated secondary voltage. 

The Rated Primary Voltage of a constant-potential trans- 
former is the rated secondary voltage multiplied by the turn 
ratio. 

The ratio of a transformer, unless otherwise specified, shall 
be the ratio of the number of turns in the high-voltage wind- 
ing to that in the low-voltage winding; #.e., the “‘turn-ratio ”’ 
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205 The voltage ratio of a transformer is the ratio of the r.m-s. 
primary terminal voltage to the r.m.s. secondary terminal 
voltage, under specified conditions of load. 

206 The *‘ current ratio’ of a current-transformer is the ratio of 
r.m.s. primary current to r.m.s. secondary current, under speci- 
fied conditions of load. 

207 The ‘“‘ marked ratio’’ of an instrument transformer is the 
ratio which the apparatus is designed to give under aver- 
age conditions of use. When a precise ratio is required, it 
is necessary to specify the voltage, frequency, load and power 
factor of the load. 

208 Volt-Ampere Ratio of Transformers. 

The volt-ampere ratio, which should not be confused with 
real efficiency, is the ratio of the volt-ampere output to the 
_ volt-ampere input of a transformer, at any given power factor. 

209 #Auto-transformers have a part of their turns common to both pri- 
mary and secondary circuits. 

210 Voltage Regulators have turns in shunt and turns in series with the 
circuit, so arranged that the voltage ratio of the transformation 
or the phase relation between the circuit-voltages is variable at wili 
They are of the following three classes: 


211 Contact Voltage Regulators, in which the number of turns 
in one or both of the coils is adjustable. 

212 Induction Voltage Regulators, in which the relative positions 
of the primary and secondary coils are adjustable. 

213 Magneto Voltage Regulators, in which the direction of the 


magnetic flux with respect to the coils is adjustable. 
214 Reactors, heretofore commonly called Reactance Coils, also called 
Choke Coils; a form of stationary induction apparatus used to supply 
reactance or to produce phase displacement. See also §82 and 736. 
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METERS AND INSTRUMENTS 


Although the terms Instruments and Meters are frequently used 
synonymously in referring to electrical measuring devices, the meter 
departments of manufacturing and operating companies commonly 
use the word “meters’’ in the collective sense to designate only those 
devices which register the total energy or quantity of electricity 
consumed in or supplied to a circuit, and reserve the term “‘instru- 
ments,’’ in the collective sense, for all other electrical measuring or 
indicating devices. 

In general, the names of meters and instruments are self-defining, 
particularly when considered in connection with existing definitions. 
The following terms are preferred to other terms sometimes used for 
the same devices: Reactive-Factor Meter, Power-Factor Meter, 
Watt-hour Meter, etc. 

Crest Voltmeter. A voltmeter depending for its indications 
upon the crest, that is the maximum value of the voltage of the system 
to which it is connected. These instruments are so calibrated that 
they indicate the r. m. s. value of the sinusoidal voltage having the 
same crest value. 

Synchronoscope (also called a Synchroscope or Synchronism 
Indicator). A device which in addition to indicating synchronism 
between two machines, shows whether the speed of the incoming 
machine is fast or slow. 

Reactive-Volt-Ammeter (also called a Reactive-Volt-Ampere 
Indicator). An instrument which indicates the reactive volt- 
amperes of the circuit to which it is connected. 

Line Drop Voltmeter Compensator. A device used in connection 
with a voltmeter which causes it to indicate the voltage at some 
distant point of the circuit. 

Recording Ammeters, Voltmeters, Wattmeters, etc., are instru- 
ments which record graphically upon time-charts the values of the 
quantities they measure. 

A Demand Meter is a device which indicates or records the demand 
or maximum demand (See §§57 and 58). In practice two types are 
recognized: 

An Integrated-Demand Meter is one which indicates or 
records the maximum demand obtained through integration. 

A Lagged-Demand Meter is one in which the indication of 
maximum demand is subject to a characteristic time lag. 


Errors of Indicating Instruments. In specifying the accuracy of 
an indicating instrument, the error at any point on the scale shall 
be expressed as a percentage of the full scale reading. 

Torque of meters and instruments shall be expressed in milli- 


meter-grams. 
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STANDARDS FOR ELECTRICAL MACHINERY 


” ” 


250 The expressions ‘‘ machinery’ and ‘‘ machines’’ are here employed 
in a general sense, in order to obviate the constant repetition of the words 
“ machinery or induction apparatus.” 


261 All temperatures are to be understood as centigrade. 


262 The expression ‘‘ capacity” is to be understood as indicating *' capa- 
bility’, except where specifically qualified, as, for instance, in the case 
of allusions to electrostatic capacity, 1. e., capacitance. 


253 Wherever special rules are given for any particular type of machinery 
or apparatus (such as switches, railway motors, railway substation 
machinery, etc., these special rules shall be followed, notwithstanding 
any apparent conflict with the provisions of the more general sections. 
In the absence of special rules on any particular point, the general 
rules on this point shall be followed. 


260 Objects of Standardization. To ensure satisfactory results, 
electrical machinery should be specified to conform to the Institute 
Standardization Rules, in order that it shall comply, in operation, 
with approved limitations in the following respects, so far as they 
are applicable. 

Operating temperature 
Mechanical strength 
Commutation 
Dielectric strength 
Insulation resistance 
Efficiency 

Power factor 

Wave shape 
Regulation 


261 Capacity or Available Output of an Electrical Machine. ~ So far 
as relates to the purposes of these Standardization Rules, the 
Institute defines the Capacity of an Electrical Machine as the load 
which it is capable of carrying for a specified time (or continuously), 
without exceeding in any respect the limitations herein set forth. 

Except where otherwise specified, the capacity of an electrical 
machine shall be expressed in terms of its available output. For 
exceptions see §277 and 802. 

262 Rating of an Electrical Machine. Capacity should be distin- 
guished from Rating. The Rating of a machine is the output marked 
on the Rating Plate, and shall be based on, but shall not exceed, 
the maximum* load which can be taken from the machine under pre- 
scribed conditions of-test. This is also called the rated output. 


*The term “maximum Load” does not refer to loads applied solely for mechanical 
commutation, or similar tests. 
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The Principle upon which Machine Ratings are based,so far as 
relates to thermal characteristics, is that the rated load, applied 
continuously or for a stated period, shall produce a temperature 
rise which, superimposed upon a standard ambient temperature, 
will not exceed the maximum safe operating temperature of the 
insulation. 

A.I. E. E. and I. E. C. Ratings. When the prescribed conditions 
of test are those of the A. I. E. E. Standardization Rules, the rating 
of the machine is the Institute Rating. (See §620). When the 
prescribed conditions of the test are those of the I. E. C.¢ Rules, 
the rating of the machine is the I. E. C. rating. A machine so rated 
in either case may bear a distinctive sign upon its rating plate. 

Standard Temperature and Barometric Pressure for Institute Ra- 
ting. The Institute Rating (See §262) of a machine shall be its ca- 
pacity when operating with a cooling medium of the ambient tem- 
perature of reference (40° for air or 25° for water, see §305 and 
309) and with barometric conditions within the range given in §308. 
See §§305A; 307, 320 and 321. 

The Temperature Rises Specified in these Rules apply to all 
ambient temperatures up to and including, but not exceeding, 40°C. 
for air and 25°C. for water. (For definition of ambient temperature 
see §303.) 

Any Machinery Destined for Use with Higher Ambient tempera- 
tures of cooling mediums, and also any machinery for operation 
at altitudes for which no provision is made in §308, should be 
the subject of special guarantee by the manufacturer. The methods 
of test and performance set forth in these Rules will, however, 
afford guidance in such cases. 


UNITS IN WHICH RATING SHALL BE EXPRESSED ., 


The rating of Direct-Current Generators, shall be expressed in 
kilowatts (kw.) available at the terminals at a specified voltage. 

The rating of Alternators and Transformers, shall be expressed 
in kilovolt-amperes (kv-a.) available at the output terminals, at a 
specified voltage and power factor. 

It is strongly recommended that the rating of motors shall 
be expressed in kilowatts* (kw.) available at the shaft. (An ex- 


TI.E.C. stands for ‘International Electrotechnical Commission. This rating has not 
yet been established. 


*Since the input of machinery cf this class is measured in electrical units and since 
the output has a definite relation to the input, it is logical and desirable to measure 
the delivered power in the same units as are employed for the received power. There- 
fore, the output of motors should be expressed in kilowatts instead of in horse power. 
However, on account of the hitherto prevailing practice of expressing mechanical 
output in horse power, it is recommended that for machinery of this class the rating 
should, for the present, be expressed both in kilowatts and in horse power; as follows: 

kw.— approx. equiv. h.p. 

For the purposes of these Rules the horse-power shall be taken as 746.0 watts. 

In order to lay stress upon the preferred future basis, it is desirable that on Rating 
plates, the Rating in kilowatts shall be shown in larger and more prominent charac- 
ters than the rating in horse power. 
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ception to this rule is made in the case of Railway motors, which, 
for some purposes, are also rated by their input, see §802.) 


Auxiliary machinery, such as regulators, resistors, reactors, 
balancer sets, stationary and synchronous condensers, etc., shall 
have their ratings appropriately expressed. It is essential to 
specify also the voltage (and frequency, if a-c.,), of the circuits on 
which the machinery may appropriately be used. 


KINDS OF RATING 


There are various kinds of rating such as: 

Continuous Rating. A machine rated for continuous service 
shall be able to operate continuously at its rated output, without ex- 
ceeding any of the limitations referred to in §260. 

Short-Time Rating. A machine rated for short-time service; 
(i.e. service including runs alternating with stops of sufficient 
duration to ensure substantial cooling), shall be able to operate at its 
rated output during a limited period, to be specified in each case, 
without exceeding any of the limitations referred to in §260. Such 
a rating is a short-time rating. 

Nominal Ratings. For railway motors and sometimes for railway 
substation machinery, certain nominal ratings are employed. See 
§§765 and 800. Nominal ratings for automobile propulsion motors 
and generators are not recommended; see §837. 

Duty-Cycle Operation. Many machines are operated on a cycle of 
duty which repeats itself with more or less regularity. For pur- 
poses of rating, either a continuous or a short-time equivalent 
load, may be selected, which shall simulate as nearly as_ possible 
the thermal conditions of the actual duty cycle. 


Standard durations of equivalent tests shall be for machines 
operating under specified duty-cycles as follow (see also §836): 
5 minutes 

10 < 
15 “ 
30 S 
60 

120 


and continuous. 

Of these the first six are short-time ratings, selected as being ther- 
mally equivalent to the specified duty cycle. 

When, for example, a short-time rating of 10 minutes duration 
is adopted, and the thermally equivalent load is 25 kw. for that 
period, then such a machine shall be stated to have a 10-minute 
rating of 25 kw. 

In every case the equivalent short-time test shall commence 
only when the windings and other parts of the machine are within 
5°C of the ambient temperature at the time of starting the test. 


In the absence of any specification as to the kind of rating, the 
continuous rating shall be understood.* 
ere ee SRR Se EE he ee Se 

*An exception is made in the case of motors for railway service, where in the ab- 
sence of any specification as to the kind of tating, the ‘‘nominal rating’? as defined 
in §319 and 415 shall be understood. 
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Machines marked in accordance with §264 shall be understood to 
have a continuous rating, unless otherwise marked in accordance with 


§285 
HEATING AND TEMPERATURE 


Temperature Limitations of the Capacity of Electrical Machinery. 
The capacity, so far as relates to temperature, is usually limited by 
the maximum temperature at which the materials inthe machine, espec- 
ially those employed for insulation, may be operated for long periods 
without deterioration. When the safe limits are exceeded, deteriora- 
tionisrapid. The insulating material becomes permanently damaged 
by excessive temperature, the damage increasing with the length 
of time that the excessive temperature is maintained, and with 
the amount of excess temperature, until finally the insulation breaks 
down. 


The result of operating at temperatures in excess of the safe limit 
is to shorten the life of the insulating material. This shortening 
of life is, in-certain special cases, warranted, when necessary for 
obtaining some other desirable result, as, for example, in some in- 
stances of railway and other motors for propelling vehicles, 
in providing greater power within a limited space. See §804. Further 
instances may also be noted in the cases of contactors, controllers, 
induction-starters, arc-lamp-magnet windings, etc., designed and con- 
structed for operation at relatively high temperatures. 

There does not appear to be any advantage in operating at lower 
temperatures than the safe limits, so far as the life of the insulation 
is concerned. Insulation may break down from various causes, 
and when these breakdowns occur, it is not usually due to the 
temperature at which the insulation has been operated, provided 
the safe limits have not been exceeded. 


The Ambient Temperature is the temperature of the air or water 
which, coming into contact with the heated parts of a machine, 
carries off its heat. See §§309, 310 and 314. 

The cooling fluid may either be led to the machine through ducts, 
or through pipes, or merely surround the machine freely. In the 
former case the ambient temperature is to be measured at the intake 
of the machine itself. In the latter case see §314. 

Ambient Temperature of Reference for Air. The standard 
ambient temperature of reference, when the cooling medium is air, 
shall be 40°C. 


306A. Whatever may be the Ambient Temperature when the machine 


is in service, the limits of the maximum observable temperature or 
of temperature rise specified in the rules should not be exceeded in 
service; for, if the maximum temperature be exceeded, the insulation 
may be endangered, and if the rise be exceeded, the excess load may 
lead to injury, by exceeding limits other than those of temperature; 
such as commutation, stalling load and mechanical strength. For 
similar reasons, loads in excess of the rating should not be taken 
from a machine. 
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The permissible rises in temperature given in column 2 of 
table III page 38 have been calculated on the basis of the standard 
ambient temperature of reference, by subtracting 40° from the 
highest temperatures permissible, which are given in column 1 of 
the same table. 

A machine may be tested at any convenient ambient temper- 
ature, preferably not below 15°C., but whatever be the value of this 
ambient temperature, the permissible rises of temperature must not 
exceed those given in column 2 of table III page 38. 

Altitude. Increased altitude has the effect of increasing the tem- 
perature rise of some types of machinery. In the absence of in- 
formation in regard to the height above sea level at which a machine 
is intended to work in ordinary service, this height is assumed not 
to exceed 1000 meters (8300 feet.) For machinery operating at an 
altitude of 1000 meters or less, a test at any altitude less than 1000 
meters-is satisfactory, and no correction shall be applied to the ob- 
served temperatures. Machines intended for operation at higher 
altitudes shall be regarded as special. See §267. It is recommended 
that when a machine is intended for service at altitudes above 1000 
meters (3300 ft.) the permissible temperature rise at sea level, until 
more nearly accurate information is available, shall be reduced by 
1 per cent for each 100 meters (330 ft.) by which the altitude ex- 
ceeds 1000 meters. Water cooled oil transformers are exempt from 
this reduction. : 


Ambient Temperature of Reference for Water-Cooled Machinery. 

For water-cooled machinery, the standard temperature of reference 
for incoming cooling water shall be 25° C, measured at the intake 
of the machine. 


In the testing of water-cooled transformers, it is not necessary to 
take into account the surrounding-air temperature, except where the 
cooling effect of the air is 15 per cent or more of the total cooling 
effect, referred to the standard ambient temperature of reference of 
25°C. for water and 40°C. for air. When the effect of the cooling air 
is 15 per cent. or more of the total, the temperature of the cooling 
water should be maintained within 5°C. of the surrounding 
Where this is impractical, the ambient temperature should be de- 
termined from the change in the resistance of the windings, using 
a disconnected transformer, supplied with the normal amount of 
cooling water, until the temperature of the windings has become 
constant. 


In the case of rotating machines, cooled by forced draught, 
a conventional weighted mean shall be employed, a weight of 
four being given to the temperature of the circulating air supplied 
through ducts (see $304), and a weight of one to the surrounding room 
air. In the case of air-cooled transformers, see ‘‘ exception’ §321. 

Machines Cooled by Other Means. Machines cooled by means 
other than air or water shall receive special consideration. 


Outdoor Machinery Exposed to Sun’s Rays. Outdoor machinery 


not protected from the sun’s rays at times of heavy load, shall 
receive special consideration. 
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Measurement of the Ambient Temperature During Tests of Ma- 
chinery. The ambient temperature is to be measured by means of sev- 
eral thermometers placed at diffe-ent points around and half-way up 
the machine, at a distance of I to 2 meters (3 to 6 feet), and protected 
from drafts, and abnormal heat radiation, preferably as in §316. 


The value to be adopted for the ambient temperature during a test, 
is'the mean of the readings of the thermometers (placed as above), 
taken at equal intervals of time during the last quarter of the duration 
of the test. 


Inorder to avoid errors due to the time lag between the temperature 
of large machines and the variations in the ambient air, all reasonable 
precautions must be taken to reduce these variations and the errors 
arising therefrom. Thus, the thermometer for determining the 
ambient temperature shall be immersed in a suitable liquid, such as 
oil, in a suitable heavy metal cup. This can be made to respond to 
various rates of change, by proportioning the amount of oil to the metal 
in the containing cup. A convenient form for such an oil-cup consists 
of a massive metal cylinder, with a hole drilled partly through it. 
This hole is filled with oil and the thermometer is placed therein with 
its bulb well immersed. The larger the machine under test, the 
larger should be the metal cylinder employed as an oil-cup in the 
determination of the ambient temperature. The smallest size 
of oil cup employed in any case shall consist of a metal cylinder 
25 mm. in diameter and 50 mm. high (1 in in diameter and 2 in. 
high). 

Thermometers used for taking temperatures of Machinery 
shall be covered by felt pads 3 mm. (# inch) thick and 4 x 5 cm. 
wide (13 ”x 2”), cemented on; oil putty may be used for stationary 
and small apparatus. 


In Transformer Testing, and sometimes in testing other machines, 
it may be desirable to avoid errors due to time lag in tempera- 
ture changes, by employing an idle unit of the same size and subjected 
to the same conditions of cooling as the unit under test, for obtaining 
the ambient temperature as described in §310. 

Where machines are partly below the floor line in pits, the tempera- 
ture of the rotor shall be referred to a weighted mean of the pit 
and room temperatures, the weight of each being based on the rela- 
tive proportions of the rotor in and above the pit. Parts of the stator 
constantly in the pit shall be referred to the ambient temperature in 
the pit. 

Correction for the Deviation of the Ambient Temperature’ of 
the Cooling Medium, at the Time of the Heat Test, from the Stand- 
ard Ambient Temperature of Reference. Numerous experiments 
have shown that deviation of the temperature of the cooling medium 
from that of the standard of reference, at the time of the heat run, 
has a negligible effect upon the temperature rise of the apparatus; 
therefore, no correction shall be applied for this deviation. It is, 
however, desirable that tests should be conducted at ambient tem- 
peratures not lower than 15°C. 
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Exception—A Correction shall be applied to the observed tem- 
perature rise of the windings of Air-blast transformers, due to dif- 
ference in resistance, when the temperature of the ingoing cooling 
air differs from that of the standard of reference. This correction 
shall be the ratio of the inferred absolute ambient temperature of 
reference-to the inferred absolute temperature of the ingoing cool- 
ing air, 1. e. the ratio 274.5/(234.5 + t); where fis the ingoing cooling- 
air temperature. 

Thus, a cooling-air room temperature of 30°C. would correspond to 
an inferred absolute temperature of 264.5° on the scale of copper re- 
sistivity, and the correction to 40°C. (274.5° inferred absolute tem- 
perature) would be 274.5 / 264.5 = 1.04, making the correction 
factor 1.04; so that an observed temperature rise of say 50°C. at the 
testing ambient temperature of 30°C. would be corrected to 50 X 
1.04 = 52°C. this being the temperature rise which would have oc- 
curred-had the test been made with the standard ingoing cooling- 
air temperature of 40°C. 


Duration of Temperature Test of Machine for Continuous Ser- 
vice. The temperature test shall be continued until sufficient evi- 
dence is available to show that the maximum temperature and 
temperature rise would not exceed the requirements of the rules, 
if the test were prolonged until a steady final temperature was 
reached. 


Duration of Temperature Test of Machine with a Short-Time 
Rating. The duration of the temperature test of a machine with 
a short-time rating shall be the time required by the rating. 
(See §285 and 286). ‘ 


Duration of Temperature Test for Machine having more than 
One Rating. The duration of the temperature test for a machine 
with more than one rating shall be the time required by that rating 
which produces the greatest temperature rise. In cases where this 
cannot be determined beforehand, the machine shall be tested 
separately under each rating. 


Temperature Measurements during Heat Run. Temperature 
measurements, when possible, shall be taken during operation, as 
well as when the machine is stopped. The highest figures thus 
obtained shall be adopted. In order to abridge the long heating 
period, in the case of large machines, reasonable overloads of cur- 
rent, during the preliminary period, are suggested for them. 


TEMPERATURE MEASUREMENTS 


The Life of the Insulation of a Machine depends in great measure 
upon the actual temperatures attained by the different DES, rather 
than on the rises of temperature in those parts. 


The Temperatures in the Different Parts of a Machine which it 


would be desirable to ascertain, are the maximum temperatures 
reached in those parts. 
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As it is Usually Impossible to Determine the Maximum Temperature 
attained in insulated windings, it is convenient to apply a correction 
to the observable temperature, which approximates the difference be- 
tween the actual maximum temperature and the observable tempera- 
ture by the method used. This correction, or margin of security, is 
provided to cover the errors due to fallibility in the location of the 
measuring devices, as well as inherent inaccuracies in measurement 
and methods. 


In Determining the Temperature of Different Parts of a Machine 
three methods are provided. 


Method No 1. Thermometer Method. 

This method consists in the determination of the temperature, 
by mercury or alcohol thermometers, by resistance thermometers, 
or by thermocouples, any of these instruments being applied to the 
hottest accessible part of the completed machine, as distinguished from 
the thermocouples or resistance coils embedded in the machine as 
described under Method No. 3. 


When Method No.1 is Used, the hottest-spot temperature for 
windings shall be estimated by adding a hottest-spot correction of 
15°C to the highest temperature observed, in order to allow for the 
practical impossibility of locating any of the thermometers at the hot- 
test spot. 


Exception. When the thermometers are applied directly to 
the surfaces of bare windings, such as an edgewise strip conductor, 
or a cast copper winding, a hottest-spot correction of 5°C , instead of 
15°C, shall be made. For commutators, collector rings, bare metallic 
surfaces not forming part of a winding, or for oil in which apparatus 
is immersed, no correction is to be applied. 


Method No. 2. Resistance Method. 

This method consists in the measurement of the temperature of 
windings by their increase in resistance, corrected* to the instant of 
shut-down when necessary. In the application of this method, 
thermometer measurements shall also be made whenever practicable 
without disassembling the machinet in order to increase the 
probability of revealing the highest observable temperature. Which- 
ever measurement yields the higher temperature, that temperature 


*Whenever a sufficient time has elapsed between the instant of shut-down and 
the time of the final temperature measurement to permit the temperature to fall, 
suitable corrections shall be applied, so as to obtain as nearly as practicable the 
temperature at the instant of shut-down. This can sometimes be approximately 
effected by plotting a curve, with temperature readings as ordinates and times as 
abscissas, and extrapolating back to the instant of shut-down. In other instances, 
acceptable correction factors can be applied. In transformers of 200 kv-a. and less 
the measured temperature shall be increased one degree for every minute between 
the instant of shut-down and the time of the final temperature measurement, pro- 
vided this time does not exceed three minutes. 

In cases where successive measurements show increasing temperatures after shut- 
down, the highest value shall be taken. ey 

+As one of the few instances in which the thermometer check cannot be applied in 
Method No. 2, the rotor of a turbo-alternator may be cited. 
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shall be taken as the ‘' highest observable’’ temperature and a hot- 
test-spot correction of 10°C added thereto. + 


The Temperature Coefficient of Copper shall be deduced from the 
formula 1/(234.5 + #). Thus, at an initial temperature 1 =40°C:, 
the temperature co-efficient of increase in resistance per degree 
centigrade rise, is 1/(274.5) = 0.00364. The following table, 
deduced from the formula, is given for convenience of reference. 


TABLE II. 
Temperature Coefficients-of Copper Resistance. 
Temperature of the| Increase in resis- 
winding, in degrees C.| tance of copper 
at which the initial re-| per °C., per ohm 
sistance is measured. of initial resistance. 
0 0.00 427 
5 0.00 418 
10 0.00 409 
15 0.00 401 
20 0.00 393 
25 0.00 385 
30 0.00 378 
35 0.00 371 
40 0.00 364 


In Circuits of Low Resistance, other than transformer windings 
(see §351), where joints and connections form a considerable part of 
the total resistance, the measurement of temperature by the resist- 
ance method shall not be used. 


The Temperature of the Windings of Transformers is always to be 
ascertained by Method 2. Inthe case of air-blast transformers, it is 
especially important to place thermometers on the coils near the 
air outlet. See §348. 


Method No. 3. Embedded Temperature-Detector Method. 

This method consists in the use of thermo-couples or resise 
tance temperature detectors, located as nearly as possible at the 
estimated hottest spot. When method No. 8 is used, it shall, 
when required, be checked by method No. 2; the hottest spot shall 
then be taken to be the highest value by either method, the required 
correction factors (§348 and §356) being applied in each case. 


By Building into the Machine suitably placed temperature de- 
tectors, a temperature not much less than that of the hottest spot will 
probably be disclosed. When these devices are adopted for such 
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temperature determinations, a liberal number shall be employed, and 
all reasonable efforts, consistent with safety, shall be made to 


locate them at the various places where the highest temperatures are 
likely to occur. 


Temperature-Detectors should be placed in at least two sets of 
locations. One of these should be between a coil-side* and the core 
and one between the top and bottom coil-sides where two coil-sides 
per slot are used. Where only one coil-side per slot is used, one set of 
detectors shall be placed between coil-side and core, and one set 
between coil-side and wedge. 


Method No. 3 should be applied to all stators of machines with 
cores having a width of 50 cm. (20 in.) and over. It should also 
be applied to all machines of 5000 volts and over, if of over 500 
kv-a., regardless of core width. This method is not required for 
induction-regulators, which shall be tested as transformers. 


Correction Factor for Method No. 3.—In the case of two-layer 
windings, with detectors between coil-sides, and between coil-side and 
core, add 5° C to the highest reading. In single-layer windings, with 
detectors between coil-side and core and between coil-side and wedge, 
add to the highest reading 10° C. plus 1° C. per 1000 volts above 5000 
volts of terminal pressure. 


TEMPERATURE LIMITS 


Table III, page 38, gives the limits for the hottest-spot tempera- 
tures of insulations. The permissible limits are indicated 
in column 1 of the Table. The limits of temperature rise 
permitted under rated-load conditions are given in column 2, 
and are found by subtracting 40° C. from the figures in column 1. 
Whatever be the ambient temperature at the time of the test, the rise 
of temperature must never exceed the limits in column 2 of the 
table. The highest temperatures, and temperature rises, attained 
in any machine at the output for which it is rated, must not exceed 
the values indicated in the Table and clauses following. 


Permissible Temperatures and Temperature Rises For Insulating 
Materials. Table III (see next page) gives the highest temperatures 
and temperature rises to which various classes of insulating materials 
may be subjected, based on a standard ambient temperature of 
reference of 40°C. 


Nore. The Institute recognizes the ability of manufacturers to 
employ Class B insulation successfully at maximum temperatures of 
150° C. and even higher. However, as sufficient data covering ex- 
perience over a period of years at such temperatures are at present 
unavailable, the Institute adopts 125° C as a conservative limit for 
this class of insulation, and any increase above this figure should be 
the subject of special guarantee by the manufacturer. 


*A coil side is one of the two active sides of the coil lying in a slot. 
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TABLE III. 
Permissible Temperatures and Temperature Rises for Insulating 
Materials. 
——— prea sie 4! 
Temperature to| Maximum 
Class Description of Material Sr ienmene DaGttee 


material may 
be subjected 


Ng Cotton, silk, paper and simi- 
lar materials, when so treat- 
ed or impregnated as to in- 
crease the thermal limit, or 
when. permanently im- 
mersed in oil; also enamel- 
led wire’. .<s@cmedta ne 105°C 65°C 


B. Mica, asbestos and other ma- 
terials capable of resisting 
high temperatures, in which 
any Class A. material or 
binder is used for structural 
purposes only, and may 
be destroyed without im- 
pairing} the insulating or 
mechanical qualities of the 
TiSulationgene eee Serco 125°C 85°C 


(oy Fireproof and refractory ma- 
terials, such as pure mica, 
porcelain, quartz, etc...... No limits specified. 


*For cotton, silk, paper and similar materials, when neither treated, impregnated 
nor immersed in oil, the highest temperatures and temperature rises shall be 10°C 
below the limits fixed for Class A, in Table III. 

{The word impair is here used in the sense of causing any change which would dis- 
qualify the insulation for continuous service. 


878 When a lower-temperature class material is comprised in a com- 
pleted product to such an extent, or in such ways, that its subjection 
to the temperature limits allowed for the higher-temperature class 
material, with which it is associated, would affect the integrity of the 
insulation either mechanically or electrically, the permissible tempera- 
ture shall be fixed at such a value as shall afford ample assurance that 
no part of the lower-temperature class material shall be subjected to 


temperatures higher than those approved by the Institute and set 
forth above. 
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TABLE IV 


Permissible Hottest Spot Temperatures and Limiting Observable 


Temperature Rises in Other than Water-Cooled Machinery 


METHOD I 
THERMOMETER 


METHOD II 
RESISTANCE 


METHOD III 
EMBEDDED TEMPERATURE DETECTORS 


ONLY 
See §345 to 347 


See §348 


See § 352 to $356 


Class 


Permissible Hottest-Spot Temperature... . 


Hottest Spot Correction.. serene 
Limiting Observable Pemiperatare. ssaiapa cetera 
Limiting Observable Temperature Rise 


Hottest Spot Correction. . meeasesee aces 
Limiting Observable ei oaratace. mipeyante ot 
Limiting Observable Temperature Rise 


Double-Layer 


Single-Layer 


Single-Layer 


For 
all Voltages 


Windings. 


For 


Windings. 
5000 volts or less 


For 
more than 
5000 Volts 


Windings. 


Hottest Spot Correction....... 
Limiting Observable Temper- 


Limiting Observable Temper- 
AUNTO RISE tsar -eclete 


Hottest Spot Correction....... 
Limiting Observable Temper- 


Limiting Observable Temper- 
ature Rise... boss 


Hottest Spot Correction ...... 
Limiting Observable Temper- 


Limiting Observable Temper- 
BtMTeIRIGO Ce oiecen.o08) eeraje'e 


105° 


15° 
90° 
50° 


10° 
95° 
55° 


95° 


55° 


10° 
115° 
75° 


5° 


120° 


80° 


10° 


115° 


75° 


10° + (E—5) t/10°+(E—8) 
5°—(E—5) |115°—(E—8) 


55°—(H—5) |75°—(E—B) 


*For cotton, silk, paper and similar materials, when neither treated, impregnated nor 
immersed in oil, the highest temperatures and temperature rises shall be 10°C. below the 
limits fixed for class A. 

+In these formulas, E represents the rated pressure between terminals in kilovolts. 
Thus for a three-phase machine with single-layer winding, and with 11 kilovolts between 
terminals, the hottest-spot correction to be added to the maximum observable temperature 


will be 16°C, 
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Special Cases of Temperature limits. 


385 Temperature of Oil. The oil in which apparatus is permanently 
immersed shall in no part have a temperature, observable by ther- 
mometer, in excess of 90°C. 


886 Water-Cooled Transformers. In these the hottest-spot tempera- 
ture shall not exceed 90°C. 


386A Enclosed Motors and Generators. In an enclosed machine (see 
§164) the limiting observable temperature and the limiting 
observable temperature rise shall be taken as 5°C. higher than in 
Table IV. Thisis not to be interpreted as an increase in the permiss- 
ible hottest spot temperature, but is in recognition of the lesser 
difference between the hottest spot temperature and the observable 
temperature within an enclosed machine. This rule does not apply 
to those types of machines defined in §§163, 165 and 167. 


887 Railway Motor Temperature Limits, see §804 and 805. 
387A. Automobile Propulsion Motors and Generators, see §838. 


388 Squirrel-Cage and Amortisseur Windings. In many cases the 
insulation of such windings is largely for the purpose of making 
the conductors fit tightly in their slots, and the slightest effective 
insulation is ample. In other cases, there is practically no insula- 
ting material on the windings. Consequently, the temperature 
rise may be of any value such as will not occasion mechanical in- 
jury to the machine. 


889 Collector Rings. The temperature of collector rings shall not be 
permitted to exceed the “ hottest-spot ’’ values set forthin §376 and 
379 for the insulations employed either in the collector rings them- 
selves, or in adjacent insulations whose life would be affected by 
the heat from the collector rings. 


390 Commutators. The observable temperature shall in no case be 
permitted to exceed the values given in §376 and 379 for the in- 
sulation employed, either in the commutator or in any insulation 
whose life would be affected by the heat of the commutator. These 
temperature limits are intended only to protect the insulation of the 
commutator and of the adjacent parts, and are not intended as a 
criterion of sticcessful commutation. See §402. 


391 Cores. The temperature of those parts of the iron core in 
contact with insulating materials must not be such as to occasion 
in those insulating materials temperatures or temperature rises ir 
excess of those set forth in §376 and 379. 


892 Other parts, (such as brush-holders, brushes, bearings, pole-tips, 
cores, etc.) All parts of electrical machinery other than those 
whose temperature affects the temperature of the insulating ma- 
terial, may be operated at such temperatures as shall not be in- 
jurious in any other respect. 
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METHODS OF LOADING TRANSFORMERS FOR TEMPERATURE 


393 


394 


395 


396 


397 


398 


TESTS 


Whenever practicable, transformers should be tested under con- 
ditions that will give losses approximating as nearly as possible 
to those obtained under normal or specified load conditions, main- 
tained for the required time (See §322 to 324). The maximum tem- 
perature rises measured during this test should be considered as the 
observable temperature rises for the given load. 

An approved method of making these tests is the “ loading-back” 
method. The principal variations of this method are: 


With duplicate single-phase transformers. 

Duplicate single-phase transformers may be tested in banks of 
two, with both primary and secondary windings connected in par- 
allel. Normal magnetizing voltage should then be applied and the 
required current circulated from an auxiliary source. One trans- 
former can be held under normal voltage and current conditions, 
while the other may be operating under slightly abnormal con- 
ditions. 


With one three-phase transformer. 

One three-phase transformer may be tested in a manner similar 
to §394 provided the primary and secondary windings are each con- 
nected in delta for the test. Normal three-phase magnetizing volt- 
age should be applied and the required current circulated from an 
auxiliary single-phase source. 


With three single-phase transformers. 

Duplicate single-phase transformers may be tested in banks of 
three, in a manner similar to §395 by connecting both primary and 
secondary windings in delta, and applying normal three-phase 
magnetizing voltage and circulating the required current from an 
auxiliary single-phase source. 


NotTe:— Among other methods that have a limited application 
and can be used only under special conditions may be mentioned— 

(1) Applying dead load by means of some form of rheostat. 

(2) Running alternately for certain short intervals of time on 
open circuit and then on short circuit, alternating in this way until 
the transformer reaches steady temperature. In this test, the vol- 
tage for the open-circuit interval and the current for the short-circuit 
interval shall be such as to give the same integrated core loss, and 
the same integrated copper loss, asin normal operation. 


ADDITIONAL REQUIREMENTS 


Short-Circuit Stresses. 

The Institute recognizes the self-destructibility, both mechanical 
and thermal, of certain sizes and types of machines, when subjected 
to severe short-circuits, and recommends that ample protection be 
provided in such cases, external to the machine if necessary. 
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Over-Speeds. 
399 All Types of Rotating Machines shall be so constructed that 


400 


401 


they will safely withstand an over-speed of 25 per cent, except in the 
case of steam turbines, which, when equipped with emergency gover- 
nots, shall be constructed to withstand 20 per cent over-speed. 


In the case of Series Motors, it is impracticable to specify percen- 
tage values for the guaranteed over-speed, on account of the varying 
service conditions. 


Water-wheel Generators shall be constructed for the maximum 
runaway speed which can be attained by the combined unit. 


Momentary Loads. 


402 


403 


404 


406 


406 


Continuously Rated Machines shall be required to carry momen- 
tary loads of 150 per cent of the amperes corresponding to the con- 
tinuous tating, keeping the rheostat set for rated load excitation, 
(See §281, 764 and 803.) and commutating machinery shall com- 
mutate successfully under this condition. Successful commuta- 
tion is such that neither brushes nor commutator are injured by 
the test. In the case of direct-connected generators, this clause 
is not to be interpreted as requiring the prime mover to drive the 
generator at this overload. 


Machines for duty-cycle operation shall be rated according to 
their equivalent load, either on the short-time or continuous basis, but 
if intended for operation with widely fluctuating loads, shall commu- 
tate successfully under their specified operating conditions. See§$ 284, 
285. 


Stalling Torque of Motors 


Motors for continuous serviceshall,except when otherwise specified, 
be required to develop a running torque at least 175 per cent of 
that corresponding to the running torque at their rated load, with- 
out stalling. . 

Obviously, duty-cycle machines must carry their peak loads with- 
out stalling. 


WAVE FORM 


The Sine Wave shall be considered as standard, except where 
deviation therefrom is inherent in the operation of the system of 
which the machine forms a part. 


The deviation of wave form from the sinusoidal is determined by 
superposing upon the actual wave, (as determined by oscillograph), the 
equivalent sine wave of equal length, in such a manner as to give 
the least difference between ordinates, and then dividing the 
maximum difference between corresponding ordinates by the maxi- 
mum value of the equivalent sine wave. A maximum deviation of 
the terminal voltage wave on open circuit from sinusoidal shape 
not exceeding 10 per cent is permissible, except when otherwise 
specified. 


420 


421 


422 


423 


425 


426 


427 


428 


429 
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EFFICIENCY AND LOSSES 


Machine Efficiency is the ratio of the power delivered by the 
machine to the power received by it. 

Plant or System Efficiency is the ratio of the energy delivered from 
the plant or system to the energy received by it in a specified period 
of time.* In calculating plant or system efficiency it may be desir- 
able to calculate the losses in each individual machine or part of 
the system at the actual temperature of that machine or part during 
the specified interval. These lpsses may be appreciably different 
from the losses at75°C., which lattershall be the standard temperature 
of reference for all efficiency guarantees. See §432. 


In the Case of Machinery two Efficiencies are Recognized, 
conventional efficiency (see §423) and directly measured efficiency. 
Unless otherwise specified, the conventional efficiency is to be 
employed. When the efficiency of a machine is stated without 
specific reference to the load conditions, rated load is always to be 
understood whether the efficiency be the conventional or directly 
measured efficiency. 


Conventional Efficiency of machinery is the ratio of the output to 
the sum of the output and the losses; or of the input minus the losses 
to the input; when, in either case, conventional values are assigned 
to one or more of these losses. The need for assigning conventional 
values to certain losses, arises from the fact that some of the losses 
in electrical machinery are practically indeterminable, and must, in 
many cases, either be approximated by an approved method of test. 
or else values recommended by the Institute and designated ‘' con- 
ventional’ values shall be employed for them in arriving at the ‘‘con- 
ventional efficiency.” 


Directly-Measured Efficiency. Input and output determinations 
of efficiency may be made directly, measuring the output by brake, 
or equivalent, where applicable. Within the limits of practical 
application, the circulating-power method, sometimes described as 
the Hopkinson or ‘‘ loading-back’’ method, may be used. 


Values of the Indeterminate Losses may also be obtained by 
brake or other direct test, and used in estimating actual efficiencies 
of similar machines, by the separate-loss method. 


Normal Conditions. The efficiency shall correspond to, or be 
corrected to, the normal conditions herein set forth, which shall be 
regarded as standard. These conditions include voltage, current, 
power-factor, frequency, wave-shape, speed, temperature, or such 
of them as may apply in each particular case. 


Measurement of Efficiency. Electric power shall be measured 
at the terminals of the apparatus. In polyphase machines, sufficient 
measurements shall be made on all phases to avoid errorsof unbalance. 


Point at Which Mechanical Power Shall be Measured. Mechani- 
cal power delivered by machines, shall be measured at the pulley, 


*An exception should be noted in the case of the efficiency of storage batteries. 
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430 


431 


432 


433 


434 


gearing, or coupling, on the rotor shaft, thus excluding the loss of 
power in the belt or gear friction. See, however, an exception in 
§800. 


The Efficiency Specified for Alternators and Transformers shall 
be of the ratio of the kilowatt output to the kilowatt input at the 
rated ky-a. and power factor. 


Efficiency of Alternating-Current Machinery in regard to WaveShape. 

In determining the efficiency of alternating-current machinery, 
the sine wave is to be considerétl as standard, unless a different wave 
form is inherent in the operation of the system. See §405. 


Temperature of Reference for Machine Efficiency. The effi- 
ciency, at all loads, of all apparatus, shall be corrected to a refer- 
ence temperature of 75°C, but tests may be made at any con- 
venient ambient temperature, preferably not less than 15°C. See 
§§348 and 445. 


The losses in constant-potential machinery, either of the stationary 
type, or of the constant-speed rotary type, are of two classes; namely, 
those which remain substantially constant at all loads, and those 
which vary with the load. The former include iron losses, windage 
and friction, also I2R losses in any shunt windings. The latter 
include I*R losses in series windings. The constant losses may be 
determined by measuring the power required to operate the machine 
at no load, deducting any series I?R losses. The variable loss at 
any load may be computed from the measured resistance of the series 
windings and the given load current. 


Stray Load Losses. The above simple method of determining 
the losses and hence the efficiency is only approximate, since the 
losses which are assumed to be constant do actually vary to some 
extent with the load, and also because the actual loss in the copper 
windings is sometimes appreciably greater than the calculated I?R 
loss. The difference between the approximate losses, as above de- 
termined, and the actual losses, is termed the “‘ stray load losses '™. 
These latter are due to distortions in electric or magnetic fluxes 
from their no-load distributions or values, brought about by the load 


current. They are usually only approximately measurable, or may 
be indeterminable. 


*In Table V, the stray load losses include f, h, i, k, 1 and m; but do not include 


increased core losses due to increased excitation for compensating internal drop 
under load. 
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TABLE V 
Classification of Losses in Machinery 


435 = Losses in machinery may be classified as follows: 


Approximately 
Accurately Measurable . 
es Pa OME Measurable or Indeterminable 
Determinable 


a. No-Load Core Losses 
including eddy-current c. Brush Friction |hk. Iron Loss due to 


losses in conductors at Loss flux distortion. 
no-load 
b. Load I?R losses in 4. Eddy-Current losses 
windings in conductors due to 
No-Load I?R losses in d. Brush-Contact transverse fluxes oc- 
windings Loss casioned by the load 
currents. 


k.Eddy-Current losses 
e. Losses due to wind-| in conductors due to 
age and to bearing] tooth saturation re- 
friction sulting from distor- 
tion of the main flux. 


f. Extra copper loss 
in transformer wind- | /. Tooth-frequency 
ings, due to stray | losses due to flux dis- 
fluxes caused by load | tortion under load. 
currents 


m. Short-Circuit Loss 


. Dielectric Losses. : 
g of Commutation. 


436 Evaluation of Losses. The larger individual losses are either 
accurately or approximately determinable, but certain of the in- 
determinable losses reach values in various kinds of machinery 
which require that they should be taken into account. 


LOSSES TO BE TAKEN INTO ACCOUNT IN VARIOUS TYPES 
OF MACHINES 


440 Direct-Current Commutating Motors and Generators. 

Core losses. See §452. 

I?R loss in all windings. 

Brush contact I?R loss. Unless otherwise specified, use the In- 
stitute Standard of 1 volt for contact drop per brush; #.e., 2 volts 
for total brush drop, either carbon or graphite brushes. (See §§454 
and 819). In the case of low voltage automobile propulsion motors 
and generators this loss should be determined experimentally; see 
§839. 

Friction of bearings and windage. 

‘Rheostat losses, when present. 

Brush friction. 
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All indeterminable load losses (including stray-load iron 
losses) which may be important, which vary with the design, and for 
which no satisfactory method of determination has been found, shall 
be included as zero per cent in estimating conventional efficiency. 


441 Synchronous Motors and Generators. 
Core -losses. See §452. 
I?R loss in all windings, based upon rated k-va. and power 
factor. 
Stray load-losses. In approximating these losses, the method 
described in §458 shall be employed. 
Friction of bearings and windage. 
Brush friction and brush-contact loss is negligible, except in 
the case of revolving armature machines. 
Rheostat losses, when present, corresponding to rated kv-a. and 
power factor. 
442. Induction Machines. 
Core losses. See §452. 
I?R losses in all windings. 
Stray load-losses. In approximating these losses, the method 
described in §459 shall be employed 
Brush friction when collector rings are present. 
Brush-contact loss. Unless otherwise specified, use the Insti- 
tute Standard of 1 volt for contact drop per brush, for either 
carbon or graphite brushes. See §454. 
Friction of bearings and windage. 
443 Commutating A-C. Machines 
Core losses. See §452. 
I?R losses in all windings. 
Brush friction. 
Brush-contact loss. Unless otherwise specified, use the Insti 
tute Standard of 1 volt for contact drop per brush, for 
either carbon or graphite brushes. See §454 and 819. 
Friction of bearings and windage. 


Short-circuit loss of commu- 


tation. 
Iron loss due to flux distor- | The Institute is not at this 
tion. time prepared to make recom- 
Eddy-current losses due to mendations for approximating 
@uxes varying with load these losses. 


and saturation. 


£44 Synchronous Converters. 

Core losses. See §452. 

I?R losses in all windings, based on rated kw. and unity power 
factor. The I?R losses in the armature winding shall be 
derived from those corresponding to its use as a direct- 
current generator, by using suitable factors. 

Brush friction. 


Rheostat losses when present, corresponding to rated kw. and 
unity power factor. 
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Brush-contact loss. Unless otherwise specified, use the Insti- 
tute Standard of 1 volt for contact drop per brush, for 
either carbon or graphite brushes. See §454. 

Short-circuit loss of commuta- 
tion. 

Iron loss due to flux distor- 
tion when present. 

Eddy-current losses due to 
fluxes varying with load 
and saturation. 


These losses, while usually of 
low magnitude, are erratic, 
and the Institute is not at 
this time prepared to make 
recommendations for approxi- 
mating them. 


Friction of bearings and windage. 

For the booster type of synchronous converter, where the 
booster forms an integral part of the unit, its losses shall 
be included in the total converter losses in estimating the 
efficiency. . 


445 Transformers 
No-load losses. These include the core loss, and the I?R loss 
due to the exciting current, also the dielectric loss in the 
insulation. (See §470). 
Load losses. These include I*R losses, and stray load-losses 
due to eddy currents caused by fluxes varying with load. 
(See §471). 


DETERMINATION OR APPROXIMATION OF LOSSES IN 
ROTATING MACHINERY 


450 Bearing Friction and Windage may be determined as follows. 
Drive the machine from an independent motor, the output of which 
shall be suitably determined. The machine under test shall have its 
brushes removed and shall not be excited. This output represents 
the bearing friction and windage of the machine under test. 

The bearing friction and windage of induction motors may be 
measured by running motors free at the lowest voltage at which 
they will rotate continuously at approximately rated speed; the 
watts input, minus I?R loss, under these conditions being taken 
as the friction and windage. 

In the case of engine-type generators, the windage and bearing 
friction loss is ordinarily very small,amounting to a fraction of one 
per cent of the output. In these rules this loss is neglected owing 
to its small value and the difficulty of measuring it. 

451 #£=Brush Friction of Commutator and Collector Rings. Follow the 
test of §450, taking an additional reading with the brushes in contact 
with the commutator or collector rings. The difference between the 
output obtained in the test in §460 and this output shall be taken as 
the brush friction. Note: The surfaces of the commutator and 
brushes should already be smooth and glazed from running when 
this test is made. 

452  CoreLoss. Follow the test of §461 with an additional reading 
taken in a similar manner, except that the machine is to be excited 


1594°~.STANDARDIZATION RULES OF THE A.1. E. E. 


so as to produce at the terminals a voltage corresponding to the cal- 
culated internal voltage for the load under consideration. The 
difference between the output obtained by this test and that obtained 
by test under Sec. 451 shall be taken as the core loss. 


For Synchronous Machines, the internal voltage shall be 
determined by correcting the terminal voltage for the resist- 
ance drop only. 


The Core Loss of Induction Motors may be determined by 
measuring the watts input to the motor when running free 
at rated voltage and frequency and subtracting therefrom 
the no-load copper loss, bearing friction and windage. 


454 The Brush-Contact I?R Loss depends largely upon the material of 
which the brush is composed. As indicating the range of variation 
the following table will be of interest: 


TABLE VI. 
Brush-Contact Drop. 


Volts drop across one brush-contact. 
Grade of Brush (Average of positive and negative brushes) 


Hard Carbon Tee 

Soft Carbon 0.9 

Graphite 0.5 to0.8 

Metal-Graphite types 0.15 to 0.5 (The former for largest proportion 


of metal) ‘ 


One volt drop per brush shall be considered as the Institute Stand- 
ard drop corresponding to the I?R brush-contact loss, for car- 
bon and graphite brushes. Metal-graphite brushes shall be con- 
sidered as special. See §819. 


455 Field-Rheostat Losses shall be included in the generator losses 
where there is a field rheostat in series with the field magnets of 
the generator, even when the machine is separately excited. 


456 Ventilating Blower. When a blower is supplied as part of a 
machine set, the power required to drive it shall be charged against 
the complete unit; but not against the machine alone. 


457 Lossesin Other Auxiliary Apparatus. Auxiliary apparatus, such as 
a separate exciter for a generator or motor, shall have its losses 
‘charged against the plant of which the generator and exciter are 
a part, and not against the generator. An exception should be 
noted in the case of turbo-generator sets with direct-connected 
exciters, in which case the losses in the exciter shall be charged 
against the generator. The actual energy of excitation and the 


458 


459 


460 


470 
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field-rheostat losses, if any, (see §455) shall be charged against the 
generator. 


Stray Load-Losses in Synchronous Generators and Motors. These 
include iron losses, and eddy-current losses in the copper, due to 
fluxes varying with load and also to saturation. 


Stray load-losses are to be determined by operating the machine 
on short circuit and at rated-load current. This, after deducting the 
windage and friction and I?R loss, gives the stray load-loss for 
polyphase generators and motors. These losses in single-phase 
machines are large; but the Institute is not yet prepared to specify 
a method for measuring them. 

Stray Load-Losses in Induction Machines. 

These include eddy-current losses in the stator copper, and other 
eddy-current losses due to fluxes varying with the load. In wind- 
ings consisting of relatively small conductors, these eddy-current 
losses are usually negligible. 

With rotor removed, measure the power input to the stator with 
different values of current atthe rated frequency. The curve plotted 
with these values gives the combined I?R and stray load-losses due 
to eddy currents in the stator copper. Deduct the I?R loss deter- 
mined from the resistance, and the difference will represent the stray 
load-losses corresponding to the various currents. While this method 
is not accurate for some types of motors it usually represents 
a sufficiently good approximation. 

Polyphase Induction-Motor Rotor I?R Loss. This should be de- 
termined from the slip, whenever the latter is accurately determinable, 
using the following equation:.- 


Output X slip 


Rotor J?R loss = : 
1—slip 


In large slip-ring motors, in which the slip cannot be directly meas- 
ured by loading, the rotor I?R loss shall be determined by direct 
resistance measurement; the rotor full-load current to be calculated 
by the following equation: 

watts output 


rotor voltage at stand-still X V3x% K 


Current perring = 


This equation applies to three-phase rotors. For rotors wound 
for two phase, use 2 instead of the a/3. K may be taken as 0.95 
for motors of 150 kw. or larger. The factor K usually decreases 
as the size of motor is reduced, but no specific value can be stated 
for smaller sizes. 


DETERMINATION OR APPROXIMATION OF LOSSES IN 
TRANSFORMERS 


No-Load Losses. These shall be measured with open secondary 
circuit at the rated frequency, and with an applied primary voltage 
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481 


482 


483 


484 


485 


giving the rated secondary voltage plus the IR drop which occurs 
in the secondary under rated load conditions. 


Load Losses. These include I?R and stray load-losses. They 
shall be measured by applying a primary voltage, preferably at rated 
frequency, sufficient to produce rated load current in the windings, 
with the secondary windings short circuited. 


DIELECTRIC STRENGTH TESTS OF MACHINERY 


Basis for Determining Test Voltages. The test voltage which 
shall be applied to determine the suitability of insulation for com- 
mercial operation is dependent upon the kind and size of the ma- 
chinery, and its normal operating voltage, upon the nature of the 
service in which it is to be used, and upon the severity of the me- 
chanical and electrical stresses to which it may be subjected. The 
voltages and other conditions of test which are recommended, 
have been determined as reasonable and proper for the great majority 
of cases, and are proposed for general adoption, except when specific 
reasons make a modification desirable. 


Condition of Machinery to be Tested. Commercial tests shall, 
in general, be made with the completely assembled machinery 
and not with individual parts. The machinery shall be in good 
condition, and high-voltage tests, unless otherwise specified, shall be 
applied before the machine is put into commercial service, and shall 
not be applied when the insulation resistance is low owing to dirt or 
moisture. High-voltage tests shall be made at the temperature as- 
sumed under normal operation or at the temperature attained under 
the conditions of commercial testing. High-voltage tests to determine 
whether specifications are fulfilled, are admissible on new ma- 
chines only. Unless otherwise agreed upon, high-voltage tests of a 
machine shall be understood as being made at the factory. 


Points of Application of Voltage. The test voltage shall be suc- 
cessively applied between each electric circuit and all other elec- 
tric circuits and metal parts grounded. 


Interconnected Polyphase Windings are considered as one circuit. 
All windings of a machine except that under test, shall be connected 
to ground. 


Frequency, Wave Form and Test Voltage. The frequency of 
the testing circuit shall not be less than the rated frequency of the 
apparatus tested. A sine-wave form is recommended. See §405. 
The test shall be made with alternating voltage having a crest 


value equal to +/2 times the specified test voltage. In d.c. machines, 
and in the general commercial application of a.c. machines, the 
testing frequency of 60 cycles per second is recommended. 


Duration of Application of Test Voltage. The testing voltage 
for all classes of apparatus shall be applied continuously for a period 
of 60 seconds. See exception, 485A. 
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485A Exception—For All Standard Devices Produced in Large Quanti- 
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607 


ties and with a standard test pressure of 2500 volts or less, a test 
pressure applied for one second 20 per cent higher than the one- 
minute test pressure will be satisfactory. 


Apparatus for Use on Single-Phase, 3-Phase-Delta or 3-Phase- 
Star Circuits. Apparatus, such as transformers, which may be used 
in star connection on three-phase circuits, shall have the delta 
voltage of the circuits on which they may be used indicated on the 
rating plate and the test shall be based on such delta voltage. 


VALUES OF A-C. TEST VOLTAGES 


The Standard Test for All Classes of Apparatus, Except as Other- 
wise Specified, Shall be Twice the Normal Voltage of the Circuit 
to Which the Apparatus is Connected, Plus 1000 Volts. 


Exception—Alternating-Current Apparatus connected to Perma- 
nently Grounded Single-Phase Systems, for use on Permanently 
Grounded Circuits of more than 300 Volts, shall be tested with 
2.73 times the voltage of the circuit to ground + 1000 volts. This 
does not refer to three-phase apparatus with grounded star neutral. 


Exception—Distributing Transformers. Transformers for pri- 
mary pressures from 550 to 5000 volts, the secondaries of which are 
directly connected to consumers’ circuits and commonly known as 
distributing transformers, shall be tested with 10,000 volts from 
primary to core andsecondary combined. The secondary windings 
shall be tested with twice their normal voltage plus 1000 volts. 


Exception—Auto-Transformers used for starting purposes, shall 
be tested with the same voltage as the test voltage of the appa- 
ratus to which they are connected 


Exceptton—Household Devices. Apparatus taking not over 
660 wattsf and intended solely for operation on supply circuits not 
exceeding 250 volts, shall be tested with 900 volts, except in the 
case of heating devices which shall be tested with 500 volts at oper- 
ating temperature. 


Exception—Apparatus for use on Circuits of 25 Volts or Lower, 
such as bell-ringing apparatus,* electrical apparatus used in automo- 
biles, apparatus used on low-voltage battery circuits, etc., shall be 
tested with 500 volts. 


Exception—Field Windings of Alternating-Current Generators 
shall be tested with 10 times the exciter voltage, but in no case with 
less than 1500 volts nor more than 3500 volts. 


Exception—Field Windingst of Synchronous Machines, in- 
cluding motors and converters which are to be started from al- 
ternating-current circuits, shall be tested as follows: 


+The present National Electric Code power limit for a single outlet. 
*This rule does not include bell-ringing transformers of ratio 125 to 6 volts. See 


National Electric Code. 
tSeries field coils should be regarded as part of the armature circuit and tested as 


such, 
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a. When machines are started with fields short-circuited they 
shall be tested as specified in §5606. 

b. When machines are started with fields open-circuited and 
sectionalized while starting, they shall be tested with 5000 volts. 

c. When machines are started with fields open-circuited and 
connected-all in series while starting, they shall be tested with 5000 
volts for less than 275-volt excitation and 8000 volts for excitation 
of 275 volts to 750 volts. 


Exception. Phase-Wound Rotors of Induction Motors. The 
secondary windings of wound rotors of induction motors shall be 
tested with twice their normal induced voltage, plus 1000 volts. 
By normal induced voltage is here meant the voltage between 
slip rings on open circuit at standstill with normal voltage impressed 
on the primary. 

When induction motors with phase-wound rotors are reversed, 
while rimning at approximately normal, speed, by reversing the 
primary connections, the test shall be four times the normal in- 
duced voltage, plus 1000 volts. 


Exception—Switches and Circuit Control Apparatus above 600 
volts, shall be tested with 2} times rated voltage, plus 2000 volts. 
See §720 to 741. 


Exception—Assembled Apparatus. Where a number of pieces 
of apparatus are assembled together and tested as an electrical unit, 
they shall be tested with 15 per cent lower voltage than the lowest 
required on any of the individual pieces of apparatus. 


510A Exception. Meters and Instruments. The Institute is not at 
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530 


present in a position to make a recommendation in regard to the 
dielectric tests of meters and instruments. 


Testing Transformers by Induced Voltage. Under certain con- 
ditions it is permissible to test transformers by inducing the required 
voltage in their windings, in place of using a separate testing trans- 
former. By “required voltage’’, is meant a voltage such that the line 
end of the windings shall receive a test to ground equal to that re- 
quired by the general rules. 


Transformers with Graded Insulation shall be so marked. They 
shall be tested by inducing the required test-voltage in the transfor- 
mer and connecting the successive line leads to ground. 

Transformer windings permanently grounded within the trans- 
former shall be tested by inducing the required test voltage in 
such windings. (See §500). 


MEASUREMENT .OF VOLTAGE IN DIELECTRIC TESTS 
OF MACHINERY 


Use of Voltmeters and Spark-Gaps in Insulation Tests. 
When making insulation tests on electrical machinery, every 
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precaution must be taken against the occurrence of any spark- 
gap discharges in the circuits from which the machinery is being 
tested. A  non-inductive resistance of about one ohm per 
volt shall be inserted in series with one terminal of the spark gap. 
If the test is made with one electrode grounded, this resistance shall be 
inserted directly in series with the non-grounded electrode. If 
neither terminal is grounded, one-half shall be inserted directly in 
series with each electrode. In any case this resistance shall be as 
near the measuring gap as possible and not in series with the tested 
apparatus. The resistance will damp high-frequency oscillations 
at: the time of breakdown and limit the current which will flow. 
A water tube is the most reliableform of resistor. Carbon resistors 
should not be used because their resistance may become very low at 
high voltages. 

For Machinery of Low Capacitance. When the machinery 
under test does not require sufficient. charging current to 
distort the high-voltage wave shape, or change the ratio of transfor- 
mation, the spark gap should be set for the required test voltage and 
the testing apparatus adjusted to give a voltage at which this spark 
gap just breaks down. This adjustment should be made with the 
apparatus under test disconnected. The apparatus should then be 
connected, and with the spark gap about 20 per cent longer, the 
testing apparatus is again adjusted to give the voltage of the 
former breakdown, which is the assumed voltage of test. This 
voltage is to be maintained for the required interval. 


For Machinery of High Capacitance. When the charging 
current of the machinery under test may appreciably distort 
the voltage wave or change the effective ratio of the testing trans- 
former, the first adjustment of voltage with the gap set for the 
test voltage should be made with the apparatus under test con- 
nected to the circuit and in parallel with the spark gap. 

When making arc-over tests of large insulators, leads, etc. partial 
arc-over of the tested apparatus may produce oscillations which will 
cause the measuring gap to discharge prematurely. The measured 
voltage will then appear too high. In such tests the ‘‘ equivalent” 
ratio ’’ of the testing transformer should be measured by gap to within 
20% of the arc-over voltage of the tested apparatus with the tested 
apparatus in circuit. The measuring gap should then be greatly 
lengthened out and the voltage increased until the tested apparatus 
arcs over. This arc-over voltage should then be determined by mul- 
t plying the voltmeter reading by the equivalent ratio found above. 
Direct measurement of the spark-over voltage over one gap by 
another gap should always be avoided. 


Measurements with Voltmeter. In measuring the voltage 
with a voltmeter, the instrument should preferably derive its 
voltage from the high-tension circuit, either directly, or by means of 
a voltmeter coil placed in the testing transformer, or through an 
auxiliary ratio transformer. It is permissible to measure the voltage 
at other places, such as the transformer primary provided cor- 
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rections can be made for the variations in ratio caused by 
the charging current of the machinery under test, or pro- 
vided there is no material variation of this ratio. In any case, 
when the capacitance of the apparatus to be tested is such as 
to cause wave distortion, the testing voltage must be checked by a 
spark gap as set forth in §538, or by a crest voltage meter. If the 
crest-voltage meter is calibrated in crest volts, its readings must be 
reduced to the corresponding r. m. s. sinusoidal value by dividing with 
V2. 

534 Measurements with Spark Gaps. If proper precautions 
are observed, spark gaps may be used to advantage in checking 
the calibration of voltmeters when set up for the purposes of high- . 
voltage tests of the insulation of machinery. 


535 Ranges of Voltages. For the calibrating purposes set forth 
in §634 the sphere-gap shall be used for voltages above 50 kv., 
and is to be preferred down to 30kv. The needle spark-gap may, 
however, be used for voltages from 10 to 50 kv. 


536 The Needle Spark Gap. The needle spark gap shall consist of 
new sewing needles, supported axially at the ends of linear conductors 
which are at least twice the length of the gap. There must 
be aclear space around the gap for a radius of at least twice the gap 
length. 


637 Thesparking distances in air between No. 00 sewing needle points 
for various root-mean-square sinusoidal voltages are as follows: 


TABLE VII. 
Needle-Gap Spark-Over Voltages 
(At 25°C and 760 mm. barometer). 


R.M.S. Kilovolts Millimeters R.M.S. Kilovolts | Millimeters 


10 11.9 35 51 
15 18.4 40 62 
20 25.4 45 75 
25 33 50 90 
30 41 


The above values refer to a relative humidity of 80 per cent. 
Variations from this humidity may involve appreciable variations 
in the sparking distance. 


538 The Sphere Spark-Gap. The standard sphere spark-gap shall 
consist of two suitably mounted metal spheres. When used as speci- 


fied below, the accuracy obtainable should be approximately 2 per 
cent. 
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No extraneous body, or external part of the circuit, shall be nearer 
the gap than twice the diameter of the spheres. By the “gap” is 
meant the shortest path between the two spheres. 


The shanks should not be greater in diameter than 1/5th the sphere 
diameter. Metal collars, etc., through which the shanks extend, 
should be as small as practicable and should not, during any meas- 
urement, come closer to the sphere than the maximum gap length 
used in that measurement. 


The sphere diameter should not vary more than 0.1 per cent and 
the curvature, measured by a spherometer, should not vary 
more than 1 per cent from that of a true sphere of the required 
diameter. 


In using the spherometer to measure the curvature, the distance 
between the points of contact of the spherometer feet should be 
within the following limits: 


TABLE VIII 


Spherometer Specifications 


Diameter of Sphere Distance between contact points in mm. 


in m.m. Maximum Minimum 
62.5 35 25 
125 45 35 
250 65 45 
500 100 65 


539A In using Sphere Gaps constructed as above, it is assumed that the 


540 


apparatus will be set up for use in a space comparatively free from 
external dielectric fields. Care should be taken that conducting 
bodies forming part of the circuit, or at circuit potential, are not so 
located with reference to the gap that their dielectric fields are super- 
posed onthe gap; e.g., the protecting resistance should not be arranged 
so as to present large masses or surfaces near the gap, even at a dis- 
tance of two sphere diameters. 

In case the sphere is grounded, the spark point of the grounded 
sphere should be approximately five diameters above the floor or 


ground. 


The sparking distances between different spheres for various r.m.s 
sinusoidal voltages shall be assumed to be as follows: 
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TABLE IX. 
Sphere-Gap Spark-Over Voltages 
(At 25°C and 760 mm. barometric pressure) 
Sonne Distance in Millimeters. 
Kilo- | 62.5 mm. spheres 125 mm. spheres 250 mm, spheres 500 mm, spheres 
volts 
One Both One Both One Both One Both 
sphere spheres | sphere | spheres | sphere | spheres | sphere spheres 
grounded |insulated|grounded |insulated|grounded |insulated| grounded insulated 
10 4.2 4.2 
20 8.6. 8.6 a ae 
30 14.1 14.1 14.1 14.1 
40 19.2 19.2 19.1 19.1 
50 25.5 25.0 24.4 24.4 js ae 
60 34.5 32.0 30. 30. 29 29 
70 46.0 39.5 36 36 35 35 Fe we 
80 62.0 49.0 42 42 41 41 41 41 
90 60.5 49 49 46 45 46 45 
100 56 55 52 51 52 51 
120 79.7 71 64 63 63 62 
140 108 88 78 77 74 73 
160 150 110 92 90 85 83 
180 138 109 106 97 95 
200 128 123 108 106 
220 150 141 120 117 
240 177 160 133 130 
260 210 180 148 144 
280 250 203 163 158 
300 231 177 171 
320 265 194 187 
340 214 204 
360 234 221 
380 255 239 
400 276 257 


641 


The sphere gap is more sensitive than the needle gap to momentary rises of voltage 
and the voltage required to spark over the gap should be obtained by slowly closing 
the gap under constant voltage, or by slowly raising the voltage with a fixed setting 
of the gap. Open arcs should not be permitted in proximity to the gap during 


its operation, as they may affect its calibration. 
° 


AIR-DENSITY CORRECTION-FACTORS FOR SPHERE GAPS 


The Spark-Over Voltage, for a given gap, decreases with decreasing 
barometric pressure and increasing temperature. This correction 
may be considerable at high altitudes. 


The spacing at which it is necessary to set a gap to spark over at 


some required voltage, is found as follows: Divide the required 
voltage by the correction factor given below in Table X. A new 


< 
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voltage is thus obtained. The spacing on the standard curves ob- 
tained from Table IX, corresponding to this new voltage, is the re- 
quired spacing. 

The voltage at which a given gap sparks over is found by taking the 
voltage corresponding to the spacing from the standard curves of 
Table IX, and multiplying by the correction factor. 

When the variation from sea level is not great, the relative air 
density may be used as the correction factor; when the variation is 
great, or greater accuracy is desired, the correction factor correspond- 
ing to the relative air density should be taken from Table X below, 
in which 

0.392 b 
273 +1 


b = barometric pressure in mm. 
t = temperature in deg. C. 


Relative air density = 


Corrected curves may be plotted for any given altitude, if de- 
sired. 

Values of relative air density and corresponding values of the cor- 
rection factor are tabulated below. It will be seen that for values 
above .9, the correction factor does not differ greatly from the relative 
air density. 


TABLE X. 


Air-Density Correction Factors for Sphere Gaps 


Relative 
air Diameter of standard spheres in mm, 
density 
62.5 125 250 500 
0.50 0.547 0.535 0.527 0.519 
0.55 0.594 0.583 0.575 0.567 
0.60 0.640 0.630 0.623 0.615 
0.65 0.686 0.677 0.670 0.663 
0.70 0.732 0.724 0.718 0.711 
0.75 0.777 0.771 0.766 0.759 
0.80 0.821 0.816 0.812 0.807 
0.85 0.866 0.862 0.859 0.855 
0.90 0.910 0.908 0.906 0.904 
0.95 0.956 0.955 0.954 0.952 
1.00 1.000 1.000 1.000 1.000 
1.05 1.044 1.045 1.046 1.048 
1.10 1.090 1.092 1.094 1,096 
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INSULATION RESISTANCE OF MACHINERY 
550 ~=The insulation resistance of a machine at its operating temperature 


561 


560 


shall be not less than that given by the following formula: 


voltage at terminals | 
rated capacityin kv-a. +1000 


Insulation Resistance in megohms = 


The formula only applies to dry apparatus. Such high values are 
not attainable in oil-immersed apparatus. 

Insulation resistance tests shall, if possible, be made at.ad.c. pressure 
of 500 volts. Since the insulation resistance varies with the pressure, 
it is necessary that, if a pressure other than 500 volts is to be employed 
in any case, this other pressure shall be clearly specified. 

The order of magnitude of the values obtained by this rule is 
shown in the following table: 


TABLE XI. 
Insulation Resistance of Machinery 


Rated Megohms 
Voltage 
of machine 
100 kv-a. 1000 kv-a. 10,000 kv-a. 
100 0.091 0.05 = 
1,000 0.91 0.50 0.001 
10,000 9.1 | 5.0 0.901 
100,000 _ 50 0.1 


It should be noted that the insulation resistance of machinery is of 
doubtful significance by comparison with the dielectric strength. 
The insulation resistanceis subject to widevariation with temperature 
humidity and cleanliness of the parts. When the insulation 
resistance falls below that corresponding to the above rule, it can, 
in most cases of good design and where no defect exists, be broughtup 
to the required standard by cleaning and drying out the machine. 
The insulation-resistance test may therefore afford a useful indi- 
cation as to whether the machine is in suitable condition for the 
application of the dielectric test. 


REGULATION 


DEFINITIONS 


Regulation. The regulation of a machine in regard to some 
characteristic quantity (such as terminal voltage or speed) is the 
change in that quantity occurring between any two loads. Unless 
otherwise specified, the two loads considered shall be zero load and 
rated load, and at the temperature attained under normal 
operation. The regulation may be expressed by stating the nu- 


merical values of the quantity at the two loads, or it may be ex- 
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pressed by the “' percentage regulation”, which is the percentage 
ratio of the change in the quantity occurring between the two 
loads, to the value of the quantity at either one or the other load, 
taken as the normal value. It is assumed that all parts of the 
machine affecting the regulation maintain constant temperature 
between the two loads, and where the influence of temperature is of 
consequence, a reference temperature of 75°C shall be considered as 
standard. If change of temperature should occur during the tests, 
the results shall be corrected to the reference temperature of 75°C. 

The normal value may be either the no-load value, as the no-load 
speed of induction motors; or it may be the rated-load value, as in 
the voltage of a.c. generators. 

It is usual to state the regulation of d-c. generators by giving 
the numerical values of the voltage at no load and rated load, and in 
some cases it is advisable to state regulation at intermediate loads. 


The Regulation of d-c. Generators refers to changes in voltage 
corresponding to gradual changes in load and does not relate to the 
comparatively large momentary fluctuations in voltage that fre- 
quently accompany instantaneous changes in load. 

In determining the regulation of a compound-wound d-c. gener- 
ator, two tests shall be made, one bringing the load down and the 
other bringing the load up, between no-load and rated load. 
These may differ somewhat, owing to residual magnetism. The 
mean of the two results shall be used. 

In constant-potential a-c. generators, the regulation is the rise 
in voltage (when the specified load at specified power factor is 
reduced to zero) expressed in per cent of normal rated-load voltage. 

In constant-current machines, the regulation is the ratio of the 
maximum difference of current from the rated-load value (occurring 
in the range from rated-load to short-circuit, or minimum limit 
of operation), to the rated-load current. 

In constant-speed direct-current motors, and induction motors, 
the regulation is the ratio of the difference between full-load and no- 
load speeds to the no-load speed. 

In constant-potential transformers, the regulation is the difference 
between the no-load and rated-load values of the secondary terminal 
voltage. at the specified power factor (with constant primary im- 
pressed terminal voltage) expressed in per cent of the rated-load 
secondary voltage, the primary voltage being adjusted to such a 
value that the apparatus delivers rated output at rated secondary 
voltage. 

In converters, dynamotors, motor-generators and frequency 
converters, the regulation is the change in the terminal voltage of 
the output side between the two specified loads. This may be 
expressed by giving the numerical values, or as the percentage of 
the terminal voltage at rated load. 

In transmission lines, feeders etc., the regulation is the change 
in the voltage at the receiving and between rated non-inductive 
load and no load, with constant impressed voltage upon the sending 
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end. The percentage regulation is the percentage change in voltage 
to the normal rated voltage at the receiving end. 


In steam engines, steam turbines and internal combustion engines, 
the percentage speed regulation is usually expressed as the per- 
centage ratio of the maximum variation of speed, to the rated-load 
speed in passing slowly from rated load to no load (with constant 
conditions at the supply.) 


If the test is made by passing suddenly from rated load to no 
load, the immediate percentage speed regulation so derived shall 
be termed the fluctuation. 


In a hydraulic turbine, or other water motor, the percentage 
speed regulation is expressed as the percentage ratio of the maximum 
variation in speed in passing slowly from rated load to no load (at 
constant head of water), to the rated-load speed. 


In a generator unit, consisting of a generator combined with a 
prime mover, the speed or voltage regulation should be determined 
at constant conditions of the prime mover; i.e. constant steam- 
pressure, head, etc. It includes the inherent speed variations of 
the prime mover. For this reason, the regulation of a generator 
unit is to be distinguished from the regulation of either the prime 
mover, or of the generator combined with it, when taken separately. 


CONDITIONS FOR TESTS OF REGULATION 


Speed and Frequency. The regulation of generators is to be 
determined at constant speed, and of alternating-current apparatus 
at constant frequency. 


Power Factor. In apparatus generating, transforming or trans- 
mitting alternating currents, the power factor of the load to which 
the regulation refers should be specified. Unless otherwise specified, 
it shall be understood as referring to non-inductive load, that is 
to a load in which the current is in phase with the e.m f. at the out- 
put side of the apparatus. 


Wave Form. In the regulation of alternating-current machinery 
receiving electric power, a sine wave of voltage is assumed, except 
where expressly specified otherwise. See §405. 


Excitation. In commutating machines, rectifying machines, and 
synchronous machines, such as direct-current generators and motors, 
as well as in alternating-current generators, the regulation is to be 
determined under such conditions as to maintain the field adjustment 
constant at that which gives rated-load voltage at rated- load 


current, as follows: 


(1): In the case of separately-excited field magnets—constant 


. excitation. 


(2) In the case of shunt machines, constant resistance in the shunt- 
field circuit. 

(3) In the case of series or compound machines, constant resist- 
ance shunting the series-field windings. 


. 
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Tests and Computation of Regulation of A-C. Generators. 

Any one of the three following methods may be used. They are 
given in the order of preference. 

Method a. 

The regulation can be measured directly, by loading the gener- 
ator at the specified load and power factor, then reducing the load to 
zero, and measuring the terminal voltage, with speed and excitation 
adjusted to the same values as before the change. This method 
is not generally applicable for shop tests, particularly on large 
generators, and it becomes necessary to determine the regulation 
from such other tests as can be readily made. 

Method b. 

This consists in computing the regulation from experimental 
data of the open-circuit saturation curve and the ZerO-powere 
factor saturation curve. The latter curve, or one approximat- 
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ing very closely to it, can be obtained by running the generator 
with over excitation on a load of idle-running under-excited syn- 
chronous motors. The power factor under these conditions is very 
low and the load saturation curve approximates very closely the zero 
power factor saturation curve. From this curve and the open circuit 
curve, points for the load saturation curve, for any power factor, can 
be obtained by means of vector diagrams. 

To apply Method b, it is necessary to obtain from test, the open- 
circuit saturation curve OA, Fig. 1, and the saturation curve BC at 
zero power factor and rated-load current. At any given excitation 
Oc, the voltage that would be induced on open circuit is ac, the ter- 
minal voltage at zero power factor is bc, and the apparent internal 
drop is ab. The terminal voltage dc at any other power factor can 
then be found by drawing an e.m.f. diagram* as in Fig. 2, where @ is 

*Method b, for deducing the load saturation curve, at any assigned power factor, 
from no-load and zero power-factor saturation curves obtained by test must be re- 


garded as empirical. Its value depends upon the fact that experience has demon- 
strated the reasonable correctness of the results obtained by it. 
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an angle such that cos @ is the power factor of the load, be the resist 
ance drop (JR) in the stator winding, ba the total internal drop, and 
ac the total induced voltage; ba and ac being laid off to correspond 
with the values obtained from Fig. 1. The terminal voltage at power 
factor cos d, is then cb of Fig. 2, which, laid off in Fig. 1, gives point d. 
By finding a number of such points; the curve Bdd’ for power factor 
cos ® is obtained and the regulation at this power factor (expressed in 
‘yt 
per cent) ig eee , since a’ d’ is the rise in voltage when the load 
at power factor cos @ is thrown off at normal voltage c’ d’. 
Generally, the ohmic drop can be. neglected, as it has very little 
influence on the regulation, except in very low-speed machines 
where the armature resistance is relatively high, or in some cases 
where regulation at unity power factoris being estimated. For low 
power factors, its effect is negligible in practically all cases. If 
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resistance is neglected, the simpler e.m.f. diagram, Fig. 3, may be 
used to obtain points on the load saturation curve for the power 
factor under consideration. 

Method c. 

Where it is not possible to obtain by test a zero-power-factor sat 
uration curve asin Method b, this curve can be estimated closely from 
open-circuit and short-circuit curves, by reference to tests at zero 
power factor on other machines of similar magnetic circuit. Having 
obtained the estimated zero-power-factor curve, the load satura- 
tion for any other power factor is obtained as in method b. 

Thus Method cis the same as Method b; except that the zero-power- 
factor curve must be estimated. This may be done as follows. In 
Fig. 4, OA is the open-circuit saturation curve and OE the short-cir- 
cuit line as shown by test. The zero-power-factor curve corresponding 
to any givencurrentBF willstart from point B,and formachines design- 
ed with low saturation and low reactance, will follow parallel toOA,as 
shown by the dotted curve BD, which is OA shifted horizontally par- 
allel to itself by the distance OB. In high-speed machines, or in others 
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having low reactance and a low degree of saturation in the magnetic 
circuit, the zero-power-factor curve will lie quite close to BD, particu- 
larly in those parts that are used for determining the regulation. This 
is the case with many turbo-generators and high-speed water-wheel 
generators. In many cases, however, the zero-power-factor curve 
will deviate from BD, as shown by BC, and the deviation will be 
most pronounced in machines of high reactance, high saturation, 
and large magnetic leakage. The position of the actual curve BC 
with relation to BD, can be approximated with sufficient exactness 
by investigating the corresponding relation as obtained by test at zero 
power factor on machines of similar characteristics and magnetic 
circuit. Or curve BC can be calculated by methods based on the 
results of tests at zero power factor. After BC has been obtained, 
the saturation curve and regulation for any other power factor can 
be derived as in Method (b). 
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Tests and Computation of Regulation for Constant-Potential 
Transformers. 

The regulation can be determined by loading the transformer 
and measuring the change in voltage with change in load, at the speci- 
fied power factor. This method is not generally applicable for shop 
tests, particularly on large transformers. 

The regulation for any specified load and power factor can be 
computed from the measured impedance watts and impedance volts, 
as follows: 


es = impedance watts, as measured in the short-circuit test and 
corrected to 75°C. 
E, = impedance volts, as measured in the short-circuit test. 
IX = Reactance Drop in Volts. 
I = Rated Primary Current. 


E = Rated Primary Voltage. 
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dr = percent drop in phase with current. 
qx = percent drop in quadrature with current. 
IX EZ i ) 
= Sin iS 
12 
r= 100 
qx = 02 
E 
588 Then— 
1. For unity power factor, we have approximately:- 
‘ qe 
Per cent regulation = gy + 200 


589 2. For inductive loads of power-factor m and reactive-factor n, 
(gn nar) 
200 


TRANSFORMER CONNECTIONS* 


(Ehese rules do not-apply to auto transformers.) 

600 Diagrammatic Sketch of Connections. The manufacturer shall 
furnish with each transformer a complete diagrammatic sketch of 
the internal connections, and all terminals and taps of the trans- 
former shall be marked to correspond with letters and numbers in the 
sketch. This sketch should preferably be on a metal plate on the 
transformer case. 


Per cent regulation = mq, + ngx + 


SINGLE-PHASE TRANSFORMERS 


601 Marking of Leads. The leads of single-phase transformers shall 
be distinguished from each other by marking the high-voltage leads 
- with the letters A and B, and the low-voltage leads with the letters | 

X and Y. 

The terminals (by terminals is meant the ends of the windings) 
shall be so marked that the potential difference in all windings at 
any instant shall have the same sign, that is, the potential difference 
between A and B shall have the same sign at any instant as the 
potential difference between X and Y.** 


602 In accordance with the above rule, the terminals of single-phase 
transformers shall be marked as follows: 


(1) High- and Low-Voltage Windings in Phase: 
A B 


Lststanen 
peste 


xX Y 
*Sections 601 to 611, relative to a specific scheme of marking the leads, are tentative 
only, subject to the adoption of a comprehensive scheme of marking the terminals of 
all classes of apparatus. 


**To test the correctness of single-phase markings, connect A to X and apply voltage 


e = high voltage winding A-B. Voltage B-Y must be numerically less than voltage 


603 


604 


605 


606 


607 


608 
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(2) High- and Low-Voltage Windings 180 deg. Apart in Phase: 


Ieee 
Y X 


Single-Phase Transformers with More than Two Windings. 
Transformers with three or more windings (each being provided with 
separate outgoing leads) shall have the leads of two of their windings 
lettered in accordance with the preceding paragraph. The remaining 
leads shall be designated AA BB. ete. in the case of high-voltage - 
leads and XX, YY, etc. in the case of low-voltage leads. For ex- 
ample, transformers having four secondary leads from two distinct, 
similar windings shall be lettered as follows: 


A B 


Lecereneens 


0. P.O. SA Ge ® On 


This indicates that the low-voltage winding consists of two dis- 
connected parts, one part having terminals X, Y and the other part 
having terminals XX, YY. For multiple connection, X and XX are 
to be connected and Y and YY are to be connected. For series 
operation, Y is to be connected to XX. 

Tap Connections. All tap connections which are not brought 
outside the transformer case shall be marked serially with numerals 
only. Where tap leads are brought out of the transformer case they 
shall be given the letter designation together with a subscript indicat- 
ing the relative position of the tap, as in the following diagram. 


A B 
X X Y 


Neutral Lead. Where a neutral lead is brought outside the 
transformer case, it shall be lettered N. 

Parallel Operation. Transformers marked as above may be opera- 
ted in parallel, by connecting similarly marked terminals provided 
their ratios, voltages resistances and reactances are such as to permit 


parallel operation. 
THREE-PHASE TRANSFORMERS 


Marking of Leads. Three-phase transformers ordinarily have © 
three or four leads for high-voltage and three or four leads for low- 
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voltage windings. To distinguish the various leads from each other, 
and also to distinguish between the various phase relations obtainable, 
the three high-voltage leads should be lettered A, B and C and the 
three low-voltage leads X, Y and Z. 

For transformers having six-phase secondaries the primary leads 
should be lettered A, B and C as above, and the secondary leads 
UR Vin Wire VamndieZe 

The letters shall be so applied to the transformer terminals 
that if the phase sequence of voltage on the high-voltage side is in 
the order of A to B to C, it is in the order of X to Y to Z, etc., on the 
low-voltage side. This arrangement is represented by the diagrams 
below, which show the various common angular displacements 
between high- and low-voltage windings of standard transformers. 
In addition it should be distinctly stated, preferably on the rating 

_ plate, in which of the groups given in the following diagrams the 
transformer belongs. 


THREE-PHASE TRANSFORMERS 


GROUP-1 
Angular 
Displacement 
0° 


GROUP-2 
Angular 
Displacement 
180° 


GROUP-3 
Angular 
Displacement 
30° 


GROUP-4 
Angular 

Displacement 
0° 


GROUP-5 
Angular 

Displacement 
30° 


609 


610 


611 
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The rules given above for single-phase transformers in Tegard to 
the neutral tap (see §606), and also in regard to internal connections 
(see §$§$601 to 605), are applicable to three-phase transformers and 
six-phase transformers. 


Angular Displacement. The angular displacement between high- 
and low-voltage windings, is the angle in the diagram in §608 
between the lines passing from the neutral point through A and X 
respectively for three-phase transformers and through A and U for 
six-phase transformers. Thus, in Group 1, the angular displace- 
ment is zero degrees; in Group 2, the angular displacement is 180° 
and in Group 3, the angular displacement is 30°. 


Parallel Operation. Three-phase and six-phase transformers 
marked as above may be operated in parallel, by connecting simi- 
larly marked terminals together, provided their ratios, voltages, re- 
sistances, reactances and angular displacements are such as to permit 
parallel operation. 


INFORMATION ON THE RATING PLATE OF A MACHINE 


620 


621 


622 


It is recommended that the rating plate of machines which 
comply with the Institute rules shall carry a distinctive special 
sign, such as ‘‘ A.I.E.E. 1916 Rating’’ or ‘“A16” Rating. 

The absence of any statement to the contrary on the rating plate 
of a machine implies that it is intended for continuous service and for 
the standard altitude and ambient temperature of reference. See 
§§287, 305, 308 and 309. 

The rating plate of a machine intended to work under various 
kinds of rating must carry the necessary information in regard to 
those kinds of ratings. 
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STANDARDS FOR WIRES AND CABLES 


TERMINOLOGY* 
635 Wire.—A slender rod or filament of drawn metal. 


The definition restricts the term to what would ordinarily be under- 
stood by the term “solid wire." In the definition, the word “‘ slender’’ 
is used in the sense that the length is great in comparison with the 
diameter. Ifa wireis covered with insulation, it is properly called an in- 
sulated wire; while primarily the term ‘‘ wire’ refers to the metal, never- 
theless when the context shows that the wire is insulated, the term ‘‘wire "’ 
will be understood to include the insulation. 


636 Conductor.—A wire or combination of wires not insulated from 
one another, suitable for carrying a single electric current. 


The term “ conductor" is not to include a combination of conductors 
insulated from one another, which would be suitable for carrying several 
different electric currents. 

Rolled conductors (such as busbars) are, of course, conductors, but are 
not considered under the terminology here given. 


637 Stranded Conductor.—A conductor composed of a group of 
wires, or of any combination of groups of wires. 


The wires in a stranded conductor are usually twisted or braided to- 
gether. 


638 Cable.—(1) A stranded conductor (single-conductor cable); or 
(2) a combination of conductors insulated from one 
another (multiple-conductor cable). 


The component conductors of the second kind of cable may be either 
solid or stranded, and this kind of cable may or may not have a common 
insulating covering. The first kind of cable is a single conductor, while the 
second kind is a group of several conductors. The term ‘‘ cable’ is applied 
by some manufacturers to a solid wire heavily insulated and lead-covered; 
this usage arises from the manner of the insulation, but such a conductor 
is not included under this definition of ‘‘ cable." The term ‘‘ cable ’’ is 
a general one, and, in practise, it is usually applied only to the larger sizes. 
A small cable is called a ‘‘ stranded wire’ or a ‘‘ cord,"" both of which are 
defined below. Cables may be bare or insulated, and the latter may be ar- 
mored with lead, or with steel wires or bands. 


639 Strand.—One of the wires, or groups of wires, of any stranded 
conductor. 


640 Stranded Wire.—A group of small wires, used as a single wire. 


A wire has been defined as a slender rod or filament of drawn metal. 
If such a filament is subdivided into several smaller filaments or strands, 
and is used as a single wire, it is called a ‘‘ stranded wire.’ There is no 
sharp dividing line of size between a ‘stranded wire’ and a “ cable.’ 
If used as a wire, for example in winding inductance coils or magnets, it is 


called a stranded wire and not a cable, If it is substantially insulated, it 
{s called a ‘‘ cord,” defined below. 


*From Circular No. 37 of the Bureau of Standards. 
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641 Cord.—A small cable, very flexible and substantially insulated to 
withstand wear. 


There is no sharp dividing line in respect to size between a ‘‘cord"’ 
and a ‘‘ cable,’ and likewise no sharp dividing line in respect to the character 
of insulation between a “‘cord" and a “ stranded wire.” Rubber is 
used as the insulating material for many classes of cords. 

642 Concentric Strand—A strand composed of a central core 


surrounded by one or more layers of helically-laid wires or groups of 
wires. 


643 Concentric-Lay Cable.—A single-conductor cable composed of a 
central core surrounded by one or more layers of helically-laid wires. 


644 Rope-Lay Cable.—A _ single-conductor cable composed of a 
central core surrounded by one or more layers of helically-laid 
groups of wires. 

This kind of cable differs from the preceding in that the main strands 
are themselves stranded. 

645 #$N-Conductor Cable-——A combination of N conductors insu- 
lated from one another. 


It is not intended that the name as here given be actually used. One 
would instead speak of a ‘‘ 3-conductor cable,’ a ‘‘ 12-conductor cable” 
etc. In referring to the general case, one may speak of a ‘‘ multiple-con- 
ductor cable” (as in definition §638 above.) 

646 N-Conductor Concentric Cable—A cable composed of an 
insulated central conducting core with (N —1) tubular stranded con- 
ductors laid over it concentrically and separated by layers of in- 


sulation. 


This kind of cable usually has only two or three conductors. Such cables are used 
in carrying alternating currents. The remark on the expression ‘‘ N-conductor” 
given for the preceding definition applies here also. 


647 Duplex Cable-——Two insulated single-conductor cables, twisted 
together. 
They may or may not have a common insulating covering. 
648 Twin Cable.—Two insulated single-conductor cables laid paral- 
lel, having a common covering. 


649 Triplex Cable-——Three insulated  single-conductor cables 
twisted together. 


They may or may not have a common insulating covering. 


650  #$ Twisted Pair—Two small insulated conductors, twisted to- 
gether, without a common covering. 
The two conductors of a ‘‘ twisted pair’’ are usually substantially in- 
sulated, so that the combination is a special case of a ‘‘ cord.” 
651 Twin Wire—Two small insulated conductors laid parallel, 
having a common covering. 


SPECIFICATION OF SIZES OF CONDUCTORS 


652 The sizes of solid wires shall be stated by their diameter in mils, the 
American Wire Gage (Brown and Sharpe) sizes being taken as stand- 
ard. The sizes of stranded conductors shall be stated by their cross- 
sectional area in circular mils. For brevity, in cases where the most 


161 


653 


654 
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careful specification is not required, the sizes of solid wires may be 
stated by the gage number in the American Wire Gage, and the sizes of 
stranded conductors smaller than 250,000 circular mils (4.e., No. 0000 
A.W.G. or smaller) may likewise be stated by means of the gage 
number in-the American Wire Gage of a solid wire having the 
same cross-sectional area. Futhermore, an exception is made in the 
case of ‘‘ Flexible Stranded Conductors,’’ for which see §655 below. 
In stating large cross-sections, it is sometimes convenient to use 
a circular inch (507 sq. mm.) instead of 1,000,000 circular mils. 


STRANDING 


Cables not ‘requiring special flexibility shall be stranded in ac- 
cordance with the following table. 


TABLE XII 


Standard Stranding of Concentric Lay-Cables 


Number of Wires (See note 2) 


SIZE A B 
Bare, insulated or weather-| Insulated cables for other 
(See note 1.) proof cables for aerial use. than aerial use. 

2.0 Cir. Inches 91 127 
175 as 61 91 
LEO) fs 61 61 
0.6 bh oi 61 
O85 “ Sf 37 
0.4 pete 19 : 3% 
0000 A. W. G. 19 or 7 (See note 3.) 19 
00. aS te 19 
vy “ ¥p 7 
7 and smaller ie 7 


1. For intermediate sizes, use stranding for next larger size. 


2. Conductors of 0000 A. W. G. and smaller are often made solid and this table of 
stranding should not be interpreted as excluding this practice. 


3. Class A cable, sizes 0000 and 000 A. W. G.., is usually made of 7 strands when bare 
and 19 strands when insulated or weatherproof. 


Sectional Area of Cables. The cross-sectional area of a 
cable shall be considered to be the sum of the cross-sectional areas of 
its component wires, when measured perpendicular to their axes. 
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655 Flexible Stranding. Conductors of special flexibility— should 
ordinarily be made with wires of regular A.W.G. sizes, * the number of 
wires and size being given. The approximate gage number or ap- 
proximate circular mils of such flexible stranded conductors may be 
stated. The stranding of standard flexible cables is given in Table 
XITI and a tentative stranding for apparatus cable in Table XIII-A. 


TABLE XIII 


Proposed Standard Stranding of Flexible Cables 
a See eee ee ee 


Nearest 
A.W.G. Circular Diam. No. of Size of Diam. Make-up 
size mils of wires each wire Mils (see Note 2) 
(see Note 1)| (see Note 3) cable. A.W-G. 
Mils 
2039000 1836. 703 155 53.9 37 X19 
1816000 1778. ‘s 16.0 50.8 ss 
1617000 1680. if 16.5 48.0 ss 
1440000 1586. 17.0 45.3 se 
1282000 1495. ff Wino 42.7 ae 
1103000 1372. 427 16.0 50.8 (ople>.< 7 
874500 1223. fe ul Zen 0) 45.3 sf 
693400 1088. os 18.0 40.3 “ 
550000 969. oe 19.0 35.9 ee 
436400 864. s 20.0 32.0 “ 
345900 770. See 21.0 28.5 s 
274300 686. a 22.0 25.4 3 
ee 264700 672. 259 20.0 32.0 37 X7 
0000 209800 599 iB 21.0 28.5 Ms 
000 171300 539. 133 19.0 35.9 19 X7 
00 135900 480. 20.0 32.0 ‘ 
0 107700 428. g 21.0 28.5 os 
1 82780 332. 91 20.5 30.2 Concentric 
2 65660 296. a 21.5 26.9 os 
3 58460 279. S 22.0 25.4 % 
4 39190 229. 61 22.0 25.4 sé 
5 31080 203. & 23.0 22.6 es 
6 24650 181. de 24.0 20.1 pf 
8 17400 152. * 2b.5 16.9 ss 
10 10560 118. 37 25.5 16.9 er 
12 6442 94. cs 27.5 13.4 ee 
14 4177 74. fe 29.5 10.6 Si 
To equal 
Smaller Required 30.0 Bunched 
Size 


Note 1. The A.W.G. sizes except for 61 strands are approximated within 2 per 
cent. In the case of 61 strand cables the approximation is 6 per cent. 

Note 2. ‘61 X 7” signifies a rope-lay cable composed of 61 strands of 7 wires each. 

Norte 3. Circular mils are based on theoretical diameters of A.W.G. sizes which 
vary above or below values given in table by less than 0.1 mil. 


*Where necessary to closely approximate a regular size cable, the strands may be 
made of half-size wires from No. 15 to No. 30 A. W. G. 
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656 


657 


TABLE XIII-A 
Proposed Standard Stranding of Apparatus Cables 


(This table is offered for consideration but will not be recommended for final 
adoption until ratified by other societies interested.) 
Nearest 
A.W.G. Circular | Diameter No. of Size of Diam. Make-up 
size mils of cable wires each wire Mils 
(see Note 1)| (see Note 3) Mils A.W.G 
2053000 1903. 2257 20.5 30:2 61 X 37 
1829000 1796. cr 21.0 28.5 a 
1629000 1695. 2 21 26.9 . 
1450000 1600. ce 22.0 25.4 se 
1291000 1506. ee 22.5 23.9 st 
1150000 1424. “ 23.0 22.6 ff 
1054000 1359. 1159 20.5 30.2 61 X19 
938900 1283. ss 21.0 28.5 eget 
836200 1211. es PASS) 26.9 & 
744500 1143. Ry 22.0 25.4 fe 
663000 1076. sS 22.5 23.9 & 
590500 1017. = 23.0 22.6 se 
525800 958. = BS 21.3 “ 
451600 889. 703 APL) 25.4 37 X19 
402200 836. s 22.5 23.9 se 
358200 791. o 23.0 22.6 e 
319000 745. 2 Ps} 95) 21.3 ae 
284000 703. ss 24.0 20.1 se 
et 253000 665. . ce 24.5 19.0 ss! 
0000 217600 610. 427 23.0 22.6 oi besc74 
000 172500 543. © 24.0 20.1 s 
00 136800 483. iw 25.0 17.9 se 
104600 422. 259 24.0 20.1 SxGe.4 7 
1 82980 376. cs 25.0 17.9 sis 
2 65810 334. = 26.0 15.9 is 
3 52190 298. oe 27.0 14.2 s 
4 42610 268. 133 25.0 17.9 19 X7 
5 33800 238. ee 26.0 15.9 2 
6 26800 213%, o 27.0 14.2 s 
see Note 2. 


Note 1. The A.W.G. sizes are approximated within 3 per cent. 

Note 2. For sizes smaller than No. 6 see table XIII. 

Note 8. Circular mils are based on theoretical diameters of A.W.G. sizes, which 
vary above or below values given in table by less than 0.1 mil. 


Correction for Lay. The resistance and mass of a stranded 
conductor are greater than in a solid conductor of the same cross- 
sectional area, depending on the lay (i.e., the pitch of the twist of the 
wires). Two per cent shall be taken as the standard increment of 
resistance and of mass. In cases where the lay is definitely known, 
the increment should be calculated and not assumed. 

The direction of lay is the lateral direction in which the strands 


of a cable run over the top of the cable as they recede from an ob- 
server looking along the axis of the cable. 


The lay of any layer of wires of a cable or strand shall not exceed 
15 times the pitch diameter of that layer. The lay of any layer of 


675 


676 


677 


678 
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strands of rope-lay cables shall not exceed 12 times the pitch diameter 
of the layer. 


CONDUCTIVITY OF COPPER. 


The following I. E. C. rules are adopted:* 

The following shall be taken as normal values for standard an- 
nealed copper: 

(1) At a temperature of 20°C., the resistance of a wire of 
standard annealed copper one meter in length and of a uniform 
section of 1 square millimeter is 1/58 ohm =0.017241....ohm. 

(2) At a temperature of 20°C., the density of standard annealed 
copper is 8.89 grams per cubic centimeter. 

(3) At a temperature of 20°C, the ‘‘constant mass’’ tem- 
perature coefficient of resistance of standard annealed copper, 
measured between two potential points rigidly fixed to the wire, is 
9.00393 = 1/254.45....per degree centigrade. 

(4) As a consequence, it follows from (1) and (2) that, at a tem- 
perature of 20 °C. the resistance of a wire of standard annealed 
copper of uniform section, one meter in length and weighing one 
gram,is (1/58) X 8.89 = 0.15328...... ohm.f§ 

Copper Wire Tables. The copper-wire Tables published by the 
Bureau of Standards in Circular No. 31 are adopted. These Tables 
are based upon the I. E. C. rules stated in §675. 


HEATING AND TEMPERATURE OF CABLES. 


Maximum Safe Limiting Temperatures. 

The maximum safe limiting temperature in degrees C. at the 
surface of the conductor in a cable shall be:— 

For impregnated paper insulation (85—E) 

“ varnished cambric (75—E) 

‘* rubber insulation (60—0.25E) 
where E represents the r.m.s. operating e.m.f. in kilovolts be- 
tween conductors. 

Thus, at a working pressure of 3.3 kv., the maximum safe limit- 
ing temperature at the surface of the conductor, or conductors, in 
a cable would be:— 


For impregnated paper fowler 1 Cgc 
‘“* varnished cambric Hilee Ae 
rubber insulation 59.2°C. 


“e 


ELECTRICAL TESTS. 


Lengths Tested. Electrical tests of insulation on wires and 


cables shall be made on the entire lengths to be shipped. 
tp ae callils Garey BS LAT oh i 0 Pee RE eb Pe > Eel 1 2d 

*See I. E. C. Publication No. 28 “International Standard of Resistance for Cop- 
per’ March 1914. 

+Paragraphs (1) and (4) of § 675 define what are sometimes called ‘‘volume re- 
sistivity,’’ and ‘‘Mass resistivity” respectively. This may be expressed in other 
units as follows:—volume resistivity = 1.7241 microhms-cm. (or microhms in a 
cm. cube) at 20°C. = 0.67879 microhm-inch at 20°C., and mass resistivity = 875,20 
ohms (mile, pound) at POSS 

§For detailed specifications of commercial copper, see the ‘‘Standard Specifica- 
tions’ of the American Society for Testing Materials. 
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679 Immersionin Water. Electrical tests of insulated conductors not 
enclosed in a lead sheath, shall bemade while immersed in water after 
an immersion of twelve (12) consecutive hours, if insulated with rub- 
ber compound, or if insulated with varnished cambric. It is not 
necessary toimmerse in water insulated conductors enclosed in a lead 
sheath. 

In multiple-conductor cables, without waterproof overall jacket 
of insulation, no immersion test should be made on finished cables, 
but only on the individual conductors before assembling. 


680 Dielectric-Strength Tests. Object of Tests. Dielectric tests 
are intended to detect weak spots in the insulation and to deter- 
mine whether the dielectric strength of the insulation is sufficient for 
enabling it to withstand the voltage to which it is likely to be sub- 
jected in service, with a suitable factor of assurance. 

The initially-applied voltage must not be greater than the work- 
ing voltage, and the rate of increase shall not be over 100 per cent 
in 10 seconds. 

681 Factor of Assurance. The factor of assurance of wire or cable 
insulation shall be the ratio of the voltage at which it is tested to that 
at which it is used. 


682 Test Voltage. The dielectric strength of wire and cable insula- 
tion shall be tested at the factory, by applying an alternating test 
voltage between the conductor and sheath or water. 

683 The Magnitude and Duration of the Test Voltage should depend 
upon the dielectric strength and thickness of the insulation, the 
length and diameter of the wire or cable, and the assurance factor 
required, the latter in turn depending upon the importance of the 
service in which the wire or cable is employed. 

684 The following test voltages shall apply unless a departure is con- 
sidered necessary, in view of the above circumstances. Rubber 
covered wires or cable for voltages up to 7 kv. shall be tested in 
accordance with the National Electric Code. Standardization for 
higher voltages for rubber insulated cables is not considered possible 
at the present time. 

Varnished cambric and impregnated paper insulated wires or cables 
shall be tested at the place of manufacture for five (5) minutes in 
accordance with the Table XIV below. 


TABLE XIV 
Recommended Test Kilovolts Corresponding to Operating Kilovolts 


sy 


Operating kv. Test kv. Operating kv. Test kv. 
Below 0.5 2505 5 14 
0.5 3 10 25 
1 4 : 15 35 
2, 6.5 20 44 
3 9 25 53 
4 11.5 


*The minimum thickness of insulation shallbe jy in. (1.6 mm.) 
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Different engineers specify different thickness of insulation for 
the same working voltages. Therefore, at the present time the test 
kv. corresponding to working kv. given in Table XIV are based 
on the minimum thickness of insulation specified by engineers 
and operating companies.t 

The Frequency of the Test Voltage shall not exceed 100 cycles per 
second, and should approximate as closely as possible to a sine wave. 
The source of energy should be of ample capacity. 

Where Ultimate Break-Down Tests are required, these shall be 
made on samples not more than 6 meters (20 ft.) long. The maximum 
allowable temperature at which the test is made for the particular 
type of insulation and the particular working pressure, shall not be 
greater than the temperature limits given in § 677. 

Multiple-Conductor Cables. Each conductor of a multiple-con- 
ductor cable shall be tested against the other conductors con- 
nected together with the sheath or water. 


INSULATION RESISTANCE 


Definition. The insulation resistance of an insulated conductor 
is the electrical resistance offered by its insulation, to an impressed 
voltage tending to produce a leakage of current through the same. 


Insulation Resistance shall be expressed in megohms for a speci- 
fied length (as for a kilometer, or a mile, or one thousand feet), and 
shall be corrected to a temperature of 15.5°C. using a tempera- 
ture coefficient determined experimentally for the insulation under 
consideration. 


Linear Insulation Resistance, or the insulation resistance of Unit 
Length, shall be expressed in terms of the megohm-kilometer, or 
the megohm-mile, or the megohm-thousand-feet. 


Megohms Constant. The Megohms Constant of an insulated 
conductor shall be the factor ‘‘ K ’’ in the equation 
R= Ki a 
= 0810 d 
where R = The insulation resistance, in megohms, for a specified 
unit length. 
= Outside diameter of insulation. 
d = Diameter of conductor. 
Unless otherwise stated, K will be assumed to correspond to the mile 
unit of length. 


Test. The apparent insulation resistance should be measured 
after the dielectric-strength test, measuring the leakage current 
after a one-minute electrification, with a continuous e.m.f. of from 
100 to 500 volts, the conductor being maintained negative to the 


sheath or water. 


+The Standards Committee does not commit itself to the principle of basing 
test voltages on working voltages, but it is not yet in possession of sufficient data 
to base them upon the dimensions and physical properties of the insulation, 


162 


693 


694 


695 


696 


697 


698 


699 


2 STANDARDIZATION RULES OF THE A.1.E. E. 


Multiple-Conductor Cables. The insulation resistance of each 
condtictor ofa multiple-conductor cable shall be the insulation re- 
sistance measured from such conductor to all the other conductors in 
multiple with the sheath or water. 


CAPACITANCE OR ELECTROSTATIC CAPACITY 


Capacitance is ordinarily expressed in microfarads. Linear Ca- 
pacitance, or Capacitance per unit length, shall be expressed in 
Microfarads per unit length (kilometer, or mile, or one thousand feet) 
and shall be corrected to a temperature of 15.5°C. 


Microfarads Constant. The Microfarads Constant of an insu- 
lated conductor shall be the factor ‘‘ K "’ in the equation 
K 
C= 
' Logio 


d 
where C = the capacitance in microfarads per unit length. 


D = the outside diameter of insulation. 
d = the diameter of conductor. 


Unless otherwise stated, K will be assumed to refer to the mile 
unit of length. 


Measurement of Capacitance. The Capacitance of low-voltage 
cable, shall be measured by comparison with a _ standard 
condenser. For long lengths of high-voltage cables, where it is 
necessary to know the true capacitance, the measurement should be 
made at a frequency approximating the frequency of operation. 


Paired Cables. The capacitance shall be measured between the 
two conductors of any pair, the other wires being connected to the 
sheath or ground. 


Electric Light and Power Cables. The capacitance of low- 
voltage cablesis generally of but littleimportance. The capacitance 
of high-voltage cables should be measured between the conduc- 
tors, and also between each conductor and the other conductors 
connected to the lead sheath or ground. 


Multiple-Conductor Cables (not paired). The capacitance of 
each conductor of a multiple-conductor cable shall be the capacitance 
measured from such conductor to all of the other conductors in mul- 
tiple with the sheath or the ground. 


STANDARDIZATION RULES OF THE A. I. E. E. 1623 


_ STANDARDS FOR SWITCHES AND OTHER CIRCUIT- 
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CONTROL APPARATUS* 


SWITCHES 

The following Rules apply to Switches of above 600 volts. (For 
600 volts and below, see National Electric Code. ft) 

Definition. A switch is a device for making, breaking, or 
changing connections in an electric circuit. 

Rating. 

(a) By amperes to be carried with not more than 30 °C. rise 

on contacts and current-carrying parts. 

(b) By normal voltage of circuit on which it may be used. 

Performance and Tests. 

(a) Heating Test with rated current applied continuously until 
temperature is constant; ambient temperature 40 °C. 

(b) Dielectric Test at 2} times rated voltage plus 2000. See 

§509. 


CIRCUIT BREAKERS 


Definition. A device designed to open a current-carrying circuit 
without injury to itself. A circuit breakert may be: 

(a) An automatic circuit-breaker, which is designed to trip 
automatically under any predetermined condition of the circuit, 
such as an underload or overload of current or voltage. 

(b) A manually tripped circuit-breaker, which is designed to be 
tripped by hand. 

Both types of operation may be combined in one and the same 
device. 

Rating. 

(a) By normal current-carrying capacity. 

(b) By normal voltage. 

(c) By amperes which it can interrupt at normal voltage of the 
circuit. 

Performance and Tests. The heating test shall be made with 
normal current. In oil circuit breakers the same oil must be used 
for heating tests asfor rupturing tests. The rise of temperature at 
the contacts shall not exceed 30°C. The Rise on tripping solenoids 
and accessory parts not to exceed 50 °C. Ambient temperature of 


reference, 40 °C. 


*These rules do not apply to magnetically-operated or air-operated switches used . 


for motor control. 
+By the term “‘Code” is meant ‘‘National Electrical Code’’ as recommended by 


the National Fire Protection Association. 
{These rules refer only to circuit breakers of above 550 volts, For 550 volts and 


below, see the National Electric Code. 
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Dielectric Test. Sameas §723. 

Rupturing Test must be made with the current specified under 
§725 (c), and at normal voltage. 

Note. Although circuit breakers should be considered as de- 
vices alone, no account being taken, in the rating, of the system on 
which they are to be used: yet in applying circuit breakers to any 
given service, it may be necessary to take into account the system 
on which they are to be used, with all its characteristics. 

Allowances must be made for the reactance, resistance, etc., of 
the circuit to be controlled, as these have a diréct bearing on the 
maximum current flow. 

In some systems it has been found that the pressure rises so high 
during switching, that higher insulation tests than that specified 
in §723 should be given. 


FUSES 


(For circuits up to and including 600 volts, see National Electric 
Code) 


Definition. A fuse is an element designed to melt or dissipate at 
a predetermined current value, and intended to protect against ab- 
normal conditions of current. 

Note. (The terminals, tubes, etc. which go with the fuse proper 
are included in the definition). 


Rating. Fuses shall be rated at the maximum current which 
they are required to carry continuously, and at the normal 
voltage of the circuit on which they are designed to be used. 

Fuses may be divided into two classes: 

(1) Those designed to protect the circuit and apparatus both against 
short circuit and against definite amounts of overload (e.g. fuses of the 
National Electric Code which open on 25 per cent overload). 

(2) Those designed to protect the system only against short 
circuits; (e.g. expulsion fuses, which blow at several times the cur- 
rent which they are designed to carry continuously). The line 
separating these two classes is not definitely fixed. 


Temperature. Coils or windings (such as accompany fuses 
of the magnetic blow-out type) should not exceed the limits set for 
machine coils having the same character ofinsulation. (See §§376 
to 879). The highest temperature for the fuse proper should 
not exceed the safe limit for the material employed. (e.g. the temper- 
ature of the fibre tube of an enclosed fuse should not exceed the 
safe limit for this material, but an open-link metal fuse may be run 
at any temperature which will not injure the fuse material; except 
that no application of the above rule shall contravene the Nation- 
al Electric Code). 


Test. For fuses intended for use on circuits of small capacity, 
or in protected positions on systems of large capacity, see Nation- 
a re ik SS poeeae) Uae ee ee 

Note. Complete standardization of these fuses above 600 volts, according to the 
method of the National Electric Code, is not advisable at this time, but is expected 


to be accomplished by an eventual extension of the National Electric Code. Until 
such extension is made, the following definitions and ratings may be followed. 
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al Electric Code. For large power fuses intended for service similar 
to that required of circuit breakers, see §724 to 728, or the Nation- 
al Electric Code, as far as the latter applies. 


LIGHTNING ARRESTERS 


Definition. A lightning arrester is a device for protecting circuits 
and apparatus against lightning or other abnormal potential rises of 
short duration. 

Rating. Arresters shall be rated by the voltage of the circuit on 
which they are to be used. 

Lightning arresters may be divided into two classes: 

(a) Those intended to discharge for a very short time. 

(b) Those intended to discharge for a period of several minutes. 

Performance and Tests. Dielectric Test same as §723. 

The resistance of the arrester at double potential and also at 
normal potential, shall be determined by observing the discharge 
currents through the arrester. 

(c) In the case of any arrester using a gap, a test shall be made 
of the spark potential on either direct-current or 60-cycle a-c. ex- 
citation. 

(d) The equivalent sphere gap under disruptive discharge shall 
also be measured, using a considerable quantity of electricity. 

(e) The endurance of the arrester to continuous surges shall 
be tested. 

PROTECTIVE REACTORS 

Definition. A reactor (See §82 and 214) is a device for protecting 
circuits by limiting the current flow and localizing the disturbance 
under short-circuit conditions. 

Rating. 

(a) In kilovolt-amperes absorbed by normal current. 

(b) By the normal current, frequency and line (delta) voltage 


for which the reactor is designed. 

(c) By the current which the device is required to stand under 
short-circuit conditions. 

Performance and Tests. 

The Heat Test shall be made with normal current and 
frequency applied until the temperature is constant. The tem- 
perature should not exceed the safe limits for the materials em- 


ployed. See §§376 to 379. 
Dielectric Test. 2} times line voltage plus 2000, for one minute, 


from conductor to ground. 
Note. The reactor shall be so designed as to be capable of 


withstanding, without mechanical injury, rated current at normal 
frequency, suddenly applied. 


RESISTOR OR RHEOSTAT 


Definition. Any device heretofore commonly knownas a resistance, 
used for operation or control. (§81) See National Electric Code. 


1626 


741 


STANDARDIZATION RULES OF THE A.1I. E. E. 


INSTRUMENT TRANSFORMERS 


Definition. An instrument transformer is a transformer for use 
with measuring instruments, in which the conditions in the primary 
circuit as to current and voltage are represented with high nu- 
merical accuracy in the secondary circuit. 

Under_this heading and for more general use: 

(a) A current transformer is a transformer designed for series 
connection in its primary circuit with the ratio of transformation 
appearing as a ratio of currents. ; 

(b) A potential (voltage) transformer is a transformer designed 
for shunt or parallel connection in its primary circuit, with the ratio of 
transformation appearing as a ratio of potential differences (voltages). 

For further definitions relative to instrument transformers, see 

205-207. 

For the dielectric test of potential transformers, see §500, and 
for the.dielectric test of current transformers, see §509. 

Further standards concerning instrument transformers are still 
under discussion. 
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STANDARDS FOR ELECTRIC RAILWAYS 


DEFINITIONS 


Transmission System: When the current generated for an 
electric railway is changed in kind or voltage, between the gen- 
erator and the cars or locomotives, that portion of the conductor 
system carrying current of a kind or voltage substantially different 
from that received by the cars or locomotives, constitutes the trans- 
misston system.* 

Distribution System: That portion of the conductor system 
of an electric railway which carries current of the kind and 
voltage received by the cars or locomotives, constitutes the distri- 
bution system.* 

Substation: A substation is a group of apparatus or ma- 
chinery which receives current from a transmission system, changes 
its kind or voltage, and delivers it to a distribution system. 


RATING OF RAILWAY SUBSTATION MACHINERY 

Continuous Rating. The rating of a substation machine shall 
be the kv-a. output at a stated power factor input, which it will 
deliver continuously with temperatures or temperature rises not 
exceeding the limiting values given in Sections 376 and 379 and also 
fulfilling the other requirements set forth in these rules and sum- 
marized in Section 260. ? 

Momentary Loads. These machines should be capable of carrying 
a load of twice their rating for one minute, after a continuous run at 
rated load, without disqualifying them for continuous service. 

Nominal Rating. Where the continuous rating is inconvenient, 
the following nominal rating may be used. The nominal rating of a 
substation machine shall be the kv-a. output at a stated power factor 
input, which, having produced a constant temperature in the machine 
may be increased 50 per cent for two hours, without producing 
temperatures or temperature rises exceeding by more than 5°C. the 
limiting values given in §376 and 379. These machines should be 
capable of carrying a load of twice their nominal rating for a period 
of one minute, without disqualifying them for continuous service. 
The name plate should be marked “‘ nominal rating.” 


CONDUCTOR AND RAIL SYSTEMS. 
Contact Conductors. That part of the distribution system other 
than the traffic rails, which is in immediate electrical contact with 


en ee ee 

*These definitions are identical in sense, although not in words, with those 
of the Interstate Commerce Commission, as given in their Classification of Accounts 
for Electric Railways. 
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the circuits of the cars or locomotives, constitutes the contact 
conductors. 


Contact Rail: A rigid contact conductor. 

OvERHEAD Contact RaiL: A contact rail above the elevation 
of the maximum equipment line. f 

Tuirp Rait: A contact conductor placed at either side of the 
track, the contact surface of which is a few inches above the level 
of the top of the track rails. 

CENTER Contact RaiL: A contact conductor placed between the 
track rails, having its contact surface above the ground level. 

UNDERGROUND Contact Rait: A contact conductor placed 
beneath the ground level. 

GAGE oF THIRD RatL: The distance, measured parallel to the 
plane of running rails, between the gage line of the nearer track rail 
and the inside gage line of the contact surface of the third rail. 

ELEVATION OF THIRD Ratt: The elevation of the contact-surface 
of the third rail, with respect to the plane of the tops of running 
rails. 

STANDARD GAGE OF THIRD Rais: The gage of third rails shall 
be not less than 26 inches (66 cm.) and not more than 27 inches (68.6 
cm.). 

STANDARD ELEVATION OF THIRD Ratits: The elevation of third 
rails shall be not less than 23 inches (70 mm.), and not more than 
34 inches (89 mm.). 

THIRD RaiL Protection: A guard for the purpose of preventing 
accidental contact with the third rail. 

Trolley Wife: A flexible contact conductor, customarily sup- 
ported above the cars. 

Messenger Wire or Cable: A wire or cable running along with 
and supporting other wires, cables or contact conductors. 

A primary messenger is directly attached to the supporting system. 
A secondary messenger is intermediate between a primary messenger 
and the wires, cables or contact conductors. 

Classes of Construction: Overhead trolley construction will be 
classed as Direct Suspension and Messenger or Catenary Suspension 

Direct SusPension: All forms of overhead trolley construction 
in which the trolley wires are attached, by insulating devices, directly 
to the main supporting system. 

MESSENGER OR CATENARY SUSPENSION: All forms of overhead 
trolley construction in which the trolley wires are attached, by suit- 
able devices, to one or more messenger cables, which in turn may be 
carried either in Simple Catenary, i.e., by primary messengers, or in 
Compound Catenary, t.e., by secondary messengers. 

SUPPORTING SysTEMS shall be classed as follows: 


SIMPLE Cross-Span SysTEMS: Those systems having at each sup- 
porta single flexible span across the track or tracks. 


{The contour which embraces cross-sections of all rolling stock under all normal 
operating conditions. 


- 


784 


785 


786 


787 


800 


801 


802 


STANDARDIZATION RULES OF THE A.1. E. E. 1629 


MESSENGER Cross-SPAN SYSTEMS: Those systems having at each 
support two or more flexible spans across the track or tracks, the upper 
span carrying part or all of the vertical load of the lower span. 


BRACKET SysTEMs: Those systems having at each support an 
arm or similar rigid member, supported at only one side of the track 
or tracks. 


BRIDGE SysTEMS: Those systems having at each support a rigid 
member, supported at both sides of the track or tracks. 

STANDARD HEIGHT OF TROLLEY WIRE ON STREET AND INTERURBAN 
Raitways: It is recommended that supporting structures shall be 
of such height that the lowest point of the trolley wire shall be at a 
height of 18 feet (5.5m.) above the top of rail under conditions of 
maximum sag, unless local conditions prevent. On trackage opera- 
ting electric and steam road equipment and at crossings over steam 
roads, it is recommended that the trolley wire shall be not less 
than 21 feet (6.4m.) above the top of rail, under conditions of max- 
imum sag. 


RAILWAY MOTORS 


RATING 


Nominal Rating: The nominal rating of a railway motor 
shall be the mechanical output at the car or locomotive axle, measured 
in kilowatts, which causes a rise of temperature above the surrounding 
air, by thermometer, not exceeding 90 °C. at the commutator, 
and 75 °C. at any other normally accessible part after one hour's 
continuous run at its rated voltage (and frequency in the case of an 
alternating-current motor) on a stand with the motor covers ar- 
ranged to secure maximum ventilation without external blower. 
The rise in temperature as measured by resistance, shall not exceed 
10022 

The statement of the nominal rating shall also include the corres- 
ponding voltage and armature speed. 

Continuous Rating: The continuous ratings of a railway 
motor shall be the inputs in amperes at which it may be operated 
continuously at 2, 2 and full voltage respectively, without ex- 
ceeding the specified temperature rises (see §805), when operated on 
stand test with motor covers and cooling system, if any, arranged asin 
service. Inasmuch asthe same motor may be operated under different 
conditions as regards ventilation, it will be necessary in each case to 


* This definition differs from that in the 1911 edition of the Rules, principally by 
the substitution of a kilowatt rating for the horse-power rating and the omission of a 
reference to a room temperature of 25°C. For the purposes of these Rules the horse- 
power shall be taken as 746.0 watts. On account of the hitherto prevailing practise 
of expressing mechanical output in horse-power, it is recommended that, for the present 
the capacity be expressed both in kilowatts and in horse-power, a double rating, 
namely, 

kw.——_———approx. equiv. h.p. 
In order to lay stress upon the preferred future basis, it is desirable that on rating 
plates, the rating in kilowatts shall be shown in larger and more prominent characters 


than the capacity in horse power. 
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define the system of ventilation which is used. In case motors are 
cooled by external blowers, the flow of air on which the rating is 
based shall be given. 

Maximum Input. The subject of momentary loads for railway 
motors is under investigation. 


TEMPERATURE LIMITATIONS 
The allowable temperature in any part of a motor in service will be 
governed by the kind of material with which that part is insulated. 
In view of space limitations, and the cost of carrying dead weight 
on cars, it is considered good practice to operate railway motors 
for short periods at higher temperatures than would be advisable 
in stationary motors. The following temperatures are permissible: 


TABLE XV 
Operating Temperatures of Railway Motors 


Maximum Observable 
Class Temperature of windings 
when in continuous service. 
of 
Material |- 
By By 
See $376 | Thermometer] Resistance 
to 379. See §345 


A 85 110 


B 100 130 


6 


For infrequent occasions, due to extreme ambient temperatures, 
it is permissible to operate at 15° higher temperature. 

With a view to not exceeding the above temperature limitations, 
the continuous ratings shall be based upon the temperature rises 
tabulated below: 

TABLE XVI 
Stand-Test Temperature Rises of Railway Motors* 


Temperature Rises 
of windings 


Class 
of 
Material By By 
Thermo- Resis- 
See §376 meter tance 
to 879 See §345 
A 65 85 
B 80 105 


*The temperature tise in service may be very different from that on stand test. 
See § 1104 for relation between stand test and service temperatures, as affected by 
ventilation. 
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Field-Control Motors. The nominal and continuous ratings of field- 
control motors shall relate to their performance with the operating 
field which gives the maximum motor rating. Each section of the 
field windings shall be adequate to perform the service required of it, 
without exceeding the specified temperature rises. 


CHARACTERISTIC CURVES 


The Characteristic Curves of railway motors shall be plotted with 
the current as abscissas and the tractive effort, speed and efficiency 
as ordinates. In the case of a-c. motors, the power factor shall 
also be plotted as ordinates. 


Characteristic curves of direct-current motors shall be based 
upon full voltage, which shall be taken as 600 volts, ora multiple 
thereof. 


In the case of field-control motors, characteristic curves shall be 
given for all operating field connections. 


EFFICIENCY AND LOSSES 


The efficiency of railway motors shall be deduced from a 
determination of the losses enumerated in §816 to 820. (See also 
§ 1100 and 1101.) 


The copper loss shall be determined from resistance measurements 
corrected to 75° C. 


The no-load core loss, brush friction, armature-bearing friction 
and windage shall be determined as a total under the following 
conditions: 

In making the test, the motor shall be run without gears. 
The kind of brushes and the brush pressure shall be the 
same as in commercial service. With the field separately ex- 
cited, such a voltage shall be applied to the armature terminals as 
will give the same speed for any given field current as is obtained 
with that field current when operating at normal voltage under load. 
The sum of the losses above-mentioned, is equal to the product of 
the counter-electromotive force and the armature current. 


The core loss in d-c. motors shall be separated from the friction 
and windage losses above described by measuring the power required 
to drive the motor at any given speed without gears, by running it 


_as a series motor on low voltage and deducting this loss from the 


sum of the no-load losses at corresponding speed. (See §1101 for 
alternative method). 

The friction and windage losses under load shall be assumed to 
be the same as without load, at the same speed. 

The core loss under load shall be assumed as follows: 
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TABLE XVII 
Core Loss in D-C. Railway Motors at Various Loads. 

Per cent of Input Loss as Per cent of 
at Nominal Rating No-load Core Loss 

200 165 

150 145 

100 130 

75 125 

50 123 

25 and under 122 


Note:—With motors designed for field control the core losses shall be assumed as the 
same for both full and permanent field. It shall be the mean between the no-load losses 
at full and permanent field, increased by the percentages given in the above Table 


819 The brush-contact resistance loss to be used in determining the 
efficiency, may be obtained by assuming that the sum of the drops at 
the contact surfaces of the positive and negative brushes is three 
volts. 

820 The lossesin gearing and axle bearings for single-reduction single- 
geared motors, varies with type, mechanical finish, age and lubrication 
The following values, based on accumulated tests, shall be used 
in the comparison of single-reduction single-geared motors. 


TABLE XVIII 
Losses in Axle Bearings and Single-Reduction Gearing of Railway Motors. 


Per Cent of Input Losses as 
at Nominal Rating Per Cent of Input 
200 3.5 
150 3.0 
125 2.7 
100 2.5 
75 2.5 
60 2.7 
50 3.2 
40 4.4 
30 6.7 
25 8.5 


NotE:—Further Investigation may indicate the desirability of giving separate values 
of the losses for full and tapped fields, or low- and high-speed motors. 


ELECTRIC LOCOMOTIVES 


830 Rating. Locomotives shall be rated in terms of the weight on 
drivers, nominal one-hour tractive effort, continuous tractive effort 
and corresponding speeds. 


831 Weight on Drivers. The weight on drivers, expressed in pounds, 


shall be the sum of the weights carried by the drivers and of the 
drivers themselves. 
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Nominal Tractive Effort: The nominal tractive effort, expressed in 
pounds, shall be that exerted at the rims of the drivers, when the 
motors are operating at their nominal (one-hour) rating. 

Continuous Tractive Effort. Thecontinuous tractive effort, ex- 
pressed in pounds, shall be that exerted at the rims of the drivers 
when the motors are operating at their full-voltage continuous rat- 
ing, as indicated in §802. 

In the case of locomotives operating on intermittent service, the 
continuous tractive effort may be given for } or 2 voltage, but in 
such cases the voltage shall be clearly specified. 

Speed: The rated speed, expressed in miles per hour, shall be 
that at which the continuous tractive effort is exerted. 

See also Appendix II on Additional Standards for Railway Motors. 


RATING OF AUTOMOBILE PROPULSION MOTORS 
AND GENERATORS 


(ROAD VEHICLES) 


Continuous Rating. Automobile propulsion motors and generators 
shall be given a continuous rating, expressed in kilowatts output 
available at the*shaft at specified speed. The machines shall be 
able to operate continuously at their rated outputs without exceeding 
any of the limitations referred to in §260. 

Short-Time Rating. Owing to the variety of services which road 
vehicles are called upon to perform, no single standard period for 
short-time ratings is recommended. 

Nominal Rating. No special nominal rating is required for 
automobile propulsion motors or generators. 

Temperature Rises. Owing to space limitations and the cost of 
carrying dead weight on automobiles, it is considered good practice 
to operate the propulsion machinery at higher temperatures than 
would be advisable in stationary machines. The rating of auto- 
mobiles motors and generators shall be based upon temperature rise, 
on a stand test and with motor covers arranged as in service, fifteen 
degrees by thermometer or twenty-five degrees by resistance, above 
those of §379. 

Efficiency and Losses. Unless otherwise specified the efficiency 
of automobile propulsion machines shall be based upon the output 


at the shaft, using conventional losses as tabulated in §440. 


When such machines are of low voltage, the great influence of brush- 
contact losses on the efficiency requires that these losses be deter- 
mined experimentally for the type of brush used. 
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ILLUMINATION AND PHOTOMETRY 


The following Sections, 850 to 895, are abstracts from the rules of 
the Nomenclature and Standards Committee of the Illuminating 
Engineering Society. They are here included by permission. 


Luminous Flux is radiant power evaluated according to its ca- 
pacity to produce the sensation of light. 


The stimulus coefficient Krfor radiation of a particular wave- 
length, is the ratio of the luminous flux to the radiant power pro- 
ducing it. 

The mean value of the stimulus coefficient, K,,, over any range 
of wave-lengths, or for the whole visible spectrum of any source, 
is the ratio of the total luminous flux (in lumens) to the total radiant 
power (in ergs per second, but more commonly in watts). 

The luminous intensity of a point source of light is the solid 
angular density of the luminous flux emitted by the source in the 
direction considered; or it is the flux per unit solid angle from that 
source. 

Defining equation: 

Let I be the intensity, F the flux and w the solid angle. 

Then if the intensity is uniform, 


= 
Illumination, on a surface, is the luminous flux-density over that 
surface, or the flux per unit of intercepting area. 
Defining equation: 
Let £ be the illumination and S the area of the intercepting surface. 
Then when uniform, 
F 


B= 
Ae 


Candle, the unit of luminous intensity maintained by the Na- 
tional Laboratories of France, Great Britain, and the United States.! 

Candle-power, luminous intensity expressed in candles. 

Lumen, the unit of luminous flux, equal to the flux emitted in a 
unit solid angle (steradian) by a point source of one candle-power.? 

Lux, a unit of illumination equal to one lumen per square meter. 
The C. G. S. unit of illumination is one lumen per square centimeter. 
For this unit Blondel has proposed the name ‘‘ Phot.’’ One milli- 
lumen per square centimeter (milliphot) is a practical derivative of 
1 This unit, which is used also by many other countries, is frequently referred to as 


the international candle. 
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the C. G. S. system. One foot-candle is one lumen per square foot 
and is equal to 1.0764 milliphots. 


Specific luminous radiation, the luminous flux-density emitted 
by a surface, or the flux emitted per unit of emissive area. It is 
expressed in lumens per square centimeter. 

Defining equation: 

Let E’ be the specific luminous radiation. 

For surfaces obeying Lambert’s cosine law of emission. 


OTD ye 


The Lambert, the C. G. S. Unit of Brightness, the brightness of a 
perfectly diffusing surface radiating or reflecting one lumen per square 
centimeter. This is equivalent to the brightness of a perfectly dif- 
fusing surface having a coefficient of reflection equal to unity and 
illuminated by one phot. 

For most purposes, the millilambert (0.001 lambert) is the preferable 
practical unit. A perfectly diffusing surface emitting one lumen 
per square foot will have a brightness of 1.076 millilamberts. 

Brightness expressed in candles per square centimeter may be 
reduced to Lamberts by multiplying by 7. 

Brightness expressed in candles per square inch may be reduced 
to foot-candle brightness, by multiplying by the factor 14477 = 452, 

Brightness expressed in candles per square inch may be reduced 
to lamberts by multiplying by 71 /6.45 = 0.4868. 

In practise, no surface obeys exactly Lambert’s cosine law of 
emission; hence the brightness of a surface in lamberts is, in general 
not numerically equal to its specific luminous radiation in lumens 
per square centimeter. 

Coefficient of reflection, the ratio of the total luminous flux reflected 
by a surface to the total luminous flux incident upon it. It is a 
simple numeric. The reflection from a surface may be regular, 
diffuse cr mixed. In perfect regular reflection, all of the flux is 
reflected from the surface at an angle of reflection equal to the angle 
of incidence. In perfect diffuse reflection, the flux is reflected from 
the surface in all directions, in accordance with Lambert’s cosine law. 
In most practical cases, there is a superposition of regular and diffuse 
reflection. 

Coefficient of regular reflection is the ratio of the luminous flux 
reflected regularly to the total incident flux. 

Coefficient of diffuse reflection is the ratio of the luminous flux 
reflected diffusely to the total incident flux. 

Defining equation: 

Let m be the coefficient of reflection (regular or diffuse). 

Then, for any given portion of the surface, 


E' 


ag Sa 


2A uniform source of one candle emits 4% lumens. 
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Lamp, a generic term for an artificial source of light. 

Primary luminous standard, a recognized standard luminous 
source reproducible from specifications. 

Representative luminous standard, a standard of luminous in- 
tensity adopted as the authoritative custodian of the accepted value 
of the unit. 

Reference standard, a standard calibrated in terms of the unit from 
either a primary or representative standard and used for the cali- 
bration of working standards. 

Working standard, any standardized luminous source for daily 
use in photometry. 

Comparison lamp, a lamp of constant but not necessarily known 
candle-power, against which a working standard and test lamps are 
successively compared in a photometer. 

Test.lamp, in a photometer,—a lamp to be tested. } 

Performance curve, a curve representing the behavior of a lamp 
in any particular (candle-power, consumption, etc.) at different 
periods during its life. 

Characteristic curve, a curve expressing a relation between two 
variable properties of a luminous source, as candle-power and volts, 
candle-power and rate of fuel consumption, etc. 

Horizontal Distribution Curve. A polar curve representing the 
luminous intensity of a lamp, or lighting unit, in a plane perpendi- 
cular to the axis of the unit, and with the unit at the origin. 

Vertical Distribution Curve. A polar curve representing the 
luminous intensity of a lamp, or lighting unit, in a plane passing 
through the axis of the unit, and with the unit at the origin. Unless 
otherwise specified, a vertical distribution curve is assumed to be 
an average vertical distribution curve, such as may in many cases be 
obtained by rotating the unit about its axis and measuring the aver- 
age intensities at the different elevations. It is recommended that 
in vertical distribution curves, angles of elevation shall be counted 
positively from the nadir as zero, to the zenith as 180 degrees. In 
the case of incandescent lamps, it is assumed that the vertical dis- 
tribution curve is taken with the tip downward. 

Mean horizontal candle-power of a lamp,—the average candle- 
power in the horizontal plane passing through the luminous center of 
the lamp. : 

It is here assumed that the lamp (or other light source) is mounted 
in the usual manner, or, as in the case of an incandescent lamp, with 
its axis of symmetry vertical. 

Mean spherical candle-power of a lamp,—the average candle- 
power of a lamp in all directions in space. It is equal to the total 
luminous flux of the lamp, in lumens, divided by 47. 

Mean hemispherical candle-power of a lamp (upper or lower),— 
the average candle-power of a lamp in the hemisphere considered. 


It is equal to the total luminous flux emitted by the lamp, in that 
hemisphere, divided by 27, 
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Mean zonal candle-power of a lamp,—the average candle-power 
of a lamp over the given zone. It is equal to the total luminous 
flux emitted by the lamp in that zone, divided by the solid angle of 
the zone. 

Spherical reduction factor of a lamp,—the ratio of the mean spheri- 
cal to the mean horizontal candle-power of the lamp. 

Photometric Tests in which the results are stated in candle-power 
should be made at such a distance from the source of light that the 
latter may be regarded as practically a point. Where tests are made 
in the measurement of lamps with reflectors, the results should always 
be given as “‘ apparent candle-power"’ at the distance employed, 
which distance should always be specifically stated. 

The output of all illuminants should be expressed in lumens. 


Illuminants should be rated upon a lumen basis instead of a candle- 
power basis. =a 

The specific output of electric lamps should be stated in lumens 
per watt; and the specific output of illuminants depending upon 
combustion should be stated in lumens per b.t.u. per hour. The 
use of the term “‘ efficiency "’ in this connection should be discouraged. 

When auxiliary devices are necessarily employed in circuit with a 
lamp, the input should be taken to include both that in the lamp and 
that in the auxiliary devices. For example, the watts lost in the 
ballast resistance of an arc lamp are properly chargeable to the lamp. 

The Specific Consumption of an electric lamp is its watt consump- 
tion per lumen. ‘‘ Watts per candle’’ is a term used commercially 
in connection with electric incandescent lamps, and denotes watts 
per mean horizontal candle-power. 


Life Tests. Electric Incandescent Lamps of a given type may be 
assumed to operate under comparable conditions only when their 
lumens per watt consumed are the same. _Life-test results, in order 
to be compared, must be either conducted under, or reduced to, 
comparable conditions of operation. 

In Comparing Different Luminous Sources, not only should their 
candle-power be compared, but also their relative form, brightness, 
distribution of illumination and character of light. 

Lamp Accessories. A reflector is an appliance, the chief use of 
which is to redirect the luminous flux of a lamp in a desired direc- 
tion or directions. 

A Shade is an appliance, the chief use of which is to diminish or to 
interrupt the flux of a lamp in certain directions, where such flux 
is not desirable. The function of a shade is commonly combined 


with that of a reflector. 

A Globe is an enclosing appliance of clear or diffusing materials, 
the chief use of which is either to protect the lamp, or to diffuse its 
light. 


3 In the case of a uniform point-source, this factor would be unity, and for a straight 
lindrical filament obeying the cosine law it would be x/4. 
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895 TABLE XIX. 
Photometric Units and Abbreviations. 
Abbreviations, 
Photometric Name of Symbols and defining 
quantity unit equations 
1. Luminous flux Lumen FLW 
i i i Candl I= aé F = ck c 
2. Luminous intensity andle Sistas Jan eae" p. 
dF if 
3. Illumination Phot., foot-candle, E = as = —cos6.B 
lux f 
4, Exposure Phot-second iE: 
Apparent candles 
. per sq. cm. : dl 
5. Brightness ————— 
: Apparent candles dS cos 0 
per sq. in. 
Lambert L= of 
amber Me 
. dI 
6. Normal brightness Candles per sq. cm. bo = as: 
Candles per sq. in. 
7. Specific luminous Lumens per sq. cm. 
radiation Lumens per sq. in. E! = Tb RB’ 
8. Coefficient of re- E! 
flecti — m = — 
ection = 
9. Mean spherical candlepower scp 
10. Mean lower hemispherical candlepower lep 
11. Mean upper hemispherical candlepower ucp 
12. Mean zonal candlepower zcp 


13. 1 lumen is emitted by 0.07958 spherical cp. 

14. 1 spherical candlepower emits 12.57 lumens. 

15. 1 lux = 1 lumen incident per square meter = 0,0001 phot 
= 0.1 milliphot. 

16. 1 phot = 1 lumen incident per sq. cm. = 10.000 lux = 1000 
milliphot. 

17, 1 milliphot = 0.001 phot = 0.929 foot-candle. 

18. 1 foot-candle = 1 lumen incident per square foot = 1.076 milli- 
phot = 10.76 lux. 

19. 1lambert = 1 lumen emitted per square centimeter.* 

20, 1 millilambert = 0.001 lambert. 

21. 1lumen, emitted. per square foot* = 1.076 millilambert. 

22. 1 millilambert = 0.929 lumen, emitted, per square foot*, 

23. 1lambert = 0.3183 candle per sq. cm. = 2.054 candles per sq. in. 

24. 1 candle persq.cm. = 3.1416 lamberts. 

25. 1 candle per sq. in. = 0.4868 lamberts = 486.8 millilamberts. 

Se ee ee 


*Perfect diffusion assumed, 
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STANDARDS FOR TELEPHONY AND TELEGRAPHY 


After careful consideration, it does not seem that the time is 
yet ripe for a formal standardization of terms and definitions used 
in telephony and telegraphy. Many of the terms commonly 
employed are used in more than asingle way, and conversely, many 
pieces of apparatus and many constants which are essentially 
identical from a physical standpoint have been and are known by 
more than one designation. 

Damping of a Circuit. The damping, at a given point, in a circuit 
from which the source of energy has been withdrawn, is the pro- 
gressive diminution in the effective value of electromotive force 
and current at that point resulting from the withdrawal of elec- 
trical energy. 


Damping Constant. The damping constant of a circuit depends 
upon the ratio of the dissipative to the reactive component of its 
impedance or admittance. 

Applied to the admittance of a condenser or other simple circuit 
having capacity reactance, the damping constant for a harmonic 
electromotive force of given frequency is the ratio of the conduc- 
tance of the condenser or simple circuit at that frequency, to twice 
the capacity of the condenser at the same frequency. 

Applied to the reactance of a coil or other simple circuit having 
inductive reactance, the damping constant for a harmonic current 
of. given frequency is the ratio of the resistance of the coil or cir- 
cuit at that frequency, to twice the inductance at the same frequency. 

Equivalent Circuit. An equivalent circuit is a simple network 
of series and shunt impedances, which, at a given frequency, is 
the approximate electrical equivalent of a complex network at the 
same frequency and under steady-state conditions. 

Note: As ordinarily considered, the simple networks as defined 
are the electrical equivalents of complex networks only with respect 
to definite pairs of terminals, and only as to sending-end impedances, 
and total attenuation. A further requirement,is that the only con- 
nections between the pairs of terminals are those through the net- 
work itself. 

“TT Equivalent Circuit. A ‘‘ T"’ equivalent circuit is a triple- 
star or ‘' Y’’ connection of three impedances externally equivalent 
to a complex network. 


Symbol: 
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915 


“JU” Equivalent Circuit. A ‘“‘U"’ equivalent circuit is a delta 
connection of three impedances externally equivalent to a com- 
plex network. It is also called a “ II” equivalent circuit. 


Symbol: 
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IMPEDANCE 


Mutual Impedance. The mutual impedance, for alternating cur- 
rents, between a pair of terminals and a second pair of terminals 
of a network, under any given condition, is the negative vector 
ratio of the electromotive force produced between either pair of 
terminals on open circuit, to the current flowing between the other 
pair of. terminals. 


Self Impedance. The self impedance between a pair of terminals 
of a network, under any given condition, is the vector ratio of the 
electromotive force applied across the terminals to the current 
produced between them. 


LINE CHARACTERISTICS 


Characteristic Impedance. The characteristic impedance of a line is - 
the ratio of the applied electromotive force to the resulting 
steady-state current upon a line of infinite length and uniform 
structure, or of periodic recurrent structure. 

NoTE: In telephone practice, the terms (1) line impedance, 
(2) surge impedance, (38) iterative impedance, (4) sending-end 
impedance, (5) initial sending-end impedance, (6) final sending-end 
impedance, (7) natural impedance and (8) free impedance, have 
apparently been more or less indefinitely and indiscriminately used 
as synonyms with what is here defined as “‘ characteristic impedance.”’ 


Sending-End Impedance. The sending-end impedance of a line is 


the vector ratio of the applied electromotive force to the re- 


sulting steady-state current at the point where the electromotive 
force is applied. . 

NoTE: See note under ‘‘Characteristic Impedance. '’ In case 
the line is of infinite length of uniform structure or of periodic re- 
current structure, the sending-end impedance and the character- 
istic impedance are the same. 


Propagation Constant. The propagation constant per unit length 
of a uniform line, or per section of a line of periodic recurrent 
structure, is the natural logarithm of the vector ratio of the 
steady-state currents at various points separated by unit length in 
a uniform line of infinite length, or at successive corresponding 
points in a line of recurrent structure of infinite length. The ratio 
is determined by dividing the value of the current at the point 


nearer the transmitting end by the value of the current at the point 
more remote. 
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Attenuation Constant. The attenuation constant is the_real part 
of the propagation constant. 
e: 


Wave-Length Constant. The wave-length constant is the imaginary 
part of the propagation constant. 


LINE CIRCUITS 


Ground-Return Circuit. A ground-return circuit is a circuit con- 
sisting of one or more metallic conductors in parallel, with the 
circuit completed through the earth. 

Metallic Circuit. A metallic circuit is a circuit of which the earth 
forms no part. 

Two-Wire Circuit. A two-wire circuit is a metallic circuit formed 
by two paralleling conductors insulated from each other. 

Superposed Circuit. A superposed circuit is an additional circuit 
obtained from a circuit normally required for another service, and 
in such a manner that the two services can be given simultaneously 
without mutual interference. 

Phantom Circuit. A phantom circuit is a superposed circuit, 
each side of which consists of the two conductors of a two-wire 
circuit in parallel. 

Side Circuit. A side circuit is a two-wire circuit forming one side 
of a phantom circuit. 

Non-Phantomed Circuit. A non-phantomed circuit is a two-wire 
circuit, which is not arranged for use as the side of a phantom circuit. 

Simplexed Circuit. A simplexed circuit is a two-wire . telephone 
circuit, arranged for the super-position of a single ground-return sig- 
nalling circuit-operating over the wires in parallel. 


Note: In view of the use of the term ‘‘ Simplex Operation’ ' 
in telegraph practice, it is felt that the designation ‘‘ Simplexed 
Circuit ’’ as applied to the arrangement described is not a happy one, 

Composited Circuit. A composited circuit is a two-wire telephone 
circuit, arranged for the superposition on each of its component 
metallic conductors, of a single independent ground-return signalling 
circuit. 

Quadded or Phantomed Cable. A quadded or phantomed cable 
is a cable adapted for the use of phantom circuits. 

Note: The type of cable here defined has frequently been 
designated as ‘‘ Duplex Cable ’’—a term which is objectionable., 
both on account of its lack of description and its widely different 
use in telegraph practice. 


LOADING 
Loaded Line. A loaded line is one in which the normal induc. 
tance of the circuit has been altered for the purpose of increasing 
its transmission efficiency for one or more frequencies. 
Series Loaded Line. A series loaded line is one in which the 
normal inductance has been altered by inductance serially applied. 
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Shunt Loaded Line. A shunt loaded line is one in which the nor- 
mal inductance of the circuit has heen altered by inductance applied 
in shunt across the circuit. 

Continuous Loading. A continuous loading is a series loading in 
which the added inductance is uniformly distributed along the 
conductors. 

Coil Loading. A coil loading is one in which the normal induc- 
tance is altered by the insertion of lumped inductance in the 
circuit at intervals. This lumped inductance. may be applied 
either in series or in shunt. 

Note: As commonly understood, coil loading is a series load- 
ing, in which the lumped inductance is applied at uniformly spaced 
recurring intervals : 

Microphone. A contact device designed to have its electrical re- 
sistance directly and materially altered by slight differences in 
mechanical pressure. 


Relay. A relay is a device by means of which contacts in one 
circuit are operated under the control of electrical energy in the 
same or other circuits. 


Resonance. Resonance of a harmonic alternating current of given 
frequency, in a simple series circuit, containing resistance, induc- 
tance and capacity, is the condition in which the positive re- 
actance of the inductance is numerically equal to the negative 
reactance of the capacity. Under these conditions, the current 
flow in the circuit with a given electromotive force is a maximum. 

Retardation Coil. A retardation coil is a reactor (reactance coil) 
used in a circuit for the purpose of selectively reacting on cur- 
rents which vary at different rates. 

Note: In telephone and telegraph usage, the terms “impedance 
coil, ’’ ‘‘ inductance coil,’’ choke coil’ and ‘‘ reactance coil’ are 
sometimes used in place of the term “‘ retardation coil.” 

Skin Effect. Skin effect is the phenomenon of the non-uniform 
distribution of current throughout. the cross-section of a linear 
conductor, occasioned by variations in the intensity of the mag- 
netic field due to the current in the conductor. 

Telephone Receiver. A telephone receiver is an electrically opera- 
ted device, designed to produce sound waves or vibrations which 
correspond in form to the electromagnetic waves or vibrations 
actuating it. 

Telephone Transmitter. A telephone transmitter is a sound-wave 
or vibration-operated device designed to produce electromagnetic 
waves or vibrations which correspond in form to the sound waves 
or vibrations actuating it. 

The Coefficient of Coupling of a Transformer. The coefficient 
of coupling of a transformer at a given frequency, is the vector 
ratio of the mutual impedance between the primary and second- 
ary of the transformer, to the square root of the product of the 
self-impedances of the primary and of the secondary. 

Repeating Coil. A term used in telephone practice meaning the 
same as transformer, and ordinarily a transformer of unity ratio. 
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APPENDIX I. 


STANDARDS FOR RADIO COMMUNICATION 


The following Sections 1000 to 1033 have been abstracted from 
the report of the Standardization Committee of the Institute of 
Radio Engineers, and are here included by permission as an Ap- 
pendix, until further revised. For full particulars, see the I.R.E. 
Standardization Committee report. ; 

1000 Acoustic Resonance Device. One which ‘utilizes, in its operation, 
resonance to the audio frequency of the réceived signals. 

1001 Antenna. A system of conductors designed for radiating or 
absorbing the energy of electromagnetic waves. 

1002 Atmospheric Absorption. That portion of the total loss of radi- 
ated energy due to atmospheric conductivity. 

1003 Audio Frequencies. The frequencies corresponding to the norm- 
ally audible vibrations. These are assumed to lie below 10,000 
cycles per second. , 

1004 Capacitive Coupler. An apparatus which, by electric fields, joins 
portions of two radio frequency circuits, and which is used to transfer 
electrical energy between these circuits through the action-of elec- 
tric forces. 

1005 Coefficient of Coupling (Inductive). The ratio of the effective 
mutual inductance of two circuits to the square root of the product 
of the effective self-inductances of each of these circuits. 

1006 Direct Coupler. A coupler which magnetically joins two cir- 
cuits having a common conductive portion. 

1007 Counterpoise. A system of electrical conductors forming one 
portion of a radiating oscillator, the other portion of which 
is the antenna. In land stations a counterpoise forms a capacitive 
connection to ground. 

1008 A Damped Alternating Current is an alternating current whose 
amplitude progressively diminishes. 

1009 The Damping Factor of an exponentially damped alternating cur- 
rent is the product of the logarithmic decrement and the frequency. 

Let J) = initial amplitude 

I, = amplitude at the time / 
€ = base of Napierian logarithms 
a damping factor 

Then: I; = I) € % 

1010 Detector. That portion of the receiving apparatus which, con- 
nected to a circuit carrying currents of radio frequency, and in 
conjunction with a self-contained or separate indicator, translates 
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the radio frequency energy into a form suitable for operation of 
the indicator. This translation may be effected either by the con- 
version of the radio frequency energy, or by means of the control 
of local energy by the energy received. 


1011 Electromagnetic Wave. A periodic electromagnetic disturbance 
progressing through space. 

1012 Forced Alternating Current. A current, the frequency and damp- 
ing of which are equal to the frequency and damping of the exciting 
electromotive force. 


1013 Free Alternating Current. The current following any electro- 
magnetic disturbance in a circuit having capacity, inductance, 
and less than the critical resistance. 


1014 Critical Resistance of a Circuit. That resistance which determines 
the limiting condition at which the oscillatory discharge of a circuit 
passes into an aperiodic discharge. 


1015 Group Frequency. The number per second of periodic changes 
in amplitude or frequency of an alternating current. 

Note 1. Where there is more than one periodically recurrent 
change of amplitude or frequency, there is more than one group 
frequency present. 

Note 2. The term“ group frequency”’ replaces the term 
frequency.” 


‘ spark 


1016 Inductive Coupler. An apparatus which, by magnetic forces, 
joins portions of two radio frequency circuits and is used to transfer 
electrical energy between these circuits, through the action of these 
magnetic forces. 

1017 Linear Decrement of a Linearly Damped Alternating Current is 
the difference of successive current amplitudes in the same direction, 
divided by the larger of these amplitudes. 

Let: I, and In,1 be successive current amplitudes in the same 
direction, of a linearly-damped alternating current. 
Then: The linear decrement, b = nie! 
n 
Also: I; = Ig (1 —Oft) 
Where: Jp = initial current amplitude 
I; current amplitude at time? 
f = frequency of alternating current 


1018 Logarithmic Decrement of an exponentially damped alternating 
current is the logarithm of the ratio of successive current ampli- 
tudes in the same direction. 

NoTE: Logarithmic decrements are standard for a complete 
period or cycle. 


Let: J, and In,i be successive current amplitudes in the 
same direction. 


@ = logarithmic decrement 


Then: d =log, In 
ira 


ual 
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1019 Radio Frequencies. The frequencies higher than those corres- 
ponding to the normally audible vibrations, which are generally 
taken as 10,000 cycles per second. See also Audio Frequencies. 

Nore: It is not implied that radiation cannot be secured at 
lower frequencies and the distinction from audio frequencies is 
merely one of definition based on convenience 

1020 Resonance of a circuit to a given exciting alternating e.m.f. is that 
condition due to variation of the inductance or capacity in which 
the resulting effective current (or voltage) in that circuit is amaximum. 

1024 A Standard Resonance Curve is a curve the ordinates of which 
are the ratios of the square of the current at any frequency to the 
square of the resonant current, and the abscissas are the ratios of 
the corresopnding wave length to the resonant wave length; the 
abscissas and ordinates having the same scale. 

1026 Sustained Radiation consists of waves radiated from a conductor 
in which an alternating current flows.) 

1027 Tuning. The process of securing the maximum indication by 
adjusting the time period of a driven element. (See Resonance.) 

1028 A Wave-Meter, isa radio frequency measuring instrument, cali- 
brated to read wave lengths. 

1030 Decremeter. An instrument for measuring the logarithmic de- 
crement of a circuit or of a train of electromagnetic waves. 

1031 Attenuation, Radio. The decrease with distance from the radi- 
ating source, of the amplitude of the electric and magnetic forces 
accompanying (and constituting) an electromagnetic wave. 

1032 Attenuation, Coefficient of (Radio). The coefficient, which, when 
multiplied by the distance of transmission through a uniform medium, 
gives the natural logarithm of the ratio of the amplitude of the 
electric or magnetic forces at that distance, to the initial value of 
the corresponding quantities. 

1033 Coupler. An apparatus which is used to transfer radio-frequency 
energy from one circuit to another by associating portions of these 
circuits. 


1646 STANDARDIZATION RULES OF THE A... E. 


APPENDIX II. 
ADDITIONAL STANDARDS FOR RAILWAY MOTORS 


1100 In comparing projected motors, and in case itis not possible or 
desirable to make tests to determine mechanical losses, the follow- 
ing values of these losses, determined from the averages of many 
tests over a wide range of sizes of single-reduction single-geared 
motors, will be found useful, as approximations. They include 
axle-bearing, gear, armature-bearing, brush-friction, windage, and 
stray-load losses. 


TABLE XX 
Approximate Losses in D-C. Railway Motors. 


Input in per cent of that at nominal 


rating Losses as per cent of input 
100 or over 5.0 
75 5.0 
60 5.3 
50 6.5 
40 8.8 
30 13.3 
25 17.0 


1101 The core loss of railway motors is sometimes determined 
by ‘separately exciting the field, and driving the armature 
“of the motor to be tested, by a separate motor having known losses 
and noting the differences in losses between driving the motor light 
at various speeds and driving it with various field excitations. 
1102 Selection of Motor For Specified Service 
The following information relative to the service to be performed, 
is required, in order that an appropriate motor may be selected. 
(a) Weight of total number of cars in train (in tons of 2000 lb.) 
exclusive of electrical equipment and load. 
(b) Average weight of load and durations of same, and maximum 
weight of load and durations of same. 
(c) Number of motor cars or locomotives in train, and number 
of trailer cars in train. 
(d) Diameter of driving wheels. 
(e) Weight on driving wheels, exclusive of electrical equipment. 
(£) Number of motors per motor car. 
(g) Voltage at train with power on the motors—average, maxi- 
mumand minimum. . : 
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(h) Rate of acceleration in mi. per. hr. per second. 

(i) Rate of braking (retardation in m. per hr. per second). 
(j) Speed limitations, if any (including slowdowns). 
(k) Distances between stations. 

(1) Duration of station stops. 

(m) Schedule speed including station stops in m.p.h. 

(n) Train resistance in pounds per ton of 2000 pounds at stated 
speeds. 

(0) Moment of inertia of revolving parts, exclusive of electrical 
equipment. 

(p) Profile and alignment of track. 

(q) Distance coasted as a per cent of the distance between station 

stops. 

(r) Time of layover at end of run, if any. 

1103 Stand-Test Method of Comparing Motor Capacity with Service 
Requirements: When it is not convenient to test motors under actual 
specific service conditions, recourse may be had to the following 
method of determining temperature rise. 

1104 The essential motor losses affecting temperatures in service are 
those in the motor windings, coreand commutator. The mean ser- 
vice conditions may be expressed, as a close approximation, in terms 
of that continuous current and core loss which will produce the same 
losses and distribution of losses as the average in service. 

A stand test with the current and voltage which will give 
losses equal to those in service, will determine whether the motor has 
sufficient capacity to meet the service requirements. In service, the 
temperature rise of an enclosed motor (§164), well exposed to the 
draught of air incident to a moving car or locomotive, will be from 75 
to 90 percent (depending upon the character of the service) of the tem- 
perature rise obtained on a stand test with the motor comoletely 
enclosed and with the same losses. Witha ventilated motor (§165 
and §167), the temperature rise in service will be 90 to 100 per cent of 
the temperature rise obtained on a stand test with the same losses. 

1105 In making a stand test to determine the temperature rise in a 
specific service, it is essential in the case of a self-ventilated motor 
(§ 167), to run the armature at a speed which corresponds to the 
schedule speed in service. In order to obtain this speed it may be 
necessary, while maintaining the same total armature losses, to change 
somewhat the ratio between the I?R and core-loss components. 

1106 Calculation for Comparing Motor Capacity with Service Require- 
ments. The heating of a motor should be determined, wherever 
possible, by testing it in service, or with an equivalent duty cycle. 
When the service or equivalent duty-cycle tests are not practicable, 
the ratings of the motor may be utilized as follows to determine its 
temperature rise. 

1107 The motor losses which affect the heating of the windings are as 
stated above, those in the windings and in the core. The former 
are proportional to the square of the current. The latter vary with 
the voltage and current, according to curves which can be supplied 
by the manufacturers. The procedure is therefore as follows: 
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1108 (a) Plot a time-current curve, a time-voltage curve, and a time-core 
loss curve for the duty cycle which the motor is to perform, and calcu- 
late from these the root-mean-square current and the average core 
loss. 

1109 (b) If the calculated r.m.s. service current exceeds the continuous 
rating, when run with average service core loss and speed, the motor 
is not sufficiently powerful for the duty cycle contemplated. 


1110 (c) If the calculated r.m.s. service current does not exceed 
the continuous rating, when run with average service core loss 
and speed, the motor is ordinarily suitable for the service. In some 
cases, however, it may not have sufficient thermal capacity to avoid 
excessive temperature rises during the periods of heavy load. 
In such cases a further calculation is required, the first step of which 
is to compute the equivalent voltage which, with the r.m.s. current, 
will produce the average core-loss. Having obtained this, determine, 
as follows, the temperature rise due to the r.m.s. service current and 
equivalent voltage. 


Let ¢ = temperature rise th q onan Cae 
po= ER loss, kw. with r.m.s. service current, q 


be = core loss, kw lent service voltage. 
(Sitar ’ . 


T = temperature rise ; ; 
Po = I?R loss, kw with continuous load current correspond- 


ing to the equivalent service voltage. 


i] 


P, = core loss, kw. 
Then 
Po + be ; 
$= T ————_, approximately. 
Bock Pht ant 


1111 (d) The thermal capacity of a motor is approximately measured 
by the ratio of the electrical loss in kw. at its nominal (one-hour) 
capacity, to the corresponding maximum observable temperature 
rise during a one hour test starting at ambient temperature. 


1112 (e) Consider any period of peak load and determine the electrical 
losses in kilowatt-hours during that period from the electrical effi- 
ciency curve. Find the excess of the above losses over the 
losses with r.m.s. service current and equivalent voltage. The 
excess loss, divided by the co-efficient of thermal capacity, will equal 
the extra temperature rise due to the peak load. This temperature 
rise added to that due to the r.m.s. service current, and equiv- 
alent voltage, gives the total temperature rise. If the total 
temperature rise in any such period exceeds the safe limit, the 

motor is not sufficiently powerful for the service. 

1113 (f) If the temperature reached, due to the peak loads, does not 
exceed the safe limit, the motor may yet be unsuitable for the service, 
as the peak loads may cause excessive sparking and dangerous me- 
chanical stresses. It is, therefore, necessary to compare the peak 
loads with the short-period overload capacity. If the peaks are also 


within the capacity of the motor, it may be considered suitable for the 
given duty cycle. 


—=a, 
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and Abbreviation............. 90 


Acoustic Resonance Device, defined.. 1000 
Active Component of Current or Volt- 
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Acyclic Machine, defined............. 141 
Adjustable-Speed Motors............ 153 
Adjustable-Speed Motors, defined .... 153 
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Admittance, ‘Symbols................ 90 
AL). B Ha tatin gt Sersnceerescatey aatmctt 264 
Air-Blast Transformers, Temperature 

Wortectionin wars serine mien eee 321 


Air-Density Correction for Sphere-Gap 541 


Alternating-Current Apparatus, Effi- 
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Alternating-Current Calculations...... 12 
Alternating-Current Commutating 
Machines: 2 J.ot,asotas obrs.cgite ste 131 
Alternating Current, Convention for 
ViSCUORE: och reea muertos tered, ss. <h RSEeere 20 
Alternating Current, Damped........ 1008 
Alternating Current, defined 4,12, 1012,1013 
Alternating Current, Forced.......... 1012 
Alternating Current, Free............ 1013 
Alternator, defined.............. 184, 135 
Alternator, Inductor, defined......... 136 
Alternator, Polyphase, defined........ 135 
Alternators, Expression of Rating.... 275 
Alternators, Variation in,........ 66, 67 
Altitude, correction for)... .+....n+% 308 
Ambient Temperature.......4..:.... 303 
Ambient Temperature, deviation from, 
Si Depe macteraceraroeesen aie arc ders no teers 320, 321 
Ambient Temperature for Machines 
partly below floor line........... 319 
Ambient Temperature for Testing.... 307 
Ambient Temperature from an Idle 
Ut rates cheeks oe ee 318 
Ambient Temperature, Measurement 
Obs s¢hctns diya :ante, Sp 314, 315 
Ambient Temperature of Reference for 
7G year NNR See Bren Sees we 2 er 305 
Ambient Temperature of Reference for 
Watet... Homose te Soe eee 309 
Ambient Temperature, Rotating Ma- 
chines, Forced Draft............ 311 
Ambient Temperatures upon which 
Permissible Rises are Based...... 306 
American Wire Gage............0+< 652 


SECTION 
Ammimeter sc, suse tee alee poeiclet rete nial ao 226 
Amortisseur Windings, temperature of 388 
Angular Displacement of e. m. fs. be- 


tween transformers.............- 610 
Angular Welocityse soasciaeaebeetente! =~ 9 
Angular Velocity, Symbol............ 90 
Annealed Copper Standard........... 675 
Antenna, defined 27. 5.0 oe = oe se 1001 
Antt-inductive Load; cade os cen ~~ 25 
Apparatus Cable Stranding .......... 655 
Apparent: Powers oa «cee Wess siege 27 
Are” Machines: «25, ctucs dels on ei ere 130 
Arresters, Lightning............. 733, 735 
Assurance, Factor of . 5.00 ssnwcras eters 681 
Atmospheric Absorption, defined...... 1002 
Attenuation, (Radio) Coefficient of,..1032 
Attenuation Constant, defined........ 921 
Attentiation, Radioy.e.. ane ee ae 1031 
Audio Frequencies, defined........... 1003 


Automobile Apparatus, Test Voltage 505 
Automobile Motor and Generator Ra- 


ting= ceca 835, 836, 837, 838, 839 
Auto-Transformer, defined...........- 209 
Auto Transformer, Voltage Test...... 503 


Auxiliary Apparatus, Losses in........ 457 
Auxiliary Machine, Expression of Ra- 


CIN Sete <3 3 custo ete es eee 277 

Available-Output. f.7.5% 2 «.acrstonerares 2614 
B = 

Balancers gtc.¢ct sc oad ace bee eet ee LOG 
Barometric Pressure for Institute Ra- 

CANS SS cred tnptinn Wie int Pere hole eae 265 
Bearing Friction and Windage, deter- 

SNUASbION OL... wt eireeeee te eeteeeS 450 


Bell-Ringing Apparatus, Test Voltage 505 
Bibliography on Standardization, 
Appendix IIT 


Blowek Wossesist Ha Va ace wc sree ate 456 
Blowout Coils, Temperature Rises.... 731 
IBOOSEET sh ttiars Saar cate ee eee oa 103 
Bracket Systetsacne: ose se eens 785 
Breakers, Circuit. J.nis 508 «sce 724, 728 
Bridge Systems:..een-a ee oe oes. ote 786 
Brightness, definedi..... cs 6 cas enee 861 
Brightness, expressed in Lamberts.... 865 
Brightness, Normal, defined.......... 862 
Brown and Sharpe Gage............. 652 
Brush Contact Loss 440, 442, 443, 444, 454, 
See ey De ont Sera oto 819 
Brush Friction at Commutator and Col- 
lector: Rings. .5.. ls «man oe 451, 817 


Brush Holders, Temperature of...... 392 
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SECTION 
Brushes, Temperature of............. 392 
By-Laws of Standards Committee. . Page 10 
Cc 
Cable, Breakdown Tests of........... 686 
Cable, Concentric, N-Conductor, de- 
BOC. = Aerts cenit tera 646 
Cable, Concentric-Lay, defined. ...... 643 
Cablesdeined . 45-8 = Se. ee 638 
Cable; Duplex, defined: 2.0.28 5.4..2 647 
Cable, N-Conductor, defined......... 645 
Cable, Rope-Lay, defined............ 644 
Cable Stranding 653, 654, 655, 656, 657 
Cable; Triplex; defined... o2....2.0 2a. 649 
Cables Ewansdefined?: 22222154. 2220% 648 
Cables, Capacitance 694, 695, 696, 697, 698, 
a PA ore oR ee ee 699 
Cables, Capacitance of Electric Light 
BOG POWELsee nee oe se pio 698 
Cables, Electrical Tests of........... 678 
Cables, Factor of Assurance.......... 681 
Cables; Heating Of 72s... i alec es 677 
Cables, Immersion for Testing........ 679 


Cables, Insulation Resistance of 688 to 693 
Cables, Insulation Resistance Tests of. 692 
Cables; Lengths for Test.....:.:.7... 678 
Cables, Measurement of Capacitance of 696 
Cables, Multiple Conductor, Capacity 


Bh rotdcte side tisretethe Tie ese ee oe 699 
Cables, Multiple Conductor, Insulation 
POSES OL CoE eee sires Soci s cae es 693 
Cables, Multiple Conductor, Tests of.. 687 
Cables, Paired, Capacitance.......... 697 
Cables, Safe Limiting Temperature of. 677 
Cables, Sectional Area of:....:......; 654 
Cables, Test Voltage..... 682, 683, 684 
Cables, Test Voltage and Frequencv 
ECR GMC ASE mets gictolele ev ernsieee 683, 685 
Candle: «detimed sti ecient ve es 33-855 
Gandle Powet.. 1.2.0.0 x2 ces - - Pines BOG 
Capacitance, defined.............-+- 80 
Capacitance, Measurement of........ 696 
Capacitance of Cables ..694, 695, 696, 697, 
SRaSco Sa no eo 698, 699 
Capacitance, Symbols.........:..... 90 
Capacitive Coupler, defined.......... 1004 
Capacity, defined....5.....2.%% 80, 252, 261 


Capacity Distinguished from Rating. 262, 
Capacity of Electrical Machines..261, 800 


Cascade-Converter.).. 0-02 .2 eee se 111 
Catenary,. Compound?) ...22% .12-<.+ 781 
Catenary; Simple. oss acieasisis8 > * 781 
Gatenary. Suspensiony..g = = sstes.e oo. 2 781 
Center Contact, Rail 5. scmidieccts=aeyes 770 
Characteristic Curve of Luminous 
Sources parts ele teten. sc siekAtare sere eee 877 
Characteristic Curves of Railway 
Motors......! As a 810, 811, 812 
Characteristic Impedance, defined..... 918 
Choke Coils, defined..............--- 214 
Circuit Breakers, definition .........- 724 


Circuit Breakers, Performance and Test 726 


SECTION 
Circuit Breakers, Rating of........... 725 
Circuit, Composited, defined......... 938 
Circuit, Ground Returns, defined..... 930 
Circuit, Metallic, defined............. 931 
Circuit, Phantom, defined............ 934 
Circuit, Simplexed, defined.......... 937 
Circuit, Superposed, defined.......... 933 
Circuits for Telephony and Telegraphy, 
definition 22 eee 930 to 938 
Gurculariinch! See. Ss ater oa eee 652 
Classification of Losses in Machinery. 435 
Classification of Machinery........... 100 


Classification ot Machines for Enclosure 160 
Coefficient of Coupling, Inductive....1005 
Coefficient of Coupling of a Transfor- 


(ct ga a SOT RE oa ia Sen ney eT be 962 
Coefficient of Reflection..........866, 868 
Gail oadings. (ers ion oe ne ne 954 


Collector Rings and Commutator, De- 
termination of Brush Friction of... 450 


Collector Rings, Temperature of...... 389 
Commutating Machines, defined...... 
SI ee IC RO eo 130, 131, 132 


Commutating Machines, A-C., Losses of 443 
Commutating Machines, Losses. .440, 443 
Commutation requirements.......... 402 
Commutator and Collector Rings, De- 
termination of Brush Friction of. 450 


Commutators, Temperature of........ 390 
Comparison, Lamp, defined.......... 874 
Compensator, Direct Current......... 106 
Compensator, Line-Drop Voltmeter, 
EMMEM cerca te + viola te ba vw stele 230. 
Components of Current........... 2A, - +22 
Composited Circuit of ip cits ms iste Seis 938 
Concentric-Lay Cable, defined...... + 648 
Concentric Strand, defined........... 642 
Condensive: Loads =). . cites watts cate nite 25 
Conductance, Symbol... oi. csc ees 90 
Conductivity of Copper... 2.2 ce.6.% 675 
Conductivity, Symbol. so. ae nesaee 90 
Conductor and Rail Systems......... 766 
CGondwetoreContacts i. aids slit ayontte 766 
Conductor; defined, ...15 4 sass me ne ns 636 
Conductor, Stranded, defined......... 637 
Conductors, Sizes Of; cc's see. na oe oe 652 
Connected Loader vaneless nina tel dese a0 61 
Connections of Transformers... .600 to 608 
Constant-Current Machines, Regula- 
$10 Olio o4cecke cetaleter sl eierats ees at . 563 
Constant-Potential Machinery, Losses 
(eo OE Ney holmAviicrottendatnred See tere 433 
Constant-Potential Transformer, Rated 
GCurrent,. defined... 631. a. cles sxe sever 203 
Constant-Speed D-C. Motor, Regula- 
tion: O87 sanoicheeieco Tapani ells aa eet 564 
Constant-Speed Motors.............. Publ 
Contact Conductors........ ohne oiteae 766 
Contact Rail, Center, defined......... 770 
Contact Rail, defined........... ris 
Contact Rail, -Gage. ts joni. «ci steno 772 


Contact Rail, Overhead, defined...... 768 
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SECTION 
Contact Rail Protection, defined...... 776 
Contact Rail, Underground, defined... 771 
Contact Voltage Regulators, defined.... 211 


Continuous Current, defined.......... i 
Continuous Loading.u. «ace nena 953 
Continuous Rating.......... 281, 287, 288 


Continuous Rating, Automobile Motors 835 
Continuous Rating, Railway Motors.. 802 
Control Apparatus, Dielectric Tests.. 509 


Conventional Efficiency, defined...... 423 
Gonviertetan - cite gebs craneac ehcp oe 108 
Converter, Cascadenmecn cis eteeeeiea 111 
Converter, Direct Current........... 109 
Converter, Frequency........0e0.2.: 112 
Converter, Regulation, defined........ 566 
Converter; Synchronous. ..-2..>.0.6. 110 
Copper; Conductivitysot es... Se <1.0.6 675 
Copper Constant Mass Temperature 
Coethicigntss vivir sigs ie task ares 675 
Copper Loss, Railway Motors......... 816 
Copper, Temperature Coefficient of... 349 
Copper WitesLablesi.. «sn esse - sees 676 
Cordadefinedtersa ccc tose ene oe os ee 641 
Core Loss at No Load... ... .452, 818,1101 


Core Loss, Induction Motors, Deter- 


PHITAITAO 1 OL, Sa egewa rare eeepc ae ae 452 
Core Loss, Railway Motors, Determin- 

Ev nlopalyoyin oc emcee 5 cio ae eee 818, 1101 
Core Loss, Synchronous Machines, 

Determinationsofs muss. 4 -b<Psauens 452 
Core Losses due to Increased Excitation 434 
Cores, Temperatures of.............. 391 
Corrections for Deviation of Ambient 

Temperat ine) mawessst eee tts 320.321 
Gorrection for Way... .sseee aos aae 656 
Counter-clockwise Convention........ 20 
Counterpoise, in Radio Telegraphy, 

defined acm", Seton ea egies 1007 
Coupler (Radio), defined........1016, 1033 
Goupling Coefficient... .avsh...0eusss.5 962 
Crest Voltage Meter... wanes ae 227 
Crest, Pacboray poses sce hie eens 15 
Critical Resistance, defined........... 1014 
G@ross-Span Systems. ... 4 .0..is.+sev< 783 
Cross-Span Systems, Messenger....... 784 
Current, Alternating, defined....... By 
Current, Capacity, defined...,....... 80 
Current, Continuous, defined......... 4 
Current,, Direct, defined, 5.2.0... .« 1 
Current, Oscillating, defined.......... 5 
Current, Pulsating, defined........... 2 
Current Ratio of Transformer........ 206 
Current; Symbolshsecqaaiereseeeinte 90 
Current Transformer, defined......... 741 
Current Transformer, Tests........ .. 500 
RAS CNOMES PONS TED Oe Pome eis 6 3 6 
Gyicle. of Duty.s a seat tere at 284 

D 

Damped Alternating Current, defined. 1008 
Dam pugs. fin wore Met eee 911, 1008 
Damping Constant; ...4..455 4 ae oes . 912 
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SECTION 
Damping Factor, defined.............1009 
Decrement, Logarithmic, defined......1018 
Decremeter, detined....-6- le eee 1030 
Definitions... acre oun sone eo 1 to 83 
Degree, Electrical, defined........... 7 
Degree, Magnetic, defined............ 64 
De Mand: wees wees eee oe eee 57 
Demand Factor cah. aed tos eek gh 59 
Demand, Maximus. re oyeve cusnensteete eee 58 
Demand Meter, defined..... 232, 233, 234 
Detector, define drmme.c- eons eee 1010 
Dielectric Constant, Symbols......... 90 


Dielectric Strength Test Voltage...... 
PRG 5 es asthe Cito 484, 485, 485a, 486 
Dielectric Strength Tests, Condition of 


Machiner yee ieyioduiteenm acta eee 481 
Dielectric Strength Tests, Points of 

Application of Voltage.......482, 483 
Dielectric Tests of Cables............ 680 
Dielectric Tests of Circuit Breakers... 727 
Dielectric Tests of Machines......... 480 
Dielectric Tests of Machines, Voltage 

Measurements iin. .% sdumtonerd ite 530 
Dielectric Tests of Protective Reactors 739 
Dielectric Tests of Switches.......... 723 
Diréct ‘Coupler... cage atc ee 1006 
Direct-Current Commutating Machines 130 
Direct-Current Compensator......... 106 
Direct-Current Converter.......:.... 109 
Direct-Current, defined......4....... a 
Direct-Current Generators, Expression 

Ob Rating |. Jie<ieeut S alee 274 
Direct-Current Machines, Losses of... 440 
Direct) Suspension 25 <.kes-0a e sie 780 
Distortion facton coq sone shea. Sou ee 17 
Distribution Feeders, Regulation of, 

ie Fie lls wret act... 2 ge tees 567 
Distribution System, defined......... 761 
Diversity Pactor...¢. ws. i<Naactaned 8) p60) 
Double-Current Generator.......-... 107 
Drip=proof Machine. ........)..<< 20. 168 
Drop, Impedance. aa ntncke aan eaatne 52 
DropiyPercen tives tu. eipe ak ei ee 50 
Drop, Per cent, in Induction Motors.. 54 
Drop, Per cent, in Transformers...... 53 
Drop; Reactances. wish. msetenraee, oom 51 
Dropy Resistance: ..) 4... enemies 50 
DuplexuGainte oe See ee 647 
Duration of Heat Run...... 322, 323, 324 
Duty-Cycle, Equivalent Tests....285, 836 
Duty-Cycle Machines, Rating of...... 403 
Duty-Cycle Operation, «. sdk «ches see 284 
Dye MIO TOL sass acre ae ek eee 105 
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SECTION 
Efficiency, Conventional, defined...... 423 
Eiiciency, defined-+— 2. i. adc tscss 83 
Efficiency Determination........ 423, 426 
Efficiency, Directly Measured........ 425 
Efficiency, Measurement of........... 428 
Efficiency, Normal Conditions........ 427 
Biieteucy, (Plant sa. fer. wt, crsicus. epee 421 
Efficiency, Railway Motors 815 to 820, 1100 
Eiicrency, Symbol... 0.0% swe ncn ck ee 90 
Efficiency, Temperature of Reference.. 432 
Electric Locomotives... occ. cc 0 ce 830 
Electric Railways, Standards for...... 760 
Piléetrical Derree. Fo ore wicks eyayn ks wes 7 
Electro-Magnetic Wave, defined...... 1011 
Electromotive Force, Symbols........ 90 
Electrostatic Field Intensity, Symbol, 90 
Electrostatic Flux Density, Symbol... 90 
Electrostatic Flux, Symbol........... 90 
Embedded Temperature Detector 
WET nove Le) St SR en eens ee eee 352 
Enclosed Machine. «.- c 25 a0... «+ 164 
Enclosed Machine;, Temperatures... .386a 
Equivalent Circuit......... 913, 914, 915 
Equivalent Phase Difference.......... 29 
Equivalent Sine Wave............... 18 


Equivalent Tests,Standard Duration of 285 
Errors of Indicating Instruments, de- 


Med le 5. Soo. « SR Se, elo hee 235 
Excitation for Regulation Test........ 583 
Explosion-Proof Machine............ 171 
Explosion-Proof Slip-Ring Enclosure.. 172 
EE SOUSUTE . BM iars sith seins Pee aes 859 

F 
Factor of Assurance, defined.......... 681 
Field-Control Motors, Rating of...... 806 
Field-Rheostat Loss....... «220-3: 455 
Field Windings of A-C. Generators, 

EGE: WiOlEARS Mies Alen ele co ocnysus, 2, 2% a00. a 506 
Field Windings of Synchronous Ma- 

chines, Lest: Voltage.wi.0. cs <<. 507 
Flexible-Cable Stranding............. 655 
Piuctuation, defineds.xsc' 5 20% o: = oyere'0 569 
Forced Alternating Current.......... 1012 
Porm. Mactor, Getined=s. ise... s- sie 16 
Free Alternating Current............ 1013 
Brequencies, Radion. cl) ..96 pete ets 1019 
Prequency, defined.....5 5. 4..5---5.> 9 
Frequency Converter.........-...+.-. 112 
Frequency, Group, defined........... 1015 
Frequency of Testing Voltage for 

Cables Wn wttet a3 eee eae Bae aes 685 
Frequency of Testing Voltage for Ma- 
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Frequency, Symbol and Abbreviation... 90 
Friction and Windage, Railway Motors 817 
Friction, Bearing and Windage Losses, 
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Fuses, Temperature of..........----- 731 
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G SECTION 
Gage olsb bird sally eo sso. eceee 772 
GagesiforsWatese eer omens cn ack flea, 652 
Gearing, Lossesein” 2 so.1o5c slows 820, 1100 
Genera tary tat sete we cre obte shat else 101 
Genetator, D-C.) Acyolies. 4.. a5.. oc oc 144 
Generator, D-C. Unipolar ........... 141; 
Generator, Double Current........... 107 
Generator, Induction, defined......... 140 
Generators, A-C., Regulation of, Tests. 
Computations......584, 585, 586, 587 


Generators, Enclosed, Temperatures of 386a 
Generators, Regulation of, defined... . 


Globemdetined yeas. ieee k nee ec 894 
Graded Insulation for Transformers.. 512 
Gravity, Acceleration due to, Symbol 


and “Aibbreviationt. «sits snrieiae 90 
Ground-Return “Circuit... 25.0.5 s.04<> 930 
Group Frequency, defined............ 1015 

H 
Heat Run, Duration of...... 322, 323, 324 
Heat Run, Measurements during...... 325 
Heating and Temperature............. 300 
High Temperature Operation, Econ- 

ODA BO Lg oh cele scscrecd kone oe capepita es spouse 301 
High-Voltage Winding............... 202 
Horse Power in Terms of Kilowatts... 276 


Hottest Spot Correction.....346, 348, 356 


Hottest Spot Temperature Table...... 379 


Household Devices, Test Voltage..... 504 
Hydraulic Turbine, Regulation of, de- 
Hue om nee sien eekctar ado cise ysis ere are 570 
I 
Idle Unit Ambient Temperature...... 318 
PE eR AI Bec aarattcar ersbe ciao tae 264 
Illuminants, Rating and Output...886, 887 
Tile tot. oh eaten ots hem sss esos 854 
Illumination and Photometry......... 850 
Mlumination,, Unthsol. 2. cca cto > 858 
Immersion of Cables for Testing...... 679 
Impedance, Characteristic............ 918 
Impedance Drop, Per cent....3....... 52 
Impedance, Mutual... i000 =. 2 ae ny 916 
Tmpedances elt cite yg -deldiai ayaa em « ate 917 
Impedance, Sending-End............. 919 
Impedance, Symbols........-...+.+. 90 
Incandescent Lamps, Rating of....... 886 
Indeterminable Load Losses.........- 440 
Tnditxctance, Symbols. repens cr-ussers tens 90 
Induction Apparatus, Stationary, de- 
fined... discxssi stiles ae i ae A ate 200 
Induction Generator, defined......... 140 
Induction Machines..........-.+.+-. 138 
Induction Machines, Losses of........ 442 
Induction Machines, Stray Load Losses 
io) OAR ay SRS Aer MELEE Dante eee tO 459 
Induction Motor, defined............ 139 
Induction Motor Core Loss, Determina- 
IGT Olay anata: acticin vale ein ads 452 


Induction Motor Rotor Loss. . Pere 4008 
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Induction Motor with Explosion- 

Proof Slip-Ring Enclosure........ 172 
Induction Motors, Drop...........-. 54 
Induction Motors, Phase Wound, Volt- 

Ge LESts n. ot a eee oioke Cieuereie ne 508 
Induction Voltage Regulators, defined, 212 
Inductive Coupler, defined........... 1016 
Inductive Load, defined.............. 25 
Inductor Alternators. 52% 2... cane 136 
Information on Rating Plate......... 620 
In-Phase Component of Current or 

Voltage re iincs lenient eneete 21 
Instrument Transformers...........- 741 
Instrument Transformers, defined..... 741 
Instruments, Dielectric Tests......... 510a 
Instruments, Indicating, Errors of..... 235 


Instruments, Torque of, defined....... 236 
Insulation Affected by Temperature... 301 
Insulation, Economical Short Life,.... 804 
Insulation; poi esol marae ere nines lee 340 
Insulation Resistance of Cables. .688 to 693 
Insulation Resistance of Machinery.. 550 


Insulation Resistance of Machines 
Significance! . ors ae ace ee 551 
Intensity of Illumination. . ats Me) S00 
Intensity of Macustibation: Symbol 90 
Interconnected Polyphase Windings, 
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Rating of Duty Cycle Machines.-.... 403 
Rating of Electrical Machines, defined 262 
Rating of Field Control Railway 

IMEGUORS on arhncstat she ove ee nls oR es 806 
.Rating of Incandescent Lamps........ 886 
Rating of Motors, Expression of, in 

BPC OW AGES ny dice te oreiere soni. snus ont 276 
Rating Plate, Information on...620 to 622 
Rating,-Principle of.) .0.. 4. 4.4.004: 263 
Rating Short: Times: ei ai!) oo. aes 2 282 
Rating, Short-Time, Automobile 


Motors eins Roe g ne e080 


1657 
SECTION 
Rating, Short Time, Railway Motors. 800 
Rating owitchess. .2es s+ 2.0: 722 
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Saturation, Percentage... ...<..+.++. 63 
Secondary,. Winding = snesuereere aedacnens 202 
Self impedances. - tn qarse sees «ce ere 915 
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Sending-End Impedance, defined...... 919 
Separately Ventilated Machines....... 165 
Series Field Coils, Dielectric Tests... 507 
Series Loaded Line.................. 951 
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REPORT OF THE JOINT RUBBER INSULATION 
COMMITTEE—1916 


ParT I—GENERAL REPORT 


Need of Specifications 


1. A demand for specifications which will enable purchasers of rubber 
insulation for wire or cable to secure good material on the basis of com- 
petitive bids has existed for many years. 

2. In recent years, there has been no difficulty in securing insulation 
having the dielectric strength, specific resistance, elasticity and mechanical 
strength required in practise. Indeed, with the possible exception of 
dielectric strength, these qualities are usually in excess of actual service 
requirements. There is another quality, namely, permanence, which 
although equally essential, has not been so easy to obtain. 

3. While the physical properties of rubber insulation are susceptible 
of positive determination by tests which can be made before acceptance 
by the purchaser, the permanence of insulation can be ascertained with 
certainty only by actual trial, often at great loss, inconvenience and even 
danger. It should, therefore, be the aim of specifications to overcome 
this difficulty and by some indirect means, ensure that the manufacturers 
supply compounds having the required endurance. 

4, This obviously presents a difficult problem, as it requires that some 
relation be established between permanence and one or more of the proper- 
ties which are susceptible of test. It has been established by experience 
that Hevea rubber or the rubber of the Hevea Brasiliensis tree, when 
properly cured, is a superior grade which is entirely satisfactory for elec- 
trical insuiation of the class under consideration. Hevea rubber may, 
therefore, be specified with advantage, although certain other rubbers 
of good quality may thereby be excluded. The rubber has to be Hevea 
rubber of good quality, the materials associated with it in the compound 
must be known to be non-deleterious and the compound itself must be 
well prepared, applied and vulcanized. 

Types of Specifications 

5. Two types of specifications have been devised to compass these re- 
strictions. The first type of specification proceeds on the assumption 
that certain physical characteristics are developed to an unusual degree 
by the use of Hevea rubber, especially the grade known as fine Para. 
Among the qualities affected by the grade of rubber, and alleged to be 
useful indications of the presence of Para rubber, are the tensile strength, 
elasticity and specific electrical resistance. Accordingly some specifica- 
tions have been issued in which one or more of these qualities is specified 

This report has been approved by the Standards Committee, and is published by order 
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in an exaggerated degree. Experience has shown that such specifications 
are ineffective, as the specified physical quality can be obtained either by 
manipulation of poor compounds or at the expense of permanence in 
compounds made originally of good materials. In consequence of this, 
specifications based exclusively on physical tests have fallen into disrepute, 
but such tests.now serve in modified form as adjuncts to other types of 
specifications. 

6. The second type of specification to be considered is that in which a 
more or less rigid formula for the compound is specified and compliance 
with it exacted either by inspection during manufacture,.or by chemical 
analysis supplemented by other tests of the finished product. Inspection 
which will really ensure compliance with such specifications is usually 
impracticable. Reliance must, therefore, be placed principally upon 
chemical analysis. Three difficulties at once arise. In the first place 
chemical analysis cannot directly ascertain the quality of the rubber 
which has_been used in the manufacture of a compound; it can only 
determine quality by the indirect method of measuring certain charac- 
teristic constituents. It is, therefore, necessary to present in the speci- 
fication, a relation between the desired formula and the chemical findings. 
The second difficulty is that in the past, chemists have employed diverse 
methods of analysis which give inconsistent results. It is, therefore, 
necessary to establish a satisfactory and standard procedure for analysis. 
The method of analysis must not only yield the information desired, but 
it must also be practical and capable of yielding uniform results when 
applied to the same compound by different chemists. In order to secure 
this uniformity, it 1s important to describe the methods of analysis in de- 
tail. The third difficulty has been the non-uniform interpretation of 
analytical results. 

7. ‘The specification hereinafter presented is of the second or chemical 
type, in which an endeavor has been made to meet the three objections 
hitherto urged against such specifications. It contains a table showing 
the range of analytical results that should be obtained from a good com- 
pound containing 30 per cent of high class Hevea rubber, and is supple- 
mented by a detailed analytical procedure. The specification is not com- 
plete as given, it being necessary to add appropriate electrical and mechan- 
ical test requirements. Examples of complete rubber insulation speci- 
fications are cited in Part VI. of this report. 

8. The specification should always be used in conjunction with the 
analytical procedure. The latter will, however, serve for the analysis of 
any compounds of the 30 per cent Para type with mineral fillers, provided 
the interpretation is made to correspond. 


History of Committee 


9. The necessity of purchasing insulated wire under conditions of com- 
petitive bidding led the various departments of the government, the rail- 
roads and other large consumers, to issue specifications for rubber insula- 
tion. These specifications were based upon the individual experience or 
theories of a number of engineers, aided by suggestions from some of the 
manufacturers. For several years no attempt was made to standardize 
these specifications, and much trouble was given to the manufacturers by 
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the diversity of requirements contained in them. In 1906, the Rubber- 
Covered-Wire Engineers’ Association, consisting of representatives of the 
leading manufacturers, prepared a specification which was offered as a 
standard. This was followed in 1911 by the revised specifications of the 
National Board of Fire Underwriters, which, however, call for a compara- 
tively low grade of compound. The former specification, although the 
best that could be agreed upon at that date, was so defective as to afford 
little or no protection to consumers. The latter occupies a field by itself, 
and makes no pretension to specifying the highest quality of compound. 
Consumers desiring high grade insulation of great permanence, therefore, 
continued to use their own specifications, altering them from time to time, 
in accordance with the best information available, with a growing tendency 
to rely upon chemical rather than physical tests. Some difficulty was 
experienced both in obtaining bids and in enforcing these specifications 
owing to the inability of chemists to make concordant analyses of rubber 
compounds. This matter reached an acute stage in 1911, when a number 
of manufacturers and consumers held a conference in order to discuss 
the possibility of standardizing specifications and analytical methods 
for rubber insulation. This conference was held at New York on the 
seventh of December, 1911, Col. Samuel Reber of the U.S. Signal Corps 
presiding.* The following interests were represented: 


Signal Corps, U. S. Army, 
American Chemical Society, 
Lederle Laboratories, 

New York Central Lines, 
Pennsylvania R. R. Co., 

General Electric Co., 

Hazard Manufacturing Co., 
Simplex Wire & Cable Co., 
Standard Underground Cable Co. 

10. After a full discussion of the subject, a committee was appointed 
to devise a specification and an analytical procedure for rubber insulation, 
the committee to report at a future conference. The chairman, assisted 
by other members, appointed the following to serve upon this committee _ 
which was named “The Joint Rubber Insulation Committee.” 

C. R. Boggs, Simplex Wire & Cable Co., 

W. S. Clark, General Electric Company, 

W. A. Del Mar, N. Y. C. R. R. Co., (later Interborough Rapid 
Transit Co.) 

W. B. Geiser, N. Y. C. R. R. Co., 

J. P. Millwood, Consulting Chemist, 

P. Poetschke, Lederle Laboratories, 

H. B. Rodman, Pennsylvania R. R. Co. 

Later, at the request of the committee and by unanimous consent of the 

members of the original conference, the following were added: 

J. B. Tuttle, U. S. Bureau of Standards, 

E. L. Willson, Hazard Manufacturing Company. 
7 Ths invitations were issued by Mr. B. B. Katte, Chief Engineer of Electric Traction, 
of the New York Central R. R. Co. 
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11. W. A. Del Mar was elected secretary of both the Conference 
Committee and of the Joint Rubber Insulation Committee. No perma- 
nent chairman was elected, it being left to the committee to elect a chair- 
man at each meeting. 

12. The committee immediately upon its formation decided to confine 
itself to the development of a specification and an analytical procedure for 
compounds of the 30 per cent Para type. In accordance with this policy 
it made a study of the chemical characteristics of Hevea rubber and of the 
available analytical procedures. New procedures were also developed and 
studied. Samples of different rubber compounds were analyzed by these 
tentative methods. The results were unsatisfactory and the discrepancies 
were investigated. Sub-committees were formed to do much of this work. 
Twelve regular committee meetings, besides numerous sub-committee 
meetings, were held; many different compounds were distributed to be 
analyzed by the entire committee, and others were experimented upon 
by the sub-committees and individual members. 

13. After two years of this work the committee presented a preliminary 
report to a second conference which was held at New York on October 
15th, 1913, Col. Reber again presiding. The report was unanimously 
accepted by the conference and the committee authorized to continue 
in existence for another year for the purpose of making any revisions 
that might appear necessary in its report, as the result of a year of ex- 
perience with it. 

14. The committee was also authorized to publish the preliminary 
report. This was accomplished through the courtesy of the American 
Chemical Society, the American Institute of Electrical Engineers, and 
the U. S. Bureau of Standards; the report appearing in their official 
publications, the Journal of Industrial and Engineering Chemistry, 
(January 1914), the Proceedings of the American Institute of Electrical 
Engineers, (January 1914), and Bureau of Standards Circular No. 38, 
respectively. 

15. Instead of reporting in a year, the committee found it necessary to 
devote nearly three years to this work, holding 13 additional meetings, 
or a total of 25 general meetings exclusive of sub-committee meetings. 

16. The committee was authorized, at the second conference, to in- 
crease its personnel without securing the approval of the Conference 
Committee. It has added the following chemists to its membership: 

A. E. Ellis, Interborough Rapid Transit Co., New York, 
G. d’Eustachio, Standard Underground Cable (Cor 

E. W. Gundy, Pennsylvania R. R. Co., 

C. W. Walker, American Steel & Wire Co., 

C. F. Woods, A. D. Little Co., Inc., Boston. 


17. The following resignations have been accepted since the second 
conference: 


J. P. Millwood, 
P. Poetschke. 
Mr. Geiser also resigned, due to stress of other work, but has been re- 
elected. 
18. The Joint Rubber Insulation Committee’s specification for rubber 
insulating compound has been adopted by the principal engineering so- 
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cieties which issue standards of the kind. Among these are the American 
Electric Railway (Engineering) Association, the Association of Railway 
Electrical Engineers and the American Society for Testing Materials. 
The specification has also been-adopted by a large number of important 
purchasers of insulated wire, including The U. S. Signal Corps, the Panama 
Canal, the New York Central R. R. Co., the Interborough Rapid Transit 
Co., the Public Service Corporation of New Jersey, etc. 

19 The committee also desires to express its thanks to the many 
gentlemen not members, who have actively participated in the work, 
especially to Messrs. F. S. Deemer, F. A. Hull, M. M. Kahn, C. B. Martin, 
G. H. Savage, J. F. Tinsley and D. Whipple. 


Part [I—SPECIFICATION FOR 30 PER CENT HEVEA RUBBER COMPOUND 
(CHEMICAL CLAUSES) 


1. A 30 per cent fine Para or best quality plantation Hevea rubber 
compound with mineral fillers, shall be furnished. It shall contain only 
the following ingredients: 

Rubber, 

Sulphur, 

Inorganic mineral matter, 
Refined solid paraffine or ceresine. 

2. The vulcanized compound shall conform to the following require- 
ments, when tested by the procedure of the Joint Rubber Insulation Com- 
mittee, results being expressed as percentages by weight of the whole 
sample: 

Requirements Independent of the Amount of Rubber Found 
Maximum Minimum 


1Pay 90) Of) ty eee ee ec ON TEE OPE eee 33 30 
Wissvelydtocat DOMSi ec nies cic 0-9 -1- 4 
(PERSONS EID) aR EE aes ene are Oi eer nic cone Gist 


Red lead, carbon, or organic fillers shall not be present. 


Requirements Dependent Upon Amount of Rubber Found. 
(Requirements for intermediate percentages shall be in proportion to 


the percentage of rubber found). 
Limits allowed for 30 per cent Rubber Compound. Maximum Minimum 


Saponifiable acetone extract..........-.. 1.35 0.55 
Unsaponifiable resins...:.....-++++++4: 0.45 
Ghiorofarmextract.na eee oes 0.90 
Alcoholic potash extract...,...+.-+20055 0.55 
Total sulphur (see note 2)............+: 2.10 ete 
Specific gravity 2-5 vi. ee oo ee Gees : Bilehe 1.75 
Limits allowed for 33 per cent Rubber 
Compound. 
Saponifiable acetone extract......... 1.50 0.60 
Unsaponifiable resins.........-++-++++- 0.50 
Chloroform extract...........:+ e+e ee ee 1.00 
Alcoholic potash extract.....-...-++++- 0.60 
Total sulphur (see note 2)........---+++ 2.30 Te 


Specific gravityi..s.: sos: oe aA és 
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3. The acetone solution shall not fluoresce. 

4. The acetone extract (60 cu. cm.) shall be. not darker than a light 
straw color. 

5. Hydrocarbons shall be solid, waxy and not darker than a light 
brown. 

6. Chloroform extract (60 cu. cm.) shall be not darker than a straw 
color. 

7. Failure to meet any requirement of this specification will be con- 
sidered sufficient cause for rejection. 

8. Contamination of the compound, such as by the use.of impregnated 
tapes, will not excuse the manufacturer from conforming to this specifica- 
tion. 


Note: 1—This specification shall be supplemented by appropriate clauses relating to 
tensile strength, elasticity, electric insulation resistance and dielectric strength. (See the 
Wire and Cable specifications of the American Society for Testing Materials, the Assocta- 
tion of Railway Electrical Engineers etc., for examples of such clauses.) 

Note 2:—The limit on total sulphur may be omitted at the option of the purchaser. See 
Part IV, of Report. 


Part III—ANALYTICAL PROCEDURE 


Object of the Analysis 


1. The object of this procedure of analysis is to determine whether 
rubber compounds comply chemically with the accompanying specifica- 
tion which is intended to secure compounds containing 30 per cent of the 
best Hevea rubber, and mineral fillers. 


Outline of Procedure 
2. The general procedure is shown by the accompanying Diagram A. 


General 


3. Make the analysis upon the insulation after vulcanization and, 
whenever possible, before the saturation of the braid. Wipe the insula- 
tion thoroughly with a damp cloth to remove any adhering material, but 
do not remove waxy hydrocarbons from the surface. 

4. If, however, a saturated braided sample must be used, remove the 
braid and sandpaper the insulation to a depth of at least 0.005 of an inch 
and wipe with a damp cloth. The latter procedure, however, is not’ to be 
recommended, as it may cause an appreciable error in the acetone extract. 
In such cases report the condition of the sample. 

5. Perform all determinations in duplicate and take the average value 
arbitrarily as the true value. Duplicate determinations must check 
within the limits specified. 

6. Make blanks on all determinations and deduct the results accord- 
ingly. 

Sample 

7. Remove the insulation entirely from sufficient wire to give a sample 
weighing about 25 grams. Cut this into small pieces* and grind slowly in 
either a No. 0 Enterprise coffee mill or a mill such as shown by the accom- 
panying Diagram B. Adjust the grinder so that not more than 20 per 
cent will pass through a 40-mesh sieve. Sift all the material through a 
~ * This is most conveniently done with a meat-chopper. ~~~ ~SSSSCOSOSSOS 
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20-mesh sieve, regrinding what is retained on the sieve until the entire 
sample has passed through. The wires of the sieves shall be evenly 
spaced in both directions and shall be of 0.016 and 0.010 inches diameter 
in the 20-mesh and 40-mesh sieves respectively. Remove with a strong 
magnet any metal that may have come from the grinder and thoroughly 
mix the sample. 
Extraction Apparatus 

8. The extraction apparatus shall conform with the accompanying 
Diagram C. It shall be heated so that the period of filling an empty 
syphon cup with acetone and completely emptying it, will be between 
~two and one-half and three and one-half minutes. 


Preparation of Reagents 


9. Acetone shall be freshly distilled over anhydrous potassium car- 
bonate using the fraction 56-57 deg. cent. 


Two 2grm. Samples of Rubber 
(Make Acetone Extractions) 


Acetone Extract (United) Residue 
(Saponify with KOH) (Make Chloroform Extractions) 
Unsaponifiable Material Alkali Soluble Acetone Chloroform Residues (United) 
(Dissolve in Alcohol) Extract Extract (Saponify with KOH) 
| (Treat with KNO3Na,Q,etc ) 
Insoluble Soluble Free Saponifiable Saponifiable Extract Residue 
Hydrocarbons Unsaponifiable Sulphur Acetone (Treat with HCI and Ether) (Treat with HC! and Heat) 
A Material Extract 
Treat with CC1l,& H2SO,4 
Hydrocarbons Unsaponifiable Residual KOH Extract Insoluble Soluble 
B Resins Solution (Wash and Dry) (Reserve for 
Total Waxy Hydrocarbons=A+B Cc Organic Test) 
(Divide In two parts) 
D G 
(Ignite) Sulphur 
E H 
Weigh Substances with Names Underlined (Sulphur) 
Other Substances by Difference F 


DiaGRAM A—OUTLINE OF METHOD OF RUBBER ANALYSIS 
EXCLUSIVE OF TOTAL SULPHUR DETERMINATION 


10. Alcoholic potash solution shall be of normal strength and shall be 
made freshly by dissolving the proper amount of potassium hydrate 
(purified by alcohol), in 95 per cent alcohol which has previously been 
distilled over potassium hydrate. The solution shall be allowed to stand 
for 24 hours and only the clear liquid used. 

11. Ether shall be washed with three successive portions of distilled 
water and distilled, using the fraction 34-36 deg. cent. 

12. Chloroform shall be shaken with water, dried by calcium chloride, 
decanted, and freshly distilled, only the clear distillate being used. 

13. Carbon tetrachloride shall be pure and freshly distilled. 

14. The nitric acid bromine reagent shall be prepared by adding a 
considerable excess of bromine to the concentrated nitric acid shaking 
thoroughly and allowing it to stand for some hours before using. 

15. The fusion mixture for sulphur determinations shall be made by 
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mixing equal quantities of sodium carbonate and powdered potassium 
nitrate. 

16. The barium chloride solution shall be made by dissolving 100g. of 
crystallized barium chloride in one liter of distilled water and adding two 
or three drops of concentrated hydrochloric acid. If there is any insoluble 
matter or cloudiness, the solution shall be heated on a steam bath over- 
night and filtered through 589 S. and S. blue ribbon filter paper. 

17. Distilled water only shall be used in preparing solutions and in all 
washing operations. Reagents not otherwise specified shall be of a ‘‘c.p. 
tested’’ quality. . 

Acetone Extract 

18. Extract continuously with 60 cu. cm. acetone for eight hours, two 
2-g. samples that have been prepared within 24 hours. Unite the extracts 
ina weighed flask, using hot chloroform to rinse the flasks. Distill off 
the reagents and dry the flask and contents for four hours at 95-100 deg. 


Segara Ceres, 


Grinding plates of the No. 0 Enterprise 
Coffee Mill to be used 


DIAGRAM B—RUBBER GRINDER 


cent. Desiccate until cool and weigh. Continue to dry for two-hour 
periods until constant weight is obtained. In drying, place the flask on 
its side but at a sufficient angle from the horizontal so that the extract 
does not appreciably run down the side of the flask. 


Unsaponifiable Material 


19. Add to the acetone extract 50 cu. cm. alcoholic potash solution, 
boil under a reflux condenser for two hours, and evaporate on a water 
bath until all alcohol is removed. Add 10 cu. cm. water and 20 cu. cm. 
ether; heat until the wax etc. are in solution, cool, transfer to a separatory 
funnel, wash out the flask with warm water, cool and finally wash with 
two 20 cu. cm. portions of ether. The water volume should be 100 cu. cm. 
and the ether at least 40 cu. cm. Shake vigorously for two minutes, and 
allow the solutions to separate thoroughly. Draw off the aqueous solu- 
tion into a second funnel, leaving in the first funnel the ethereal solution 
and any flocculent material that may be present. Again rinse the flask 
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with 20 cu. cm. ether and add it to the aqueous solution; shake vigorously 
for two minutes, and when separated draw off the aqueous solution and 
unite in the first funnel the ethereal solutions and any flocculent material. 
Repeat, shaking with 20 cu. cm. portions of ether, until no residue is 
obtained on evaporating a 20 cu. cm. portion. The aqueous solution and 
subsequent washings shall be reserved for the free sulphur determination. 
Wash the flask and the funnel, from which the ethereal solution has been 
taken, with water, until they are free from alkali. Wash the ethereal 
solution with water until it has been washed twice after the wash water 
shows no alkaline reaction. Retain with the ethereal solution any floccu- 
lent material. Filter the ethereal solution from the flocculent material, 
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DIAGRAM C—RUBBER ANALYSIS EXTRACTION APPARATUS 


through a small pellet of extracted cotton, into a weighed flask, washing 
first with ether and subsequently with hot chloroform, using this to rinse 
the original flask and both separatory funnels. Evaporate the solvents 
and dry the extract at 95-100 deg. cent.; cool in a desiccator and weigh. 
Continue to dry until constant weight is obtained. 


Hydrocarbons A 


20. Add 50 cu. cm. absolute alcohol to the unsaponifiable material and 
warm until solution is as complete as possible. Cool the solution to +: or 
-5 deg. cent. and maintain at this temperature for one hour by packing 
the flask in a mixture of ice and salt. Filter out the waxy hydrocarbons, 
using a funnel packed with ice and salt, and apply suction if necessary. 
‘Wash the flask and filter with about 25 cu. cm. of 95 per cent alcohol, 
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which has been previously cooled in the same temperature. Catch the 
filtrate in a flask which is afterwards cooled to --4 to —-5 deg. cent. to make 
sure that all possible waxy hydrocarbons have been removed, and refilter 
if necessary. Dissolve the residue on the filter paper with hot chloroform, 
into the original flask. Evaporate the chloroform and dry the flask at 
95-100 deg. cent.; cool in a desiccator and weigh. Continue to dry until 
constant weight is obtained. 


Hydrocarbons B 


21. Evaporate the alcohol from the flask containing the alcohol-soluble 
unsaponifiable material, add 25 cu. cm. of carbon tetrachloride, and 
transfer to a separatory funnel. Shake with concentrated sulphuric acid, 
drain off the discolored acid and repeat with fresh portions of acid until 
there is no longer any discoloration. After drawing off all the acid, wash 
the carbon tetrachloride solution with repeated portions of water until all 
traces of acid are removed. Transfer the carbon tetrachloride solution to 
a weighed-flask; evaporate off the solvent and dry the flask at 95-100 deg. 
cent.; cool in a desiccator and weigh. Continue to dry until constant 
weight is obtained. 

Free Sulphur 

22. Add two grams potassium nitrate to the aqueous solution and 
washings from the ethereal separation of the unsaponified material. Evapo- 
rate to dryness in a silver or nickel dish and heat to quiet fusion, avoiding 
contamination with sulphur fumes. Transfer with cold water to a beaker, 
neutralize with hydrochloric acid; add 2 cu. cm. concentrated hydrochloric 
acid; filter and wash, making a volume of 200 cu. cm. Heat to boiling 
and add slowly a slight excess of hot barium chloride solution. Allow to 
stand over night, filter, wash, ignite, weigh the barium sulphate and cal- 
culate to sulphur. 


Definition of Terms Describing Components of Acetone Extract 

23. The difference between the acetone extract and the free sulphur 
shall be called the Organic Extract. 

24. The difference between the organic extract, and the unsaponifiable 
material shall be called the Saponifiable Acetone Extract. 

25. The sum of the hydrocarbons A and B shall be called the total 
Waxy Hydrocarbons. 

26. The difference between the unsaponifiable material and the waxy 
hydrocarbons shall be called Unsaponifiable Resins. 


Chloroform Extract 


27. Extract continuously, the residues from both of the acetone extrac- 
tions (without necessarily removing the acetone that may be on them), 
for four hours with 60 cu. cm. chloroform. Unite the extractions in a 
weighed flask, using hot chloroform to rinse the flasks. Distill off the 
solvent and dry the flask and contents for two hours at 95-100 deg. cent. 
Cool in a desiccator and weigh. Continue to dry for one-hour periods 
until constant weight is obtained. In drying, place the flask on its side 
but at a sufficient angle from the horizontal so that the extract does not 
appreciably run down the side of the flask. (If it is needful to wait after 
the acetone extraction, before starting the chloroform extraction, the 
sample must be kept in a vacuum of at least 50 mm, of mercury.) 


RUBBER INSULATION COMMITTEE 16738 


Alcoholic Potash Extract 


28. Dry the residues from the chloroform extractions at 50-60 deg. 
cent. until the odor of chloroform can no longer be detected; unite the 
residues from the two 2 g. samplesin a 200 cu. cm. Erlenmeyer flask. Add 
100 cu. cm. alcoholic potash solution and boil for four hours under a reflux 
condenser. Filter the solution by decantation through an 11 cm. hardened 
filter paper into a beaker and wash twice, using each time 25 cu. cm. hot 
absolute alcohol and then wash thoroughly with hot water. Wash any 
rubber on the filter paper back into the original flask and reserve this for 
the determination of rubber hydrocarbons. Evaporate the solution to 
approximate dryness, take up in warm water and transfer to a separatory 
funnel. Acidify with 30 cu. cm. of 5 N hydrochloric acid, using this to 
rinse the beaker. Add sufficient water to make the bulk of the solution 
100 cu. cm. When cool add 40 cu. cm. ether, using it to rinse the beaker 
in 20 cu. cm. portions. Shake the aqueous and ethereal solutions thor- 
oughly. After complete separation, draw off the aqueous solution and 
treat in another separatory funnel, with a fresh 20 cu. cm. portion of 
ether. Continue to shake the aqueous solution with fresh portions of 
ether until a colorless portion has been obtained, then shake out twice 
more. Unite the ethereal solutions and wash with successive additions 
of water, continuing twice after the water shows no acid reaction. Filter 
through a plug of extracted cotton into a tarred flask, wash the filter and 
funnel with ether, evaporate the ether without boiling and dry the residue 
at 95-100 deg. cent.; cool in a desiccator and weigh. Continue to dry until 
constant weight is obtained. 


Rubber Hydrocarbons 


29. Add to the flask containing the rubber residue f:om the alcoholic 
potash extraction, sufficient water to make the total volume of the solution 
125 cu. cm. and then add 25 cu. cm. concentrated hydrochloric acid. Heat 
for an hour at 97-100 deg. cent. Decant the supernatant liquid through a 
hardened filter paper on a Buchner funnel 7 cm. diameter, using suction; 
wash the residue with 25 cu. cm. hot water and decant. (While a Buchner 
funnel is recommended, it is permissible to use an 11 cm. hardened filter 
paper with platinum cone, in a 60 deg. funnel). Perform this entire treat- 
ment with water and hydrochloric acid, three times and save the first and 
second decantations for the ‘organic matter’’ test described in section 36. 
The rubber at this stage should be white and practically free from black 
specks of undissolved fillers; if not, continue the acid treatment until the 
black specks disappear. (If carbon is present, all the particles of rubber 
will be greyish, bluish, or black, depending on the form and quantity of 
carbon used. Black specks in light particles of rubber usually indicate 
the presence of lead sulphide which must be removed to prevent the forma- 
tion of lead sulphate on igniting the residue C.) Add 150 cu. cm. hot water 
to the flask and let stand on a steam bath or hot plate for half an hour and 
decant through the filter paper. Return to the flask any rubber that goes 
on the filter paper. Repeat until the washings are free from chlorides, 
_ (See section 36). Transfer all the rubber in the flask to the filter paper 
and dry as much as possible by suction. Wash the rubber with 50 cu. cm. 
of 95 per cent alcohol, using suction. Transfer the entire residue to a 
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weighing bottle. Dry at 95 to 100 deg. cent. for an hour, cool in a vacuum 
dessicator under reduced pressure and weigh. Dry for a half hour, cool 
and weigh, repeating this process until either constant weight is reached 
or the weight starts to increase. Let this weight be represented by C. 
On a portion D-of this residue C determine the ash E according to section 
30 and the-sulphur Fin the ash E. Determine the sulphur H in another 
portion G of residue C. Make all sulphur determinations as described 
under Total Sulphur. 

30. Place about 0.5 g. of residue C into a weighed porcelain crucible. 
Let the weight of residue be represented by D. Heat gently, gradually 
driving off the volatile matter. When the crucible has ceased to smoke, 
raise the temperature gradually to between 450 and 500 deg. cent. until 
all organic matter has been burned away, which is usually indicated by the 
ash becoming white. (An electric muffle furnace with pyrometer is recom- 
mended for this purpose). Cool in a desiccator and weigh, the weight of 
ash being represented by £ in the formula for rubber hydrocarbons. 
Make sulphur test on ash by the method described under Total Sulphur. 
If, however, 50 X C X E is not over unity, the determination of sulphur 
in the ash may be omitted and F assumed to be zero. 

Then, 


100 C E-F H 
Rubber Hydrocarbons = =a. SS 


D G 
expressed as a percentage of the total sample. 


Total Sulphur 


31. Place a 0.5g of rubber in a porcelain crucible of about 100 cu. cm. 
capacity. Add 20 cu. cm. nitric-acid-bromine reagent, cover the crucible 
with a watch glass, and allow to stand for one hour. Heat very carefully 
for an hour, remove the cover, rinsing it with a little water, and evaporate 
to dryness. Add 5g. of the KNO;—NazCO; fusion mixture, and 3 to 4 cu. 
em. of distilled water. Digest for a few minutes, and then spread the 
mixture half way up the side of the crucible to facilitate drying. Dry 
on a steam bath or hot plate. Fuse the mixture, using a sulphur-free 
flame until all the organic matter has been destroyed and the melt is quite 
soft. Allow to cool, place the crucible in a 600 cu. cm. beaker, and cover 
with water. Digest three or four hours on the steam bath. Filter into an 
800 cu. cm. beaker, washing thoroughly with hot water. The total volume 
should be about 500 cu. cm. Allow to cool, add 7 to 8 cu. cm. concen- 
trated hydrochloric acid to the filtrate, and heat on the steam bath. Test 
the solution for acidity with congo paper and add 10 cu. cm. of hot barium 
chloride solution. Allow to stand over night, filter, wash, weigh the bar- 
ium sulphate, and calculate to sulphur. 


Specific Gravity 
32. The specific gravity shall be the ratio of the weight of a given 
volume of the compound, to the weight of an equal volume of water, 
both at 20 deg. cent. Cut strips of the largest practicable size from the 
conductor and use about 5 g. for the sample. Determine the specific 
gravity in the usual manner by means of a specific-gravity bottle. Care 
must be taken that no air bubbles adhere to the sample. 
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Checks 
33. Specific gravity determinations shall check within 0.01. The 
other duplicate determinations shall check within the following limits 
expressed as percentages of the original sample. 


Determination Check 
IAC ELON GRE Lia Cre ae ease -ae eae rk. Laima When ore hota 0.10 
Naponitiaple AiceLone MO xtract.c..de barons aes oie tees be ee 0.10 
Wnsapomfiableskesings~ We 2) saris achasch a ee ook 0.10 
Wis amb by hEOCAD HOLS ts cit sorisins 5 Sch eben, Sabah a eent Ge 0.10 
ISHS Te ell ewnuko a bse Pee ac ee a 0.05 
CHleroterimal trachea we SO Gee ne SE ee 0.10 
PueOHOHCHEOLaShetixtraCke se SANs oe humieeed eee ee ee 0.10 
INubbertyckc ocasbomsun at epee oyA to one ears cn 0.20 
MING Gctlite PH po Latter ote ae ees Byech-e Stav ete s aiaieoktes es MEA ee ats 0.10 

Interpretation 


34. The percentage of rubber shall be considered to be the sum of the 
rubber hydrocarbons, saponifiable acetone extract, unsaponifiable resins, 
chloroform and alcoholic potash extracts, expressed as percentages. If 
the chloroform extract is over 3.0 per cent of the rubber so calculated, 
subtract the excess from the rubber. If the alcoholic potash extract is 
over 1.8 per cent of the rubber, as first calculated, subtract this excess 
also from the rubber. 

Red Lead 

35. Dissolve 1 g. of the sample in 75 cu. cm. Xylol at a temperature 
of about 100 deg. cent. When the rubber is dissolved, the absence of any 
red particles indicates the absence of red lead. If red particles are present, 
filter the solution into a Gooch crucible and wash thoroughly with benzol, 
acetone and alcohol successively. Remove the felt and residue to a dis- 
tilling flask, add 25 cu. cm. 10 per cent hydrochloric acid, and distill over 
the chlorine liberated by the lead peroxide, absorbing the gas in a solution 
of potassium iodide and starch. Not more than 0.1 cu. cm. of 0.1 N 
thiosulphate shall be required to titrate the iodine liberated. 


Organic Fillers. 

36. Transfer the first and second decantations of the hydrochloric 
acid solutions to a carefully cleaned porcelain dish and add 20 cu. cm, 
concentrated sulphuric acid. Place dish on steam bath or hot plate to 
drive off water and hydrochloric acid. A pronounced charring of the 
residue indicates the presence of organic matter soluble in water or hy- 
drolyzed by hydrochloric acid. 

Examine filter paper and rubber while decanting acid solution and again 
while washing free of chlorides. Some types of organic fillers not removed 
by water and hydrochloric acid, would be plainly visible at this point. 

Place a small portion of residue C under a microscope and examine for 
fibrous and other characteristic organic material. If organic fillers are 
indicated and not clearly proven by this test, place 1 g. of the organic 
sample in a beaker, add 75 cu. cm. Xylol and heat on hot plate until the | 
rubber is dissolved. Decant Xylol solution and wash residue with ether 
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several times by decantation. Dry residue and examine under the micro- 
scope. 
Statement of Results 
37, The results of the analysis shall be stated in the following form: 
per cent 
Acetone extract. . «ici cuticitns cieeeeler ls makenenee nett Rene eaeien cake 
Saponifiable acetone extract.........-. 66s esse ence ees 
Unsaponitiable. resins... sae cis cle Bel-te ete iel etree 
Waxy hy drocarb OmSteciye eaiecin sie ele yeh a pelea 
Pres, Sul p htt ge ciecles o saucrap eee ee 
Chloroformuextract.... ancy ociees i kena meee eee ee 


Golor of acetonerextract.(60 cu..cm. vols)i a e oeeieee 
Fluorescence in acetone extract solution (present or absent) 
Hydrocarbons A (consistency and color)............-... 
Hydrocanpons2.\(Golidvorsliciii cll) eesti tela ete 
Color of chloroform extract.(60 cu. cm. vol.).........:.. 
Garbon) (presentiomabsent) i. cs aie een 
Organic fillers (present, or absent) -et-vtstaeuee eee 
Red lead (presentiot absent) a. coed eee eee 
Speciicrenaviby acess tye So Geese OMe es tc eeu elcrer eae eens 
Sample braided on Ot... 5 sacetr ath a nie no wa iotomnariete 


Part [V—EXPLANATION OF SPECIFICATION 


1. Experience has shown that compounds of the grade which contains 
only good Hevea rubber, may be relied upon to be more permanent than 
those made of rubber of other grades. It is not affirmed by the com- 
mittee that a compound which conforms with this specification, is neces- 
sarily permanent, or that a better compound cannot be made, but it is 
believed that enforcement of the specification will limit the use of inferior 
materials and that it will put the manufacturers more nearly upon an 
equality of endeavor, where they can use their experience to obtain the 
best results. Used in connection with the analytical procedure, the 
specification will enable purchasers to order a good compound and to 
ascertain with a greater certainty than heretofore, whether the material 
received, represents the compound specified. 

2. The term Hevea applied to rubber means rubber from the Hevea 
Brasiliensis tree whether wild or cultivated and regardless of the locality 
in which it has been grown. Para rubber is Hevea rubber of the kind 
originally shipped from the port of Para, Brazil, and comes in several 
grades. The rubber required by this specification should be Hevea rubber 
of good quality, such as fine Para or best quality plantation rubber. 

3. Carbon is excluded not only because it is considered, by some 
purchasers, to be deleterious, but because it interferes with the determina- 
tion of rubber hydrocarbons. 

4. Red lead is excluded because of the possibilities of its deleterious 
effects on the rubber. | 5 
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5. Ozokerite is prohibited because the acetone extract obtainable from 
it interferes with the separation of the acetone extract obtainable from the 
rubber, thereby vitiating the assay of the rubber extract. This prohibition 
is unimportant to the manufacturers, as ceresine, which is permitted, is 
the essential constituent of ozokerite. 

6. An upper limit is placed upon the rubber in order to prevent the 
attainment of electrical and mechanical strength by the use of an extra 
quantity of inferior rubber whose lasting qualities might not. be satisfac- 
tory. 

7. The hydrocarbons are limited owing to their tendency to separate 
from the compound and thus possibly cause porosity. 

8. The free sulphur is limited because an excessive amount may be 
deleterious. 

9. The maximum limit on the saponifiable acetone extract is to prevent 
the use of raw or reclaimed rubber with high saponifiable extract. The 
minimum limit assists in forcing the use of Hevea rubber, since it is 
characteristic of the acetone extract from Hevea rubber to be largely 
saponifiable. 

10. The unsaponifiable resins are limited because a low proportion of 
unsaponifiable resins is characteristic of Hevea rubber. A high result 
might be due to the presence of reclaimed rubber. 

11. The chloroform extract is limited, first to prevent the use of bi- 
tuminous substances, and second, to limit depolymerized and undercured 
rubber. 

12. The alcoholic potash extract is limited to prevent the use of saponi- 
fiable rubber substitutes. 

13. The specific gravity is limited to reconcile the specification of in- 
gredients by weight with the practise of purchasing material by volume. 

14. Fluorescence of the acetone solution is prohibited as it indicates 
the presence of bituminous substances, rosin oil, or mineral oils. 

15. The color of the acetone extracts is specified to conform with the 
normal color of the extract from Hevea rubber. A darker color indicates 
adulteration or an inferior grade of rubber. 

16. The hydrocarbons are required to be solid in order to prevent the 
use of oils and paraffine of low melting point. The shade required is that 
obtained from paraffine wax or ceresine. If hydrocarbons B are liquid 
this would indicate reclaimed rubber softened with mineral oil, or paraffine 
of low melting point. 

17. The color of the chloroform extract is specified to conform with the 
color of dissolved gum in minute quantities. The presence of bituminous 
substances would be indicated by a brown or black color. 

18. It would be desirable that the sulphur of vulcanization be limited 
to exclude reclaimed rubber, which contains the sulphur of its previous 
vulcanization, but the committee has not yet developed an acceptable 
method for determining this quantity. It is, therefore, confronted with 
the choice of either placing a limit on the total sulphur or giving up the 
attempt to exclude shoddy by sulphur limitation. Option is therefore 
given to the purchaser to insert or omit the limit on total sulphur. Such 
insertion will at times exclude reclaimed rubber and the committee believes 
it possible to make a suitable compound with this limitation. The com- 
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mittee thinks that a sulphur limit positively excluding reclaimed rubber, 
would place too great a hardship, in other ways, on the manufacturers. 
Where the specification is used with no total sulphur limit, the use of many 
kinds of, or much, reclaimed rubber, will be guarded against by the limits 
of the various components of the acetone extract. When the limitation on 
total sulphur is omitted, sulphur-bearing fillers, which possess certain 
advantages, may be used. 

19. This specification should be supplemented by appropriate elastic- 
ity and tensile strength tests, in order to add to the assurance that good 
rubber has been used and that the vulcanization procéss has been properly 
carried out; also by appropriate electric stress and resistance tests, to 
assure proper insulating qualities and homogeneity of structure. The 
exact value of the limits for these tests will depend upon the use to which 
the material is to be put. 


Part V—EXPLANATION OF PROCEDURE 


General 

1. The tentative report of the committee, presented in October, 1913, 
provided for the determination of the percentage of rubber present by the 
method of difference. The mineral fillers were determined by the terebene 
solution method. Results obtained in the use of this method showed that 
it gave inaccurate results on some compounds. The committee therefore 
determined to abandon it and to find a suitable substitute. It is believed 
that the method now recommended will satisfactorily solve the problem. 

2. The most feasible means of limiting the kind of rubber was con- 
sidered to be the determination of the saponifiable and unsaponifiable 
resins. These are fairly constant characteristics of the resins of Hevea 
rubber, and of compounds made from the same. Other methods, such as 
the determination of the saponification number and the optical activity 
of the resins, were thought to be unpractical. 

3. The method as developed is applicable to the analysis of any pure 
rubber compound containing only mineral matter with or without ceresine 
or paraffine wax, regardless of the kind or amount of rubber, and can be 
used in conjunction with other specifications provided the limits are 
changed to correspond with the amount and kind of rubber desired, and 
due consideration is given to interfering mineral matter. When applied 
to a compound without ceresine or paraffine wax the unsaponifiable 
acetone extract is the unsaponifiable resins. 

4. The method has been definitely described, to make it certain that 
experienced chemists may obtain concordant results. The interpretation 
has been rigidly defined, obviating any ambiguity as to the meaning that 
will be assumed, even though this sometimes appears to be arbitrary. 


Sample 


5. In order to obtain uniform results, the committee has established 
by experiment that a definite method of sampling has to be adopted and 
that for all extractions the sample must be reduced in a prescribed manner 
to at least an approximately similar degree of fineness. For this reason 
the procedure specifies a definite type of grinder obtainable in two forms, 
and also specifies definite sieves. 
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Extraction Apparatus 


6. The committee has proved that the extraction apparatus used by 
different chemists must be of exactly the same form and the same size. 
It was also proven that small samples in the apparatus give the maximum 
results and that the rate of extraction is dependent upon the amount of 
solvent and its temperature as it passes through the sample. The appara- 
tus finally adopted combines the advantages of several forms that were 
studied and together with simplicity of operation and adjustment to uni- 
form conditions, gives practically complete extraction when used as speci- 
fied. A number of other variations that might have a possible effect upon 
the amount of extract, were tried but found to be inappreciable. 


Acetone Extraction 


7. The extraction is made within 24 hours of the preparation of the 
sample, so obviating any appreciable oxidation. Two samples are ex- 
tracted and united, so that a larger amount of extract may be obtained 
for the subsequent separations, and the extraction apparatus kept within 
a convenient size. Hot chloroform is used to facilitate the complete 
transference of the extract. The flasks are placed on their sides when 
drying, to hasten the emission of the solvent and thus reduce chance of 
volatilizing, through longer heating, some of the more volatile consti- 
tuents of the extract. Drying in vacuo at room temperature, does not 
remove all the moisture if paraffine is present and such drying with heat 
or at 100 deg. cent. in an inert gas, presents no practical advantage over 
the method given. 


Separation of the Acetone Extract 


8. The method given was developed so that all the desired constituents 
could be determined on one sample. 

9. Emphasis is laid on thorough extraction of the unsaponifiable 
material and the retention of the flocculent material with the ethereal 
solution. This latter material is not soluble in either ether or water, but 
it was proven that if such as was chloroform-soluble was included in the 
unsaponifiable material, the subsequent determination of the hydrocar- 
bons would be more exact. A portion of this flocculent material is insolu- 
ble in chloroform. 

10. The hydrocarbons are determined in two places, making an 
approximate separation between the solid and the liquid ones, if both are 
present. The first hydrocarbons A are those insoluble in the solvent at a 
low temperature. The presence of unsaponifiable resins in the solution 
prevents the more complete freezing out of the hydrocarbons, but the 
remainder is obtained after treatment of the resins with sulphuric acid. 
In this way, chance of loss through the action of the acid has been largely 
eliminated. 

11. The method for free sulphur gives all the sulphur in the acetone 
extract with the exception of negligible amounts which may be in the 
unsaponifiable material. It was proven that the results agree with 
determinations made directly on other acetone extracts. 

12. The saponifiable and unsaponifiable resins are obtained by differ- 


ence. 
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Chloroform Extraction 


13. The chloroform extraction should be made at once after the acetone 
extraction, or the sample put in a vacuum, so as to avoid the danger of an 
abnormally high extract. When the extract is dried as specified, constant 
weight is obtained before any appreciable oxidation occurs. If bituminous 
substances-are present, that portion which has not been extracted by the 
acetone, will be largely soluble in chloroform and can be readily distin- 
guished by its color. The amount of extract is also affected by the presence 
of uncured and inferior rubber. A properly cured Hevea compound will 
always give a little extract with chloroform, which varies somewhat with 
the method and conditions of cure. 


Alcoholic Potash Extraction 


14. The alcoholic potash extraction is the usual saponification process 
for obtaining the fatty acids of rubber substitutes. The total amount 
of such substitutes is not obtained, but if any appreciable amount is 
present, the value will exceed that of the limit allowed. When no sub- 
stitutes are present, this determination always yields a small amount of 
extract from Hevea rubber. 


Rubber Hydrocarbons 


15. Methods for the determination of the percentage of rubber are of 
two kinds, the direct and the difference methods. The committee adopted 
a difference method after trial of various methods, both direct and indirect. 

16. The difference methods are those in which the rubber is removed 
and the residue weighed. This may be done in either of two ways; by the 
use of solvents, or by ignition. The early work of the committee was 
largely along the line of removing the rubber by means of solvents. Many 
kinds and probably every class of rubber solvents were tried. Some did 
not completely dissolve the rubber at low temperatures and ordinary 
atmospheric pressure; others appeared to dissolve the rubber, but formed 
a colloidal solution holding some of the fillers, which could neither be 
filtered nor centrifuged clear of mineral matter. Many of them were so 
time-consuming as to render them worthless, even if accurate results could 
be obtained. The solvent method given in the Preliminary Report was 
found to give inaccurate results with compounds containing much litharge 
or zinc oxide, but gave very good results on most classes of compounds 
if xylol, instead of terebene is used as the solvent. It has since been 
demonstrated, however, that it is practically impossible to obtain correct 
results on an important class of compounds and that method was, there- 
fore, abandoned. 

17. Ashing the compound gives fairly accurate results provided no 
volatile or decomposable fillers are included. This, however, cannot be 
assumed to be the case. In the method which the committee recommends, 
these objectionable fillers are largely removed before the compound is 
ignited, and provision is made for testing those few materials which are 
volatile, but not removed. This method is a modification of an unpub- 
lished one devised, some years ago, by G. H. Savage. 

18. In the testing of this method, compounds containing most of the 
known commercial inorganic fillers were analyzed. Whiting, talc, mag- 
nesium, and lead compounds and barium carbonate which are objection- 
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able in direct ashing do not in any way interfere with the determination of 
rubber by this method. A number of organic fillers were used, but these 
too, did not cause any great error. 

19. The securing of accurate results by the method given depends 
largely on two things; the complete solution of decomposable fillers, and 
the removal of all chlorides. With these precautions, the analyst is almost 
certain to obtain reasonably accurate results. The formula for calculating 
the rubber hydrocarbons presents no difficulty if the exact quantities 
called for in the method are used. 

20. The rubber as it is weighed under C contains sulphur in combina- 
tion with the rubber. On ignition sulphur is driven off with the rubber. 
By determining the sulphur before and after ignition, the amount so lost 
can readily be calculated, and the proper correction made. 


Total Sulphur 


21. The sodium peroxide method, specified in the Committee’s Pre- 
liminary Report, is widely used in the analysis of wire insulation, and is 
known to yield accurate results on such compounds. The liability of 
explosion with that method, however, renders it somewhat objectionable. 

It will be noted that the bromine-nitric-acid method which is now 
specified does not require the dehydration and separation of silica. If the 
filtrate after the fusion and extraction with water, is acidified in the cold, 
and after the precipitation of the barium sulphate the solution is not 
permitted to concentrate to a relatively small volume, any silica which is 
in solution will remain dissolved: The elimination of this step by proper 
precautions saves considerable time without in any way interfering with 
the accuracy of the determination. 


Interpretation of Results 


22. Emphasis is laid on the method of calculating the results. The 
saponifiable acetone extract and the unsaponifiable resins are considered 
to be parts of the rubber. The chloroform and alcoholic potash extracts, 
when within the limits specified, are also so considered. Any quantity 
in excess of these limits is assumed to be due to foreign substances or 
in case of chloroform extract, to undervulcanized rubber. No allowance 
is made for the ash in the raw rubber, as it is considered to be negligible. 
This method of calculation has to be adopted if the rubber found is ta 
agree with that originally put into the compound. 


Moisture 


23. A determination of moisture is not given, as electrical tests will 
detect its presence if in excess. If electrical tests are required, the error 
introduced by the omission of this determination is very small. 


Note:—With a procedure of this length it is impossible to explain every detail without 
undue elaboration, and the committee wishes to point out that while to experienced chemists 
the procedure may seem over burdened by detail, yet every specified detail was found 
necessary in order that the conditions essential to accurate and consistent work might be 
teproduced by all chemists using the procedure. For this reason it is extremely important 
that all instructions be observed, even if their significance is not perceived by the individual! 
chemist. It will probably be found that even with the instructions properly observed, some 
experience will be needed to apply the method successfully. 
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Part VI—List oF IMPORTANT SPECIFICATIONS CONTAINING THE JOINT 
RUBBER INSULATION COMMITTEE’S CHEMICAL CLAUSES OR ANALYTICAL 
PROCEDURE 


American Electric Ratlway (Engineering) Association: 
Standard Specification for Rubber Insulated Wire and Cable. 
American Society for Testing Materials: 
Proposed Specifications for Insulated Wire and Cable; 30-per 
cent Hevea Rubber. 
Association of Ratlway Electrical Engineers: 
Standard Specifications for Wire and Cable. 
Interborough Rapid Transit Co., Motive Power Department, New York: 
Specification No. 2. 
New York Central Railroad Co. Electrical Department: 
Specification No. 300. 
Panama Canal: 
Office of General Purchasing Agent, Circular No. 1038. 
Signal Corps, U. S. Army: 
General Specification No. 581—A., etc. 
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PREEAGE: 


Those familiar with the history of the electric railway in- 
dustry in the United States.in the early 90’s and subsequently 
for a decade, will recall the great rapidity with which the electric 
railway was developed and the litigation that resulted between 
the gas and water companies and the electric railway com- 
panies over the introduction into the field of the electric rail- 
way using a grounded return circuit. The utility companies 
whose properties were threatened with damage from elec- 
trolysis due to these grounded return circuits of the railway com- 
panies, attempted by all legitimate means to prevent the 
acceptance of the grounded return circuit, with the result 
that in one or two cases,—for instance, in the city of Cincinnati, 
a complete metallic overhead return circuit was adopted and is 
still in operation, but the electric railway operated with a 
grounded return circuit in connection with the overhead trolley 
became the standard, and rapidly spread throughout the country, 
and still remains the standard for electric traction systems. 

At first when the electric railway systems were small, and 
light cars were used, the quantity of current flowing through 
the rails was not large, and the possibility of damage from 
electrolysis was comparatively small, but as the systems were ex- 
tended and the weight and number of cars greatly increased, 
the problem became much more serious, and began to demand 
special attention. It is only within the past four or five 
years that the subject has been sufficiently well understood 
by engineers generally to make it probable that their opinions 
could be made to agree upon standard methods for the pre- 
vention or adequate mitigation of electrolysis. 

At the present time, due to the fact that the grounded return 
circuit system has been so long established and so extensively 
adopted, with the result that millions have been invested in 
copper for supplemental rail return circuits, the engineers now 
endeavoring to seek a solution of the question find themselves 
confronted with the problem not only how best to design and in- 
stall a new system to prevent damage from electrolysis, but also 
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what can be done with the electric railway systems as they 
exist in cities today. 

While recourse to the courts has always been open, the prov- 
ing in court of the precise amount of damage that has been 
occasioned by electrolysis, as distinct from other causes, and 
accurately proportioning such damage between various elec- 
trical companies, has made the fixing of responsibility extremely 
difficult. In view of this unsatisfactory condition it was thought 
best by the National Societies representing those connected with 
the various utilities involved to take up the subject compre- 
hensively and endeavor, if possible, by co-operation among them- 
selves and with other interested associations and corporations to 
gather and classify information, and if then found feasible to 
agree upon and recommend methods which without being finan- 
cially prohibitive will nevertheless practically eliminate damage 
from electrolysis. 

The American Institute of Electrical Engineers with this 
object in view invited the following bodies to officially appoint 
representatives to serve upon a committee for which the name 
The American Committee on Electrolysis was finally adopted: 

American Electric Railway Association. 
American Gas Institute. 

American Institute of Electrical Engineers. 
American Railway Engineering Association. 
American Telephone & Telegraph Company. 
American Water Works Association. 
National Bureau of Standards. 

National Electric Light Association. 

Natural Gas Association. 

The first meeting of the Committee was held in the Directors’ 
Room, American Institute of Electrical Engineers, 33 West 
39th Street, New York City, May 27th, 1913, to make pre- 
liminary arrangements, and the second meeting held at the 
same place on February 25, 1914, resulted in the selection of 
a permanent chairman and secretary, and the appointment of 
the various sub-committees. 

The result of the work of these sub-committees is embodied 
in- the various sections of the accompanying report. 

Owing to the complexity of the subject and the need for 
thorough discussion in the several technical bodies, and for 
further investigation by the interests involved the Committee 
has thought best not to attempt to issue a final report at the 
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present time, but has endeavored to present the subject in this 
preliminary report by such statements of fact as its members can, 
at this time, unanimously agree upon, with the expectation that, 
after the consideration of these statements of fact by the bodies 
whom the members of this committee represent, and such further 
investigation as may be necessary by the Committee, a report 
will ultimately be prepared, embodying principles, rules and 
recommendations which will form a basis for solving this com- 
plicated problem. 


New York City, 
September 21st, 1916. 
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I. PRINCIPLES AND DEFINITIONS. 


A. ELECTROLYSIS IN GENERAL. 


1. Electrolysis is the process by which chemical changes are 
caused by an electric current, independent of any heating effect. 


Note. These changes usually occur in a water solution 
of an acid, alkali or salt. By the passage of an electric current 
through it, water (containing a trace of-acid) is decom- 
posed into hydrogen and oxygen, copper is deposited from 
a solution of copper sulphate, silver from solutions of silver 
salts. Eleetroplating, electrotyping, and refining of metals 
by electrodeposition are useful applications of electrolysis 
in the arts. Electrolysis is involved in the charge and 
discharge of storage batteries, and in the operation of 
primary batteries. 

In order that electrolysis may occur, the following condi- 
tions must be present: 

(a) There must be a flow of electric current through a 
conducting liquid from one terminal to another; 

(b) The conducting liquid must be a chemical com- 
pound or solution which can be altered by the action of the 
electric current. 


2. Electrolyte, Electrode, Anode, Cathode. The electrolyte 
is the solution (or fused salt) through which the electric cur- 
rent flows; the conducting terminals are the electrodes; the 
terminal by which the current enters the solution is the 
anode; the terminal by which it leaves is the cathode. 


Nore. The chemical changes caused by the current may 
affect both the electrolyte and the electrodes. In the case of a 
solution of copper sulphate with copper plates as electrodes, 
copper is removed from the anode by the current and 
carried into solution; an equal amount of copper is de- 
posited upon the cathode. In general, the metal travels 
with the current toward the cathode. 


3. Amount of Chemical Action. (Faraday’s Law). The amount 
of chemical action taking place at the anode and also at the 
cathode (as expressed by Faraday’s law) is proportional to 
(1) the strength of current flowing, (2) the duration of the 
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current, and (3) the chemical equivalent weights of the sub- 
stances. 


Note. Otherwise expressed, the quantity of metal or other 
substance separated is proportional to the total quantity 
of electricity passing and the electro-chemical equivalent 
of the substance or substances concerned. The electro- 
chemical equivalent of a metal is proportional to its atomic 
weight divided by its valence. Faraday’s law is so exactly 
realized in practice under favorable conditions that it is 
used as the basis for the definition of the international 
ampere, one of the fundamental electrical units. 


4. Cause of Current Flow. The current flowing through the 
electrolyte may be due (1) to an external electromotive force 
or (2) to the difference of potential due to the use of electrodes 
of different materials or to solutions of different concentrations. 


Note. The first case is illustrated by electrolysis of dilute 
sulphuric acid using two lead plates and an external battery; 
the second by the electrolysis of the same solution using 
a zinc and a copper plate, which touch each other inside or 
outside the solution. The first occurs in charging a storage 
battery; the second in the discharging of a primary battery 
or a storage battery. 


5. Electrolysis by Local Action. Instead of two plates of 
different metals the same result may follow with one plate if it 
is chemically impure or otherwise heterogeneous, when immersed 
in dilute acid. 


Note. Such a plate excites local currents and a loss of 
metal occurs at all the anode areas. This local action causes 
impure zinc to dissolve rapidly in a solution which has no 
action on pure zinc. 


6. Anodic Corrosion is the term applied to the loss of metal 
by electrolysis at the anode. 


Note. When iron is anode theiron is carried into solution 
by the current, the first product being a salt of iron, the 
nature of which depends upon the character of the elec- 
trolyte. In dilute sulphuric acid, ferrous sulphate is 
formed, in hydrochloric acid, ferrous chloride, etc. These 
first products of the electrolysis are frequently modified 
by secondary reactions. 


7. Secondary Reactions are the chemical changes which 
occur at or near the electrodes, by which the primary products 
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of electrolysis are converted into other chemical substances, 
and are sometimes followed by other reactions. 


Nore. Ferrous hydroxide formed by the union of iron with 
hydroxyl ions set free at the anode, is subsequently con- 
verted into iron oxide due to the reactions with oxygen 
dissolved in the electrolyte. When lead is cathode in an 
alkali soil or solution, the alkali metal (such as sodium 
or potassium) reacts with water at the cathode and forms 
alkali hydroxide, setting free hydrogen. This hydroxide 
may (especially after the current ceases) react with ‘the 
lead chemically and form lead hydroxide, which in turn 
may combine with carbon dioxide, forming lead carbonate. 


8, Cathodic Corrosion is the term applied to the corrosion 
due to the secondary reactions of the ‘cathodic products of 
electrolysis, as described in the preceding paragraph. The 
metal of the cathode is not removed directly by the electric 
current but may be dissolved by a secondary action of alkali 
produced by the current. 


Note: The anodic corrosion is more common and more 
serious; cathodic corrosion, however, sometimes occurs on 
lead and other metals that are soluble in alkali. Cathodic 
corrosion never occurs in the case of iron. 


B. ELECTROLYSIS OF UNDERGROUND STRUCTURES. 


9. General. In the electrolysis of gas and water pipes, cable 
sheaths, and other underground metallic structures, and the 
rails of electric railways, the moisture of the soil with its dis- 
solved acids, salts, and alkalis is the electrolyte, and the metal 
pipes, cable sheaths and rails are the electrodes. 

Norte. Where the current flows away from the pipes, 
the latter serve as anodes and the metal is corroded. 
Metal or gas or alkali, according to the nature of the soil, 
will be set free at the cathode. 


10. Self Corrosion is the term applied when a pipe or other 
mass of impure or heterogeneous metal buried in the soil is 
corroded due to electrolysis by local action. 


Norte. This is called ‘“‘self corrosion” because the elec- 
tric current originates on the metal itself, without any 
external agency to cause the current to flow. Self cor- 
rosion may also be due to direct chemical action. 
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11. Acceleration of Local or Self Corrosion. Self corrosion is 
accelerated by the presence of acids or salts in the soil water 
which lower its resistance as an electrolyte, and also by cinders, 
coke or other conducting particles of different electric potential 
which augment the local electric currents. In the latter case the 
metal need not be heterogeneous. 


Note. A pipe may be destroyed in a relatively short 
time by self corrosion or local action if buried in wet 
cinders or in certain soils. 


12. Coefficient of Corrosion. The coefficient of electrolytic cor- 
rosion, (sometimes called corrosion efficiency) is the quotient of 
the total loss of metal due to anodic corrosion (after deducting 
the amount of self corrosion if, any) divided by the theoretical 
loss of metal, as calculated by Faraday’s law, on the assumption 
that the corrosion of the anode is the only reaction involved. 


Note. In practice it is found that the coefficient of 
corrosion varies widely from unity, being sometimes as low 
as 0.2 and sometimes even above 1.5, but commonly between 
0.5 and 1.1. 


13. Anodic and Self Corrosion. Anodic corrosion due to 
external currents and self corrosion due to local action may 
occur simultaneously, and the former may accelerate the latter. 


Note. Hence the corrosion due to a given current plus the 
increased self corrosion induced by that current may give 
a greater total corrosion than called for by Faraday’s law. 
This explains how the coefficient of corrosion may exceed 
unity. 


14. Passivity is the name given to the phenomenon in which 
a current flows through an electrolyte without producing the 


full amount of anodic corrosion which would occur under normal 
conditions. 


Note. This restricted definition of passivity has regard 
only to its effect in electrolysis. Many conditions affect the 
degree of passivity attained, an initial large current density 
being favorable to it. Plunging iron into fuming nitric 
acid renders it temporarily passive. A satisfactory ex- 
planation of passivity has not been given. 


15. Polarization Voltage (sometimes called polarization po- 
tential) is the temporary change in the difference of potential 
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between an electrode and the electrolyte in contact with it due 
to the passage of a current to or from the electrode. This 
change in potential difference, is due to the change in the con- 
ditions of the surface of the electrode or change in the con- 
centration of the electrolyte (or both), and under some con- 
ditions is approximately proportional to the current flowing, 
but in many cases is not so proportional. The magnitude of 
the polarization voltage also depends on the material of the 
electrode, the nature of the electrolyte and the direction of 
the current. 


16. Alternating or Frequently Reversed Direct Currents. 
If alternating currents (or frequently reversed direct cur- 
rents) flow through the soil between pipes or other under- 
ground metallic structures, the metal removed during the half 
cycles when a pipe is anode may be in part replaced when it is 
cathode. Hence, the total loss of metal on a given pipe is less 
than one-half of what it would be if the pipe were an anode 
with direct current of the same average value in the case of 
frequently reversed direct current and in the case of alternating 
current at commercial frequency it is less than 1% and in most 
cases negligible. (See Section 52.) 

Nore. Inslowreversals of current, the recovery effect is 
less,but the loss will be less than with direct current continu- 
ously in the same direction (excepting possibly where the 
phenomenon of passivity may affect the result). 


17. Action on Underground Metallic Structures. Fara- 
day’s Law applies to electrolysis of metallic structures in 
soil as elsewhere, the total chemical action being proportional 
to the average current strength and the time the current flows and 
to the electrochemical equivalent of the metal or other substances 
concerned. Although local action and passivity affect the loss 
of metal and so apparently modify Faraday’s law, it is still true 
that the total chemical action resulting from the current flow 
is proportional to the total current when local currents are in- 
cluded. 


Norte. Sometimes this chemical action is concerned only 
with corroding the anode; sometimes it is concerned with 
breaking up the electrolyte, as when the anode is a noble 
metal or in the passive state (as iron and lead sometimes 
are); sometimes both these effects occur. 

The theoretical loss of lead from a lead pipe or cable 
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sheath is 3.7 times as great as that of iron (ferrous) from 
an iron pipe due to the same current because of the larger 
electrochemical equivalent of lead. 


18. Stray Current. If the railway return utilizes the grounded 
rails of the tracks, part of the current will flow off the rails or 
other grounded returns and return through other paths; the 
current observing the law of divided circuits; z.e. the current 
flows through all possible paths in parallel, the strength of cur- 
rent in each path being inversely proportional to its resistance. 
This statement excludes the effect of polarization on rails and 
underground structures, which in some cases is appreciable. 


19. Electrolysis Mitigation. The two primary features of 
electrolysis mitigation are (1) the reduction of the flow of cur- 
rent through the earth and the metallic structures buried in the 
earth, (2) the reduction of the anode areas of such structures 
to a minimum, where the current is not substantially eliminated 
in order to reduce the area of destructive corrosion as far as 
possible. 

Note: The current in the underground metallic struc- 
tures will be decreased, other conditions remaining the 
same, by (1) increasing the conductance of the return cir- 
cuit, (2) increasing the resistance of the leakage path to 
earth, (8) increasing the resistance between the earth and 
the underground metallic structures, (4) increasing the re- 
sistance of the underground metallic structures. 

The anode areas of the underground metallic structures 
will be decreased, other conditions remaining the same, by 
providing suitably placed metallic conductors for leading 
the current out of the underground structures so that the 
flow of the current directly to the earth shall be minimized. 
This will change a portion of the anode area to cathode. 


20. Electrolysis Surveys. A term applied to investigations 
made to determine the condition of grounded metallic structures 
and the soil in which they are imbedded and of the overall drops, 
potential gradients, local potential conditions, current densities, 
etc. in the railway tracks, or other grounded metallic structures, 
and positive and negative feeders connected to them to deter- 
mine what conditions tending to produce damage exist. 


21. Overall Potential Measurements. Overall potential 
measurements show the difference in electric potentials between 
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points in the tracks at the feed limits of the station and the 
point in the tracks which is lowest in potential, and are obtained 
by means of pressure wires and indicating or recording volt- 
meters. 

Note: The pressure wires may be telephone or other 


wires utilized temporarily, or wires permanently installed 
for the purpose. 


22. Potential Gradients. The potential gradient is the rate 
of change of electric potential along the rails of a track or other 
grounded structure in the earth, and is usually expressed in 
volts per thousand feet or volts per kilometer. 


23. Positive and Negative Areas. Positive areas are those 
areas where the current is in general leaving the pipes or other 
underground metallic structures for the earth. Such areas are 
often called danger areas. 

Negative areas are those areas where the current is in gen- 
eral flowing to the pipes or other underground metallic structures. 


Norte: As the current often flows from one underground 
metallic structure to another, it is evident that within a 
positive area there are local negative areas and vice versa. 
Hence the terms are applied somewhat loosely, and according 
to which condition predominates. 

Besides the positive and negative areas there are areas 
of more or less indefinite extent in which the current flow be- 
tween metallic underground structures and earth normally re- 
verses between positive and negative values. These areas 
are called neutral areas or neutral zones. 


24. Drainage Systems. A drainage system is one in which 
wires or cables are run from a negative return circuit of an 
electric railway and attached to the underground pipes, cable 
sheaths or other underground metallic structures which tend to 
become positive to earth, so as to conduct current from such 
structures to the power station, thereby tending to reduce the 
flow of current from such structures to earth. 

Note. Three kinds of drainage systems may be dis- 
tinguished. (1) where direct ties with wires or cables are 
made between underground metallic structures and tracks, 
(2) where uninsulated negative feeders are run from the 
negative bus to underground metallic structures, (3) where 
separate insulated negative feeders are run from the 
negative bus to underground metallic structures, or a main 
feeder with{taps to such structures. 
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25. Uninsulated Track Feeder System. An uninsulated 
track feeder, system is one in which the return feeders are 
electrically in parallel with the tracks. Under such circum- 
stances the cables may be operating very inefficiently as 
current conductors and as a means of reducing track voltage 
drop, particularly where voltage drops in the earth portion of 
the return are maintained at the low values usually required 
for good electrolysis conditions. (See Section47 (d)). 


26. Insulated Track Feeder System. An insulated track 
feeder system, sometimes called an insulated return feeder 
system, is one in which insulated wires or cables are run 
from the insulated negative bus in a railway power station and 
attached. at such places to the rails of the track as to take cur- 
rent from the track and conduct it to the station, in such a 
manner as to reduce the potential gradients in the tracks and 
the differences of potential between underground metallic 
structures and rails, and soreducing the flow of current in un- 
derground metallic structures. (See section 53). 


Note. Theinsulated negative feeders may run separately 
from the negative bus to various points in the track network, 
or a smaller number of cables may be used with suitable 
resistance taps made to tracks at various places. 

With this system the drop of potential in the track 
feeders is independent of the drop of potential in the tracks. 
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METHODS OF MAKING ELECTROLYSIS 
SURVEYS, 


A: GENERAL. 


27. General Principles of Electrolysis Surveys. The princi- 
pal measurements made in electrolysis surveys of under- 
ground structures are measurements of the potential differ- 
ences between the structure tested and“all other neighboring 
metal structures in earth, neighboring rails, and neighboring 
earth, and measurements of current flow on selected sections of 
the structural system under test. The potential difference be- 
tween the structure tested and earth affords more complete 
information than can be secured from the results of any 
other practicable class of observations. The difficulties are, 
however, to make these measurements so as to obtain 
the true potential difference between the earth and the 
earthed structure, and frequently also to obtain contact with 
earth in the immediate neighborhood of the structure tested. 
If an electrode is used for the earth potential measurement, not 
consisting of the same metal as the structure tested an 
error may still be introduced due to difference in the polariza- 
tion potential of the two electrodes. A non-polarizable electrode 
has been devised by Dr. Haber, as described later in this report, 
but it has been used only toa very limited extent in this country. | 
On account of the difficulties of making earth potential measure- 
ments, measurements of the potential differences between the 
structure that is being surveyed and neighboring metal structures 
are much more generally made. 

Measurements of stray current flowing in selected sections of 
any structural system are practicable if a suitable length 
of the structure can be made accessible. By comparison of such 
measurements conclusions can be reached as to the areas in 
which stray currents are being taken from or delivered to the 
earth and as to the amounts of current which are concerned in 
these exchanges. Measurements of this character usually 
cannot be made on sections so close together as to give for 
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many points definite values for the current flowing to or from 
earth on account of the high cost of the necessary excavations 
and permanent replacements. We have therefore included a 
description of the ‘‘earth ammeter’’ which has been used 
abroad, and to a limited extent also in this country, for ob- 
taining direct measurements of current flow in the earth. 

A survey of the earthed structures which are liable to electrolytic 
corrosion by stray currents consists in making such observations 
relating to their electrical condition as may determine the route 
followed bythe stray current and its degree of concentration, 
thereby permitting deductions to be made relative to the 
extent and the intensity of the electrolytic injury to which 
the structures may be subjected. While measurements of 
potential are most frequently made (to such an extent that 
the term ‘‘ Potential Survey’’ is often applied to this 
work), it should be borne in mind that the real object 
of the survey is to determine where current may flow from 
structure to earth or from earth to structure and the magnitude 
of the current flowing for each of the smallest sections into 
which the structure can practically be subdivided. 

In discussing methods of survey, the measurements of poten- 
tial and current peculiar to each class of earthed structures will 
first be described, together with any special observations or 
precautions to be taken. A discussion of the measurements of a 
general nature common to all classes of structures will then 
follow. Measuring instruments and other apparatus employed 
in connection with this work will be described in detail in the - 
section devoted to apparatus. 


28. Electric Railways. Before making measurements re- 
lating to an electric railway system the available informa- 
tion as to its extent, its construction features and particularly 
the arrangement of its earthed return circuit and the connections 
thereto should be collected. The best available maps should 
beprocured and all information pertinent to the electrolysis 
investigation recorded, either by annotation on a suitably 
arranged map, or in some other convenient form. All electrical 
connections made for any purpose with the rails or other parts 
of the return circuit should be noted with special care, and the 
location. of any structures to which connection is thus made 
ascertained and recorded. 

. The principal measurements to be made upon the grounded 
return system of an electric railway are as follows: 
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1. Potential differences between the point of lowest 
potential on the tracks, and selected points on the tracks 


throughout the feeding district of the station under observa- 
tion. 

2. Potential gradient measurements along the railway 
tracks to determine the difference of potential between 
points on the track separated from each other by dis- 
tances of from 1,000 to 3,000 feet. 

3. Differences of potential between all points where 
negative feeders or other connections between bus-bars 
and rail return make contact with track; also differences of 
potential between these points and the station bus-bar. 

4. Currents carried by each separate connection between 
bus-bar and rail. 


For most of the potential measurements~ listed above, 
it is necessary to have available insulated wires  con- 
nected with all points on the railway return system, whose 
potential relations are to be determined, all of these 
insulated wires being brought to some common point so 
that measurements may be made between them. Where pilot 
- wires have been installed by the electric railway, many, if not 
all of the points at which it is desired to make tests will be 
accessible without the necessity of any special preparations. 
Where pilot wires are not available or where it is desired to 
reach points not included in the pilot wire system, the most 
economical plan will be to procure the use of any avail- 
able circuits found in the local telephone distribution 
system. Short lengths of insulated wire will need to be 
run to connect such circuits with the tracks and the testing 
circuits thus established can readily be brought together at some 
common point for measurements between them. Where neither of 
the above alternatives is available, wires can be installed in some 
temporary manner over available pole line routes to connect 
with the points whose potentials are to be observed. Such 
wires should be insulated from earth except at the point where 
they connect with the tracks. 

When the testing circuits are established, the required poten- 
tial measurements should be obtained by connecting to a volt- 
meter the wires leading to the two points where difference of 
potential is to be determined. The voltmeter should be kept 
in circuit and under observation for a time sufficient to insure 
that the normal fluctuations of the railway load have been 
accounted for. When long time observations of the potential 
difference between two points are desired, a recording voltmeter 
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should be employed. If circuits to a sufficient number of points 
have been installed, the measurements of potential gradient in the 
tracks may be taken by connecting the proper wires at the central 
point to the voltmeter. If the requisite number of pressure - 
wires for gradient tests is not available, these measurements may 
be obtained by carrying a suitable length of insulated wire along 
the track and connecting it through a voltmeter to the track at 
the two points between which the gradient is to be measured. 

Measurements of current flowing in negative feeders or in 
other connections to the track return can be taken by inserting 
an ammeter in the circuit to be measured, when this is possible, 
or by taking the voltage drop along some accessible section of 
the connecting lead, which is sufficiently uniform in dimensions 
to permit of a ready calculation of its resistance. It is important 
that all such measurements of current should be taken either 
simultaneously with measurements of potential difference be- 
tween the bus-bar and the track end of the connection, or 
under such conditions as to permit of their accurate correlation 
with the potential observations. A station load curve should | 
also be obtained on account of the information which it gives 
as to the characteristics of the power supply. 

Measurements of rail bond resistance are not necessarily a 
part of the work to be done in an electrolysis survey. It is, 
however, occasionally necessary in connection with a survey to 
test the resistance of particular rail bonds in order to obtain 
data necessary for the explanation of results obtained in making 
some of the regular measurements. When such tests are made, 
the fall of potential across the joint in the rail should be observed 
simultaneously in comparison with the difference of potential 
for some short measured length of the adjacent rail. If one of 
the special rail bond testing devices is not available for this work, 
two voltmeters can be employed and read simultaneously, or one 
voltmeter can be connected with a quick acting switch and 
employed so as to secure practically simultaneous observations. 
This latter method may give unreliable results unless a large 
number of readings are averaged. 


29. Earthed Piping Systems. Before tests are made to 
determine the electrolytic condition of any piping system, 
all available information as to its extent and the character- 
istics of its construction should be collected and studied. The 
best available maps of the system should be procured and any 
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special information of importance in conriéetion with an elec- 
trolysis survey not noted on the maps, such as the metals of 
which the pipes are composed, the location of insulating joints, 
the. relative locations of other piping, and cable systems, 
the location of electric railway tracks and return circuits, etc., 
should either be recorded upon them or arranged in some 
convenient form for reference. 
The observations which should systematically be taken in 
examining a piping system are as follows: 
1. Difference of potential between piping system and 
electric railway rails, other piping systems, cable systems, 
metal bridges, steam railway rails, etc., at points where 


these cross the piping system or come in close proximity 
to it. (Potential survey). 


2. Measurements of potential difference between ad- 
jacent hydrants, or adjacent drip or service connections. 
(This will serve to give the direction of the current flow- 
ing in the pipe line and some rough indications of its 
amount). 


3. Measurements of current flowing upon exposed sec- 
tions of pipe. (Current survey). 


4. Difference of potential between points on the piping 
system and the adjacent earth if contacts with earth can 
be obtained. 


To make a potential survey, potential differences between 
the underground pipes and rails are usually measured at a 
number of points along every street where there are pipes and 
electric railway tracks. Where there are other underground 
pipes and lead-sheathed cable systems, it is desirable to make 
simultaneous measurements of potential difference between _ 
the piping system being surveyed and the neighboring pipe 
and cable sheaths. It is desirable to make all of the measure- 
ments of potential difference at any one point simultaneously 
between all structures tested. Contact with the underground 
pipes for these potential measurements may be made by means 
of service pipes, hydrants, or drip connections. The connec- 
tions used for the potential measurements may be tested for 
electrical continuity by means of an ammeter connected be- 
tween the contacts with a dry cell in series if necessary. 

Measurements of potential difference between adjacent test 
points on the piping system should also occasionally be taken. 
As the resistance of pipe joints is usually not uniform, only 
an approximate idea of the current flowing can be obtained 
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in this manner. The principal object of this test is to obtain 
an indication of the direction of the flow of current. 

It is therefore desirable to make a rather large number of 
these tests at quite frequent intervals, since the results may 
be interpreted only in a general way; individual tests may 
be expected to vary widely, and in some cases they may even 
conflict. This test may be made for shorter intervals and in 
greater detail, where some sudden change of potential difference 
to earth or neighboring structures has been observed. Owing to 
the uncertainties as to resistance_of joints it is best not to at- 
tempt to translate these voltage readings into terms of current. 
They may, however, be used in comparisons to assist in fixing 
the points for more accurate measurements of current as 
described in the next paragraph. 

When the potential observations have been completed and 
transferred to a map or in some other way assembled for study, 
consideration should be given to them with a view to deter- 
mining what parts of the piping system appear likely to be re- 
ceiving substantial amounts of current from earth or passing 
substantial amounts of current to earth. The neutral sections 
of piping between positive and negative potential zones 
should also be located. With this information at hand sections 
of the piping system should be selected both in the positive 
and negative zones and in the neutral area at which excavations 
can be made and determinations of the current flowing in the 
pipes obtained. In selecting points for excavations, preference 
should in genera] be given to the main piping routes, but 
attention should also be given to any branch lines which appear 
likely to be receiving or delivering relatively large amounts of 
current. Any cases where sections of the system located with- 
in the “negative area’ give positive readings to earth, should 
_ also be given preference in this study. 

The method of measuring current consists in determining the fall 
of potential along a measured length of pipe of known di- 
mensions. For the purpose of this measurement it will generally 
be found advisable to attach insulated wires permanently to 
the pipe and to carry them to some suitable point underneath 
the sidewalk from which they may be led up to the surface to 
terminate in service or other suitable boxes so as to be available 
for measurements of current in the future after the excavation 
has been filled. (See Fig. 1.) Tables giving the resistances of unit 
lengths of pipe of different diameters and materials are attached 
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to this report. (See Appendix Tables 9-10). The current flowing in 
the pipe may be obtained by computation from the observed 
drop of potential and the unit resistance for the class and 
weight of pipe. 

In addition to the observations made upon the piping system, 
careful attention should be given to the condition of the 
service pipes to buildings, particularly in locations where the 
services cross other piping systems, cable systems, etc. The 
potential between these service pipes and earth and between 
the service pipes and the other earthed structure crossed should 
be determined. It will not be within the scope of the usual 
survey to determine the condition of all service pipes in the 
area covered, but it is desirable that some of the services 
be tested in order to ascertain whether there is any ‘serious 
tendency towards the local electrolytic corrosion of service 
pipes. When buildings are entered forthe purpose of testing 
service connections, tests of potential should always be made 
to any other service pipes or cables which enter the same build- 
ing, in order to detect cases where one structural system is 
making contact with the other. Current measurements may 
also conveniently be made on service pipes in buildings, since 
the pipes are exposed. Such tests should be made frequently, 
as they often reveal an interchange of stray current between 
piping systems which may be in contact in the building. 


30. Underground Cable Systems. Before tests are made 
to determine the electrolytic condition of any cable system, 
all available information as to its extent and the charac- 
teristics of its construction should be studied. Available 
maps of the system should be procured and any special in- 
formation of importance in connection with an electrolysis 
survey not noted on the maps, such as the metals used for the 
armor or sheathing of cables, the location of drainage connec- 
tions, insulating joints and other protective devices, the relative 
locations of other cable systems and of piping systems, the 
location of the electric railway tracks and return circuits, etc., 
. Should either be recorded by annotation upon them or 
arranged in some convenient form for reference. 

The observations which should systematically be taken in 
examining the cable system are as follows: 


Ly Difference of potential between the cable system and 
electricyrailway rails, other cable systems, piping systems, 
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metal bridges, steam railway rails, etc., at points where 


these cross the cable system or come in close proximity 
to it. 


2. Difference of potential between points on the cable 
system and the adjacent earth. 

3. Difference of potential between cables in the same 
subway system where they are not cross bonded. 

4. Current flowing upon the cables. 


In making surveys the potential of the cable with respect to 

the adjacent earth should always be determined at each test- 
ing point. In original surveys the greatest practicable number 
of testing points should be utilized. In some systems it will 
be desirable to test at every manhole, but in extensive networks 
of power cables it will ordinarily be sufficient to test at less 
frequent intervals in many districts, if tests are made at shorter 
intervals in the most important places. The potential difference 
between the cable and rails in the same street should also be 
determined, but in cases where the street railway rails parallel 
the cable route for a considerable distance, such tests may be 
made less frequently. If pipes or other earthed metallic struc- 
tures run close to the cable system at the point of testing, it is 
desirable that the potential difference between the cable system 
and the other structure be determined, provided an electrical 
connection can be made, e.g., through a hydrant, etc. 
. Tests to determine the direction and amount of stray current 
flowing on the cable sheaths should be made at appropriate 
intervals. In fairly simple cable systems, with few laterals, 
it may be sufficient to make these tests at comparatively infre- 
quent intervals, such as every fifth manhole. In complicated 
networks, however, such as power distribution systems with 
many branches and service connections, it will generally be 
desirable to test more frequently. The current flowing on the 
cable sheath is to be calculated from the observed fall of potential 
over a measured length of sheath, and the known resistance of 
this length of sheath. A table for determining current on lead 
cable sheaths from voltage drop in measured length of sheath is 
appended. (See Table 11.) 

In the course of the survey, measurements should also be 
made of the current flowing in any drainage connections or in 
any accidental connections which connect the cable system with 
the electric railway return if any such exist. In case insulating 
joints have been inserted to protect any parts of the cable 
system from electrolytic corrosion, measurements of the’ po- 
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tential difference between cable sheath and earth should be 
made at each side of the insulating joint, and also of the dif- 
ference in potential across the joint. 

In a preliminary study it should be ascertained whether 
it is the local practice to insulate from the main cable system 
those branches which enter buildings. When such branches are 
not insulated from the main system, tests of difference of potential 
should be made, between the branch cable and any pipes or other 
cables which may enter_the same building. From such tests 
it may be ascertained whether there are accidental contacts 
between the cable system and other earthed structures within 
buildings, and if any such are found in a portion of the 
total number of installations, a conclusion can then be 
reached. as to the: desirability of checking the conditions 
in all buidlings entered. In localities where it is the practice 
to insulate from the main system cable branches entering 
buildings, the possibility of defective insulation should be 
checked by measuring the potential difference between cable 
inside of the building and cable outside at some point beyond 
the supposed location of any insulating joint. Tests for differ- 
ences of potential between the branch cable and other metal 
structures within a building can be omitted in case the inailatang 
joint is found to be in good condition. 

The condition of the bonds installed to equalize the potential 
of the cables entering such manhole should be observed and 
noted. If bonds are lacking, or if it is suspected that the con- 
dition of any bond is faulty, observations of the difference of 
potential between the cables should be taken and recorded. 


31. Bridges, Buildings and Other Earthed Structures. 
Through the study of maps, etc., collected as preparatory 
data for surveys of piping and cable systems, informa- 
tion will presumably have been secured concerning the locations, 
and some, at least, of the structural characteristics, of the 
highway and railway bridges located within the area to be 
studied. The locations of steam railway tracks will similarly 
have been obtained. 

In making electrolysis surveys of bridges, measurements of 
potential to earth should be made at each end of the metal 
structure. In case the bridges are crossed by electric railway 
tracks, piping systems or cable systems, measurements should 
also be made from the metalwork of the bridge to these struc- 
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tures to determine whether there is any difference in potential 
between them. Where the metalwork of the bridge structure, 
piers, or other intermediate supports makes contact with earth 
or with water, measurements of potential difference to earth 
or to water also should be made. The observer should follow 
up closely any indication of poor electrical contact between 
different sections of the metalwork of the bridge, or between 
the metalwork and any other of the earthed structures crossing 
the bridge which are supposed to be in good electrical contact 
with the metalwork. 

In the course of the survey, metal frame buildings may be found 
in locations where it would be possible for them to collect appreci- 
able amounts of current, either directly through the earth or 
indirectly through the contact of rails, pipes, or cables with 
the framework. If it appears that such contacts exist, measure- 
ments by the fall of potential method should be made to ascer- 
tain whether appreciable currents are flowing into the building 
through these contacts, if this is found to be the case tests should 
be made at a number of points from the building structure to 
ground for the purpose of determining where the current leaves 
the framework and whether there is any indication that ap- 
preciable damage is being done. In the case of buildings 
extending over a considerable area it is desirable that measure- 
ments of potentials be made from the framework to earth at 
a number of points, even in case no contacts are found between 
the metal framework of the building and other metal structures 
which may be carrying stray currents. 


32. Steam Railway Rails. Steam railway rails, either through 
direct contact with electric railway rails or, in the absence of an 
insulating ballast, through contact with earth, are liable at 
times to collect and discharge appreciable amounts of stray 
current, and this may occur in such a manner as to be detri- 
mental to the track rails, spikes and adjacent earthed structures. 
Because of this, as has already been indicated, measurements of 
potential to steam railway rails should be made whenever the 
structures that are being surveyed are in close proximity to steam 
railway tracks, and it is also desirable to determine directly by 
survey the condition of metal steam railway bridges as well as 
the condition of metal highway bridges. When steam railways 
are equipped for electric block signaling the signal battery will 
affect the potential of the rails. The potential due to the signal- 
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ing connection is, however, practically uniform in value and can 
be determined through observations made at times when no 
stray current can be flowing. With this potential fixed, a con- 
clusion as to the presence and amount of any potential can 
readily be reached. 


33. General Survey Practices. All measurements, excepting 
24-hour records, should be made during the period of normal 
load on the portions of the railway system which are suspected 
of being the sources of stray currents. In general, it is desirable 
to express the results of short time measurements in terms of 
“average day load”’ on the railway system. In localities distant 
from the source of railway power supply, the foregoing consid- 
erations make it necessary to take into account the presence 
or absence of moving cars at points beyond the testing station, 
especially on the tracks nearest to the structure which is being 
tested. In such localities the duration of a test should be ex- 
tended to include at least one complete cycle of car movement, 
unless previous experience at other testing points in the immediate 
neighborhood have clearly indicated that parts of the cycle 
may safely be neglected. As the railway lines converge toward 
a common center, or as the source of railway power supply 
is approached, the probability of normal load condition increases 
but even under these conditions it is necessary for the tester to 
insure that the railway load conditions are substantially normal, 
when measurements are being made. 

At a number of points observations of potential differences 
and of current flowing along the structure should also be made 
with 24-hour recording instruments and the characteristics of 
these currents and potentials compared with the characteristics 
of railway load curves. This will serve to indicate whether 
the current and the potential are identified with the railway 
source. The 24-hour averages for currents and _ potentials 
obtained at these points of measurement will also be of use in 
indicating what allowances should be made in the readings 
taken systematically at all points of the system in order to 
make them represent the average day conditions. 

During observations of potential or current. the movements 
of the needle in the measuring instrument should be closely 
watched so that the maximum and minimum readings may both 
be obtained as well as any change in the polarity of the potential 
or in the direction of the current. The observer should also bear 
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in mind that collected results of the individual tests will be 
plotted on a map or otherwise compared. so as to get a 
general idea of the conditions prevailing. When, therefore, 
there is reason to believe that the recorded maxima and minima 
are abnormal, notes should be made giving the reasons for such 
a belief and indicating the value which is thought to be 
more nearly comparable with the values obtained at other 
points. 

In regular field survey work portable measuring instruments, 
will be found most suitable for the great majority of the measure- 
ments to be taken. Occasionally, however, conditions will 
arise under which it is desired to observe the potential or the 
current at some particular point for several hours and even 
for one or more 24-hour cycles. In the case of such long period 
observations recording voltmeters, millivoltmeters and am- 
meters will be found of great assistance and should be employed 
if available. Instruments of this kind are described in the 
apparatus section. (Sec. 35-39.) 

When bodies of water or areas of swampy earth cross or are 
located in close proximity to earthed structures, stray current 
may flow from the structure to earth locally. This is par- 
ticularly true if the water is brackish or salty. In case such 
relatively high conductive sections of the earth afford a path 
of lower resistance for the return of current than the structure 
itself, the probability of a large flow of current to earth is 
considerable. The flow of current from the earthed struc- 
ture is not necessarily stopped when such highly conductive 
strata have been. hidden by building over them or by 
filling in with surface soil. It is, in consequence, neces- 
sary to observe closely the physical geography of the 
areas covered by the survey and unless the observer is per- 
sonally familiar with the history of the locality and the 
changes which have occurred, it is desirable for him to 
ascertain the facts from those familiar with them. If the 
structure under observation is accessible for tests at intervals 
of a few hundred feet and care is taken to make tests of potential 
- to earth at all of these points, the presence of any condition which 
tends to cause the localized flow of current from the structure 
to earth will usually be detected. While the labor of making 
the survey is increased through the necessity of such frequent 
‘observations, it is preferable to include all accessible points in 

the original survey and to eliminate testing points in subse- 
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quent surveys when sufficient experience has been gained to 
indicate that greater distance between points of observation 
is safe. 

When the electric railways in the area under investigation 
receive current from two or more sources of supply and there 
are indications that electrolytic damage is occurring at any 
point upon the earthed structures investigated, it may become 
necessary to ascertain the origin of the current causing the 
injury. The preliminary-study of the electric railway system 
or systems will have included the detailed methods for distri- 
buting power, whether the trolley systems are interconnected 
or divided into insulated sections and whether or not all of the 
rails are interconnected at junctions, etc., as well as the methods 
of bonding and cross-bonding. If the trolley is supplied from 
several sources in parallel, the effect of any one of these upon 
the distribution of stray currents may most easily be studied in 
connection with the starting or shutting down of that particular 
source. When substations are operated only during part of the 
day, tests may be arranged to take advantage of this. When 
the substations are continually in operation, resort may be had 
to the method of simultaneously observing the load indicated by 
the station instruments, and the quantities to be measured on 
the structure being surveyed. Recording instruments are often 
useful for this purpose. 

When the sources of power are not supplying the trolley 
in parallel but are confined to certain definite districts, a close 
study of the railway schedule should be made as it will fre- 
quently be possible to select some set of conditions where the 
current at points of observation must be coming almost wholly 
from one of the sources on account of the relative positions 
of cars, etc. Where two electric railways operate independently 
without connection between their trolleys but with inter- 
sections or junctions between their tracks, the situation is 
similar to that just described where the railway trolley is divided 

into insulated sections and the same methods of investigation 
can be followed. Where there is no connection between either 
trolleys or tracks of two independently operated electric rail- 
ways this same method should also be followed, 7.e., of ob- 
serving stray current conditions when one road is using con- 
siderable current in the immediate neighborhood and the other 
toad is using little or none and comparing the observations 
with those obtained when both roads are using normal amounts 
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of current in the neighborhood. It is to be noted that when 
two railways are without any electrical interconnections be- 
tween either trolleys or tracks, the track return of either may 
carry stray current from the other railway and if the track 
return is of high conductivity it may assist materially in pro- 
ducing adverse electrolytic conditions on other earthed struc- 
tures particularly in cases where it provides a short route 
between two points between which considerable potential dif- 
ference exists. 

The earth ammeter, previously referred to, may occasionally 
be found useful in checking up conditions indicated in the 
systematic survey observations. The construction of the de- 
vice is described in the apparatus sections. If care is taken 
to have the plates placed perpendicular to the direction of cur- 
rent flow, the -eurrent density at the point of measurement 
may be indicated by the current flowing through the instru- 
ment. If necessary, the lines of current flow may be deter- 
mined by voltage readings between test electrodes before 
burying the instrument. 

The greatest care should be taken in placing the instrument 
to avoid unnecessary disturbance of the soil, in order that the 
flow lines may follow, as nearly as possible, their normal direc- 
tions. 

Whenever excavations or other exposures of pipe surfaces 
make it possible, measurements of the resistance of pipe joints 
should be made. Where the joints are of moderate resistance, 
that is, not so high as to prevent current flow upon the pipes, 
this measurement may be made by simultaneous observations 
of the fall of potential across the joint, and along a measured 
length of the pipe; the pipe joint resistance may then be expressed 
as equivalent length of pipe, or, by reference to tables, in ohms. 
These measurements are of importance in indicating the char- 
acteristics of the pipe line as an electrical conductor, in estimating 
the probability of corrosion at joints due to shunting, etc. 

Wherever the surfaces of the earthed structures under in- 
vestigation are exposed during the course of the tests, their 
conditions should be noted. The pitting of the metal surfaces 
or the presence upon them of rust or other oxidation products, 
or an obvious reduction in the thickness of the metal or any 
other evidence that corrosion has taken place, is not of 
itself direct evidence that electrolytic corrosion has oc- 
curred. Corrosion from-any cause whatever would be expected 
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to reduce the thickness of the metal, and the rate at which such 
corrosion occurred and its possibilities in the way of irregularity 
of attack on different portions of the surface, would determine 
the occurrence of pitting. Many of the products of corrosion 
which wilt be encountered can also be produced through purely 
chemical reactions, as well as by electrolysis. When the meas- 
urements made in the survey demonstrate that current is flow- 
ing from structure to the earth at the point where corrosion 1s 
observed, conclusions can be drawn as to the causative relation 
between the presence of stray current and the evidences of cor- 
rosion. Whatever the conditions found in the survey readings, 
the condition of obviously corroded metal surfaces should always 
be carefully noted, as it is, of course, always possible that at some 
past time stray current has been flowing from the surfaces to 
earth, or that some local condition has been favorable to the 
“ self-corrosion”” of the structure. Points where substantial 
corrosion of the structures under investigation is found, are 
always to be regarded as good locations for taking the samples 
of soil referred to in the following paragraph. 

It is often desirable to gather data relative to the electrical 
and chemical characteristics of the soils in the area studied. As 
different types of soil are encountered in the course of the survey 
either in the making of excavations or through the observation 
of changes in surface conditions, samples should then be taken 
and their electrical conductivities determined. It is often 
desirable also to make chemical analysis of a number of samples 
of ground waters and of the water-soluble portion of soil samples 
secured for conductivity tests. 


34. Application of Remedial Measures—Re-surveys. The 
survey methods described in the previous paragraphs include 
practically all of the work which would be done in an extensive 
original survey, that is, in a district where no work had been 
done previously. While this problem in all of its aspects has 
been investigated in only a few American communities, it will 
be found that more or less complete surveys have been made in 
almost any area traversed by electric railways. 

The test methods described are not all of equal value for all 
problems; their application depends upon the particular prob- 
lem under consideration. Further, many of the tests require 
considerable experience and technical skill in application, to 
avoid erroneous and misleading results. For these reasons, 
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extensive surveys should only be undertaken by experienced 
investigators. 

Following the completion of the original survey, a decision 
will be reached as to whether measures for mitigating electro- 
lytic corrosion are necessary, and if so, what. methods are to be 
applied. Conclusions as to the effectiveness of any protective 
measures should be based upon repetitions of the test made in 
the orginal survey. The amount of repetition necessary will 
depend upon the character of the protective measures adopted. 
Thus, general improvements in railway return circuits will 
ordinarily require a complete re-survey of the affected area. 
The insta'lation of an insulating joint between the main line 
structure and a branch should, on the other hand, require little 
more than tests over short sections either side of the joint, to 
determine that the current flowing has been reduced and that 
no objectionable corrosive conditions have been introduced at 
the joint itself. 

If railway return circuits are being changed, some observa- 
tions of overall potentials and potential gradients will naturally 
be made during the course of reconstruction, to check the design 
upon which the work has been based. Observations should be 
made before installing drainage systems for cables, if necessary 
using available conductors temporarily to connect the cable 
sheath and the railway bus-bar or some other suitable point 
on the railway return, and the effect of drawing current from 
the cable system observed. The installation of such protective 
measures as insulating joints or insulating coverings should be 
carefully supervised as much depends upon the thoroughness 
with which the work is done. 

In re-surveys after the installation of protective measures, 
the character of the underground structure will make it necessary 
to pay special attention to some particular class of observations. 
With piping systems and power distributing cable systems 
special attention should be given to the amount of stray cur- 
rent flowing on the structures, since a principal object of the 
remedial measures will have been a reduction in this current. 
When insulating joints have been installed tests of potential 
to earth from each side of the joint are required to make sure 
that the local flow of current to earth has not risen to an amount 
which will endanger the structure. Tests of stray current in the 
system on either side of the joint are also required to determine 
that the effect desired from its installation has been obtained. 
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When drainage connections are attached to cable systems, tests 
of potential to earth must be made throughout the area affected. 
The connection should make the cable negative to earth at all 
points, but only by slight amounts at or near the point of its 
attachment, as otherwise the cable will carry more stray current 
than is needed for its protection, and it becomes a source of 
danger to other undrained structures. 

Where insulating joints or other protective measures are applied 
to structures buried in the earth, care should be taken to attach 
testing leads to be used in future surveys. Such connections 
will be of the same general type as the current measuring leads 
for pipes (See Fig. 1.). 

Electrolysis surveys should be repeated at suitable intervals. 
In case the original survey did not disclose conditions requiring 
the application of remedial measures, it is still necessary to make 
sure that adverse conditions have not since arisen. Where 
protective measures have been applied, surveys are needed to 
make sure that the remedies remain effective and adequate. 
The interval between surveys will depend upon the importance 
of the structure and upon the time required to produce appre- 
ciable damage in case a substantial change in stray current 
conditions occurred. The results of all such surveys should 
always be compared with those of previous surveys to ascertain 
whether changes in stray current conditions are taking place. 
When any substantial changes or additions are made in the 
electric railway plant, surveys of the earthed structures liable 
to be affected by the new conditions should promptly be made. 


B: APPARATUS. 


In this section descriptions are given of the apparatus and tools 
which are essentially special for electrolysis work. The tools 
ordinarily used for handling wires and making good contacts 
in electrical work will also be needed but no special description 
or listing of them seems to be necessary in this place. 


35. Portable Measuring Instruments. The portable measur- 
ing instruments required in electrolysis survey work include 
voltmeters, millivoltmeters and ammeters. Separate instru- 
ments of each kind can, of course, be carried but it will usually 
be found more convenient to employ the special portable instru- 
ments which have been designed particularly for this work. 
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_ Two such instruments which the Weston Electrical Instrument 
Company manufacture for this class of work are as follows: 


Model 1, combination millivoltmeter and voltmeter, has 
its zero in the center of the scale and reads in both direc- 
tions. Ranges of 5, 50 and 500 millivolts and of 5 and 50 
volts areconvenient. Itismadewith a specially high resis- 
tance of from 500 to 600 ohms per volt so that the 5 milli- 
volt range has a resistance of about 3 ohms. These high 
resistances increase the accuracy of measurements and par- 
ticularly minimize errors due to resistances of leads or 
contacts. Ordinary switchboard shunts provided with 
binding posts and adjusted for 50 millivolts may be used to 
make this instrument serve as an ammeter. Convenient 
ranges for these shunts in electrolysis work are, 5, 50 and- 
500 amperes. j 

Model 56, combination volt-ammeter, has its zero in the 
center of the scale and reads in both directions. Ranges 
of 10, 50 and 500 millivolts, 5 and 50 volts and 100 amperes 
are convenient. 


The center scale feature referred to in the description of these 
instruments is an important one in electrolysis work, as it is not 
always possible to determine in advance the direction of current 
or potential, and readings may also vary from positive to nega- 
tive values during the making of observations at many testing 
points. When simultaneous readings have to be taken at two 
or more testing points it is important to use similar instruments 
at all points. If dissimilar instruments are used their periods 
of vibration may differ and with the fluctuating voltages and 
currents encountered in much of this work accurate simultaneous 
measurements cannot be made unless the instruments used have 
the same periods of vibration. 


36. Recording Instruments. Recording measuring instru- 
ments are usually arranged to give 24-hour records without 
change of chart. By using a sensitive millivoltmeter in the 
recording instrument and providing it with a number of voltage 
ranges as well as with suitable shunts, a single instrument can be 
made available for taking all of the voltage and current readings 
required in electrolysis work. The original type of Bristol 
recording instruments make their records upon a smoked chart 
which has to be treated subsequently with a fixative supplied 
with the instrument in case it is desired to preserve the record. 
The Bristol instruments are regularly made with a clock 
supplied with a changing lever so that the disc can be made to 
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rotate either in one hour or twenty-four hours. Both the Bristol 
Company and the Esterline Company have recording instruments 
which give an ink record on a paper strip. In either type of 
instrument center scale zeros should be called for so that varia- 
tions between positive and negative values will be recorded on 
the chart. 


37. Normal Electrode. The Haber. normal electrode also 
called non-polarizable electrode consists of a rod of zinc which 
is enveloped in a wet paste of zinc sulphate contained in a glass 
tube which has had cemented to it at the bottom a porous clay 
cell. The other end of the tube is closed with a stopper from 
which the zinc rod is supported. an insulated wire is led from the 
end of the zinc rod through this stopper to the upper end of a 
wooden rod which also enters the stopper and serves for the 
purpose of handling the electrode. A capillary tube is also run 
through the stopper in order to have the interior of the tube at 
normal atmospheric pressure. The zinc sulphate paste is made 
by adding saturated zinc sulphate solution to fine zinc sulphate 
crystals until the mixture has attained a semi-fluid condition 
A sketch showing details of construction for this device is 
shown on the opposite page. (See Fig. 2.) 

38. Earth Ammeter. The Haber earth ammeter consists of _ 
two thin copper sheets laid one upon the other with a thin sheet 
of mica or other non-absorbent insulating material between them. 
These two plates are gripped in a hard rubber rim which forms 
part of a square wooden frame. _A paste made by mixing pow- 
dered copper sulphate crystals with a 20% aqueous solution of 
sulphuric acid is spread over the exterior surfaces of each of the 
two sheets of copper, the paste being enclosed on each exterior 
surface by a covering of parchment paper or some similar tough 
permeable membrane. Insulated wire leads of suitable length 
are run from each plate through the frame to connect with the 
measuring instrument. The opening in the frame may conven- 
iently be square. Four inches is a convenient dimension for the 
sides of this square opening as this will yield an area of one-ninth 
of a square foot which is approximately equivalent to a square 
decimeter. The detailed construction of the instrument is 
shown in an attached sketch. (See Fig. 3.) When using 
the instrument, the spaces between the parchment paper 
and the outer edges of the wooden frame are first filled with 
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closely packed soil taken from the spot where it is intended to 
make the measurement and the frame is then placed in a position 
perpendicular to the flow of current which it is desired to measure 
and completely buried in earth removed in the course of making 
the excavation to reach the structure whose condition is to be 
determined. A suitable low resistance milliammeter can then 
be connected to the two terminal wires and observations of the 
current flowing made. 


39. Testing Electrodes. The details of metal tipped testing 
electrodes for use in readings of potential to earth are given in 
an attached sketch. (See Fig. 4.) Two of these testing 
rods may be conveniently carried at all times; one of the two 
should have as its testing tip a piece of the same metal as that 
contained in the structure whose potential to earth is to be tested, 
the other should be provided with a steel tip so that contact may 
be maintained from a distance with any pipe or cable which is 
below the surface of the ground. The metal on the tips of these 
rods should always be kept clean and bright and care should also 
be taken to remove rust and other products of corrosion from the 
points on the surface of the structure to be tested against which 
the steel tip presses so that a clean, bright surface will be available 
for the contact. 


C: RECORDS AND REPORTS. 


40. General. Much detailed information is necessarily gathered 
in the course of an electrolysis survey. Itis desirable to prepare 
in advance of the work for the convenient recording of these data 
upon suitably arranged testing sheets, which either have upon 
one line or upon one sheet, as may be necessary, all of the data 
collected at any stated testing point during a single period of 
observation. Several typical data sheets prepared for recording 
observations made upon piping and cable systems are attached 
hereto as suggestive of possible arrangements for report sheets. 
The data thus collected can usually be best aranged for study 
if they are transferred to a map showing the system or systems 
included in the tests, and indicated thereon either in numerical 
form or through some graphical representation. It is desirable 
to indicate positive and negative relations by making records 
on the maps in different colors. 

Apart from the data obtained through observations in the 
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work of the electrolysis survey it will be seen that the records 
obtained relating to the systems under observation should 
include the following: 


41. Electric Railways. 


1. Maps showing locations of sources of power supply, 
tracks, and negative feeders and other connections between 
bus-bar and track. Also locations of positive feeding connec- 
tions to trolley and of all section insulators in trolley. 

2. Information as to size of rails, methods of bonding and 
standards of bond maintenance. 

3. Information as to any direct ground connections ap- 
plied to the railway return system, and any special track 
features which may affect the flow of stray-currents. 


42. Piping Systems. 


1. Maps showing all main piping lines and branches 
(except building connections) and sources of water, gas, 
etc., from which the piping systems are supplied. 

2. Information as to sizes of pipes and metals of which 
they are composed, and details of the standard methods of 
joining main and branch line pipe sections. 

3. Information as to method of joining building connec- 
tions to main supply pipes including metals used for the 
building connection pipes and the depth to which such 
connections are buried. 

4. Location and description of any protective devices 
such as insulating joints or drainage connections which may 
have been made a part of the piping system. 

5. Information as to methods of attachment and con- 
struction employed in carrying pipes over highway or rail- 
way bridges or under water courses, swamps, etc. 


43. Cable Systems. 

1. Maps showing locations of all subway and conduit routes 
and giving number and sizes of cables in place therein or 
the total cross-section of lead sheaths expressed in equiva- 
lent copper, also locations of power stations, sub-stations or 
other centers from which cables radiate. 

2. Locations, route and sizes of all drainage connections 
attached to cable systems, also locations of all insulating 
joints in cable systems, of any jumpers which may be run 
to establish a metallic circuit across an insulated gap in the 
cable system and of any conductors run to reinforce the 
carrying capacity of the cable system for stray currents. 

3. Information as to methods of attachment and con- 
struction employed in carrying cables over highway or 
railway bridges or under water courses, swamps, etc. 
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44. Bridges and Buildings. 
1. Locations of structures with respect to electric railways. 
2. Information as to methods of construction employed 
in carrying electric railway, pipes and cables across bridges 
and particularly as to whether any of these other structural 
systems make electrical contact with the metal structure 
of the bridge. 


45. General Conditions. 


1. Maps showing locations of water courses, swamps and 
other features tending to~ produce locally earth of high 
unit conductivity. 

2. Records of electrical resistance of soil samples repre- 
sentative of the area. 

3. Records of experience obtained in the use of different 
metals for pipes, etc., in the soils of the area. 


It is desirable that in the preparation of records and of reports, 
consideration be given to the necessity of their perpetuation. All 
records which will be of permanent value in connection with the 
continued study of electrolysis conditions within the area which 
will be necessary in order to make sure that injurious changes 
in conditions do not occur, should be prepared in a permanent 
form capable of withstanding considerable handling. 


oa 
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III. AMERICAN PRACTICE. 


There is no standard practice in the treatment of elec- 
trolysis problems in America. In many localities the exist- 
ence of such a problem is scarcely recognized; in others the 
problem has been given much study, and mitigating systems 
widely varying in character have been installed. 

Much of the information made available to the committee 
is contained in confidential reports to which it is not possible 
to make reference, because electrolysis is the subject of con- 
troversy between conflicting interests. Unfortunately, also it 
is impossible in some cases even to refer to places where par- 
ticular expedients have been employed, or to state either the 
extent or the results of such use. . It has, therefore, been neces- 
sary in most instances to make statements of what is the prac- 
tice, without citing the authority or naming the places where 
such practice may be found. In compiling this report, there- 
fore, the committee has been influenced most largely by those - 
instances of practice within its knowledge where the greatest 
amount of study has been given to the subject, and where the 
results obtained seem best to justify its use. The committee 
has embodied in this report only matters of fact for which it 
has authority. 


A. MEASURES APPLIED TO RAILWAYS. 


46. Insulation. Under this sub-heading have been con- 
sidered three general measures, namely: a. Complete Insula- 
tion, which does not involve the use of the running rails as a 
portion of the electric circuit, b. Substantial Insulation, which 
does involve the use of the running rails as a portion of the 
circuit, but, due to the type of construction employed, to a 
very large extent prevents stray currents, and c. Partial In- 
sulation, which comprises using such means as are available 
to insulate the running rails of ordinary street railways in so far 


as practicable. 
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(a) Complete Insulation. Instead of using the running tracks 
as part of the return circuit, a separate insulated return con- 
ductor is employed for this purpose. In this case the entire 
electric circuit of the railway system is insulated from ground, 
and, there being no voltage drop in contact with earth, stray 
currents are entirely prevented. Complete insulation of the 
railway circuit is accomplished in the double underground 
conduit trolley system, by employing insulated positive and 
negative conductors in underground conduits. This system 
is in use on the surface lines on Manhattan Island and in por- 
tions of Washington, D. C. This is also accomplished in the 
double overhead trolley system by employing separate positive 
and negative overhead trolley wires insulated from ground; 
many years ago examples of this system were installed in 
Washington, D. C., and Cincinnati, Ohio. The practice while 
effective in this respect and in use for a long term of years has 
not spread to other cities possibly because of the unsightly ap- 
pearance of the overhead structures due to the multiplicity of 
wires and because of the increase in operating difficulty and ex- 
pense which it entailed. 


(b) Substantial Insulation. Interurban and electrified steam 
roads generally require the rails to be supported on wooden ties 
set in well drained broken stone or gravel ballast. The insulation 
afforded by such construction practically removes danger from 
‘electrolysis. Leakage is in some instances found to be as low 
as .00016 ampere per rail per tie under dry weather conditions, 
increasing to .0055 ampere when wet with 10 volts between 
the rail and ground. On steel structures where the ties are 
only partially in contact with ground and the ties cannot 
become waterlogged, this leakage is even less. The substantial 
insulation of a ballasted roadbed has, in some installations, 
been rendered ineffective by bare negative cables in damp 
earth or by metallic connections between the tracks and steel 
supporting construction. Conditions are found to be very 
favorable for rail insulation where the tracks are in subways 
or under cover protected from the weather, permitting the 
ballast and ties to become permanently dry. 


(c) Partial Insulation. The escape of current from tracks 
largely buried is decreased by high contact resistances between 
the tracks and the surrounding medium. The total resistance 
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to flow of escaping current is found to vary with the earth 
resistance and the contact resistance between earth and rail. 
Since the earth resistance is usually low, the contact resistance 
is generally found to be the controlling factor in the leakage 
path; hence, partial insulation is found effective in reducing 
leakage with the low voltages commonly encountered. On a 
grounded trolley system in city streets it has been found bene- 
ficial to have the rails as nearly enclosed with insulating material 
as possible. 


47. Reduction of Track Voltage Drop. 


(a) Bonding. The best types of solid rail joints in actual use 
give the same electrical conductivity at the joint as in any 
other part of the rail length. The standard of good practice 
in some electrified steam roads is that, the resistance through 
the rail joint shall be equivalent to that of a 20-inch length of 
the rail adjacent, and should the resistance exceed 42 inches, 
that the bond should be remade. With respect to the practice 
of bonding in street railway systems, it may be said that there 
is no standard equivalent length of rail to cover all conditions, 
but each railway company establishes its own standard, de- 
pending on local conditions. The equivalent resistance of the 
rail joint in terms of length of rail will depend on the length 
and size of the bond, the terminal contact resistance and the ° 
conductivity of the rail. In large cities bonding to an equivalent 
resistance of from three to six feet of rail is common practice. 
In suburban districts higher bond resistances are often used. The 
equivalent resistance of rail joint which is adopted by different 
railroads necessarily varies widely with the condition of load 
and class of bond employed. The class of bond chosen is in many 
cases determined by mechanical conditions, such as the founda- 
tion upon which the track is laid. 

Bonds are generally classified according to the method of 
fastening them to the rail. Soldered bonds are soldered to 
the head, base or web of the rail. Pin expanded bonds have 
holes drilled in their terminals, through which a steel pin is 
driven to expand the terminal into a hole drilled in the rail. 
After expansion a steel cylindrical plug is driven in the expanded 
hole to prevent contraction. Brazed or welded bonds are attached 
to the rail by heat generated electrically or by an oxy-acetylene 


‘flame applied to the terminal of the bond. Compressed terminal 


bonds and compressed multiple terminal bonds have their term- 
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inals formed into a solid cylindrical stud, or studs, and are 
compressed in the rail holes with screw or hydraulic com- 
pressors or by hammer blows, which expand the studs in threaded 
or beaded holes of the rail. A special type of this bond has 
large contact surfaces about the terminal, so that the bonds 
can be soldered and compressed to the rail. 

The carrying capacity of bonds has sometimes been found 
insufficient to keep their temperature within safe limits under 
conditions of maximum load where bonds involving soldered 
joints are used. The resistance-of a rail joint is found to be 
affected largely by the contact resistance between the bond 
terminals and the rail. Good contact and large surface of 
contact at the bond terminals are found necessary to low joint 
resistance. Replacement of bonds is generally made necessary 
by depreciation at the contacts, the breaking of strands by 
vibration or by mechanical injury. 

There are now in general use several different types of rail 
joints which render additional bonding unnecessary. Among 
these types of rail joints are the following: Cast Welded: The 
rails are connected together by pouring molten iron into a 
mold that surrounds the joint, and when the metal cools the 
joint is rigid and of low electrical resistance. Thermit welding 
is another example of this method, the iron being liberated at 
a white heat from a mixture of iron oxide and aluminum which 
is ignited in a crucible. Electrically Welded: Iron splice plates 
are electrically welded to the rail. Nichols Zinc Joints: This 
joint is made by pouring molten zinc between the fish plates and 
the rail ends. The zinc is poured in after the fish plates are bolted 
on, and the expansion of the zinc in solidifying is relied upon 
to make a contact between the fish plates and rail ends which 
is reported to be permanent. Romapac Continuous Rail: 
The rail consists of two pieces which are so laid that the rail 
head joint and the rail base joint are staggered, then the rail 


head is rolled or crimped on to the rail base thus forming a 
continuous electrical path. 


(b) Cross-bonds are electrical conductors for equalizing the 
current. flow in the rails. When the roadbed is dry they are 
usually installed bare in the ground. Insulated cable is, how- 
ever, sometimes used, and the insulation is protected by a heavy 
braid or circular loom tubing. 


The important objects of cross-bonding are to equalize the 
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current flow between rails and to insure continuity of the return 
circuit in case of a broken rail or bond in any one rail. It is 
usual practice on suburban railways to place cross-bonds at 
intervals of 1,000 to 2,000 feet and at shorter spacing, some- 
times as low as 300 feet on street railways. Cross-bonding 
between parallel tracks is in some cases installed with the 
same frequency as between the rails of the single track; in 
other cases at less frequent intervals. 

In determining the location of cross-bonds in connection with 
alternating current single track signal circuits, a departure from 
ideal spacing becomes necessary, owing to the fact that cross- 
bonds are permissible only at the reactance bonds. The signal 
reactance bonds are located between the signal block sections, 
and these sections are more or less fixed for train operating 
conditions. The general method used under these conditions 
is to cross-bond at all signal reactance bonds and install addi- 
tional cross-bonds with reactance bonds at intermediate loca- 
tions to obtain the most satisfactory resistance conditions in 
the sections fixed by the signal system. 

The common practice of electrified steam railroads is to use 
cross-bonds with a conductance equal to one track rail, or 
about 1,000,000 circular mils. Street and interurban railways 
employ copper having a cross-section of from 200,000 to 500,000 
circular mils. 

Some companies provide jumpers at switches, frogs and at other 
special track work, to insure that the electrical continuity of 
the bonded rail will be maintained. This is usually accom- 
plished by jumpers extending around the special work, except 
where broken rail signal. protection is required, and in such . 
cases the frogs are bonded in the return current system. In 
recent practice these jumpers are made of insulated copper 
cables, except in dry locations, as, for instance, in permanently 
dry rock ballast, or on elevated structures with wooden ties 
and no ballast, the cables being kept clear of the steel structure. 
The electrical leakage from a bare negative jumper in damp 
earth has been known to offset the effect of many miles of most 
careful track insulation. Under such conditions the bond is 


gradually destroyed by electrolysis. 


(c) Conductivity and Composition of Rails. The conductivity 
of the track rails used by several interurban and electrified 
steam railroads has been found to be equivalent to about 1/12 
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that of copper, and this figure generally holds approximately 
true for girder types of rails, except when alloy steel is used, 
in which case higher resistances are found. The track rails 
are specified for their mechanical qualities, and, where these 
interfere with the electrical requirements, it is customary to 
give the mechanical qualities preference. The composition of 
rails for heavy service used by one of the large electrified steam 
railroads, in percentages, is as follows: 


Garboneenn tier 0.62 to 0.75 
Manganese........ 0.70 to 1.00 
Sil colwen aan 0.10 to 0.20 


Phosphorus. . not to exceed 0.04 


The American Electric Railway Engineering Association has 
adopted the following standard composition for heavy service 
rails: 


Class A Rails Class B Rails 
Car bonieeini seule ae 0.60 to 0.75 0.70 to 0.85 
Manganese. 7.5 6740s. eee 0.60 to 0.90 0.60 to 0.90 
Sihitelayal avate PEAS eae ee Not more than 0.20 Not more than 0.20 
irosp horus) ch ame oe Not more than 0.04 Not more than 0.04 


d. Reinforcement of Rail Conductivity. Early track con- 
struction practice in this country often included bare wire 
laid between the rails and connected to each bond. Some- 
times one such wire was used for each rail; sometimes one 
for each track, and sometimes one served for a double 
track. The wires varied from No.-4 to No. 1, and were either 
of copper or galvanized iron. Their conductivity was small 
and they were subject to electrolytic injury and frequent break- 
age. This construction has practically gone out of use. It 
is, however, common to find the rails supplemented in the vi- 
cinity of supply stations by large conductors connected in par- 
allel tothe rails. This is not infrequently done by the use of 
bare copper wire or cable buried between rails, and hence in 
full contact with the earth. Old rails, bolted and bonded to- 
gether and buried beneath or beside the track, have also been 
used in some cases. 

Buried bare conductors, however, increase the contact area 
. between the return circuit and the earth, and the tendency to 

augment stray currents thus caused off sets, to a greater or lesser 
extent, the benefits. attained by the reduction of drop. The 


ie) 
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benefits to be derived, therefore, from an electrolysis stand- 
point, may, if use is made of bare conductors buried in the 
earth, be open to question. The direct benefits that accrue 
from the practice of reinforcing the conductivity of the rail, 
listed in what may be considered their order of importance, are: 
(1) Reduction of energy losses; (2) The maintenance of a higher 
average voltage at the cars, especially at times of peak load, thus 
resulting in improved car service and car lighting; and (3) 
The reduction in potential drop in the rails, thus reducing stray 
currents and, in turn, therefore, lessening the damage to the 
extent that these stray currents are reduced, qualified, how- 
ever, in accordance with the statement previously made if 
buried bare conductors are used. 

Where conductors paralleling the rails “are installed as an 
electrolysis mitigation measure, they are usually insulated 
from earth by carrying them overhead or in underground 
conduit. The practice varies as to the method of connecting 
such conductors to the rail; they are sometimes connected at 
the ends only but more generally at intermediate points also. 
Where this arrangement is used the track rails are connected 
to the negative bus at the nearest convenient point. 

Conductors are here regarded as in parallel with the rails 
when one end is connected to the track and the other to a 
station bus-bar which is connected directly to the rail by a 
conductor of negligible resistance. The use of such conductors 
should not be confused with the ‘Insulated Track Feeder 
System,’’ which has for its prime object the mitigation of 
electrolysis. This is treated under a subsequent heading. 


(e.) Use of Additional Power Supply Stations and Distri- 
bution of Load. The growth of electric railway systems in 
large cities has often led to the installation of additional power 
stations or substations for the more economical and satis- 
factory operation of therailroad. This has also reduced the track 
voltage drop and subdivided the areas over which leakage 
from rail to earth occurs and thus has had the effect of reducing 
the stray currents. 

The effect of providing additional centers of power supply 
can best be illustrated by the curves on Figure 5, which, while 
deduced from theory, illustrate in a simple case effects such 
as have been observed in practice. 

The curve SAO of Figure 5 represents the track voltage 
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REDUCTION OF TRACK VoLTAGE Drop BY 
AvpiTionAL Power “Suppty STATIONS 
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drop on a portion of an electric railway system having a uni- 
formly distributed load. This curve is a parabola with a 
vertical axis and with the apex at O—that is, at the end of the 
line. 

The curve SBF illustrates the condition of a substation lo- 
cated at P (33 per cent of the distance from Q to S) carrying 
20 per cent of the total load. In this curve the portion BF 
is identical with AO. As the load is uniformly distributed, 
33 per cent of the load is on the portion of the line shown by 
PQ, and of this 33 per cent, 20 per cent is carried by the sub- 
station P. The remainder, or 13 per cent, is carried by the 
station S. The point B onthe curve SBF, therefore, corresponds 
to the point N on the curve SAO, the distance OR being 13 per 
cent of QS. 

In the same manner the curves SCG, SDH and SEK are 
drawn showing the conditions when the station P carries 40 
per cent, 60 per cent and 80 per cent, respectively, of the 
total load. The summit of the curve SMD, in which the 
station P carries 60 per cent of the load, is located so that PL 
equals 60 per cent minus 33 per cent, or 27 per cent of the total 
length SQ to the left of P. The distance QL is, therefore, 60 
per cent of the total length QS. 

In general, the conditions are more complicated than those 
here assumed, and will ordinarily prevent an accurate deter- 
mination of the relative location of the negative busses of the 
two stations. It is possible, however, to make tests which 
will verify each of the points which have been used in preparing 
the curves, although it may not be possible to verify all of them 
at any one test or in one location. 


48, Three-wire Systems. As far back as 1894, and possibly 
earlier, consideration was given to a three-wire system of opera- 
tion for electric street railways, wherein the tracks acted as 
the neutral circuit. The reason for considering such a system 
was to reduce stray currents through the earth. Installations 
of this sort were tried out in Pittsburgh, Pa., Lowell, Mass., 
Portland, Ore., and Seattle, Wash., in the earlier days; some- 
what later an experimental installation was made in Cambridge, 
Mass. In the Transactions of the American Institute of Elec- 
trical Engineers for 1907, Vol. XXVI, No. 1, pages 268 to 28U, 
Messrs. Paul Winsor and J. W. Corning report the results of 
an investigation to determine the feasibility of using the three 
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wire system for the purpose of reducing stray currents through 
the earth. This investigation showed that the three-wire 
system of operation materially reduced the track voltage drop, 
and therefore reduced the amount of stray current in the earth 
and in underground metallic structures. The figures and curves 
shown by Mr. Corning indicate that there is a reduction in current 
flowing on pipe lines tested by him of the order of nearly 90 
pemcent: 

Until very recently it was thought that three-wire systems 
contained certain serious inherent disadvantages. It was felt 
that the complications in machinery, difficulties in successfully 
insulating trolleys of different polarities, difficulties in equalizing 
the load between different sections, and, fuither, the necessity 
for the installation of larger generating units to compensate for 
the difficulties in balancing than were required with the single- 
trolley grounded system, were so great as to preclude the con- 
sideration of the three-wire system for electrolysis mitigating 
purposes. Recently, however, interest in this system has been 
renewed, and at least some of the difficulties successfully over- 
come, with the result that at the present time there are in 
operation or being installed two sectionalized three-wire sys- 
tems—one in operation in the Hollywood district of Los Angeles, 
Cal., and the otherin process of installation in West Springfield, 
Mass. It is known that the three-wire system has been in 
operation for some twelve years in Nurnberg, Germany, and 
for a considerable length of time in Brisbane, Australia. 

The three-wire system may take two different forms, which, 
though the same in principle, differ decidedly as to the arrange- 
ment of the feeders. In one form, known as the Parallel Three- 
wire System, one trolley of a double track road is negative and the 
other positive, the tracks being neutral. Inthe other form, known 
as the Sectionaliged Three-wire System, the feeding district is di- 
vided into sections and alternate sections are supplied by feeders 
running directly from the positive bus, while the remaining 
sections are supplied by feeders from the negative bus. For 
a more detailed description of these two forms of three-wire 


systems reference is made to the Bureau of Standards’ Tech- 
nologic Paper No. 52. 


49. Reversed Polarity of Trolley System. With the ordinary 
construction of electric railways using the running tracks as 
a part of the electric circuit, the overhead trolley wire or third 
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rail is made the positive conductor, and the running tracks 
the negative or return conductor, only one exception to this rule 
being known to the Committee. With the usual arrangement 
stray currents escape from the running rails into ground and 
flow to underground structures at points distant from the power 
station, and such escape of stray currents from the rails gener- 
ally takes place from a large area of outlying lines. The cur- 
rent then returns to the tracks from ground and from under- 
ground structures in the neighborhood of the power station. 
For this reason the most acute danger from electrolysis is 
usually produced on underground structures in the neigh- 
borhood of the power station. 

To reverse this arrangement of polarity and make the 
rails the positive conductor, causes current to leave the 
structures over widely scattered areas, so that the current 
density leaving the underground structures will be so small 
as to prevent acute danger from electrolysis. This arrange- 
ment is being used in New Haven, Conn. at the present 
time. It is found, in this instance, that all potentials and 
currents which formerly existed when the rails were the nega- 
tive conductor have now reversed in direction, but have the 
same magnitude. It is also found that current leaves under- 
ground structures over a widely scattered outlying area. This 
arrangement has not been in operation a sufficiently long time 
to determine whether or not the danger from electrolysis at 
any one outlying point will become acute. The reversal of 
polarity renders extremely difficult the effective drainage of un- 
derground structures, because there is no definite point of mini- 
mum potential to which to drain. 


50. Booster System. Negative boosters have, in the past, 
been employed in connection with drainage systems, and are 
in use in connection with the insulated track feeder system 
abroad, but not in this country, sofarasknown. The use of nega- 
tive boosters is simply a means of caring for voltage drop other 
than by the use of copper. Boosters have proved economical under 
certain conditions, and uneconomical under others. In general it is 
simply a question of the fixed charges on copper as against the 
fixed charges and operating cost of machines. In one in- 
stance where a booster was employed in connection with 
a drainage system it was discontinued, not because the 
addition of a booster to a drainage system was unsatisfactory, 
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but because the drainage system itself did not adequately care 
for the trouble. Various special arrangements involving the 
use of boosters in electrolysis mitigation have been proposed, 
but in so far as is known they have never been placed in suc- 
cessful operation. 


51. Interconnection of Railway Return Circuits. Where- 
ever two or more electric railway tracks come close together, 
whether they belong to the same railway system or to different 
railway systems, large differences of potential between them, 
with resultant high potential gradients through ground, are often 
found to occur unless the tracks are electrically connected. 
Interconnection of tracks has been found to be of partic- 
ular advantage where two or more lines of electric railway, 
operating in one locality and belonging to the same or to 
different systems, are supplied from two or more power stations 
located in different parts of the city. By interconnecting the 
tracks of such lines in the neighborhood of the power stations, 
and also at several intermediate points, an interchange of 
current has been brought about, whereby the drop formerly 
existing in one track has been balanced by the drop in the 
opposite direction in the other track, the rail drop in each track 
greatly reduced, and all high potential gradients between the 
tracks eliminated. This reduction in rail drop resulted also 
in a corresponding reduction of losses. 


52. Use of Alternating Currents. When the first alternating 
current railways were proposed, the question of possible elec- 
trolytic effects received special investigation. Considerable 
work was done upon a laboratory scale, in which it was estab- 
lished that alternating currents could produce corrosion on 
electrodes of the metals commonly used underground, such 
as lead and iron, but that the effects were very much less in 
magnitude than those produced by equivalent quantities of 
direct current, usually less than one per cent and in most cases 
negligible. 

It has not as yet been possible to determine whether these 
effects, demonstrated in an experimental manner, are being 
reproduced in the case of actual installations. In the case of 
practically all actual exposures which have occurred up to 
the present time it has been impossible to dissociate effects 
which might be due to an alternating current exposure from 
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the effects which are due to a simultaneous exposure to stray 
currents from direct current railways. Whether alternating 
current corrosion is proceeding at the relatively slow rate in- 
dicated by the experimental investigations and will at some 
time produce damage to subsurface structures, cannot now be 
determined. Special measures for the reduction of leakage of 
current to earth are being tried out in one alternating current 
railway, but neither the construction nor the results have yet 
been made public. (See Bureau of Standards Technologic Paper 
No. 72.) 


53. Insulated Track Feeder System. The insulated track 

feeder system or the insulated return feeder system is employed 
in a number of American cities at the present time, and plans 
are being made looking to its installation in a number of other 
cities. 
The arrangement of feeders described under this title is not 
generally understood, and as it is commonly confused with the 
reinforcement of track conductivity, the following explanation 
is therefore made. 

Stray current which is the cause of electrolytic corrosion is 
traceable directly to voltage drop in the rails. With a given 
resistance between rails and earth any means which will most 
effectively reduce this voltage drop is, therefore, the means 
which will most effectively reduce electrolytic corrosion. The 
reinforcement of the conductivity of the rails by paralleling 
them with other conductors operates definitely in this direction, 
provided the paralleling conductors are not themselves in contact 
with the earth. When, however, it is desired to reduce the volt- 
age drop to such a point as willinsure reasonable immunity from 
electrolytic troubles, the employment of copper in parallel with 
the rails generally proves prohibitively expensive. For example, 
an average grade of rail has a resistance 12} times that of copper 
of the same cross-section. Its conductivity is therefore ap- 
proximately the equivalent of 10,000 c.m. of copper per pound 
per yard. Such a rail weighing 100 pounds per yard would be 
approximately equivalent to a 1,000,000c.m. cable. To reduce 
the track voltage drop to one-half its former value, where such 
a rail is employed, would require a 1,000,000 c.m. cable laid 
parallel to each rail of the track for its entire length. This large 
investment in copper would reduce the losses of track trans- 
mission by but one-half, and would reduce the stray current by 
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one-half. If bare copper in contact with the earth were used 
the stray current would be reduced by somewhat less than one- 
half. Thus, the practice to install return copper to reduce 
track drop with a grounded bus-bar is either prohibitively ex- 
pensive or ineffective. It was because of these recognized difh- 
culties that the Insulated Track Feeder System was introduced. 

The insulated track feeder system employed in the Amer- 
ican cities above referred to has the following distinguishing 
characteristics: 

(a) The negative bus is insutated—that is, not connected to 
earth nor directly to the rails at or near the power or sub-station, 
except that, in some instances, it is connected to the rails through 
resistances sufficient in magnitude to insure that this point is at 
approximately the same potential as other track feeder points. 

(b) The current is returned to the negative bus by insulated 
feeders leading from selected points on the track network. 

(c). These feeders are connected to the track at their extremi- 
ties only, or, if connected at intermediate points, are connected 
through resistances of such magnitude as to keep all connected 
points at approximately the same potential with respect to the 
bus. 

The Insulated Track Feeder System is thus an arrangement 
having for its prime object the reduction of stray current through 
the earth. The insulated feeders are installed either overhead 
or in underground ducts, and extend from the negative bus to 
such points on the track network as have been determined, by 
either observation or computation, to be those from which the 
removal of current will prevent excessive track voltage drop. 
The negative bus is connected to the rails at the power house 
only through a resistance sufficient in magnitude to insure that 
this point is at approximately the same potential as other feeder 
connection points. When all feeder connection points are at 
the same potential the maximum effectiveness of the system as-a 
means of reducing stray currents is found. The attainment of 
this condition requires track bonding of a reasonably high order 
of uniformity. 

In most cases feeder connection points are not brought to the 
same potential, but a certain drop is allowed in the direction of 
the power station. 

The insulated track feeder system is the equivalent of having 
the negative bus-bar of the power supply station divided into 
branches corresponding in number to the number of track feeder 
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points, and distributed geographically over a considerable por- 
tion of the track network. This reduces both maximum and 
average current in the rails and also reverses the direction of 
the current in the rails on one side of each feeder point. These 
changes in thé rail current directly reduce track voltage drop. 
The area from which current leaks to earth and to underground 
structures, and also the area from which current returns from 
underground structures and earth to the rails are subdivided. 
The combined effect of these factors is a substantial improve- 
ment in electrolysis conditions of underground structures. (See 
G.I. Rhodes, Trans. A.I. E.E., 1907.) 

The efficacy of this system in reducing stray current is 
practically independent of the weight of copper in the individual 
feeders—that is to say, the voltage drop in the feeders may be 
either large or small, without material effect upon the stray 
currents. 

As was pointed out under a prior sub-heading, negative boosters 
may be used with this system. The principles underlying the 
insulated track feeder system are the same, whether or not 
negative boosters are used. 


B. MEASURES APPLIED TO AFFECTED STRUCTURES. 


54. Insulating Joints in Large and Small Iron Pipes and in Lead- 
sheathed Cables. In a number of installations flow of stray 
current on metallic pipe lines has been prevented by the use of 
a sufficient number of insulating joints. It is found that where 
a pipe line is laid with every joint an insulating joint, the line 
has such a high electrical resistance that no measurable current 
flows on the line, although considerable potential gradient exists 
in earth parallel to the pipe line. In some installations it has 
been found sufficient to use comparatively few insulating joints 
to break up the electrical continuity of a pipe line and protect the 
line from electrolysis, but in these cases it was necessary to make 
adequate tests to assure that sufficient current did not shunt 
through earth around the joint to damage the pipe on the 
positive side of the joint. In these installations it has been found 


‘necessary to install such insulating joints, not only in the positive 


areas, but also in the negative areas in all places where con- 
siderable potential gradient in earth parallel to the pipe existed. 
It is found, in fact, that the frequency with which insulating 
joints must be installed in a pipe line in order to assure reasonable 


_ protection from electrolysis, depends upon the potential gradient 
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through the earth and upon the electrical resistivity of the earth 
in the neighborhood of the pipe line. 

Tests on joints buried in earth have shown that the resistance 
of a short insulating joint is practically the same as that of a 
long joint, but that a long insulating joint give’ a more even 
distribution of leakage current than a short joint, and that, 
therefore, a. long insulating joint is to be preferred where there is 
considerable potential difference across the joint or where the 
resistivity of the surrounding soil is very low. It has also been 
found that the effect of a long joint can be secured from a short 
insulating joint by surrounding the joint and the pipe for some 
distance on each side of the joint with a heavy layer of insulating 
material. In a number of installations of such insulating joints 
in impertant pipe lines, each joint and the pipe for a distance 
of from 5 to 25 feet on each side of the joint have been surrounded 
by a wooden box leaving a space of from 1 to 2 inches between the 
outside of the pipe and the inside of the box, and the space then 
filled with pitch, parolite, or similar material. In this way an 
insulating joint having an effective length of from 10 to 50 feet 
was secured. (See also Bureau of Standards Technologic Paper 
No. 52). 

In a large number of cases small service pipes have been 
damaged by electrolysis from ‘Stray current leaving the service 
pipes for earth, which current was found to flow to the service 
pipes either from the main or from house piping. In the latter 
case the current was found to reach the house piping by way of a 
service pipe from another piping system. In some cases of 
this kind such current flow to service pipes has been greatly re- 
duced or prevented and the service pipe thereby protected 
from electrolysis, by placing an insulating joint in the service 
pipe at the main or in the building, as the case may be. 

In some cases it was however found necessary to install an 
insulating joint in the service at the main and a second joint 
in the building, the necessary locations of the joints being 
determined from the results of electrical measurements. This 
method of protecting pipes has been applied to isolated 
cases which were specially studied, but has not been generally 
applied to a large complicated city system of mains and services. 

For wrought-iron or steel pipes of small and moderate 
size, various commercial insulating joints have been largely 
used. For large sizes of pipe a flanged type of insulating 
joint-has been commonly used. This insulating joint has been 
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made up by placing a disc of insulating material between the 
surfaces of the flanges, by placing insulating tubes over the 
bolts, and by placing insulating washers under the bolt heads 
and nuts. Red fibre has been most commonly used for the in- 
sulating material, except that for water pipes in some cases soft 
sheet rubber has been used for the packing between the flanges. 
Where such flanged insulating joints have been used in cast-iron 
mains the flanges have generally been cast as part of the pipe. 

For water mains various forms of insulating joints employing 
white pine wood for the insulating material have also been used 
to a considerable extent. For cast-iron water mains with bell 
and spigot joints, these joints have in some installations been 
rendered insulating by placing a short wooden ring between the 
inside of the bell and the end of the spigot to prevent metallic 
contact between the pipe lengths, and then calking the joint 
with wooden staves of clear white pine shaped to fit. the 
curvature of the pipe. In these cases the spigot end of the pipe 
was either cast without a bead or the bead was removed. The 
leaks that developed in the joint were stopped with white pine 
wedges. These simple joints have been found satisfactory 
for pressure up to about 75 pounds per square inch (5.27 kg. 
per sq. cm.) Where with higher pressures leakage developed 
through the pores of the wood, this was overcome by dipping 
the inner ends of the staves in red lead. The staves have also 
been reinforced in some cases by an iron band clamped around 
the spigot end of the pipe. 

It is found that cement joints in cast iron pipes as ordinarily 
made have a very high resistance between adjoining lengths of pipe 
and that such joints may properly be classed as insulating joints. 
When pipe lines are laid with every joint, or even every other 
joint made of cement, the resistance of the pipe line becomes so 
great that the current flowing on the pipes will be greatly re- 
duced. In practice, however, for mechanical reasons it has been 
found that cement or other insulating joints cannot be used under 
all conditions or for all sizes of pipe. In such cases, the entire 
drop of potential of the pipe line is distributed more or less 
uniformly over all of the cement joints and the drop in 
potential around any one joint is.too small to cause any injury 
through leakage of current around individual joints unless the 
soil is of great conductivity. 

This, however, will not prevent electrolytic corrosion in local- 
ities where current can reach the pipe by way of laterals, or when 
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it is closely adjacent to other conducting structures which nul- 
lify the effect of the joints, or when there is leakage from another 
transverse pipe. 

Insulating joints in lead sheaths of underground cables are 
in use to some extent, but they are not found to afford an effective 
primary means of preventing electrolysis. In some installations 
such insulating joints have been used in positive areas for the 
purpose of breaking up the electrical continuity of the lead cable 
sheathing and stopping rapid localized destruction from electro- 
lysis, but such joints have not generally been found to afford 
permanent and complete protection. In certain special cases 
in practice insulating joints have been used in the lead sheaths 
of certain cables for the purpose of preventing current from reach- 
ing the remainder of a cable system. Common examples of 
this are found where laterals or services from a cable system 
pick up considerable current from an iron conduit or from pipes 
with which the cable or iron conduit may be in accidental metal- 
lic contact, which current is then delivered to the cable system. 
Such current flow to the cable system has frequently been effec- 
tively stopped by introducing an insulating joint in the lead 
sheath of the lateral or service where it leaves the iron conduit 
and before it is connected to the main cable system. 

Particular points on main cable runs have also been found 
where considerable current was picked up. Such cases have 
frequently arisen where a cable crosses a bridge in an iron 
conduit, and where the conduit is in metallic contact through 
the structure of the bridge with trolley tracks on the bridge, 
whereby large currents were found to flow from the tracks 
through the bridge structure and iron conduit to the cable 
system. In such cases insulating joints have been installed 
on each side of such sections or crossings so as to interrupt 
the metallic continuity of the main cable sheath and prevent 
current from the bridge reaching the cable system. Where, 
after this was done, considerable potential differences were 
found to exist across the outer ends of the cable sheaths, these 
were equalized by connecting the cable sheaths at the two ends 
together by an insulated wire. 

A simple and cheap form. of insulating joint for lead cable 
sheaths which has been very generally used consists in cutting 
out a narrow strip of lead and covering the break with a suit- 


able insulating and waterproof material so as to effectively 
prevent entrance of moisture. 
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This method of protecting underground structures has_ not 
been widely used as a primary means of electrolysis protection, 
partly because of the great expense involved. Further, insulat- 
ing joints unless used with caution may introduce serious trouble 
at many points. This method has proved useful especially in 
certain new installations, but to protect existing installations 
by this means would involve prohibitive cost. It is usually re- 
garded as a suitable auxiliary measure to be used in certain cases 
which cannot economically be taken care of by other means. 


55. Insulating Pipes, Cables and Structural Steel from Earth. 
Many attempts have been made in practice to protect under- 
ground pipes from electrolysis by insulating the pipes from 
earth by paints, dips or insulating coverings. It has been 
found, however, that no dip or paint will permanently protect 
a pipe from electrolysis in wet soil. The first difficulty that is 
met is to apply the paint so as to form an absolutely perfect 
coating, and then to prevent mechanical damage to the coating. 
Where a coated pipe is in a positive area it has been found that 
aggravated trouble from rapid destruction of the pipe has 
resulted at spots in the pipe where there are imperfections in 
the coating. It has further been found that even where paints 
or dips are apparently intact, electrolytic action has taken 
place causing severe pitting under apparently good coatings. 
It has been found that in most cases the coatings applied have 
either been completely destroyed by the effects of the wet 
soil and electric currents, or defects in the coating have de- 
veloped, causing concentrated corrosion at such defective spots. 
It has, in fact, been found that pipes located in positive areas 
covered with imperfect insulating coatings are more rapidly 
destroyed by electrolysis than bare pipes under the same con- 
ditions. It has been found that coating pipes in negative areas 
with insulating coverings accomplishes some good by reducing 
the amount of stray current which reaches the pipe. 

Investigations indicate that the destruction of paints in 
wet soil where subjected to an electric current is probably due 
to a trace of moisture finding its way through the coating, giv- 
ing rise to the flow of a feeble current and resulting in a very 
slight amount of electrolysis. The gases and other products 
of electrolysis then form blisters and finally rupture the coating. 

Attempts have been made in practice to apply a molten. 
material like pitch or asphaltum to a cold pipe in the field by 
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means of brushes, but it has been found impossible to com- 
pletely cover the pipe in this way. A type of insulating cover- 
ing which has been successfully applied in a number of installa- 
tions, and which appears to afford certain protection, consists 
of a layer of at least from 1 to 2 inches of a material like pitch 
or parolite of such a grade that it is not brittle and so will not 
crack, but yet is hard enough to remain in place. It has been 
found best to apply such a layer by surrounding the pipe with 
a wooden box, supporting the pipe upon creosoted blocks of 
wood or upon blocks of glass, and-then filling the space between 
the box and the pipe with the molten material. The cost of 
carrying out such an installation is, however, large. The 
method has been applied in special cases, such as service pipes 
in very bad localities, and in the case of some very important 
individual pipe lines of comparatively small size. 

Attempts have been made to protect a pipe from electrolysis 
by imbedding it in cement or concrete, but these attempts 
have not been successful, even where the cement or concrete 
was several inches in thickness. The reason for this is that 
concrete in damp earth acts as an electrolytic conductor, like 
damp soil, and therefore cannot afford protection from elec- 
trolysis. 

The following experience and practice is that of a gas com- 
pany inalarge city which uses cast-iron pipes in general in their 
distributing system with wrought-iron services. They make 
it a uniform practice to protect all of their service pipes with an 
insulating coating. As a preliminary the pipes are first cleaned 
with a wire brush, in order to remove all scale. They are then 
dipped into a hot coal tar compound, then wrapped for the 
entire length with a strip of canvas, and then again dipped in 
the compound. Inspite of this protection, however, they have 
some trouble with their services. The difficulty is due to their 
inability to get a continuous coating over the entire surface 
of the pipe. Small pin holes are left in the coating due to minute 
bubbles of air, or some similar cause, so that if the pipes are 
positive the flow of current from the pipe through moist earth 
is confined to these minute pin holes through the insulating 
compound. The result is that the action of the current forms 
a small blister of iron rust at the point where the pin hole is 
located, and after the blister becomes so large as to loosen a 
piece of the compound, the action takes place at a very rapid 
rate and soon destroys the pipe. In some locations some of the 
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service pipes have to be renewed within a period of six months 
on account of the leaks caused by the electrolytic corrosion. 

Attempts have been made to insulate lead-sheathed cables 
from earth, but these attempts have not generally been at- 
tended with beneficial results. The experience of the telephone 
companies, who are the largest users of lead-sheathed cables, 
has been that it is futile to attempt to insulate lead-sheathed 
cables from earth. It is, however, the practice of the telephone 
companies to make every effort to prevent metallic contact 
between their lead-sheathed cables and other grounded struc- 
tures throughout the run of the cable, except where it has been 
determined by a careful survey that a drainage connection to 
some particular structure is required for the protection of the 
cable. 

The use of insulating ducts has been proposed at various 
times, but investigations of the telephone companies do not 
show that their use affords satisfactory insulation of the cable 
sheaths from earth, with the result that the telephone com- 
panies do not place any reliance in any insulating property 
that any of the duct material may inherently possess. The 
principal duct material at present used by the telephone com- 
panies for main cable subway runs is vitrified clay and creo- 
soted wood. For laterals and short cable runs.iron pipe is 
frequently used. 

Laying telephone cables in troughs and surrounding them 
solidly with asphalt was a method employed in the early days 
of telephone construction, but this method was abandoned 
because of its inflexibility and because of the great difficulty 
of repairing defects or replacing cables. It was further found 
that this method did not positively insulate the cables every- 
where from earth on account of cracks and other discontinuities 
in the asphalt which were found in practice to develop. 

Steel tape armored cables protected with a thoroughly 
saturated jute covering have been used buried directly in earth. 
Such covering has been found to be effective for a number of 
years in protecting the armor against electrolytic corrosion, 
except at points where the jute has been abraded or cut so 
as to expose the metal. . 

Where steel structures extending underground are located 
so as to be subjected to electrolytic action, the portions below 
ground have been enclosed with insulating materials. For this 
purpose any material that excludes water, as for instance 
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paints having an asphalt base, have been successfully used, 
while many of the ordinary paints have not been found effective. 
It has also been found that surrounding steel with concrete 
where this is imbedded in damp earth does not afford absolute 
protection against electrolysis, although the electrolytic action 
is most severe at first and becomes less with time, because the 
formation of chalk in the concrete fills the pores of the concrete 
and increases its resistance and the iron oxide forming on the 
surface of the metal also increases the resistance. Special 
preparations of Portland cement properly applied so as to be 
watertight have also been found to afford good protection. 


56. Shielding, or the Use of an Auxiliary Anode. In some 
special cases underground structures have been protected from 
electrolysis by connecting to the structure an auxiliary metallic 
conductor located so as to cause the current to flow to earth 
from the auxiliary conductor. This mode of protection is 
known as shielding. When applying this method it has been 
found necessary to take care that the auxiliary shielding con- 
ductor does not merely increase the electrode areas from which 
the current leaves, because in this case the current will continue 
to leave from the structure which is to be protected. This 
has been found to be the practical result where a shielding 
conductor of the same or less contact area was placed in earth 
near the structure to be protected and where the stray current 
then left from both structures. The shielding conductor must 
be so placed that current will be prevented from leaving 
the structure to be protected or so as to cause its magnitude 
to be greatly reduced. The method has in some installations 
been applied to a structure which forms the dead end of an 
underground metallic system and where the structure is highly 
positive to earth. In cases of this kind it has been found that 
the current leaves at relatively high density from and near the | 
dead end of the structure, with the result of rapid destruction 
of the portion near its dead end. In such cases an auxiliary 
shielding conductor of adequate contact surface extending be- 
yond the dead end and electrically connected to the structure 
to be protected has been installed in such a manner that the 
bulk of the current was caused to leave the auxiliary shielding 
conductor, thus affording a certain degree of protection to the 
dead end of the structure. 


The shielding method has also been effectively applied for 
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the protection of relatively small iron or steel pipes, such as 
service pipes. In these cases the service pipe has been sur- 
rounded by a larger metal pipe electrically connected to the 
smaller pipe. One application of this method which is in use 
is that of a service pipe crossing under tracks or crossing other 
structures to which it is positive and where the pipe comes 
relatively close to the rails or other structures at the point of 
crossing. In these cases a larger shielding pipe, usually of 
heavy cast iron, has been placed around the service pipe and 
electrically connected to the service pipe and extended suf- 
ficiently on each side of the crossing so that the major part of 
the current was caused to leave the shielding pipe, thereby 
corroding the shielding pipe while protecting the service pipe. 


57. Drainage of Earthed Metallic Structures. 


(a) Lead-sheathed Telephone and Power Cables. The method 
of protection against electrolysis used generally by telephone 
companies for their cable sheaths consists of installing insulated 
conductors, called drainage wires, between the negative re- 
turn system of the railway and points on the cable system 
where the positive potential to earth is highest. The purpose 
of these drainage wires is to conduct the stray railway current 
from the cable sheaths to the railway negative return circuit, 
thereby preventing this current from flowing from the cable 
sheaths to earth and causing corrosion from electrolysis. In 
order to afford complete protection it has been found that such 
drainage wires must have sufficient conductivity and must be 
so located that the lead sheath of the cable network is every- 
where lower in potential than the adjacent earth. 

As the potential of the cable sheath is lowered by the con- 
nection of the drainage wire from the railway negative return 
circuit the current flowing on the cable sheath is thereby in- 
creased. In order that this current does not become excessive, 
care is taken to prevent contacts between cable sheaths and other 
underground structures, through which currents could flow 
to the cable sheaths. ; 

The drainage method is also employed to a considerable 
extent for the protection of underground power cables, and the 
principles involved in its application are the same as for tele- 
_phone cables. When power cables are worked at relatively 
high temperatures they should not also carry a heavy drainage 
current which might cause over heating. Where such conditions 
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prevail drainage is not employed, but insulating joints are used 
to break up the continuity of the lead sheaths. 


(b) PipeSystems: The early success of the drainage method 
in affording protection against electrolysis of lead-sheathed 
cables led to the proposal to apply the same method of protection 
to underground piping systems. The result has been that 
in some cases drainage has been applied to gas and water piping 
systems to a greater or lesser extent. Some of these installations 
are reported to be a success, while others are reported to have 
been attended with objectionable results. 

It has been found that there are certain differences between 
the application of drainage to pipes and the application of drain- 
age to cable sheaths. The principal difference that has been 
found is that the cable sheaths are electrically continuous and 
uniform conductors, while the pipes are generally non-uniform 
and sometimes discontinuous conductors, by reason of the joints. 
It is found that where current flows along a pipe and encounters 
a high resistance joint, part of the current will leave the pipe on 
the positive side of the joint to flow to some other underground 
conductor or to shunt around the joint and thereby cause electro- 
lytic corrosion of the pipe on the positive side of the joint. 

Another difference between lead-sheathed cables and piping 
systems is that the cables are relatively small and are con- 
tained in ducts, so that unless they are submerged they are 
not in direct contact with earth, except at infrequent points, 
whereas gas and water pipes form extensive systems and 
are buried directly in earth. It is found asa result of this that 
a drainage connection from an underground piping system 
generally causes very much larger currents to flow on the piping 
system than a drainage connection from an underground cable 
system. 

. In the application of the drainage system it has been found 
that unless all sub-surface metallic structures affected by stray 
currents have been bonded together in such a way that at every 
point where the different structures come into proximity to one 
anotherall are maintained at the same potential, damage to the un- 
connected structures has in certain instances resulted from a flow 
of current through earth from the structure of higher to that of 
lower potential, thus causing electrolysis of the former. As struc- 
tures owned by different interests cannot be bonded together ex- 
cept by an agreement between the owners, this has frequently of 
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itself made it impossible to apply a comprehensive drainage sys- 
tem to all structures, because of the impossibility of obtaining 
an agreement of all owners to allow connections to their struc- 
tures, except on condition that another interest assume liability 
for any injury which may result from such connections. 

Current flowing on piping systems which convey inflammable 
substances such as gas or oil constitutes a danger, as cases 
have been reported where stray currents on pipes have caused 
arcs which have ignited the gas or oil when an intentional or 
accidental break in the pipe has occurred. In other instances 
serious damage from explosions and fire has been caused by 
an arc due to the intermittent contact between pipes. 


(c.) Structural Steel. In a number of installations special 
precautions have been taken to prevent stray current from reach- 
ing structural steel. Where in these cases such currents were 
found to reach the structure by means of pipes or other metallic 
connections, insulating joints have been placed in such connec- 
tions, or these pipes or conductors have been carried on insulated 
supports. In some cases where flow of stray currents to a steel 
structure could not be entirely prevented, drainage connections 
from the structure to the railway negative return circuit have 
been installed to remove the stray current from the structure, 
and where there were expansion joints in the structure these 
have been bonded across by metallic conductors. 


C. PATENTED PROTECTIVE SYSTEMS. 


58. Foreign and Domestic Patents. There have been many 
patents taken out in this country and abroad within the last 
twenty years, covering systems of electrolysis mitigation. 
Reference may be had to Technologic Paper No. 52 issued by 
the Bureau of Standards, Washington, D. C. 


D. ORDINANCES AND DECISIONS. 


59. Ordinances. A number of cities have ordinances directed 
to the construction and operation of electric railways. The 
Committee, however, does not possess sufficiently definite 
information as to the extent to which they have been put into 
effect or the results secured to warrant it in stating any facts 
regarding them at present. 
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60. Decisions of Courts. While there have been several cases 3 


of electrolysis litigation in this country each of these has either _ 


been concerned only with certain phases of the subject or has _ 
been limited by local conditions, so that there are no leading 
decisions by courts in this country which define specifically 
the duties and rights of the several parties concerned. 
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IV. EUROPEAN PRACTICE. 
A. GENERAL. 


61. Personal Investigation Necessary. In the study of the 
practice followed in European countries in handling the problem 
of electrolysis, it appeared impossible to secure reliable and 
satisfactory information by mere correspondence and consulta- 
tion of published reports and regulations; and further, since the 
important independent investigations made by American in- 
vestigators several years ago were private and made from the 
standpoint of some special industry rather than from a com- 
prehensive all-around point of view the necessity of an in- 
dependent investigation was made evident. 

The Chairman of this Sub-Committee, after consultation 
with its members and the General Chairman decided to visit 
several important European countries during the summer of 
1914. He was accompanied by Mr. A. Maxwell, Testing 
Officer of The New York Edison Company, who was thoroughly 
conversant with electrolysis measurements and surveys. The 
effort to have the Bureau of Standards appoint a representative 
to join the visiting representatives failed on account of ex- 
tensive engagements of the Bureau, but a consultation was held 
in Washington, and the field of inquiry and special points to 
be looked after were carefully discussed, and a list of classified 
questions prepared, so that as far as possible uniformity of 
system of investigation could be followed in all instances. 
Similar consultations were held with members of the main 
Committee. Information on important foreign cities and 
authorities, was received from Mr. H. S. Warren, also foreign 
papers, suggestions and references from Prof. Albert F. Ganz. 


62. Countries Visited. The visiting Committee spent June 
and July in its investigation, covering Germany, Italy, France 
and England. In each country an effort was made to take 
measurements and collect data and surveys, also to interview 
the most prominent people in each branch of the different 
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interests affected by the problem of electrolysis; in each case 
extended and often repeated conferences were held with the 
engineers most familiar with the details, either in their capacity 
of specialized consulting engineers or officials of corporations 
or public authorities directly concerned in the surveys, disputes, 
administrative measures, etc. relating to electrolysis. 

The essential and characteristic results of the investigation 
are briefly outlined in the following paragraphs, classified by 
countries visited. The references and appendixes to this sum- 
mary should be consulted for details of design, operation and 
statistical information. 


B. GERMANY. 


63. Laws and Ordinances. There are no specific statu- 
tory laws. The common law of most States prescribes 
that all the conditions under which a corporation is to 
operate must be prescribed in the original grant or for any 
extension of lines, and the law prescribes that due publicity 
be given to any request for a franchise or extension of lines, 
so as to enable all parties which may be affected to place on 
record any limitation, or possible damage they wish to be pro- 
tected against, before the concession is granted to the applicant. 
Hence, a pipe owning company organized subsequently to 
the existence of an electric railway, could not claim damages 
for electrolysis from this electric railway unless the original 
franchise to the railway contained a clause regarding electrol- 
ysis damages from stray currents. 

On the other hand, when the municipality undertakes the 
construction and operation of a tramway system, the pipe 
owning companies then in existence are deprived of the privilege 
of demanding that protection against possible future damages 
by electrolysis which would be accorded to them in the case of 
a new private railway company. The municipality does not 
assume legally the obligation to protect the existing interests 
against possible damages by electrolysis. The municipalities, 
however, both for their new railway constructions, as well as 
for new extensions of existing companies’ railways, always 
prescribe that they be constructed and operated in accord- 
ance with existing technical standards. ~- 

The recommendations of the German Earth Current Com- 
mission are recognized as the existing technical standards re- 
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garding matters relating to electrolysis, and in this manner 
they have assumed almost the importance of law. 


64. Commission Recommendations. The German Earth Cur- 
rent Commission’s recommendations adopted in 1910 by the 
German Electrotechnical Society prescribe the following: 

In large cities, the maximum rail drop is to be limited, in the 
urban net-work and for a distance of 2 km. beyond, to 2.5 volts 
and to 1 volt per km. beyond this central district. Exceptions 
are made for roads operating only a few hours a day. (It may 
be noted here that the maximum drop is interpreted to be 
the average maximum drop for the period of the normal day 
traffic, usually 18 hours in every 24 hours.)~ Bonds must not 
increase the resistance of tracks over 20%—must be tested 
yearly and when-a connection shows a resistance higher than 
10 meters of rail it must be repaired. Connections to pipes 
are prohibited. Bare feeder returns are not allowed. Pilot 
wires are prescribed. 

Since these regulations were promulgated from 20 to 30 
installations in Germany (some municipally owned and some 
privately) have taken steps to bring up their standard of con- 
struction to meet these regulations. 


65. Construction. In large cities, like Berlin, the railways 
are supplied by a great number of combination light and rail- 
way substations feeding limited districts, entailing relatively 
small positive line drops of potential. In some cases like Berlin, 
each feeding point is fed by positive and negative cables of 
equal cross-section. 

Insulated returns with balancing resistances are predom- 
inantly used in Germany, though there are a few installations 
with negative boosters, like Danzig, where, however, insulated 
returns with balancing resistances as well as boosters are used. 

There are very few large installations using bare returns. 
The “drainage system’’ was used in Aachen but it is now a 


subject of litigation. 


66. Conditions. In general the electrolysis conditions through- 
out Germany are now very satisfactory. Inthe past the majority 
of troubles have been on gas and water pipes, or at least these 
have received more attention in the reports. The railway 
experts expressed the opinion that the regulations were too 
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stringent; the gas and water pipe experts expressed the opinion 
that the regulations were too lenient. The studies are made 
in the most excellent technical manner and the conclusions 
arrived at appear to be practicable and reasonably acceptable 
to all parties concerned. 

Measurements were made by the Sub-Committee of one large 
installation and it wasfound that the maximum drops in rails 
were well within the limits prescribed by the German regulations. 
More extended measurements were omitted, depending for 
other information on the surveys_made by the German Earth 
Current Commission. 


C. ITALY. 


67. Laws and Ordinances. The Government has not en- 
acted any law affecting the operation of electric railways in 
relation to electrolysis problems, nor has any municipality 
issued regulations on the subject. 


68. Construction. Bare returns are generally used, in large 
installations. 


69. Conditions. From a survey made in a city six years 
ago, it was found that the maximum differences of rail potential 
were as great as 17.5 volts between station and distant points 
about three miles away. In this installation they had not 
received complaints of serious damages by electrolysis, except 
a few gas service pipes, though the railroad itself had experi- 
enced some difficulties on water pipes at one of its yards. 

Some of the larger systems in important cities are alive to 
the situation and are following with interest the developments 
in other countries. 

In general, troubles from electrolysis have been considered in- 
significant in the Italian practice. | 


D. FRANCE. 


70. Laws and Ordinances. A Ministerial Decree of March 
21, 1911, prescribes that the maximum voltage drop in rail 
returns of electric tramways shall not exceed one volt per kilo- 
meter, except in locations where there do not exist metallic 
masses in the neighborhood of the tracks, where the limit 
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may be exceeded. No definition is given of the time element 
in the measurement of the maximum drop, except by stating 
that it must be the average during the normal passage of the 
cars. The same decree prescribes that the bonds must be 
kept in the best possible condition, that the resistance of each 
must not be greater than 10 metres of normal rail and that 
periodic tests must be made and recorded on a register which 
must be subject to inspection on the call of the control service. 
The return feeders must be insulated. 


71. Construction. While the Government regulations pres- 
cribe the use of insulated returns, we were informed that in 
general the practice is to connect the rails to the negative bus 
and to rarely use insulated returns. Noticeable exceptions are 
the Paris conduit system tramways using complete insulated 
returns, and the Paris Nord-Sud Subway Company operating 
a three wire system with the rails as neutral. 


72. Conditions. The investigation was somewhat limited 
in France. In general serious electrolysis troubles were found 
only in a few situations, either created by installations of heavy 
traffic electric lines, or by peculiar conditions not readily ex- 
plainable. The maximum drop of potential between pipe and 
rail measured by this Committee was about 6 volts at a loca- 
tion where trouble has been persistent and serious. 

Damage has been caused in the past to gas pipes in Paris 
during the period of transformation of the old two-wire, three- 
wire and five-wire systems of electric light distribution, but 
all of these troubles were only of temporary character and 
were promptly remedied as soon as discovered. 

Many suits (about twenty) for electrolysis damages are being 
tried in Paris. On account of the situation created by these 
suits the Paris municipality and the government have recently 
appointed a Commission to investigate the subject and make 
recommendations regarding the electrolysis situation in the City 


of Paris. 
E. ENGLAND. 


73. Laws and Ordinances. The Board of Trade regulations 
prescribe that the maximum rail drop shall not exceed seven 
volts. In practice the Board takes as the voltage drop the mean 
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between the average and the momentary maximum values for 
the period of a schedule run at time of maximum traffic, exclu- 
sive of exceptional occasions like athletic games, etc. The per- 
iods assumed vary from 15 to 30 minutes. The regula- 
tions also contain other requirements, prescribing measure- 
ments of track leakage, etc.; in actual practice, however, little 
attention is paid to any other requirements as long as the 
seven volt over-all rail drop is not exceeded. 


74. Construction. Whenever the resistance of the rails 
would give a drop in excess of seven volts, insulated return 
feeders with resistances, or negative boosters are used; the 
latter more extensively than in any other country. 


75. Conditions. The sub-committee found that in all the 
several cities visited the Board of Trade regulations were met 
well within the limits. In fact, on the average the maximum 
drops measured in all large cities visited in the months of June 
and July were about two volts. 

The Board of Trade regulations are not considered onerous 
by any of the railway engineers we consulted. All authorities 
representing the pipe owning companies, the railways, the 
State telegraph and telephone and the Board of Trade were 
unanimous in stating that the electrolysis situation on the 
properties under their respective control was entirely satis- 
factory. 

The only question raised, and this only by a limited number 
of pipe owning entities, is whether the electric railways should 
not be held legally responsible for any damages, even when 
they comply with the Board of Trade regulations. Two or 
three attempts have been made to have a law passed by the 
Parliament to this effect, and two or three pipe exhibits have 
been repeatedly presented to prove electrolysis damages, but 
the Parliament refused to act. 

The seven volt limitation is considered somewhat of a hap- 
hazard empirical measure formulated many years ago, but 
having given good results it is considered good enough, though 
it is conceded that some more rational measure could probably 
now be devised to replace it. However, no demand was dis- 
covered for a change on the part of anyone concerned. 
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76. Germany through voluntary co-operation has probably 
remedied the former dangerous electrolysis conditions in all 
of its important systems. The instrumentality of agreements 
on definite technical standards was sought in preference to 
legislation for different states. 

Italy will probably give more consideration to the subject 
of electrolysis whenever the general conditions will permit. 

France has not been as successful in bringing prompt results 
through legislation, as has Germany through technical co- 
operation. 

England, which has had the benefit of Government regula- 
tion for many years, has now no electrolysis troubles nor dis- 
putes. 

In Germany and England, the subject of electrolysis has 
received extensive study and consideration. The attached 
typical abstracts of reports of the German Earth Current 
Commission and the appendix of the detail report of the Sub- 
Committee are evidence of the methods followed and the satis- 
factory results obtained abroad by adopting the following 
measures: 

Ist. Maintenance of good bonding. 

2nd. Elimination of intentional contacts, and liberal separ- 
ation, whenever possible, of pipes and rails. 

3rd. Avoidance of bare copper returns and use of insulated 
returns in all installations where the conductivity of the rail 
alone would give a too great maximum rail drop. 

4th. Use of insulated returns with balancing resistances, 
or to a lesser extent “‘boosters,’’ for the purpose of maintaining 
equality of rail potential at the feeding points of all feeders. 

5th. Small feeder drops and frequent substations to give 
close line regulation. 


77. Application to American Conditions. This study has not 
been made with the object of arriving at definite recommenda- 
tions, but to point out that disputes on account of electrolysis 
troubles have been prevalent in the past in all countries before sys- 
tematic cooperative studies or regulations had been applied, not- 
withstanding the fact that the mode of life and distribution of 
population and industries are more favorable than in American 
cities. The average weight of cars in foreign cities is essen- 
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tially less than in most American cities of the same popu- 
lation and the tramway traffic and loads per capita may be 
one-fifth or even less in Europe than in America. A city like 
Berlin with over 2,000,000 inhabitants handles all its trans- 
portation with a maximum load of about 30,000 k.w. (Chicago 
and the adjacent territory with 2,600,000 population requires 
a maximum load of about 200,000 k. w.) Manchester with 
a population of 1,250,000 and Glasgow with 1,000,000 have 
traction loads of 11,000 k. w. and 11,500 k. w. respectively. 
(Boston and the surrounding territory served by the same trac- 
tion system has an approximate population of 1,150,000 and 
requires a power station capacity of 75,000 k. w.) Milan with 
a population of over 600,000 inhabitants has a traction load 
of approximately 8,000 k. w. and Nurnberg with 350,000 
inhabitants uses only 1000 k. w. (The city of Worcester, 
Mass. with a population of approximately 160,000 requires 
power station capacity of 7,500 k. w.) These comparisons 
should not be taken as a definite index to comparative elec- 
trolysis conditions since many other factors are involved. 

Other similar statistics for smaller places are given in 
Figure 6, and they should be taken in consideration in applying 
to this country the results of this investigation of foreign prac- 
tice. Regardless of the degree of improvement which economical 
limitations may make permissible to accomplish in local situa- 
tions, the fundamentals for the solution of the electrolysis 
problem evolved abroad merit the most careful study to 
ascertain their possible application to American conditions. 


G. REGULATIONS ADOPTED AND PROPOSED. 


78. Germany—Earth Current Commission’s Recommenda- 
tions. Recommendations of the German Earth Current Com- 
mission as adopted by the Gas, Water and Railway Interests of 


Germany. 


Regulations for the protection of gas and water mains 
from the electrolytic action of currents from direct current 
Electric Railways which use the rails as a return. 

Accepted for two years at the yearly meeting of 1910 
and for a further two years at the yearly meeting of 1912. 

Published in the lectrotechnische Zeitschrift 1910, 
page 491, and 1911, page 511. 
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SECTION 1. APPLICATION OF RULES. 


The following rules govern the installation of direct current 
railways or sections of direct current railways which use the 
rails for carrying the return current. Unless otherwise men- 
tioned the herein given admissible potential values should be 
adhered to when laying out new railways. For determining 
the resistance of a line, the rails only must be taken into ac- 
count as current carrying mediums and the assumed resistance 
of the rails, as well as the assumed percentage increase of re- ~ 
sistance due to the bonding, must be stated. 

These values must not be exceeded, either when making the 
necessary calculations or by the plant when in actual normal 
operation. 

These rules do not apply when railways are laid with 
special track or when the rails are laid on wooden sleepers, 
in which case there is generally an air-clearance between the 
rails and the stone ballast. But the rules do apply if this 
air clearance does not exist, as at grade crossings, unless an 
equivalent insulation is provided for locally. Further, these 
rules do not apply to railway lines which do not approach 
closer than 200 meters to an underground pipe network. 


EXPLANATION.* 


The regulations apply only to direct current railroads or 
sections of such, using the rails as conductors. Railroads not 
using the rails as conductors are eliminated from the start, 
because the same do not send any currents into the earth and 
therefore cannot have any damaging influence on the pipes. 
According to the experience reached so far, alternating current 
seems to have very little effect, so that any extension of these 
rules to cover also alternating current railways does not seem 
justified. At any rate, the conditions produced by alternating 
current railways are not yet sufficiently understood to allow of 
establishing any restrictions in regard to their equipment and 
operation for the protection of pipes. 

In case a railroad is operated partly with direct current 
and partly with alternating current, these regulations apply 
only to those sections the rails of which carry direct current. 
The fixed upper limits of permissible potentials apply to the 
design of the plant, unless otherwise stated, and in the 


"1 - . . 
Note: This explanation and the others following are included in the 
German Earth Current Committees Recommendations, 
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calculations only the rails and the bonds are to be considered 
as far as the conductivity and the resistances of the conductors 
are concerned. The assumed resistance of the rails and the 
increase of same by the resistance of the bonds is to be stated, 
and such limiting values are not to be exceeded either by cal- 
culations or in practice. 

The earth as a shunt is not considered. Through contact 
of the rail network with the ground, a part of the current passes 
into the ground and the potentials of the rail network are 
thereby lowered as compared with a case of perfect insulation 
from the ground, the effect becoming greater, the more the 
current passes into the ground. It is, therefore, not correct 
to take the differences of potentials as found immediately 
after the construction of a rail network as a basis for estimating 
the safety against damaging influences, but it is necessary to 
go back to the first cause, that is to say, the differences of 
potential as they would be if the rails were completely insulated. 

This rule allows of an exact calculation of the conditions 
during the design of the plant without any uncertain and 
varying values for different localities. The limit values are 
not to be exceeded either during the calculations or at the 
actual practical test. The method of the practical test will 
be discussed in Section 3. The projection of the plant is, 
therefore, to be based on assumptions as correct as possible 
with regard to the resistance of the rail, the cables, and the 
consumption of current, and it is advisable to consider also a 
later increase of the traffic. 

Railroads, the rails of which are insulated on special road- 
beds, generally have such a great resistance against the earth 
that passage of current into the ground to be considered as 
dangerous to pipes does not occur. Higher potentials, there- 
fore, are permissible for such railroads, assuming that a suffi- 
cient insulation is provided for also on grade crossings, ete. 

As a means to this end are to be considered: 

Insulating strata between rails and ground, for instance, 
tar paper, which must extend on all sides sufficiently beyond 
the place in question; or the surrounding of the pipes with 
insulating material. Such places are to be inspected from time 
to time to ascertain the effect of such insulation. 

For the exemption from these regulations the laying of the 
rails on a special roadbed is required, because it is only in this 

_way that a permanent insulation can be reached and main- 
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tained. About the details of the system of insulation to be 
used, no rules were issued. A lasting insulation is to be guar- 
anteed by the way in which the rails are laid. The laying 
of rails on wooden ties as mentioned above is intended as an 
example only. At any rate to secure satisfactory insulation 
it is imperative that the rails be nowhere in contact with the 
moisture of the ground, as this greatly favors the passage of 
the current into the ground. 

Tracks which are at all points at least 200 m. distant from 
any pipes are exempt, because any. current coming over such 
an extended area spreads to such a degree that its density 
cannot possibly be harmful. In this respect concession has 
been made to long outlying railway lines because the subjection 
of such to these regulations would entail great economic disad- 
vantages in certain cases. The maintenance of good con- 
ductivity on such outlying sections is to be strongly recom- 
mended so as to prevent the return currents from reaching a 
dangerous density where such sections join the rails of an 
inner rail network, 7.e., a density exceeding the limit given 
in Section 5. 


SECTION 2. RaAtL CONDUCTORS. 


All rails serving as return conductors should be built with 
regard to this requirement, should be made as good conductors 
as possible and should always be kept in good order. 

The percentage of increase of the resistance of a given length 
of track due to the bonding should not exceed the value as- 
sumed when laying out the railway, and must not be more than 
20% more than the resistance of the same length of trackif the 
rails were without joints and of the same cross section and the 
same specific conductivity. On laying out a railway line con- 
sisting of main and auxiliary rails, the combined cross section 
of both rails can only be taken into account when determining 
the resistance of the track, provided the auxiliary as well as the 
main rails are properly bonded and cross bonded. 

At rail crossings and at switches, the rails must be well 
bonded by special bridge bonds. 

On single tracks as well as on lines where several tracks are 
lying side by side the rails must be efficiently cross bonded 
and these cross and bridge bonds must have a conductivity 
at least equal to a copper conductor of 80 square millimeters. 
- At all movable bridges or similar structures which neces- 
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sitate an interruption of the rails, special insulated conductors 
have to be provided which secure a continuous connection 
between the two rail ends. In such cases, ‘the voltage drop 
at average load must not exceed 5 millivolts for each meter 
distance between the interrupted rails. 

All current carrying conductors which are connected to the 
rails, must be insulated from earth, excepting short connec- 
tions such as bonds, cross-bonds and bridge-bonds at switches 
and turntables. If such bonds are laid not deeper than 25 
centimeters into the earth, they may be bare conductors. 


EXPLANATION. 


The first condition for the reduction of stray currents and 
for the effectiveness of all the proposed precautionary meas- 
ures, is the good conductivity of the tracks and the maintenance 
of this conductivity. High resistances of the single sections 
cause an increase of the current passing into the ground. The 
maintenance of the good conductivity of the rails also is to the 
economic interest of the railroad, because a bad conductivity 
will, under certain circumstances, cause loss-of energy. 

It is not desirable to issue rules concerning the cross-sections 
of rails or for the conductivity of the steel because the cross- 
section and the chemical composition of the steel are both 
determined by mechanical considerations; the conductivity is 
dependent on the composition of the steel, while the conductance 
of the rail depends on both the conductivity and the profile. 

The resistance of a rail network is widely influenced by the 
quality of the electrical connections of the rails at their joints. 

The rules do not recommend one or another system of con- 
nections at the joints, but give data covering the permissible 
increase of the resistance by such connections. 

In consideration of the varying resistance of rails of dif- 
ferent profile, it is not possible to establish a uniform per- 
missible resistance for a bond, but the permissible increase of 
the total resistance of a section by all the bonds is given. 
This increase must not be over 20%. Inside of these limits 
the designing engineer may assume any increase of the re- 
sistance by the bond, but it must be considered that the increase 
assumed must be permanently maintained later on (Compare 
Sections 6 and 3). 

It. will be well to assume during the design of rhe plant, 
the increase of resistance of the bonds as very near the per- 
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missible limit. This is very important when shorter rails are 
to be used, with the consequent greater number of joints, the 
maintenance of which is correspondingly more dificult and, 
therefore, an increase of resistance through deficient bonds to 
be expected. The conductivity of rails is to be ascertained 
on a number of samples before the rails are laid, so as to have 
a guarantee that the calculated resistance will correspond to 
the resistance of the finished network. 

The measurement of the resistance is made by measuring 
the current and the potential on a-rail as long as possible and 
insulated from its supports; the potential terminals should 
include a part of the circuit between the current contacts and 
they should be at least of 0.5 meter distant from these current 
contacts... A simple calculation gives the conductivity of the 
rail by using the value shown by ammeter and voltmeter. 
The conductivity of the rails now in use is generally found to 
be between 4 and 5.5 Siemens. 

In cases where main and auxiliary rails are to be used and 
where the combined cross-section of both is taken into cal- 
culation, the conductivity of the auxiliary rail also is to be 
measured as the same may differ considerably from the con- 
ductivity of the main rail. 

At crossings and switches a loosening of the rail connections 
will take place caused by the vibrations brought about by the 
passage of the rolling stock, for which reason such places are 
to be bridged specially by electrical conductors. The cross 
connections serve the purpose of eliminating differences of 
potentials between tracks running side by side and also to 
insure a good metallic connection between the rails on one side 
of a track in the case of a temporary low conductivity of single 
joints or interruptions. ; 

It seems advisable in consideration of the different length of 
rails, not to give an absolute distance between. the cross-con- 
nections, but to establish their number by the number of joints. 
The bonds and cross-connections may be of any material as 
long as their conductivity reaches at least that of a copper 
connector of 80 square mm. For the connection of interrupted 
tracks, as for instance at movable bridges, insulated cables are 
required because of the presence of water or other substances 
in the soil, which highly favor the passage of currents into 
the ground. The highest permissible drop in potential at 
average load has been fixed at 5 millivolts per meter distance 
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between the places of interruption, to insure a small difference 
of potential between these points. 

Furthermore care is to be taken that the tracks in a movable 
bridge are in good contact with the tracks on both sides of it. 
The following is an example of the calculation of a cable bridg- 
ing across the gap. 

When the distance between the tracks at the point of inter- 
ruption equals 30 meters, the permissible difference of potential 
therefore is 5 X 30 which equals 150 millivolts. The current 
to be carried across is assumed to be 120 amperes and the 
length of cable 30 meters. Assuming a specific resistance of 
17.5 milliohms per meter and square millimeter, the resulting 
cross-section is: 


eon Lek die x 30K. 120 
e€ i 150 


Inasmuch as the increase of the surface contact between 
the conductors and ground results in an increase of the cur- 
rent passing from the conductors into the ground, the con- 
ductors connected to the rails, especially those lying deep 
enough to come into contact with the moisture of the ground, 
are to be insulated conductors. Only short connections such 
as jumpers on crossings and switches, are exempt from this 
rule on account of the same not lying deeper than 25 cm. 
under the surface, which means that they hardly come into 
contact with the moisture of the ground. The increase of 
surface of the contacts with the ground by these conductors, 
is too smal! in proportion to the total surface of the rail net- 
work to cause any apprehension regarding the currents passing 
into the ground. 


= 420 sq. mm. 


SEcTION 3. Rait POTENTIAL. 


A railway network is divided into two sections, first, the 
open road connecting the various townships, and second, the 
urban network. 

In the urban network and for a distance of 2 km. beyond, 
the voltage drop between any two rail points should never 
exceed 2.5 volts when the line is working under normal con- 
ditions, and the drop in the rails for each kilometer of open road 
should not exceed 1 volt. Occasional night cars are not to be 
considered in determining the average load. 

In townships through which only a single line is run, without 
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local rail network, the total voltage drop in the rails must not 
exceed 2.5 volts from end to end of the township’s pipe network. 

Any apparatus which is supplied with current and which is 
connected to the railway network must not increase the volt- 
age drop above the stated limits. 

If various railway systems are connected together either 
through the medium of the rails or through the power station, 
each system must fulfill the above conditions. A rail system 
in a township with an independent pipe network has to comply 
with the above regulations also. _ 

Exceptions from these rules in regard to the voltage drop in 
a railway network are admissible if local conditions and service 
necessitate and justify such exceptions. If, for instance, the 
service—as is the case in freight yards—covers only a small 
portion of the day, the above limits of rail drops may be ex- 
ceeded. In yards with a service up to 3 hours daily, double 
the above values are permitted, and with a service up to one 
hour, four times the above values are allowed. 


EXPLANATION. 


As mentioned in Section 1, the rail network is to be con- 
sidered as insulated from the ground, so that the earth as a 
shunt is not considered. 

The resistances of the single sections are to be calculated 
from the resistance of the rails under observance of the rules 
in Sections 1 and 2. 

For the calculation of the potentials the value of the average 
current is to be used, as the magnitude of electrolytic decom- 
position of the pipe metal depends on the quantity of current, 
that is to say, the product of current and time. The highest 
values have not to be considered for the calculations. To find 
the consumption of current the average service as per schedule 
has to serve as the base. 

The average current consumed on single sections can be 
calculated from the number of car km. or ton km. to be covered, 
by using the value for the consumption of current which, ac- 
cording to experience, and in consideration of the local con- 
ditions, is used for one car km., or ton km. 

But it is also permissible to distribute the consumption of 
current over the whole net in a way corresponding to the loca- 
tions of the single trains at the time of the average load and to 
calculate for each train the consumption of current taking into 
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consideration the weight of the cars, the speed and operating 
conditions (grades, stops). 

In regard to the schedule, the difference between summer 
and winter service is to be considered. The increase at regular 
intervals, as for instance on Sundays, is to be taken into ac- 
count. Small deviations from the schedule, as for instance, 
single night cars, or auxiliary cars, shall not be considered, 
because the first would reduce the average value out of pro- 
portion, and the frequency of the second cannot be estimated 
at the time of the calculations and otherwise are not of any 
appreciable influence on the final results. 

It is impossible to get regulations embracing all conditions 
and possibilities and it is therefore necessary to consider all 
peculiarities of a plant during its projection. If there are any 
additional places connected to the rails, where current is used 
for stationary motors, station lighting, etc., these are to becon- 
sidered. 

After the drops in potential on the central sections have 
been tabulated, based on the above calculations, the distribu- 
tion of the potential in the rail network can be found. In 
addition to the foregoing data for the calculation of the drop 
in potential on the single sections, consideration is to be given 
to the proposed return cables and, in case of a three wire system, 
to the direction of the current in the districts of different polarity. 

Difference in potential between any two points of the rail 
network must answer the following conditions: 

Around every individual pipe network (meaning a network 
not in metallic contact with any other network) and also 
around single pipes, a zone of two hundred m. is to be circum- 
scribed and all tracks lying outside of this zone are not to be 
considered in connection with these regulations, as per last part 
of Section 1. 

For each of the rail branches lying inside of these individual 
pipe networks, the following rules apply: 

If there are any branches of the railroad inside of a pipe net- 
work, including the 200 m.-zones, a belt 2 km. wide is to be 
laid around the inner rail network. Inside this belt the po- 
tential of the rails between any different points must nowhere 
exceed 2.5 v., as long as no portion of the rails is more than 
200 m. distant from the nearest pipe along its total length 
(Compare Fig. 7.). . 

On the sections outside the 2.5 v. districts, the drop in 
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potential must not exceed 1 v. per km. This applies to out- 
lying sections which are shown in Fig. 7 by heavy dotted 
lines. 

In the case of a railroad with no branches (country roads) 
and a pipe network, the drop in potential inside the pipe net 
work must not exceed 2.5 v. (Compare Fig. 8). The rule 
establishing a drop of 1 v. per km. states that the current in 


i Wri: : Be 
the track must not exceed TW if W is the resistance of the 
track in ohms per km. For a uniform load of a section of L 
km. length and a uniform resistance, the permissible drop in 


a Vv: 1.€. x drop in one rail. The calculation of 
this drop also is based on the average load, according to the 
schedule. 

Strict rules have been issued for the interior rail network 
with its many branches, as it mostly covers the same area as 
the pipe network. This has been done in consideration of 
the greater surface of contact between ground and rails and 
pipes respectively which increases the probability of a passage 
of current through the ground. The potential of 2.5 volts 
for this district has been judged permissible because, according 
to the results of previous investigations, it is to be assumed 
that this potential will not under ordinary conditions cause 
any danger to pipe lines beyond the practical limits. To avoid 
as much as possible any greater concentrations of ground and 
pipe currents at the outlying sections which immediately join 
the inner rail network, and where important parts of the pipe 
network often extend, strict rules have been issued covering 
the district inside the 2 km. belt around the inner rail network. 

For the outlying section an economical advantage has been 
contemplated by limiting the drop in potential to 1 v. per km. 
Railroads interconnected by their rail networks or by a common 
power plant are to be eonsidered as one system because such 
railroads influence each other, inasmuch as equalizing currents 
will flow between their rail networks. 

Deviations in both directions from these potentials can be 
_ justified by certain circumstances—in case of especially good 
conditions of the ground, that is to say, in very dry dirt an 
increase of the potentials may be permissible. But even in 
such cases it is advisable to be cautious in allowing suchan 
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District of interior pipe - network. 

District of 200 m. around pipes with no branches. 
Railroads in the 2.5 V. District. 

Railroads in the |1V-Km District. 

Railroads with no Restrictions. 


Figure 7 


District of the pipe-network with the 200 m. belt 
surrounding it and the pipes with no branches. 


District of the interior Rail-network with the 2Km. 


belt surrounding it. 

Railroads in the 2.5 V. District (shaded by both 
horizontal and vertical |ines). 

Railroads in the |V.-Km. District (shaded by 
horizontal] Jines) 

Railroads with no restrictions (not shaded, or by 
vertical lines only). 


Figure 8 
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increase, so as not to violate the rules as given in paragraph 5. 
Where the conditions are unfavorable, for instance, where 
moist ground of especially high conductivity prevails, it is 
advisable to remain below the limits. For railroads with brief 
daily operation concessions have been made because damage 
to the pipes depends upon the duration of the influence of the 
current so that, considering the short time of operation, even 
greater currents cannot cause any appreciable damage to the 
pipes. 

For railroads of three hours daity operation double drop in 
potential is allowed, while for railroads of one hour operation, four 
times the drop is permissible. Wherever the rail network is not 
sufficient to carry the current without exceeding the per- 
missible potential in the network, the whole plan for the return 
of the current must be altered, and improvement will be reached 
by providing return cables in which, if necessary, resistances 
or boosters may be inserted. The resistances should be 
variable so as to correspond with the variable conditions of 
service and operation. In cases where the railroad system 
is fed from several power plants a reduction of the drop in 
potential in the rails may be brought about by shifting the 
loads of the several power plants. 

The arrangement of the cables and resistances can be made 
in so many different ways as to make a general rule for all 
cases impossible. It is recommended to investigate thoroughly 
the cases under observation, because considerable saving in the 
construction and operation of the plant may be achieved by a 
careful layout. 

The keeping of the return points at the same potential is 
recommended as a precautionary measure but not required. 
The same offers a certain guarantee of the possibility to keep 
the difference of potential within the 2.5 V. limits. 

Furthermore, the use of the 3 wire-system with the rails as 
a neutral conductor is worthy of consideration. In this sys- 
tem the difference of potential in the rails depends on the dis- 
tribution of the positive and negative feeder districts. This 
distribution again depends on the local conditions of the plant, 
so that no general rules can be given in regard to it. 

Alterations of the conditions of operation can be counter- 
acted by switching the load to the positive or negative side 
of the system. The rules do not recommend any certain sys- 
tem, but leave it entirely to the projecting engineer to select 
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the one best adapted to existing conditions. The damage to 
pipes takes place mostly at points of low potential on two- 
wire railroads, in the neighborhood of the return points; and 
on three-wire railroads, in the districts of negative feeders, be- 
cause it is mainly here that the current leaves the pipes. 
It is advisable to place the return points of the negative feeder 
districts whenever possible in locations with dry ground of 
low conductivity and as far as possible from such pipe lines as 
are of importance for the water and gas supply. 

The permissible limits of differences in potential in rails 
must not exceed, either according to calculations, or at the 
practical trial, the limits given in Section 1 of these rules. 
The measurement of the difference in potential is made by means 
of test wires as called for in Section 6. The measurements 
of differences in potential are limited to those points which, 
according to the calculations, come nearest to the established 
limits. Wherever long lines, as, for instance, telephone wires, 
are available, it is advisable to use them for these measure- 
ments, otherwise several test wires may be connected in series 
or temporary test lines may be installed: finally, the results 
of single measurements may be computed to reach the same 
final results. Only high resistance voltmeters should be used 
for these measurements so as to make the resistances of the 
test wire and contacts negligible. The pointers of these in- 
struments should have the slowest movements and a good 
damper arrangement, so as to give good readings even under 
strong fluctuations. For all measurements only average values 
are considered. All measurements are to be extended over a 
full period of operation which results from the average frequency 
of trains. 


SecTION 4. RESISTANCE BETWEEN RAIL AND EARTH. 


The resistance between ground and the rail which is used 
for carrying the return current should be kept as high as pos- 
sible. When the conditions of the ground or the situation of 
the track are not favorable for this purpose, the resistance 
should be increased by a special: effective insulation. 

- The rails or any conductor connected to the rails must not. 
be in contact with the pipes or any kind of metal buried in 
the ground. Furthermore, care must be taken that the dis- 
tance between the nearest rail and any metallic part of the 
pipe lines or connections to them which project above the ground 
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or lie near the surface, be kept as great as possible, and should 
never be less than one meter. 

Stationary motors, lighting installations or any other plant 
which receives current from a railway system which uses the 
rails for carrying the return current, must be connected to the 
rail network by means of insulated conductors. Excepted are 
short connections of not more than 16 square millimeters which 
are not deeper than 25 centimeters in the ground and which 
are at a distance of at least.1 meter from any part of a pipe 
network. These connections may be of bare metal. In order 
to increase the resistance between rail and ground it is recom- 
mended to use a bedding of high resistance and to provide 
good drainage, also to render the bedding water-tight to the 
roadbed for a sufficient width on both sides of the rail. 

The use of salt for the melting of snow and ice, should be 
limited to cases of absolute necessity. 

Wherever sufficient distance between the rail and such parts 
of the pipe line as project above the surface is not obtainable, 
it is advisable to change the pipe run, or where this is not pos- 
sible, to use insulating strata (such as vitrified clay, masonry 
or wooden conduits, etc.). 


EXPLANATION. 


The magnitude of currents passing into the ground depends 
not only on the potentials in the rail network, but also on the 
resistances between the rails and the pipes and on the resist- 
ances of the pipe lines themselves. It will always be of advan- 
tage to increase the resistance of the ground between therails 
and the pipes. An artificial increase of the resistances of the 
pipe line can be achieved for instance, by the use of insulating 
flanges, couplings, etc. Aside from the technical difficulties of 
installing such insulating parts into gas pipes, and especially 
water pipes with a high pressure, and of insuring their lasting 
tightness, it would be difficult to provide these insulating 
pieces in the necessary numbers and to take care of their correct 
distribution. A wrong arrangement of the same will lead to an 
extraordinary concentration of currents at these insulations 
with consequent corrosion in these places. A greater part of 
the drop in potential between pipe and rail originally takes 
place in the roadbed as can be easily understood and it is there- 
fore required to render this resistance as high as possible by 
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the good insulation of the roadbed, good drainage, etc.,-and to 
maintain it thus. 

In the same measure that the increase of the resistances 
between rail and pipe is recommended, the use of any means 
to reduce these resistances, is to be warned against. Such 
means to be considered are ground plates, connections of metals 
in the ground, and especially metallic connections between the 
rails and the pipes. The last will reduce the density of the 
current at the point of connection to the pipe, but they cause 
an increase of the pipe current and of the ground currents in 
general which may cause damage in other places, as, for in- 
stance, at interruptions in the pipe line or at crossings with 
other lines. Any local measure taken must be-econsidered with 
regard to its effect on the pipes in other localities. 

Metallic connections between different pipe networks also 
are to be judged from this viewpoint. Immediate contact of 
any parts of the pipe lines with the rails, or too close an ap- 
proach, has the same effect as direct metallic connections and 
is, therefore, to be avoided. (By a re-location of rails or pipes 
or installation of insulating strata). 

Especially in cases of stationary motors or lighting plants 
connected to the railroad system, there exists on the premises 
danger of an accidental or deliberate connection or contact 
with the pipe lines. It is, therefore, necessary to have strict 
rules regarding the return cables from such plants. 


SECTION 5. CURRENT DENSITY. 

The above rules are intended to prevent the destruction of 
the pipes by electrolysis. The rate of destruction is in direct 
proportion to the amount of current leaving the pipe. 

Any pipe line where the current leaving the pipe exceeds an 
average density of 0.75 milliampere per square decimeter and 
where this current is due to a railway, may be considered en- 
dangered by this railway, and further preventive measures 
must be taken. 

For railways with freight service when the service is of com- 
paratively short duration, exceptions as already mentioned are 
permissible. 

In cases where the current leaving or passing into the pipes 
changes its direction, the current passing into the pipe must 
be taken as nil when determining the average density, until 
further experience has been gained in this matter. 
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EXPLANATION. 


Inasmuch as a total elimination of all damages to pipes would 
be in most cases possible only at a disproportionately high 
cost, which would far exceed the cost of any possible damage to 
the pipes, it is necessary to allow a certain limited damage, 
that is to say, a damage which is of little practical importance 
and which does not noticeably shorten the life of the pipes. 
These rules have therefore been compiled on the basis of the 
average conditions, that is to say, such as are mostly met with, 
and it is to be expected according to previous experience that 
the damage done to pipe lines by the stray currents from elec- 
trical railways, generally will remain limited to the practical 
allowable limit wherever these rules are observed. Under 
exceptionally bad conditions, that is to say, under conditions 
which very much favor the origin of stray currents, greater 
corrosion of pipes in certain places can hardly be avoided, 
even if the limits of the drop in the potential in the rails; as 
laid down in Section 38, are not exceeded. It is, therefore, 
advisable to establish some measure for the elimination of 
immediate danger to the pipes. 

For the judgment of the damage attributed to a railroad 
system the density of the current leaving the pipes and return- 
ing to the railroad system is indicative. 

The density of the current at the pipe can be measured only 
after the completion of the plant. These measurements must 
be made during the time of operation, as per schedule, and as 
described in Section 3. The average density is important 
and is obtained from the computation of the results of several 
measurements, each of which follows a whole period of service. 

Measurements of current density can be made, for instance, 
by means of a milliammeter and non-polarizable frame as de- 
signed by Prof. Haber. This frame contains two copper plates 
which are insulated from each other and which for the pre- 
vention of polarization are covered with a paste of copper 
sulphate and 20% sulphuric acid, over which a parchment, soaked 
with sodium sulphate is laid. The frame is filled with dirt 
except between the plates, and placed alongside the pipe at 
right angles to the assumed direction of the current and then 
covered with dirt. A very sensitive ammeter connected to 
the copper plates will indicate the current passing through 
the frame and the density of this current can readily be cal- 
culated by taking into account the surface of the copper plates 
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inside the frame. Inasmuch as here also only average readings 
are to be considered, it is advisable to use an instrument with 
very slow period. 

According to investigations made so far, absolute danger to 
the pipes results whenever the density of the currents leaving 
the pipes reaches the average value of 0.75 milliampere per 
square dem. For railroads with small periods of operation 
an excess up to double and quadruple, respectively, the above 
value is permissible according to the rules laid down in Sec- 
tion 3. 

Wherever the direction of the current changes, the currents 
entering the pipes are not to be considered in the calculations 
of the average density, inasmuch:as it is not~as yet established 
that such currents will add to the metal of the pipes. - Wherever 
the average values are exceeded, especial precautionary meas- 
ures are to be taken, the nature of which can be determined 
only by the local conditions. In many cases it is sufficient to 
‘ protect a very limited section of the rail network, to which 
end the further reduction of the drop in the rails may not be 
necessary, but which may be attained by other means as, for 
instance, the re-location of short sections of tracks or pipes, 
or the artificial increase of the resistances between rails and 
pipes at such points. 

In all cases the question arises whether the railroad is to be con- 
sidered as the only cause of current concentration, as other causes 
may. be found to be responsible for a part of the current on the 
pipes; for instance, bare neutrals or poor insulation in other 
electrical systems, the natural electrical elements resulting 
from the use of different metals in the pipe lines, or from dif- 
ferent chemicals in solution in the ground. That part of the 
current which is attributable to the influence of the railroad 
can be determined by comparison with the measurements of the 
current during the period of no operation. In many cases the 
influence of the railroad can be judged from contemporaneous 
measurements of current: density and the potential between 
pipe and rail. Under certain circumstances it is possible to 
find the degree of influence of the railroad and of other electrical 
plants operating at the same time, by establishing the course 
of the current in the ground. For this investigation elec- 
trodes that cannot be polarized are used as contacts from the 
test line to the ground. The measurements should preferably 
be made by the potentiometer method in order to eliminate 
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drop at the electrodes due to the current flow, but this method 
is difficult in practice on account of the rapid fluctuations of 
the voltage. It will be sufficient in most cases to make the 
measurements with a voltmeter of very high resistance so that 
the current passing through the electrodes will be very small. 
It should be emphasized that such measurements should be made 
by experts only, as deviations from the right method which 
seem of no importance often give useless results. 


SECTION 6. CONTROL. 


In order to be able to test the potential at the return points 
of the rail system of a given territory, pilot wires are to be 
connected to these points and carried to a central testing place. 

Before a service may be increased the potential distribution 
in the rail network must be retested. 

The rail bonds and bridge connections are to be retested 
once yearly by means of a suitable rail joint tester and must be 
arranged so that they fulfill the rules of Sections 1 and 2. Con- 
nections the resistance of which has been found greater than 
that of an uninterrupted rail of 10 meters length must be re- 
paired to comply with these rules. 


EXPLANATION. 


The control of the drop in potential in the whole network 
would be best assured by the installation of test wires from 
one of the buses to all points of probable highest and lowest 
rail potential, which arrangement admits of immediate measure- 
ment of potential between these points. 

In certain cases, especially in existing plants, the installation 
of such test wires would involve great cost. Such test wires 
from all of the important rail points were not required: but it 
has been ruled that all points of the rail network, to which 
cables of the same district are now connected, are to be pro- 
vided with test wires which have to run to some central point 
where readings of the differences of potentials between the 
return points can be taken. 

Wherever the expense involved permits, it is recommended 
to install test wires not only to the return points but also to 
the points of highest rail potentials. 

After permanent changes in the operation, the distribution 
of the potential in the rail network is to be investigated in the 
same way as after the inauguration of the plant, in order 
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to ascertain whether the new conditions still correspond to 
the rules. 

In case of temporary changes of short duration in the whole 
network or parts of the same as, for instance, occasionally 
some festival, change or repair of tracks, fairs, exhibits, etc., 
no special measures are to be taken because the short duration 
of the influence will cause no noticeable damage even when 
the limits of these rules are exceeded. 

The yearly investigation of the rail joints, as required by the 
rules, is also to be recommended with regard to the reduction 
of losses of energy. For these measurements an apparatus 
may be used which allows of the comparison of the drop in 
potentials across the joint with one of the adjoining uninter- 
rupted rails so that the measurement may be taken during the 
operation. Joints of a resistance higher than that of an un- 
interrupted rail of 10 m. length are immediately to be repaired. 
The total resistance, as found by the measurement of the 
single joints, must not exceed the value which has been as- 
sumed during the projection of the plant (compare Section 2, 
paragraph 2). 

Should it result during operation that rail joints are of a 
higher resistance than that assumed in the designing it is 
permissible to abstain from a re-construction of the joints 
as long as the permissible difference of potentials in the rails 
is not exceeded, even with these higher resistances. The 
established limits of 20% increase of the resistance of the 
uninterrupted rail by the bonds must not be exceeded in any 
case. 


79. France—Regulations by Minister of Public Works 
Circular and order of the Minister of Public Works (France) 
of March 21, 1911, establishing the technical conditions which 
electrical distribution systems must satisfy in order to conform 
to the law of June 15, 1906. (Pages 25-27) 


Sgecrion III. REGULATIONS RELATIVE TO THE CONSTRUCTION 
oF STRUCTURES FOR ELECTRIC RAILWAYS USING DIRECT 
. CuRRENT.! 


DISTRIBUTION POTENTIAL FOR RAILWAYS. 


Arr. 27. The requirements of art. 3, paragraph 4; of art. 5 
paragraph 26; 4 and 6 of art. 25, and of the first two sections 
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of paragraph 3 of art. 31 do not refer to trolley wires, nor their 
supports, nor the other lines placed upon these supports, nor 
those not upon the public highway, nor those inaccessible to 
the public, if the potential between these conductors and ground 
is not greater than 1000 volts. 

1. Electric traction projects using alternating current should be sub- 


mitted to the Minister of Public Works in all cases where distribution is 
upon the public highway. 


RIGHT OF WAY. 


Art. 28. When the rails are used as conductors, all necessary 
measures should be taken to guard against the harmful action 
of stray currents, on metallic structures, such as the tracks 
of railways, the water and gas pipes, the telegraph or tele- 
phone lines and all other electric conductors, etc. 

To this end the following regulations shall be applied: 

1. The conductance of the tracks shall be known to be in 
the best possible condition, especially in regard to the joints, 
whose resistance should not exceed, in each case, that of 10 
meters of the normal track. 

The management is required to verify periodically this con- 
ductance and to place the results obtained on file, which shall 
be accessible to the administration upon demand. 

2. The drop in potential in the rails, measured upon a length 
of track of 1 kilometer taken arbitrarily upon any section of 
the system, should not exceed an average value of 1 volt for 
the operating period of the normal car schedule. 

3. The feeders tied into the track shall be insulated. 

4. Where the tracks contain switches or crossings, the con- 
ductance shall be maintained by special work. 

5. When the track crosses a metallic structure, it should 
be electrically insulated, as much as possible, throughout the 
length of the structure. 

6. As long as no metallic structure is in the neighborhood 
of the tracks, a drop in potential greater than that fixed in: 
paragraph 2 may be allowed, upon the condition that no dam- 
age will result, and particularly no trouble to telegraphic or 
telephonic communication, and none to railway signals. 

7. The owner of the distribution system shall be required 
to make the installations necessary to enable the administra- 
tion to verify the fulfillment of the ‘provisions of this article; 
it should particularly provide, whenever necessary, for pilot 
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wires to be installed between designated points of the dis- 
tribution system. 


PROTECTION OF NEIGHBORING AERIAL LINES. 


Art. 29. At all points where the lines feeding the traction 
system cross other distribution lines, or telegraph or telephone 
lines, the supports should be established with a view to protect 
mechanically these lines against contact with the aerial con- 
ductors feeding the traction system. 

In all cases, measures shall be taken to prevent the trolley 
wire touching the neighboring lines. 


80. England.—British Board of Trade Regulations. Regu- 
lations made by the Board of Trade under the provisions of Special 
Tramways Acts or Light Railway Orders authorizing “‘lines’’ on 
public roads; for regulating the use of electrical power; for prevent- 
ing fusion or injurious electrolytic action of or on gas or water 
pipes or other metallic pipes, structures or substances: and for 
minimising as far as is reasonably practicable injurious inter- 
ference with the electric wires, lines, and apparatus of parties 
other than the Company, and the currents therein, whether 
such lines do or do not use the earth as a return. 

First made, March, 1894. 

Revised, April, 1903. : 

Further revised, August, 1904. . 

Further revised, May, 1908. 

Further revised, April, 1910. 

Further revised, September, 1912. 


REGULATIONS. 


1. Any dynamo used as a generator shall be of such pattern 
and construction as to be capable of producing a continuous 
current without appreciable pulsation. 

2. One of the two conductors used for transmitting energy 
from the generator to the motors shall be in every case insulated 
from earth, and is hereinafter referred to as the “‘line’; the 
other may be insulated throughout, or may be uninsulated in 
such parts and to such extent as is provided in the following 
regulations, and is hereinafter referred to as the “return.” 

The Board of Trade will be prepared to consider the 


issue of regulations for the use of alternating currents for 
electrical traction on application. 
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3. Where any rails.on which cars run or any conductors 
laid between or within “three feet of such rails form any part 
of a return, such part may be uninsulated. All other returns 
or parts of a return shall be insulated, unless of such sectional 
area as will reduce the difference of potential between the 
ends of the uninsulated portion of the return below the limit 
laid down in Regulation 7. 

4. When any uninsulated conductor laid between or within 
three feet of the rails forms-any part of a return, it shall be 
electrically connected to the rails at distances apart not ex- 
ceeding 100 feet by means of copper strips having a sectional 
area of at least one-sixteenth of a square inch, or by other means 
of equal conductivity. 

5. (a) When any part of a return is uninsulated it shall be 
connected with the negative terminal of the generator, and in 
such case the negative terminal of the generator shall also be 
directly connected, through the current-indicator hereinafter 
mentioned, to two separate earth connections which shall be 
placed not less than 20 yards apart. 

(b) The earth connections referred to in this regulation 
shall be constructed, laid and maintained, so as to secure 
electrical contact with the general mass of earth, and so that, 
if possible, an electromotive force, not exceeding four volts, 
shall suffice to produce a current of at least two amperes from 
one earth connection to the other through the earth, and a 
test shall be made once in every month to ascertain whether 
this requirement is complied with. 

(c) Provided that in place of such two earth connections 
the Company may make one connection to a main for water 
supply of not less than three inches internal diameter, with the 
consent of the owner thereof and of the person supplying the 
water, and provided that where, from the nature of the soil 
or for other reasons, the Company can show to the satisfaction 
of the Board of Trade that the earth connections herein specified 
cannot be constructed and maintained without undue expense 
the provisions of this regulation shall not apply. 

(d) No portion of either earth connection shall be placed 
within six feet of any pipe except a main for water supply 
of not less than three inches internal diameter which is metal. 
lically connected to the earth connections with the consénts 
hereinbefore specified. 


(e) When the generator is at a considerable distance from 
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the tramway the uninsulated return shall be connected to the 
negative terminal of the generator by means of one or more 
insulated return conductors, and the generator shall have no 
other connection with earth; and in such case the end of each 
insulated return connected with the uninsulated return shall 
be connected also through a current indicator to two separate 
earth connections, or with the necessary consents to a main 
for water supply, or with the like consents to both in the man- 
ner prescribed in this regulation. 

(f) The current indicator may consist of an indicator at the 
generating station connected by insulated wires to the term- 
inals of a resistance interposed between the return and the 
earth connection or connections, or it may consist of a suitable 
low-resistance maximum demand indicator. The said re- 
sistance, or the resistance of the maximum demand indicator, 
shall be such that the maximum current laid down in Regula- 
tion 6 (I) shall produce a difference of potential not exceeding 
one volt between the terminals. The indicator shall be so 
constructed as to indicate correctly the current passing through 
the resistance when connected to the terminals by the insulated 
wires before-mentioned. 

6. When the return is partly or entirely uninsulated the Com- 
pany shall in the construction and maintenance of the tram- 
way (a) so separate the uninsulated return from the general 
mass of earth, and from any pipe in the vicinity; (b) so con- 
nect together the several lengths of the rails; (c) adopt such 
means for reducing the difference produced by the current be- 
tween the potential of the uninsulated return at any one point 
and the potential of the uninsulated return at any other point; 
and (d) so maintain the efficiency of the earth connections 
specified in the preceding regulations as to fulfill the following 
conditions, viz.: 


(I) That the current passing from the earth connections 
through the indicator to the generator or through the 
resistance to the insulated return shall not at any time 
exceed either two amperes per mile of single tramway 
line or five per cent of the total current output of the 
station. 

(II) That if at any time and at any place a test be made 
by connecting a galvanometer or other current-indicator 
to the uninsulated return and to any pipe in the vicinity, 
it shall always be possible to reverse the direction of any 
current indicated by interposing a battery of three Le- 
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clanche cells connected in series if the direction of the 
current is from the return to the pipe, or by interposing 
one Leclanche cell if the direction of the current is from 
the pipe to the return. 


The owner of any such pipe may require the Company to 
permit him~at reasonable times and intervals to ascertain by 
test that the conditions specified in (II) are complied with as 
regards his pipe. 

7. When the return is partly or entirely uninsulated a con- 
tinuous record shall be kept by the Company of the difference 
of potential during the working of the tramway between points 
on the uninsulated return. If at any time such difference of 
potential between any two points exceeds the limit of seven 
volts, the Company shall take immediate steps to reduce it 
below that limit. 

8. The current density in the rails shall not exceed nine 
amperes per square inch of the cross sectional area. 

9. Every electrical connection with any pipe shall be so 
arranged as to admit of easy examination, and shall be tested 
by the Company at least once in every three months. 

10. The insulation of the line and of the return when in- 
sulated, and of all feeders and other conductors, shall be so 
maintained that the leakage current shall not exceed one hun- 
dredth of an ampere per mile of tramway. The leakage cur- 
rent shall be ascertained not less frequently than once in every 
week before or after the hours of running when the line is fully 
charged. If at any time it should be found that the leakage 
current exceeds one-half of an ampere per mile of tramway 
the leak shall be localised and removed as soon as practicable, — 
and the running of the cars shall be stopped unless the leak 
is localised and removed within 24 hours. Provided that 
where both line and return are placed within a conduit this 
regulation shall not apply. 

11. The insulation resistance of all continuously insulated 
cables used for lines, for insulated returns, for feeders, or for 
other purposes, and laid below the surface of the ground, shall 
not be permitted to fall below the equivalent of 10 megohms 
for a length of one mile. A test of the insulation resistance of 
all such cables shall be made at least once in each month. 

12. Any insulated return shall be placed parallel to and at 
a distance not exceeding three feet from the line when the line 
and return are both erected overhead, or eighteen inches when - 
they are both laid underground. 
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13. In the disposition, connections, and working of feeders, 
the Company shall take all reasonable precautions to avoid 
injurious interference with any existing wires. 

14. The Company shall so construct and maintain their 
system as to secure good contact between the motors and the 
line and return respectively. 

15. The Company shall adopt the best means available to 
prevent the occurrence of undue sparking at the rubbing or 
rolling contacts in any place and in the construction and use 
of their generator and motors. 

16. Where the line or return or both are laid in a conduit 
the following conditions shall be complied with in the con- 
struction and maintenance of such conduit: 


(a) The conduit shall be so constructed as to admit of 
examination of and access to the conductors contained 
therein and their insulators and supports. 

(b) It shall be so constructed as to be readily cleared 
of accumulation of dust or other debris, and no such ac- 
cumulation shall be permitted to remain. 

(c) It shall be laid to such falls and so connected to 
sumps or other means of drainage, as to automatically 
clear itself of water without danger of the water reaching 
the level of the conductors. 

(d) If the conduit is formed of metal, all separate 
lengths shall be so jointed as to secure efficient metallic 
continuity for: the passage of electric currents. Where 
the rails are used to form any part of the return they shall 
be electrically connected to the conduit by means of copper 
strips having a sectional area of at least one-sixteenth of 
a square inch, or other means of equal conductivity, at 
distances apart not exceeding 100 feet. Where the return 
is wholly insulated and contained within the conduit, the 
latter shall be connected to earth at the generating station 
or sub-station through a high resistance galvanometer 
suitable for the indication of any contact or partial contact 
of either the line or the return with the conduit. 

(e) If the conduit is formed of any non-metallic material 
not being of high insulating quality and impervious to 
moisture throughout, the conductors shall be carried on 
insulators the supports for which shall be in metallic con- 
tact with one another throughout. 

(f) The negative conductor shall be connected with earth 
at the station by a voltmeter and may also be connected 

, with earth at the generating station or sub-station by an 
adjustable resistance and current-indicator. Neither con- 
ductor shall otherwise be permanently connected with earth. 

_ (g) The conductors shall be constructed in sections not 
exceeding one-half a mile in length, and in the event of a 
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leak occurring’ on either conductor that conductor shall 
at once be connected with the negative pole of the dynamo, 
and shall remain so connected until the leak can be re- 
moved. 

(h) The leakage current shall be ascertained daily, be- 
fore or after the hours of running, when the line is fully. 
charged, and if at any time it shall be found to exceed 
one ampere per mile of tramway the leak shall be localised 
and removed as soon as practicable, and the running of 
the cars shall be stopped unless the leak is localised and 
removed within 24 hours. 


17. The Company shall, so far as may be applicable to their 
system of working, keep records as specified below. ‘These 
records shall, if and when required, be forwarded for the in- 
formation of the Board of Trade. 

Number of cars running. 

Number of miles of single tramway line. 


Datty REcoRDs. 

Maximum working current. 

Maximum working pressure. 

Maximum current from the earth plates or water-pipe con- 
nections(vide Regulation 6 (I)) where the indicator is at the 
generating works. 

Fall of potential in return (vide Regulation 7). 

Leakage current (vide Regulation 16 (h)). 


WEEKLY REcORDs. 

Leakage current (vide Regulation 10). 

-Maximum current from the earth plates or water-pipe con- 
nections (vide Regulations 6 (I)) where a maximum demand 
indicator is used. ; 

: MonrTHLy REcorps. 
Condition of earth connections (vide Regulation 5). 


Minimum insulation resistance of insulated cables in meg- 
ohms per mile (vide Regulation 11). 


QUARTERLY ReEcorps. 
Conductance of connections to pipes (vide Regulation 9). 


OccAsIONAL RgEcorps. 


Specimens of tests made under provisions of Regulation 6 (II) 
Board of Trade, 
7, Whitehall Gardens, S. W. 
September, 1912. 
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81. Spain—Electric Legislation. Law of March 23, 1900. 


ARTICLE 50. To prevent the return current of electric tram- 
way lines from exercising any electrolytic effects, the following 
measures shall be taken: 

(1) The rails of each one of the tracks are bonded by welding 
or by connections formed of short copper cables, or of equiva- 
lent cables made of some other metal, the section of which 
having to exceed 100 square millimeters per track, and shall 
be made as large as possible. 

(2) At intervals of 100 meters, or at shorter distances, the 
tracks shall be cross-bonded. 

(3) In case the official inspector should deem it necessary, 
a cable will have to be stretched in every line, which will have 
to be intimately connected with both tracks; and 

(4) The dimensions of all cables and wires constituting such 
system will have to be calculated upon a basis that the potential 
difference between the generator terminals and the point of 
the tracks remotest from them will not exceed an amount of 
seven volts. 


H. SUMMARY OF EUROPEAN CONDITIONS. 


Conditions in Germany, Italy, France and England as Reported 
to the Visiting Committee by Various Authorities in 
these Countries. 


82. Present Electrolysis Conditions. 


Germany. Considerable damage was found in many cities 
prior to the application of the Earth Current Commission’s 
Regulations; in one case service pipe trouble occurred as often 
as once a month. Generally, however, extensive damage was 
not known until it was revealed by investigation; thus, many 
of the cities which were surveyed by the Commission, and 
where more or less corrosion was found, had previously reported 
no damage. ; 

In general, the pipe owning interests stated that the situa- 
tion was such that the work of the Earth Current Commission 
was urgently needed. Some railway engineers held that a 
considerable amount of corrosion ascribed to stray railway 
current was in fact due to other sources, or to self-corrosion. 

Many very thorough tests have been made in Germany, 
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and a large majority of these have shown that corrosion was 
being produced by stray railway currents. 

The more prosperous companies and municipalities spent 
money for improvements after the publication of the Regula- 
tions of the Earth Current Commission. Exact information 
was not available regarding the number of places where changes 
had been made, but the best information indicated that the 
number was between 20 and 30. Of these, about 100,000 marks 
each was spent in Danzig, Strassburg and Erfurt, re-arranging 
the resistances in existing return conductors, and Dresden 
was engaged in insulating the existing bare conductors, and 
generally, the most important cities were rapidly improving 
their return circuit conditions. 

The present conditions in Germany are considered. satis- 
factory where the electric railways have conformed to the 
Commission Regulations, or where conditions were already 
equally good; in other cases the’ conditions are considered 
to be unsatisfactory. No cases of extensive damage to cable 
sheaths were found. 

Italy. Very little damage, if any, is known in Italy, and the 
conditions are said to be satisfactory. This favorable report 
is based on the absence of complaints. 

France. Outside of Paris, there is little damage caused by 
tramway systems, which generally observe a one volt per 
kilometer rail drop limit, contained in regulations issued by 
the Ministry of Public Works. No adequate or complete tests 
have been made in France, although some testing has been 
done in Paris following the development of trouble. 

In Paris, 60 to 70 cases of damage to pipes have been found 
in a year, and the actual minimum cost of repairs was esti- 
mated to be 60,000 francs; however, it was held that the para- 
mount consideration was the danger to security of service, since 
nearly all cases caused losses in buildings, although there were 
no explosions. 

At least 30 to 35 per cent of the total number of cases re- 
ported were due to re-arrangement of the Edison two-wire and 
three-wire mains; such troubles are local and temporary, while 
in other cases the troubles are persistent. 

A very considerable amount of damage in Paris is due to 
the “ Metropolitan’’ subway system, which claims exemption 
from the one-volt per km. rule, not being a tramway system, 
With this exception, conditions in France are said to be gen- 
erally satisfactory. 
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England. Considerable damage is said to have occurred in 
the early days of electric traction in England, although such 
damage was apparently insignificant compared to conditions 
familiar in America. Practically no damage has occurred in 
recent yeats, and certainly. no extensive damage. Two or 
three cases, local in characterand of small extent, have occurred 
in localities where the Board of Trade regulations were complied 
with. 

In England there is very little good evidence in the way of 
tests, and the general statements of immunity are based on 
the absence of trouble. The Post Office and the South Metro- 
politan Gas Company (London) both make systematic tests 
and find no trouble, with the exception that the Post Office 
has from time to time encountered difficulties due to stray 
currents, which were however generally quite local in character. 

While it is generally stated in England that there is little 
actual damage to piping systems, and that the problem is not 
an important issue with the owners of gas piping systems, there 
is considerable feeling among the privately owned gas com- 
panies that they are not adequately protected by the Board 
of Trade Regulations, since they cannot recover damages in 
case corrosion occurs where the Regulations are complied with. 
This has led to numerous applications to Parliament for special 
clauses in Acts granting powers to electric railway undertak- 
ings; most of these have been refused, but some have been 
granted. 

It is generally admitted that the Board of Trade Regulations, 
as originally drawn, were empirical, and that they might be 
remodelled with advantage, but since the only feature of the 
regulations actually rigidly enforced+ namely, the limit for over- 
all rail drop, results in substantial immunity, the great dif- 
ficulty attending revision does not seem justified. 


83. Protective Measures in Vogue. 


FEEDERS. 


Germany. Insulated return feeders are used almost uni- 
versally in Germany. In Berlin and Hamburg these return 
feeders are of the same number and size as the positive feeders, 
but generally in other towns the return feeders are of smaller 
cross-section. Separate feeders are generally used, but not 
exclusively, as feeders with resistance taps are used in some 
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cases. Formerly there were cases of feeders tapping at several 
points, but important cases have been corrected by the inser- 
tion of resistances. (The distinction between copper which 
merely parallels the rails, and feeders intended to maintain 
equi-potential points in the rail net-work, is clearly understood 
in Germany). 

Negative boosters are used in several cases, but the general 
practice is not to use them. The tramway in Danzig, operated 
by a private company, and having a maximum load of 600 
kw., has used boosters since 1906. 

Return feeder systems are carefully calculated in recent in- 
stallations; the same grade of insulation is generally provided 
for both positive and negative feeders. No design data for 
feeder resistances were obtained. 


England. Insulated return feeders are used in England, 
wherever return feeders are necessary to bring the rail drop 
within the B.O.T. regulations Separate feeders are generally 
used. (As in Germany, the feeders are intended to maintain 
the rail taps at the same potential throughout the system). 

Negative boosters are more extensively used than in Germany. 
They are very commonly used in the larger systems, although in 
one large city their use was abandoned after they had been in 
operation for some time. They are considered more economical 
than resistances in the return feeders, and also to provide better 
regulation where the load centers shift. 

Return feeder systems are only calculated in the larger,well 
supervised systems, elsewhere they are installed on ‘“‘cut-and- 
try’’ methods. The same grade of insulation is usually provided 
for both positive and negative feeders. 


Italy. Return feeders are not used for tramways in Italy. 


France. Insulated return feeders are used for the conduit 
tramways in Paris, but little elsewhere. Most systems have 
but one feeding point to the rails. Boosters are very little 
used, the only system found to be equipped with boosters was 
that of the Cie. des Tramways de Paris et du Dept. de la Seine. 


VOLTAGE AND CURRENT ConpiITIONS. 


Germany. Where return circuits have not been remodelled 
in accordance with the Commission Regulations, overall volt- 
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age limits vary greatly, but in the majority of cases they are 
between 5 and 10 volts. Other systems will be from 2 to 5 
volts. Negative feeders are designed for equal drop. 


England. Overall rail drops for tramways in England are. 
generally very much lower than the B.O.T. requirement, average 
ing probably 2.5 to 3 volts, with the exception of occasional 
drops, which may be as high as 15 or 20 volts, due to extra- 
ordinary traffic at foot-ball matches, etc. The railways prob- 
ably have higher overall voltages than the tramways. Glasgow, 
which voluntarily adopted a 2 volt rail drop limit, Manchester, 
and other large towns, have extraordinarily low rail drops. 
Electrolysis conditions throughout the United Kingdom are 
generally said to be satisfactory, although some private gas 
companies do not agree to this. Potential differences between 
pipes and rails are said to be generally less than 1 volt. 

Negative feeders are designed for equal drop. 


France. It is stated that the tramways in France generally 
endeavor to observe the 1 volt per km. limit. Potential dif- 
ferences between pipes and rails rarely exceed 1 volt (However 
we observed a 6 volt potential in Paris). 


MiIscELLANEOUS PROTECTIVE MEASURES. 

Drainage System. Electrical drainage was formerly applied 
in one or two cases in Germany, notably in Aachen, but it was 
abandoned on account of damage produced by it, first, due to 
joint corrosion, and second, damage to other underground 
structures. It is condemned by the engineers of the Earth 
Current Commission. 

Electrical drainage is not employed in Italy or France. 

In England, it is not approved as a general measure to afford 
relief from stray current, although there are a few special in- 
stances of its application to the Railway Company’s own lead 
covered cables, where the common practice is to bond to the 
rails at many points. One engineer thought that it might be 
applied where currents were small, except to gas pipes on account 
of the danger from sparking, he also thought that it would be 
undesirable in America where large currents are carried. 


Negative Trolley or Periodic Reversal. The trolley wire was 
originally made negative in Nurnberg, and in St. Gall, Switzer- 
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land, but not periodically reversed. The scheme has been 
abandoned in both places. 

This connection has not been used for tramways in Italy, 
France or England. 


Three-Wire System. The three wire system has. been 
applied to electric railways in a few cases in Germany. In 
each case the distribution of load between polarities was by 
districts, that is, certain entire sections will have the trolley 
wire positive, and others will have the trolley wire negative. 
Under these conditions the systems may become considerably 
unbalanced. 

In France, the Nord-Sud Chemin de Fer employs a three- 
wire system with two motors per car, positive and negative, 
the running rails acting as a grounded neutral. 

In England the three-wire system has not been applied to 
tramways. The City and South London Underground Rail- 
way employs it, but this will be discontinued following con- 
solidation with other systems. 


Average Feeding Distances. In England, the average feed- 
ing distances are said to be from 2 to 3 miles. 


Joints in Cast-Iron Mains. Cast-iron pipes in England and 
Germany are generally of the lead-calked bell and spigot type 
In Germany flanged joints are frequently used for special 
fittings, valves, T’s and hydrant taps for water mains. Cast- 
iron pipes are little used in France; pipe joints are either lead 
calked bell and spigot, or in large pipes flanged with rubber 
gaskets. Insulating joints are not used, except that in England 
it is said that they are occasionally used for water pipes in 
very special cases. 


Insulating Coverings. In Germany it is held that insulating 
coverings do not afford protection against electrolysis, as their 
effect is merely to concentrate escaping stray currents, since 
perfect coverings cannot be maintained. They should only be 
used where protection against chemical corrosion js desired, 
due to the character of the soil. 

In France, gas engineers stated that insulating coverings were 


being studied, but it was not believed that they would prove 
practicable. 
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In England, insulating coverings are not considered good 
protection against stray railway currents. High pressure gas 
pipes have been covered with pitch canvas, and the London 
Water Board pipes are provided with an asphalt dip coating, 
but more as protection against chemical corrosion. 


Insulating Joints in Telephone Cables. Not used in Ger- 
many or England. 


Double Trolley. The double trolley system is not in general 
use in any of the countries visited. One or two very special 
cases near Laboratories in Germany, the district within 2 or 
3 miles of the Greenwich Observatory, and some conduit tram- 
ways of the London County Council System, were the only 
cases noted. The double trolley is also used in connection 
with a few miles of rail-less trolley in England. 


Corrosive Effects of Soil. In Germany the possibility of 
chemical corrosion (that is, corrosion without an external 
supply of electricity) is recognized, and distinction is made 
between such corrosion and that produced by stray currents. 
Pipe corrosion has actually been found under conditions where 
it could not have been produced by stray currents. The re- 
sistance of soil is said to vary from 1 ohm to 2000 ohms per 
cubic meter, averaging about 100 ohms per cubic meter. 

No definite information was obtained in England regarding 
the corrosive properties of soil, but it was stated that chemical 
corrosion was known to occur. Such corrosion does not, 
however, produce acute conditions, as in electrolysis; it is more 
like ordinary oxidation. 


Effect of Roadbed Construction on Leakage Current. The 
authorities consulted in Germany were of the opinion that the» 
road-bed constructions used did not effect a reduction of leak- 
age from the tracks. A similar opinion was held in England. 


(See Fig. 10-13). 


Rail-Weights. In Germany the common rail weights are 
50-60 Kg. per meter for tramways, and 30-40 Kg. per meter 
for interurban lines. In France the ordinary rail-weights are 
46 to 51 Kg. per meter. In England rail-weights vary from 
70 to 100 lbs. per yard, in the majority of cases. (See Fig. 14). 


. 
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Welded Rail-Joints. In Germany Thermit welds are used 
to some extent, they are becoming more common. In France 
the rails of the System Cie. de Omnibus Thomson-Houston, 
are welded. 

In England Thermit welds have been very extensively used, 
giving good results electrically, but having short life due to 
mechanical weakness where traffic is heavy. A type of elec- 
trically welded continuous rail, very extensively_used in Leeds, 
and to an increasing extent in Manchester and Glasgow, is 
giving excellent results, being mechanically strong and _ pro- 
viding good electrical conductivity. 


Rail-bonds. Solid copper pin type bonds, usually 1 meter 
long, are most commonly used in Germany, and also in France. 
The Metropolitan System in Paris places the bonds under the 
base flange of the rail. 

In England, solid copper pin type bonds, protected bonds 
inside of fish plates, and other types familiar in America, are 
generally used. (See Fig. 15). 


Cross-bonds. In Germany, cross-bonds are used about every 
10 rails, z.e., every 100 meters. In France, cross-bonds are 
placed every 50-100 meters, they have the same area as the 
rail-bonds. In England cross-bonds are placed generally 
every 40 yards, they have the same area as the rail-bonds. 
(See Fig. 16). 


Depth of Pipes etc. Below Surface. In Germany, gas pipes 
are generally laid 0.8-1. meter, and water pipes 1-1.5 meters, 
below the surface. In France, gas pipes are laid where pos- 
sible 0.6 meter below the surface, L.T. cables 0.7 meter, and 
H.T. cables 1.3 meters. In England 1 foot is said to be danger- 
ous; 2 feet was given by one authority as an average and 2.5 
to 5 feet by another. In all cases the above depths are only 
typical, the practice varies widely. 


Mains on Both Sides of Streets. In Germany, France and 
England, mains are laid on both sides of principal streets, or 
streets wider than 14 meters (Paris) or in streets with wood 
or asphalt pavements, and generally in the larger towns. In 
narrow streets or in unimportant places, one main is used. 
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84. Economic Aspects of the Electrolysis Problem. About 
40 per cent of the electric railway systems in Germany, 
and about 70 per cent in England, are municipally owned. 
In Germany one authority thought that municipalities were 
more ready than private companies to spend money for the 
purpose of improving their return circuits, but in England it 
was thought that there was no difference in this respect. 

Opinions differed in Germany as to whether or not the pre- 
vailing regulations constituted a financial hardship. In England, 
the Board of Trade regulations are nowhere considered a hard- 
ship, and when inquiry was made as to whether the existing 
regulations had retarded the development of electric railways, 
the authorities consulted uniformly stated that this was not 
the case. It appears that in fact a saturation point has been 
reached, and busses are being used where tramways would not 
pay. Traffic conditions are said to be quite as heavy in Eng- 
land as in the United States. Only one authority in England 
ventured an estimate of the average load factor for English 
electric railway systems, he estimated it to be 35 per cent. 

There is very little overhead feeder line construction in 
Germany, and almost none in England. 


85. Regulations and Tests. The German Earth Current 
Commission Regulations only attain the force of law when 
incorporated in the contracts between civil authorities and 
the railroad companies, or, as in the case of many cities, where 
it is provided that new work be done in accordance with “exist- 
ing technical standards.’ The Commission regulations are 
being generally incorporated in contracts for new enterprises 
or extensions. Also, other undertakings not subject to its 
provisions are changing over voluntarily for reasons of policy 
or economy, or as the result of compromise to avoid litigation; 
this is said to be the case in 30 or 40 important towns. 

So far as could be ascertained, no local ordinances exist in 
Germany regarding electrolysis. In England, there are no 
local ordinances which have the effect of modifying the Board 
of Trade regulations. Certain gas companies have obtained 
special statutory orders, fixing the responsibility for damage, 
but these do not modify the Board of Trade regulations. 

In applying the Earth Current Commission Regulations in 
Germany, the term “average schedule traffic’ is interpreted 
to mean the average for the entire period of operation which 


1796 EUROPEAN PRACTICE 


is usually 18 or 19 hours per day. If the measurements are 
not actually taken over the entire period, they are corrected 
to obtain a figure corresponding to this average. 

In England, measurements are based on an average for 
about 20 minutes at peak load. The ‘“‘average’’ is obtained 
as the mean between the average of the maxima during this 
period, disregarding unusually high swings, and the actual 
average of all measurements. This quantity is usually obtained 
in practice from inspection of recording instrument charts. 

The British Board of Trade makes inspections on its own 
initiative, because it is responsible for its rules, which have 
substantially the force of law; they also investigate complaints. 
There are no regular inspections, on account of the lack of a 
proper appropriation; most of its information is obtained by 
means of circular returns, provided for in the Regulations. 
The latest call for a return was issued in 1906. 

In Germany, permanent means for measuring overall poten- 
tials are very generally provided, but the methods of doing 
this vary widely. Pilot wires are usually provided for new 
installations in France. 

In England, pilot wires are universally used in connection 
with recording instruments. The practice varies- widely, but 
the most common method employs 14 or 16 gauge wires laid 
with the main cables, and extended beyond them. 

Bond testing is generally done in Germany on some syste- 
matic basis, more often annually, but in some large systems 
semi-annually. The bond testing devices are generally of the 
three contact type with differential galvanometer. Some of 
these are said to be undesirable on account of the form of the 
contact, others because the rail joint points span too short 
a length, or on account of the type of galvanometer employed, 
etc. In England, it is stated that there is practically no sys- 
tematic bond testing except in the large, well supervised systems. 


I. GENERAL REMARKS. 


86. Germany. Where municipalities own the water, gas and 
street railway systems, they may prefer to assume the cost of 
damage rather than making larger expenditure for protection 
of their pipes. There are cases in dispute pending in Essen 
and Aachen. In Aachen the drainage system was formerly used, 
but gave trouble; changes are under study or under way. 


i. 
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Recently the case of Mansfeld was decided against the 
gas company as the railway existed before the gas plant. 


Hamburg, prior to the forming of the commission, installed 
return insulated feeders which gave valuable information in 
guiding the recommendations of the commission. 

Strassburg found in summer 50 % greater leakage than in 
winter when measurements were made in cold weather and 
the ground frozen. In snow storms, however, the leakage was 
increased as the cars were using more current. 

The Prussian Law protects railway companies against 
suits for damages caused by stray currents whenever the pipe 
owning concerns did not apply for protection against these 
possible damages before the original franchise to the Railway 
Company was granted. 

Similar laws apply in other States. 

When the municipality assumes the operation of a railway 
it does not assume responsibility to protect the pipe owning 
companies against damages due to stray currents. 


87. France. In Paris pipes for water are located in sewers 
and therefore remote from trouble. 

Telephone cable troubles are few in Paris. In the suburbs 
all underground pipe systems are more or less affected. 

Twenty suits are now in litigation between the gas companies 
and the railways. 


J. STATISTICAL—OPERATING—STRUCTURAL AND 
TECHNICAL DATA. 


TABLE 1. 


88. Magnitude of Electric Railway Undertakings in German 
Empire and United Kingdom. 


German Empire United Kingdom 

1911 1912 
Number of undertakings...... Grae CODE 258 4 ie 
Miles of single track. ........-.+--++-+++5 4,920 Me 
No. of cars of all kinds:...........+--.6+ 26,078 1 St 
Capital expended £..........--+e++++- 54,354,625 77,087, 
CATES ere ele eee PTE it oleh os © 430,512,031 326,688,674 
No. of passengers......---2-++0eer ree 2,631,892,678 3,145,805,137 
GroOsSHnCOMme fe es ce es Se ees one 13,237,024 14,593,052 


eS eee 
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TABLE 2. 
89. Tramways not Operated by Electricity. 


Miles of single track. 


Horse Steam Cable Petrol 
locomotive motors, ete. 
German Empire, 1911......... 45.1 49.8 4.1 10.0 
United Kingdom.1912......... 38.7 42.3 50.1 4.8 
TABLE 3. 


90. Ownership of Electric Railway Undertakings 
A—German Empire, 1911. 


Public ownership 


Private Local operated 
corporations authorities by private 

corporations 
No:of undertakingsya. 4. « fas 112 110 36 
Miles of single track........... 2;711 1,646 563 
No. of cars of all kinds......... 16,390 7,756 1,932 
Capital expended £............ 32,685,120 16,232,025 5,437,480 
Car ’nailesies niet coteichestee cites: 260,729,075 134,466,975 35,315,981 
INO-of passengers eeusercie cee 1,519,571,662 899,127,262 213,193,754 
Grossincome’ £2, 0c. come 8,095,757 4,118,873 1,022,394 


B—United Kingdom, 1912. 


Private corporations Local authorities 
Not of undertakings....;........ 94 168 
Miles of single track............ 1,115 3,078 
No. of cars of all kinds.,........ 3,444 9,416 
Capital expended £.........,.. 22,648,596 54,439,348 
Cars miles xt cas, weotearoaiectete ene 81,191,368 245,497,306 
No. of passengers. ..4...0%.0e-- 621,546,806 2,524,358,331 
Gross income: £)....4,aeloseenon 3,534,873 11,058,179 
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TABLE 4. 
91. Statistics of Tramways in Large Cities. 


A—German Empire. 


| 
| Max. load kw.} Avg. car miles Avg. pass. Annual gross 
| = per diem per diem Income-marks 
Per Per Per 
10,000 10,000 10,000 Per 
Actual|Popul.} Actual |Popul.}| Actual |Popul.| Actual capita. 
Hamburg 
(935,000) * A 91,450 981 460,000} 4940 | 12,208,781} 12.97 
Leipzig 
(590,000) 2,145} 36.5} 59,910 1020 328,500] 6590 | 11,129,573} 18.95 
Dresden 
(550,000) | 3,300) 60.3] 59,410 | 1085 | 345,800] 6320 | 12,324,054] 22.55 
Dusseldorf 
(360,000) 1,386] 38.8] 27,040 756 | 183,000} 5120 | 5,524,714) 15.45 
Nurnberg 
(330,000) 880} 26.5] 18,860 569 | 108,600} 3280 | 3,543,810} 10.69 
AVERAGE...°.... 2 AO CST irate 882 sf 5050 morse M16.12 
{ $ 3.85 
B—United Kingdom. 
Max. load kw.} Avg. car miles Avg. pass. Annual gross 
per diem per diem Income-pounds 
Per Per Per 
10,000 10,000 10,000 Per 
Actual|}Popul.}| Actual |Popul.| Actual |Popul.} Actual capita. 
Manchester 
1,250,000) | 11,000} 88 51,400 411 | 510,400} 4082 887,647 0.710 
Glasgow s 
(1,150,000) | 11,500} 100. | 63,950 556 | 854,000) 7422 1,070,175 0.932 
Birmingham 
(900,000) ae ae 36,000 400 | 368,000) 40388 581,566 0.646 
Leeds 
(450,000) | 4,500} 100. | 24,100 536 | 245,800) 5460 411,531 0.914 
Dublin a 
(390,000) 4,500} 115.4] 19,650 504 | 147,700) 3790 293,748 0.752 
PASVERAGE ft. /nr.. pee eLOOEO 480 We ee |_ 4068" | poe le 0798 
| I$ 3 84 
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TABLE 5. 
92. Statistics of Tramways in Small Cities. 
A—German Empire. 


Max. load kw.| Avg. car miles Avg. pass. Annual gross 
per diem per diem Income-marks 

Per Per Per 
10,000 10,000 10,000 Per 


Actual|Popul.}| Actual |Popul.| Actual |Popul.| Actual capita. 


Cassel 
(153,078) 469 | 30.6 6215 406 38,550 | 2516 1,474,199}. 9.62 | 
Braunschweig . 
(148,534) 466 | 32.5 7090 494 33,100 | 2306 1,205,577 8.40 | 
Erfurt 
| (111,461) 30t | 27.3 3580 $21 19,010 | 1708 637,792 572 | 
| Freiburg 


| (83,328) 165 | 19.8 2742 329 18,860 | 2264 664,625 7.98 | 

| Solingen | 
(50,540) 250 | 49.5 3730 738 23,250 | 1600 973,240} 19.25 | 

|AVERAGE........ ius 32.0 she 458 ae 2679 Eau M10. 20 

| $ 215 | 


B—United Kingdom. 


Max. load kw.} Avg. car miles Avg. pass. Annual gross 
per diem per diem Income-pounds 
Per Per Ver 
10,000 10,000 10,000 Per | 
Actual|Popul.| Actual |Popul.| Actual |Popul.| Actuat capita. | 
| ae Se aie ees (es Se (a aE IY ee 
Brighton H. 
(173,000) 995 | 57.5 3165 183 31,000 | 1792 53,748 0.311) 
Dundee 
(168,600) | 1700 |101.0 3725 221 | 48,550 | 2880 65,045 0.386 
Preston 
| (121,000) | 600 | 49.6 | 2660 220 | 26,200 | 2166 43,270] 0.358. 
| Coventry 
(91,000) 750 | 77.0 2720 299 | 20,900 | 2297 39,153 Cc 430) 
Burton T. / 
(50,000) 375 | 74.4 1240 246 9140 | 1815 16,897 0.316, 
|AVERAGE. ....... Ju} 72.0] as OP eee i | SoG deme ee eeeaea 
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TABLE 6. 
93. Rail Bonding. 
United Kingdom. 


Per cent | 
No. of Miles of of total 
undertakings | single track | (miles) 


Copper Bonds. 


Solid copper, type not specified.............. 46 560. 
Flexible “ Che et 2 Se ES 9 176. 
Crows-—3/0 Ant Oe nae. a oie Mea ane aaa 20 321. 
mMeptrre: 4) Use Mee enisrcs sowie to ce oer ce ctiee 19 229 2 
PEC Ey eee A ae ee ee 2 Sicts oe 8 wes 
TEC Caer pee a one de = bot aden anaiar 5 BV for 
h “Mise. and type not. specified: . i... 2 eae anes 15 406.8 , 
— es 
TOTA¥, copper bonds:only.. .... 2. a ee ce 122 1801.5 47.3% | 
Welded Rails, Etc. 
Continuous rails, type not specified.......... 1 2 
Wallkscast weldjstcamn conics eels ae): 6 «ahaa a0. 1 20: 
PLPC TIIS Een svelte (orev ua loNareoyerre ean eile leieir solos ce: Pal ae 3 61.6 
cme ATICUSN Alice A Set eve Sse a nals o 1 15.9 
ne ITC ARCO’ cA ata Itoi ete ole pen 5 saaear a 1 28. 
nuercand Oxy-=Acetylenezaimiic. «2.0 ccten oe 1 18 
Torat, entirely welded...............---+5. 8 160.5 4.2%, | 
| 
Partially Welded: | 
Copper auc) Wer ait te cots jate eats ie 01d a)2 x eo se.aicele 31 1312.4 
& “- other welded joints..........-.- 5 377.3 | 
TOTAL, partially welded.............-...--> 36 1589 7 44.3% 
Plastic Bonds, Etc. 
Plastic bonds and cupper......--.+0+2+50++ 147.5 
Ke uo Oa Th xex init t sexe Obese eho rears 1 12.3 
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TABLE 7. 
94. Use of Negative Boosters. 
United Kingdom. 


Numoder 
Total nuntber of undertakings... 22... «<-> w= 183 
Number of undertakings using negative boosters ........ 39 
Per cent using negative Doosters.......-..2- esse eee cnee 21.3% 


Miles of 
single track 


Relation between Booster Capacity and Plant Capacity 


Average, for 25 cases: Booster Capacity—3.9% of plant capacity. 


Highest— 9 % for plant of 500 kw. capacity 


12 % “ “« « g90 “ “ 
: Lowest —0.8 % “ Stat 20 tee f 
09 % “ “ « 3500 “ “ 

TABLE 8. 


95. Distribution Systems for Tramway Feeders. 


United Kingdom. 


No. of 
undertakings 
Solidsystemrallutypes ia: seme aectee st cite ne imine eto 80 
Conduit “ piers ae ettehero rate tein a wee eave Peete 63 
Solidvand, cond witing «ast. tale tea werden s euch ois 21 
Overhead, whollylor partly ..cascte ee roe cee nice 6 
: 170 
Not;xéported {8 a7cehar cos ens tas IS ug 
181 
a eee ee eS Se ee eee eee eee 


Miles of 
single track 


« 
€ 


180 
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TRACK CONSTRUCTION AND RAILS - GERMANY 


4350S | 


Typical Construction for paved street 


STRASSBURG 
Haarman 3 piece Rail, and foot plate 


aN A 
EE 
LE 


132 


Figure |] 
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- GERMAN TRAMWAY RAILS 


For curved 
track 


| RILLENSCHIENE VIGNOLSCHIENE 
Phonix Profil Land la Special profile for Tramway 
28 and 45.7: Kg/m 


ta \7e 
LLLLL LR 


(b) Haarman 2-piece Rail 


(a) Rillenschiene with foot fish-plate 


OVERLAPPING RAIL JOINTS 


Figure |2 
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British TRAMWAY RaiLs 


Section for 
’ curved track 


ly, 


LLL 


LE: 


LL, 


yyy 


LL LL 
LLLL LL. 


: Yj : 
3 WY MANCHESTER 
i TN 


aX 

+ 7” —————| _ Present Standard “Brit. Stand” N° 4 

Standard prior to 1908 Bessemer Steel 100-105 lbs. per yd. 
Fish plates 2'long 63.5 |bs.per pair. 


Pee 
ate 2' lon 
E 26 Ibs. 9 


GLASGOW 


W ( 
; 7 eat 

Straight track, 110 Ibs. per yard re RRC MET acer 
peapieh Siena Secon Aeitish Standard” section N25c 


Figure 13 
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RAIL WetGHT DATA 


LbS/yd 
: 80 120 
3000p a 
pr ae by |Rail |Types . 
” 
« 2000 ie tonals om ; ie 
FF Rillenschiene |= 5902 Km BE lee tiens 
Ss. —Vignolschiene|= 1020 Km. 
cnn Wechselsteg |= 714 Km, 
IZ i000 = | 
0 cles | ao aecacsfulesceceacas bs 5 pesos (= Ci a Alpes! 
0 10 20 30 40 50 60 
K9/m. 
UNITED KinGDoM 
AM Classified by Track Gauges 
eo I 
: lz and = track gauge 
3' me loss ” 
750; a 
“72 . 
emer aun 
ne Sy ie 
500 *Not plotted 1 
= Large Systems other than Standard jGauge 
Cork = 15 miles -2'Il5" guage. 
Birmingham Corp.=167 miles-3'6"gauge. 
250° Bradford = 100 miles - 4' gauge. 


0 20 40 60 80 100 120 
Lbs/yq. 


Figure 14 
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TyPicAL Rait Bonps - UNITED KINGDOM 


MANCHESTER 
(Standard) 


‘| = * 
N2 0000 Copper Rod ine 2 >— 4" = 


POLORO OT. 


| \Flexible ‘Copper Bond. 


GLASGOW 
(Standard) 


= Sao 


Se ae) 
a 
TO. ©. 0) o_O Ol 


eee 


383" as ~ 


ee 
VILLE 
ae 


=>" 
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Figure 15 
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Gross-BoNDING DETAILS, ETC - UNITED KINGDOM 


GLASGOW 
Standard Cross-Bonding 


|} 40 yards (2 rail lengths. ——| 
Method of connecting 


one return cable to 
track 


LONDON 
L.C.C. Return Feeder Connections 


4-N°.0000 B&S Bonds 
per terminal, about 


Bond Terminal 
. clamped and 


Rail soldered. AN 


Lead Sleeve 


Method. of connecting 
two return cables to 
track at same point. 


Figure 16 
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96. Electrolysis {Testing Methods. The surveys made by 
the engineers of the Earth Current Commission of Germany are 
systematically planned. They start with a general investiga- 
tion of geological conditions, the character of the soil, ground 
water, and so forth, continuing with a general survey of the 
present condition of the railway property, including distribu- 
tion of load, track and rail resistance, location and loading of 
supply and return circuit cables, and any other electrical data 
relating to the investigation. The surveys then take up the 
specific measurements relating to stray current, such as poten- 
tial differences between pipes and rails, current in pipes, and 
so forth. The surveys conclude generally with recommenda- 
tions for betterments where such are needed, and often include 
estimates of the cost of such improvements. 

In England very little testing is done to investigate electrolysis 
questions and no technique has been developed for such work. 
The only extensive work in recent years is that of the Cunliffe 
brothers, and their work was directed mainly toward the in- 
vestigation of certain theoretical questions rather than toward 
the systematic investigation of any railway system. The 
work of the Cunliffes appears in two papers presented by them 
before the British Institution of Electrical Engineers. 


97. Abstract of Laws and Regulations or Recognized Standards 
in European Countries. 


(See next page.) 
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L. MISCELLANEOUS NOTES. 


98. Plan of German Earth Current Commission Reports. 


In abstracting these reports we have selected at random 
characteristic studies which would illustrate the method pur- 
sued in the investigations. We have not made any attempt 
at all to select studies for direct compirison with any specific 
American condition. In interpreting these results, the above 
qualifications should, therefore, be kept in mind. 

The reports are quite uniform in character and contain in 
general the following data: 


I. Maps showing the location and extent of the tram- 
way, water pipe and gas pipe systems, location of the 
generating station or stations, points of connection of the 
supply and return feeders. 

II. Soil—kind (clay, sand, loam, etc.) moisture content, 
chemical composition, resistance per cubic meter. 

III. Pavements—(in some cases only). ; 

IV. Piping systems—both water and gas pipes. Total 
length, diameter, material, age, depth below surface, kind 
of joints, resistance of pipe only and of pipe including 
joints. 

V. Tramway system. 

(a) General details of ownership and operation, car 
schedule, maximum and average loads. 

(b) Track and rails—total miles of single and double 
tracks, gauge, rail profile and cross section, standard 
length, resistance of rail alone and including bonds. 

(c) Rail bonds and cross bonds, type, cross section, per 
cent increase in rail resistance caused by bonds. 

(d) Feeders, both supply and return feeders—length 
each, cross section, total weight of copper, current—maxi- 
mum and average, return feeders bare or insulated and 
with or without regulating resistance. 

hn eh ests: ; ae 

(a) Voltage between pipes and rails, maximum, mini- 
mum and average, with polarity, determined at numerous 
points on the system. : 

(b) Voltage drop per kilometer on pipes and on rails 
and calculated current flowing on pipes. ; 

(c) Determination by means of telephone wires of the 
relative potential of various points on the piping and on 
the rail systems. 

VII. Excavations in likely places to determine the ex- 
istence and extent of the electrolytic damage. 

VIII. Plates accompany the reports, giving graphically 
many of the above data, frequently on transparent paper 
so that when placed over the city map the details of streets, 
railroads, etc. can be observed. 
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Reasoning from the data contained in the body of the report, 
recommendations are made for improving conditions, some- 
times accompanied by an estimate of cost. In some cases a 
supplementary réport is made which shows the conditions after 
the changes recommended had been made, in whole or in part’ 


99. General Comments on Reports. The electrolysis troubles 
in all cases were confined to a few localities, and in no case was the 
yearly cost of repairs of such amount that, on the surface, would 
justify large expenditure of money forimprovements. The Com- 
mission, however, while recognizing the importance of the 
financial aspect of the problem, still recommended the adoption 
‘of the relatively expensive remedies for the reason they state 
“that the repairs will certainly become more frequent with 
lapse of time, and besides the increased expense so caused, 
there is the liability of service interruption, disturbance of 
traffic, pavement replacement and even danger of explosion 
to be considered.” 
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V. BIBLIOGRAPHY 


This committee has made a complete search of the Ameri- 
can literature on the subject of electrolysis, but in compiling 
the following bibliography no attempt has been made to list 
this literature in its entirety. This bibliography may be 
considered a selected list of such contributions to the subject 
known to the committee, as, in its opinion; are of permanent 
value. 


Bureau of Standards Publications: The following Techno- 
logic Papers upon electrolysis have been published by the 
Bureau of Standards at Washington, D. C. 

No. 15. Surface Insulation of Pipes as a Means of Preventing 
Electrolysis. 

No. 18. Electrolysis in Concrete. 

No. 25. Electrolytic Corrosion of Iron in Soils. 

No. 26. Earth Resistance and its Relation to Electrolysis of 
Underground Structures. 

No. 27. Special Studies in Electrolysis Mitigation. 

No. 28. Methods of Making Electrolysis Surveys. 

No. 32. Special Studies in Electrolysis Mitigation, No. 2, 
Eiectrolysis from Electric Railway Currents and its 
Prevention—Experimental Test on a System of 
Insulated Negative Feeders in St. Louis. 

No. 52. Electrolysis and Its Mitigation. 

No. 54. Special Studies in Electrolysis Mitigation, No. 3. 
A Report on Conditions in Springfield, Ohio, with 
Insulated Feeder System Installed. 

No. 55. Special Studies in Electrolysis Mitigation in Elyria, 
Ohio, with Recommendations for Mitigation. 

No. 62. Modern Practice in the Construction and Maintenance 

of Rail Joints and Bonds in Electric Railways. 

No. 63. Leakage of Current from Electric Railways. 

No. 72. Influence of Frequency of Alternating or Infrequently 
Reversed Current on Electrolytic Corrosion. 


No. 75. Data on Track Leakage. 
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Deiser, George F. ‘“‘The Law Relating to Conflicting Uses 
of Electricity and Electrolysis,’ T. & J. W. Johnson Co., 
Philadelphia, Pa., 1911. 


Farnham, Isiah H. ‘‘Destructive Effect of Electric Currents 
on Subterranean Metal Pipes,” Trans. A. I. E. E., 1894. 

This paper probably covers the first investigation under- 
taken of real scientific value. The discussion of the paper is 
also important and interesting. 

‘Means for Preventing Electrolysis of Buried Metal Pipes,” 
Cassiers Magazine, August, 1895. 

This article is of particular interest, in that it shows that 
at a very early date the value of the insulated negative feeder 
system as a means of mitigating electrolysis was recognized. 


Ganz, Albert F. ‘‘Electrolytic Corrosion of Iron by Direct 
Current in Street Soils,’ Trans. A. I. E. E., Vol. XXXI, p. 
1167, 1912: 

This paper gives the results of a laboratory investigation of 
considerable scientific value and interest. 

“Electrolysis from Stray Electric Currents,’’ Proc. New 
England Association of Gas Engineers, 1913. 

This paper treats the subject in a popular, but nevertheless 
scientifically correct manner, and leads to the conclusion that 
the insulated negative feeder system is the logical one to employ 
for the purpose of mitigating electrolysis. 

“Effects of Electrolysis on Engineering Structures,’’ Trans. 
Inter. Eng. Congress, San Francisco, Cal., 1915. 

This paper gives a review of electrolysis conditions and of 
mitigating methods in America with a brief statement of the 
electrolysis situation in Europe. 


Haber, F., and Goldschmidt, F. ‘‘Der Anodische Angriff 
des Eisens Durch Vagabundierende Strome im Erdreich und 
die Passivitat des Eisens.’’ (The Corrosion of Iron by Stray 
Currents‘in the Ground and the Passivity of Iron.) Zeitschrift 
fur Electrochemie, January 26, 1906. Breslau. 

A paper of. considerable scientific value, particularly with 
respect to the electrochemistry of the subject. In so far as 
is known no English translation exists. 


Harper, Robert B. ‘Comparative Values of Various Coat- 
ings and Coverings for the Prevention of Soil and Electrolytic 
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Corrosion of Iron Pipe,” Proc. Illinois Gas Association, Vol. 
5, 1909. , 

A paper based upon a rather elaborate series of tests carried 
out in a thoroughly scientific manner on many coatings and 
coverings, leading to the conclusion that no coatings or cover- 
ings are of permanent value in positive areas. Of all coatings 
investigated, dips of coal tar pitch applied hot, were found to 
be best. Paints were found to be practically useless. 


Hayden, J.L.R. “Alternating-Current Electrolysis,” Trans. 
ee teed, 9 T9070 Vols 26; Part: I. 

A report of a laboratory investigation tending to show that 
alternating current electrolysis is small as compared with direct 
current electrolysis. The tests also bring out the inhibiting 
effect of the superposition of a small direct current. 


Jackson, Dugald C. ‘Corrosion of Iron Pipes by Action of 
Electric Railway Currents.” Journal of Association of En- 
gineering Societies, September, 1894. 

An account of some early laboratory investigations carried 
out at the University of Wisconsin, in which it was definitely 
proven that corrosion due to electrolysis could take place at 
very low voltages—considerably lower voltages than are re- 
quired to decompose water. 


Michalke, Carl. ‘‘Stray Currents from Electric Railways.” 
Translated and edited by Otis Allen Kenyon, McGraw Publish- 
ing Company, New York City, 1906. 

A relatively non-mathematical, though scientific and valu- 
able treatment of the subject. 


Rhodes, George I. ‘‘Some Theoretical Notes on the Re- 
duction of Earth Currents from Electric Railway Systems, by 
Means of Negative Feeders.” Trans. A. I. E. E., Vol. XXVI, 
p. 247, 1907. 

A mathematical paper showing quantitatively the difference 
in effectiveness of copper paralleling the rails and insulated 
negative feeders in reducing stray currents. 


Schaffer, Guy F. ‘‘Corrosion of Iron Embedded in Con- 


crete.” Engineering Record, July 30, 1910. 
’ This is a report of a series of tests made at the Massachusetts 
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Institute of Technology, carried out with the view of obtain- 
ing some data on the effect of currents of low potential on steel 
embedded in concrete. The study included the effect on steel 
in both the stressed and unstressed condition, also the effect 
of setting cement on paint films. It was shown-a), that con- 
crete does not act as an insulator; (b), that iron under stress 
does not go into solution as rapidly as unstressed iron; and 
(c), that the paints used to-day for structural. work embedded 
in concrete do not fulfill the conditions of proper protection 
from electrolytic action, and it 1is-doubtful whether they are 
of use for protection in any sense after a lapse of some months. 


Sever, George F. ‘“‘Electrolysis of Underground Conductors.” 
Trans. International Electrical Congress, St. Louis, Vol. 3, 
p. 666, 1904. 

This is a summary in tabular form, consisting of street rail- 
way practice, municipal reports, ordinances and letters in force 
in the United States at the time the report was prepared, 1904. 
The discussion which followed the presentation of this report 
is of interest. 


Stone, Charles A. and Howard C. Forbes. ‘Electrolysis of 
Water Pipes.” New England Water Works Association, Vol. 
9, 1894-95. 

This is the report of the results of an investigation of elec- 
trolysis conditions in Boston. It is one of the best early papers 
on the subject. The discussion of this paper is interesting. 


Topical Discussion on Electrolysis. Proc. New England 
Water Works Association, Vol. XX, 1905. 

This is the report of a discussion entered into by various 
New England Water Works superintendents. Several phases 
of the discussion are instructive. 
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VI. APPENDICES. 
100. Resistance of Standard Cast Iron Pipe. 


Note: The values given in this table are for one assumed specific re- 
sistance for cast iron, wrought iron and steel, respectively. For exceed- 
ingly accurate work, measures should be taken to determine the actual 
specific resistance of the metal under test. Experience has shown that 
this may vary widely from that assumed in the tables; in other words, 
the table values can only be used for approximate results unless definite 
information is at hand as to the specific resistance of the metal under test. 


From pages 379 and 386, 1913, Proceedings American Electric 
Railway Engineering Association. 


TABLE FOR DETERMINATION OF CURRENT FLOW ON 
PIPING FROM MILLI-VOLT DROP ALONG CONTINUOUS 
LENGTH OF PIPE«BETWEEN JOINTS. 


L = Distanee between contacts in feet 
E = Instrument reading in milli-volts, 
K = Constant from table. 
KE ; 
Serres Current flow in amperes. 
TABLE 9 
STANDARD CAST IRON PIPE. 
(Based on a resistance of 0.00144 ohm per Ib. ft.) 
CLASSIFICATION ACTUAL DIMENSIONS 
K =current 
*A sso- Weight |for one milli- 
Nomi-| cia- | Class : per ft. volt drop 
nal. tion | Let- Head Press. Outs. Ins. exclu- per ft. of 
Dia.in.|Stand-| tert Feet lbs. per dia. dia. sive of | continuous 
ard sq. in. in. in. hub-lb. pipe. 
Amperes. 


4 N A 567 Boo 4.80 4.12 14.9 10.3 
4 N Cc ate ters 4.80 4.08 15.7 10.9 
4 N E 4.80 4.02 16.9 11.7 
4 G 4810 ate 4.80 4.00 17.2 12.0 
4 Ww A 100 43 4.80 3.96 18.0 12.5 
4 N G 5.00 4.16 18.9 13.1 
4 N 14 iets aieo 5.00 4.10 20.0 13.9 
4 Ww B 200 86 5.00 4.10 20.0 13.9 
4 N K 5.00 4.04 21.3 14.8 


*W = American Water Works Association Standard. 
N = New England Water Works Association Standard. 
G = American Gas Institute Standard. 
+ = As used by the American Water Works Association and the New England Water 


Works Association. 
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TABLE FOR DETERMINATION OF CURRENT FLOW ON STANDARD CAST 
IRON PIPE FROM MILLI-VOLT DROP ALONG CONTINUOUS LENGTH OF 
PIPE BETWEEN JOINTS. (Continued.) 


CLASSIFICATION ACTUAL DIMENSIONS 
K =current 
*Asso- Weight |for one milli- 
|Nomi-]| cia- pex ft. volt drop 
| nal. tion | Class Head Press. Outs. Ins. exclu- per ft. of 
| Dia.in. Stand-|Letter Feet lbs. per dia. dia. sive of | continuous 
| ard i sq. in. in. in. hub-lb. pipe. 
Amperes. 
4 W Cc 300 130 5.00 4.04 2153 14.8 
4 W D 400 173 5.00 3.96 22.8 15.8 
6 N A 6.90 6.14 24.3 16.9 
6 N Cc 6.90 6.06 26.7 18:5 
6 G 6.90 6.04 27.2 18.9 
6 WwW A 100 43 6.90 6.02 27.8 19.3 
6 N E ceaee els 6.90 5.98 29.1 20.2 
6 WwW B 200 86 ZO) 6.14 31:3 21.6 
6 N G ae ae veel) 6.10 32.4 22.5 
6 WwW € 300 130 7.10 6.08 32.9 22.8 
6 N I 7.10 6.02 34.8 24.2 
6 Ww D 400 173 7.10 6.00 35.3 24.5 
6 WwW E 500 217 T.22 6.06 37.7 26 2 
6 WwW F 600 260 See, 6.00 39.6 27.4 
= Ww G 700 304 7.38 6.08 42.8 29.7 
6 WwW H S00 347 7.38 6 00 45.2 31.4 
8 N A 9.05 8.21 35.5 24.7 
8 G as ee aa 9.05 8.15 37.9 26.3 
8 WwW A 100 43 9.05 8.13 38.7 26.9 
8 N Cc Sete mene 9.05 8.09 40.3 28.0 
8 Ww B 200 86 9.05 8.03 42.7 29.6 
8 N E cs ereya 9.05 7.99 44.3 30.7 
8 WwW (® 300 130 9.30 8.18 47.9 |* 33.3 
8 N G ee iss 9.30 8 14 49.6 34.5 
8 WwW D 400 173 9.30 8.10 qT Sins 
: N T satghs wags 9.30 8.04 53.6 37 2 
Ww E 500 217 9.42 8.10 56 7 39.4 
8 WwW F 600 260 9.42 8.00 60.6 42.1 
: WwW G 700 304 9.60 8.10 65.0 45.1 
WwW H 800 347 9.60 8.00 69.0 48.0 
a A A Fen > 11710 10 16 49 0 34.0 
i : . oe Sot ale La M0) 10R12) 51 0 35.4 
aa ani 11.10 10.10 51.9 36.1 
a a 
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TABLE FOR DETERMINATION OF CURRENT FLOW ON STANDARD CAST 
IRON PIPE FROM MILLI-VOLT DROP ALONG CONTINUOUS LENGTH OF 
PIPE BETWEEN JOINTS. . (Continued ) 


CLASSIFICATION AcTuAL DIMENSIONS 
K-current | 
: *Asso- Weight /for one milli- 
Nomi-| cia- per ft. volt diop 
nal. tion | Class Head Press. Outs. Ins. exclu- pe: ft. of | 
Dia.in.|Stand-|Letter Feet lbs. per dia. aia. sive of | continuous | 
ard Si sq. in. in. in. hub-lb. pipe. 
Amperes. 
10 WwW A 100 43 11.10 10.10 51.9 36.1 
10 | N iC 11.10 10.04 54.9 38.1 
10 N D 11.10 9.98 57.9 40.2 
10 Ww B 200 86 11.10 9.96 58.9 40.9 
10 N E sale ase 11.40 10.20 63.6 44.1 
10 WwW Cc 300 130 11.40 10.16 65.5 45.5 
10 N F 11.40 10.14 66.5 46.2 
10 N G — we 11.40 10.06 70.5 49.0 
10 Ww D 400 173 11.40 10.04 71.5 49.7 
10 N H Sees ee 11.40 10.00 73.5 61.1 
10 Ww E 500 217 11.60 10.12 78.7 54.6 | 
10 WwW F 600 260 11.60 10.00 84.6 58 8 
| 
10 WwW G 700 304 11.84 10.12 92.4 iy | 
10 WwW H 800 347 11.84 10.00 98.5 68.4 
ie N A 13.20 12.22 61.1 42.5 
12 N B 13.20 12.14 65.9 AS ATs mall 
12 G 13.20 12.12 67.0 46.5 | 
12 Ww A 100 43 13.20 12.12 67.0 46.5 | 
12 | N Cc 13.20 | 12.06 70.6 49.0 | 
12 N D 13.20 11.98 75.3 62.3 | 
| 
12 WwW B 200 86 13.20 11.96 76.4 53.0 | 
12 N E aoe, 2K 13.50 12.20 81.9 56.8 | 
12 WwW Cc 300 130 13.50 12.14 85.5 59.4 
12 N F 13.50 12.12 86.6 60.2 | 
12 N G ee ee 13.50 12.04 91.5 63.6 ~) 
12 WwW D 400 173 13.50 12.00 93.8 65.1 
12 N H Beeps Bis 13.50 11.96 96.2 66.8 
12 WwW E 500 217 13.78 12.14 104.0 72.3 
~ 12 WwW F 600 260 13.78 12.00 112.0 77.9 
12 WwW G 700 304 14.08 12.14 125.0 86.7 
O12 WwW H 800 347 14.08 12.00 133.0 92.4 
14 N A 15.30 14.24 76.8 53.4 
14 N B nite at 15.30 14 16 82.3 57.1 
14 Ww Ae 100 43 15.30 14.16 82.3 57.1 . 
7) we) bes eee 
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TABLE FOR DETERMINATION OF CURRENT FLOW ON STANDARD CAST 
IRON PIPE FROM MILLI-VOLT DROP ALONG CONTINUOUS LENGTH 
OF PIPE BETWEEN JCINTS. (Continued.) 


CLASSIFICATION ACTUAL DIMENSIONS 
K =current 
*Asso- Weight |for one milli- 
Nomi-| cia- per ft. volt drop 
nal. tion | Class Head Press. Outs. Ins. exclu- per ft. of 
Dia.in.|Stand-|Letter Feet lbs. per dia. dia. sive of | continuous 
ard t sq. in. in. in. hub-lb. pipe. 
Amperes. 
14 N Cc 15.30 14.08 87.9 61.0 
14 N D aa mat 15.30 13.98 94.8 65.8 
14 WwW B 200 86 15.30 13.98 94.8 65.8 
14 N E ts Si eet 15.65 14.25 103.0 71.4 
14 W (e 300 130 15.65 14.17 108.0 75.0 
14 N F 15.65 14.15 109.0 16.42 
14 N G Bese sabes 15.65 14.07 115.0 80.0 
14 WwW D 400 173 15.65 14.01 119.0 82.8 
14 N H i. ee 15.65 13.99 121.0 83.9 
14 WwW E 500 217 15.98 14.18 133.0 92.4 
14 Ww F 600 260 15.98 14.00 145.0 101.0 
14 Ww G 700 304 Gas) 14.18 160.0 100 
14 Ww H 800 347 16.32 14.00 172805 120.0 
16 N A 17.40 16.30 90.9 63.1 
16 N B wee ae 17.40 16.20 98.9 68.6 
16 W A 100 43 17.40 16.20 98.9 68.6 
16 G 17.40 16.16 102.0 70.7 
16 N Cc 17.40 16.10 107.0 74.1 
16 N D 17.40 16.00 L520) 79.6 
16 Ww B 200 86 17.40 16.00 115.0 79.6 
16 N E Aas 17.80 16.30 125.0 87.1 
16 N F 17.80 16.20 133.0 92.6 
16 Ww C 300 130 17.80 16.20 133.0 92.6 
16 N G ee ee 17.80 16.10 141.0 98.2 
16 Ww D 400 173 17.80 16.02 147.0 102.3 
16 N H aoe <a 17.80 16.00 149.0 y 103.5 
16 WwW E 500 217 18.16 16.20 165.0 114.5 
16 WwW F 600 260 18.16 16.00 181.0 125.5 
16 WwW G 700 304 18.54 16.18 201.0 139.5 
16 WwW H 800 347 18.54 16.00 215.0 149.0 
18 N A 19.25 18.11 104.0 72.5 \ 
18 N B Atv sees 19.25 17.99 115.0 79.8 
18 WwW A 100 43 19.50 18.22 118.0 82.2 
18 N Cc 19.50 18.12 127.0 88.5 
18 N D ois eis 19.50 18.00 138.0 95.8 
18 WwW B 200 86 | 19.50 18.00 138.0 -95.8 
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TABLE FOR DETERMINATION OF CURRENT FLOW ON STANDARD’ CAST 
IRON PIPE FROM MILLI-VOLT DROP ALONG CONTINUOUS LENGTH 
OF PIPE BETWEEN JOINTS. (Continued.) 


CLASSIFICATION AcTUAL DIMENSIONS 
K =current 
| for one milli- 
| - *Asso- Weight volt drop 
Nomi-| cia- Ins. per ft. per ft. of 
nal. tion | Class Head Press. Outs. dia. exclu- continuous 
| Dia.in.|Stand-|Letter Feet lbs. per dia. in. sive of pipe. 
ard T sq. in. in. hub-lb. Amperes. 
18 N E 19.70 18.10 148.0 103.0 
, 18 N F ahere PISA 19.70 17.98 159.0 110.4 
| 18 WwW C 300 130 19.92 18.18 162.0 113.0 
| 18 W D 400 173 19.92 18.00 178.0 123.8 
| 18 WwW E 500 217 20.34 18.20 202.0 140.5 
18 Ww F 600 260 20.34 18.00 220.0 152.6 
18 WwW G 700 304 20.78 18.22 245.0 170.0 
¥- 18 Ww H 800 347 20.78 18.00 264.0 183.3 
| 
| 20 N A 21.30 | 20.10 122.0 84.6 
20 N B ees oe 21.30 19.98 134.0 93.0 
20 WwW A 100 43 21.60 20.26 137.0 95.4 
20 G 21.60 20.24 140.0 97.0 
20 N (@ 21.60 20.16 147.0 102.5 
20 N D 21.60 20.02 161.0 112.0 
20 WwW B 200 86 21.60 20.00 163.0 113.0 
20 N E 21.90 20.20 175.0 122.0 
20 N F 21.90 20.06 189.0 131.0 
20 WwW Cc 300 130 22.06 20.22 191.0 132.0 
20 Ww D 400 173 22.06 20.00 212.0 148.0 
20 WwW E 500 217 22.54 20.24 241.0 167.0 
20 WwW F 600 260 22.54 20.00 265.0 184.0 
20 Ww G 700 304 23.02 20.24 295.0 205.0 
20 WwW H 800 347 23.02 20.00 319.0 221.0 
24 N A 25.40 24.12 156.0 108.0 
24 N B é 25.40 23.96 174.0 121.0 
24 G 25.80 24.28 187.0 130.0 
24 WwW A 100 43 25 80 24.28 187.0 130.0 
24 N Cc 25 80 24.20 196.0 136.0 
24 N D 25.80 24.04 215.0 149.0 
24 WwW B 200 86 25.80 24.02 217.0 151.0 
24 N E ( 26.10 24.20 234.0 163.0 
24 N F 26.10 24.04 253.0 176.0 
4,24 258.0 179.0 
24 W C 300 130 26.32 24. 
24 Ww D 400 173 26.32 24.00 286.0 198.0 
24 W E 500 217 26.90 24.28 328.0 228.0 
24 WwW F 600 260 26.90 24.00 362.0 251.0 
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TABLE FOR DETERMINATION OF CURRENT FLOW ON STANDARD CAST 
IRON PIPE FROM MILLI-VOLT DROP ALONG. CONTINUOUS LENGTH OF 
; PIPE BETWEEN JOINTS. (Continued.) 


CLASSIFICATION AcTUAL DIMENSIONS 
—_-. $$$ ——_$§_§_—_ —_| K =current 
for one milli- 
*Asso- Weight volt drop 
Nomi-]| cia- per ft. per ft. of 
nal. tion | Class Head Press. Outs. Ins. exclu- continuous 
Dia.in.|/Stand-|Letter Feet lbs. per dia. dia. sive of pipe. 
ard T sq. in. in. in. hub-ib. Amperes. 
| 
30 N A 31.60 30.18 215.0 149.0 | 
30 N B 31.60 29.98 245.0 170.0 | 
| 30 G a1.74 30.04 257 0 pele one | 
30 Ww A 100 43 31.74 |} 29.98 264.0 185.0 
30 N G 32.00 30.18 247-0) 192.0 
30 N D 32.00 29.98 305.0 213.0 
30 WwW B 200 86 32.00 29.94 312.0 217.0 
30 N E 32.40 30.20 337.0 234.0 
30 N F 32.40 30.00 357.0 255.0 
30 WwW C 300 130 32.40 30.00 367.0 255.0 
30 WwW D 400 7s 32.74 30.00 422.0 292 0 
30 WwW E 500 217 33.10 30.00 479.0 333.0 
30 Ww F 600 260 33.46 30.00 537.0 373.0 
36 N A 87.80 36.22 287.0 199.0 
36 N B 37.80 36.00 326.0 226.0 
36 G 37.96 36.06 315.0 239.0 
36 WwW A 100 43 87.96 35.98 358.0 248.0 
36 N (ce pare a8 38.30 36. 26 373.0 259.0 
36 N D 38.30 36.04 412.0 286.0 
36 WwW B 200 86 38.30 86.00 418.0 290.0 
36 N E Sone as 38.70 36.20 459.0 319.0 
36 WwW Cc 300 130 38.70 35 98 497.0 346.0 
36 N F TAs sais 38.70 35.96 502.0 349 0 
36 WwW D 400 173 39.16 36.00 581.0 404.0 
36 W E 500 217 39.60 36.00 666.0 463.0 
36 WwW F 600 260 40 04 36.00 753.0 523.0 
a N A 44.00 | 42.26 | 368.0 256.0 
42 N B 44 00 42 00 422.0 293.0 
42 G 44 20 42 06 452.0 314.0 
42 Ww A 100 43 44 20 42.00 465.0 323.0 
2 N Cc a 44.50 42 24 480.0 333.0 
N D 44.50 41 96 - 38.0 374.0 
- ey - 200 86 44,50 41.94 542.0 376.0 
aed ay, 45.10 42.30 0 
o . - 3 600.0 416.0 


45.10 42.04 654 0 ~454.0 4 


i ad 
rei 
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TABLE FOR DETERMINATION OF CURRENT FLOW ON STANDARD CAST 
IRON PIPE FROM MILLI-VOLT DROP ALONG CONTINUOUS LENGTH OF 
PIPE BETWEEN JOINTS. (Continued.) 


CLASSIFICATION AcTUAL DIMENSIONS 
- | K =current 
for one milli- 
*Asso- Weight volt drop 
Nomi-| cia- | Class Head Press. Outs. Ins. per ft. per ft. of 
nal tion |Letter Feet lbs. per dia. dia. exclu- |continuous | 
|dia.in. |Stand- iF sq. in. in. in. sive of pipe. 
| ard liub-lb. Amperes. 
| — el 
42 WwW Cc 300 130 45.10 42.02 657.0 456.0 
42 WwW D 400 173 45.58 42.02 763.0 530.0 
48 N A 50.20 48 30 459 0 319.0 
48 N B 50.20 18.00~ 529.0 367.0 
48 N C 50.80 48.30 608.0 422 0 
ieedoG = nes 50.50 | 47.98 | 608.0 422.0 | 
48 WwW A 100 43 50.50 47.98 608 0 422.0 
48 N D 50.80 48.00 678.0 471.0 
48 Ww B 200 86 50 80 47.96 685.0 477.0 
48 N E 51.40 48.30 7570 526.0 
| 48 N F 51.40 48 00 328 0 575.0 
48 W (& 300 130 51.40 47.98 832.0 578.0 
48 Ww D 400 173 51.98 48.06 961.0 667.0 
54 N A 56.40 54 34 559.0 388.0 
54 N B ee eA 56.40 54.00 650.0 452.0 
54 Ww A 100 42, 56.66 53.96 731 0 508.0 
54 N (G 57 10 54.36 750.0 52120 
54 N D any oe 57.10 54.02 840.0 583.0 
54 Ww B 200 =. $6. °57..10 54.00 845.0 586.0 | 
54 N E 57.80 54.26 946.0 657.0 
54 N F 57.80 54.00 1041.0 723.0 
54 WwW Gc 300 130 57.80 54.00 1041.0 723.0 | 
54 WwW D 400 173 58 40 53.94 1230.0 854.0 | 
60 N A 62.60 60.40 664.0 460 0 
60 N B ee Poke 62.60 60.00 782.0 543.0 
60 WwW A 100 43 62.80 60,02 836.0 581 0 
60 N Cc 528 ne 63.40 | 6040 | 910.0 632.0 | 
60 WwW B 200 86 63.40 60 06 1010.0 701:0- | 
60 N D 63.40 60.00 1028.0 714) Oma 
60 N E ie sine 64 20 60.40 | 1160.0 806.0 | 
60 WwW Cc 300 130 64.20, 60.20 1220.0 848.0 | 
60 N F me Bhs 64.20 60 00 1280.0 839.0 ° | 
60 W D 400 173 64.82 60.06 — 1455.0 1010.0 
72 WwW A 100 43 75.34 72.08 1178.0 819.0 | 
72 WwW B 200 86 76.00 72.10 1415.0 983.0 
72 WwW G 300 130 76.88 72.10 1745.0 1212.0 
84 WwW A 100 43 87.54 84.10 1445.0 1005.0 
84 | W B 200 86 88.54 84.10 1878.0 1304 0 
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Resistance of Standard Steel or Wrought Iron Pipe. 
TABLE 10 
STANDARD STEEL (Or Wrought Iron) PIPE. 
(Based on Resistance of steel 0.00021 ohms per lb. ft. Based on re- 
sistance of wrought iron 0.000181 ohm per Ib. ft.) 


Nomi- 
nal 
dia. in. 


1/8 
1/8 


1/4 
1/4 


3/8 
3/8 


1/2 
1/2 
1/2 


3/4 
3/4 
3/4 


1-1 1/4 
1 1/4 
11/4 


11/2 
11/2 
11/2 


2 1/2 
21/2 
21/2 


31/2 
3 1/2 
31/2 


Actual Dimensions K =current for one millivolt 
Weight drop per ft. of continuous 
per ft. pipe-amperes. 
Classifi- Outside Inside plain ends- 
cation diameter diameter steel-lb. — 
inches inches 

Steel Wrought iron 
5 0.405 0.269 0.244 116 1.32 
x 0.405 0.215 0.314 1.50 1.70 
Ss 0.540 0.364 0.424 2.02 2.30 
x 0.540 0.302 0.535 2.55 2.90 
S 0.675 0.493 0.567 2.70 3.07 
x 0675. 0.423 0.738 3.51 4.00. 
Ss 0.840 0.622 0.850 4.05 4.60 
x 0.840 0.546 1.09 5.18 5.88 
xX 0.840 0.252 2 War | 8.16 9.28 
Ss 1.050 0.824 1,13 5.38 Gea i 
xX 1.050 0.742 ee ve 7.03 7.98 
xX 1.050 0.434 2.44 116 13.2 
S 1.315 1.049 1.68 7.99 9.09 
x Hail: 0.957 ON Wr 10:3 11.8 
XX 3l5 0.599 3.66 hse! 19.8 
S 1.660 1.380 2.27 10.8 12.3 
x 1.660 1.278 3.00 14.3 16,2 
xX 1.660 0.896 5, 21 24.8 28.2 
SS) 1.900 1.610 2.72 12.9 14.7 
aXe 1.900 1.500 3.63 17.3 19.6 
XX 1.900 1.100 6.41 80.5 34.7 
Ss 2.375 2.067 3.65 17.4 19.8 
xX 2.375 1.939 5.02 23.9 PY far. 
XX 2.375 1.503 9.03 43.0 48.8 
S 2.875 2.469 5.79 27.6 31.4 
x 2.875 2.323 7.66 36.5 41.5 
XX 2.875 ih real 13.69 65.2 74.2 
tS) 3.500 3.068 ifs iSee 36.0 41.0 
xX 3.500 2.900 10.2 48.8 55.6 
xX 3.500 2.300 18.6 88.5 101.0 
s 4.000 3.548 9.11 43.4 49.3 
x 4.000 3.364 12.5 59.6 67.8 
XX 4.000 2.728 22.8 109.0 124.0 
S 4.500 4.026 | 10.8 51.4 58.4 
xX 4.500 3.826 15.0 7 8} 81.1 
XxX 4.500 3.152 27.5 131.0 149.0 
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STANDARD STEEL (Or Wrovuent Iron) PIPE. Continued, 


| Actual Dimensions K =current for one millivolt | 
| Weight drop per ft. of continuous 
Nomi- per ft. pipe-amperes. 
nal Classifi- Outside Inside plain ends- 
|dia. in. | cation diameter diameter steel-lb. 
inches inches 
Steel Wrought iron 
4 1/2 Ss 5.000 4.506 12.5 59.8 67.9 
41/2 x 5.000 4.290 17.6 83.9 95.3 
4 1/2 xX 5.000 3 580 32.5 155.0 176.0 
5 5.563 5.047 14.6 69.7 79.2 
5 x 5.563 4.813 20.8 98.9 112.0 
5 xX 5.563 4.063 38.5 183.0 209.0 
6 Ss 6.625 6.065 19.0 90.3 103.0 
6 x 6.625 5.761 28.6 136.0 155.0 
6 xX 6.625 4.897 63.2 253.0 288.0 
rf Ss 7.625 7.023 23.5 112.0 127.0 
4 xXx 7.625 6.625 38.0 181.0 206.0 
7 xX 7.625 5.875 63.1 300.0 342.0 
8 i) 8.625 8.071 24.7 118.0 134.0 
8 SS) 8.625 7.981 28.5 136.0 155.0 
8 x 8.625 7.625 43.4 206.0 235.0 
8 xX 8.625 6.875 72.4 345.0 392.0 
9 Ss 9.625 8.941 33 9 161.0 184.0 
9 x 9.625 8.625 48.7 232.0 264.0 
10 Ss 10.750 10.192 31.2 149.0 169.0 
10 10.750 10.136 34.2 163.0 185.0 
10 Ss 10.750 10.020 40.5 192.0 219.0 
10 x 10.750 9.750 54.7 261.0 297.0 
11 Ss 11.750 11.000 45.6 217.0 247.0 
11 x 11.750 10.750 60.1 286.0 326.0 
12 Ss 12.750 12.090 43 8 208.0 237.0 
12 Ss 12.750 12.000 49.6 236.0 269.0 
12 x 12.750 11.750 65.4 311.0 354.0 
13 S} 14.000 13.250 54.6 260.0 296.0 
13 x 14 000 13.000 72 1 343.0 391.0 
14 Ss 15.000 14, 250 58 6 279.0 317.0 
14 x 15.000 14.000 77 4 369.0 420.0 
15 Ss 16.000 15.250 62.6 298.0 339.0 
15 16.000 15.000 82.8 394.0 449.0 


S = Standard pipe. 
X = Extra strong pipe. 
XX = Double extra strong pipe. 
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102. Resistance of Lead Cable Sheaths 


TABLE 11. 


TABLE FOR DETERMINING CURRENT ON LEAD CABLE SHEATHS FROM 
VOLTAGE DROP IN MEASURED LENGTH OF SHEATH. 


Resistivity, 1 ft. length, 1 sq. in. sectional area = 0.00010 ohm 


Outside Thick- | Current Outside | Thick- Current 
diam. of ness Resistance for 1 diam. of ness Resistance for 1 
lead of lead of lead millivolt lead of lead’ }._ of lead millivolt 
sheath sheath sheath per ft sheath sheath sheath per ft. 
(in.) (64th in.)}(ohm perft.)| (amp.) (in.) (64thin.); (ohm perft.)| (amp.) 
0.50 4 0.001163 0.860 2.00 6 0.0001781 5.61 
0.50 5 0.000965 1.036 2.00 7 0.0001538 6.50 
0.50 6 0.000836 196 2.00 8 0.0001359 7.36 
0.625 4 0.000906 1.104 2 125 6 0.0001672 5.98 
0.625 5 0.000745 1.343 2.125 7 0.0001443 6.93 
0.625 6 0.000640 1.563 2.125 8 0.0001273 7.86 
0.75 4 0.000741 1.350 2.25 6 0.0001575 | 6.35 
0.75 5 0.000606 1.650 2.25 " 0.0001359 7.36 
0.75 6 0.000518 1.931 2.25 8 0.0001198 8.35 
0.875 4 0.000627 1.594 2.375 6 0.0001488 6.72 
0.875 5 0.000511 1.957 2.375 7 0.0001284 7.79 
0.875 6 0.000435 2.300 2.375 8 0.0001132 8.83 
1.00 5 0.0004419 | 2.263 2.50 7 0.0001217 ‘ 
1.00 6 9.0003750 2.668 2.50 8 0.0001073 His 
: : 6 3.061 2.50 9 0. 5 
1.00 8 0.0002913 | 3.437 wring ce 
2.625 7 0.000115 
1.125 5 9. 0003892 2.569 2.625 8 00001019 oat 
; 3.03 2.625 
1.125 7 0.0002866 | 3.491 a Se at a Mere 
1.125 8 0.0002547 | 3.926 2.75 7 0.0001102 9.08 
2.75 8 0.0000971 | 10.30 
1.25 5 0.0003476 | 2.876 2.75 j ; 
33 0 ones eg 9 0.0000868 | 11.53 
} 0002552 | 3.918 2.875 7 0.0001050 9.51 
1.25 8 0.0002265 | 4.415 2.875 8 0.0000927 | 10.79 
2.875 9 0.0000828 | 12.08 
1 375 5 9.0003142 3.183 
: 3 .0002650 | 3.773 3.00 
1.375 7 0.0002299 | 4.35 3.00 O:eouorasit mietee 
9 0.0000792 | 12.62 
1.375 8 0.0002038 | 4.91 3.00 10 0.0000716 | 13.96 
1.50 6 0.0002416 | 4.14 3.125 
1.50 7 0.0002092 | 4.78 3.125 3 etic mee ee 
750 0.0000758 | 13.18 
: 8 0.0001853 | 5.40 3.125 10 0.0000686 | 14.58 
1.625 6 0.0002218 | 4.51 3.25 
1.625 7 0.0001920 | 5.21 3.25 3 b-oouaTae age 
1.625 8 0.0001698 | 5.89 3.25 10 0.0000659 | 15.19 
1.75 6 0.0002051 |. 4.88 3.375 
1.75 7 0.0001772 | 5.64 3.375 3 0 ob007b0 1439 
1.75 8 0.0001567 | 6.38 3.375 10 0.0000633 | 15.83 
1.875 6 0.0001906 | 5.25 3 
1 875 z 0.001648 6.07 3. 20 5 D “000672 il ; a4 
4 .0001456 | 6.87 3.50 10 0.0000609 | 16.42 
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103. Typical Report Sheets. 
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AMERICAN INSTITUTE OF ELECTRICAL ENGINEERS 


REPORT OF THE BOARD OF DIRECTORS FOR THE FISCAL 
YEAR ENDING APRIL 30, 1916 


The Board of Directors of the American Institute of Electrical Engineers 
presents herewith to the membership its Thirty-Second Annual Report, 
for the fiscal year ending April 30, 1916. A General Balance Sheet show- 
ing the financial condition of the Institute on April 30, 1916, together with 
other financial statements, is included herein. 

The Board has endeavored, as far as possible, to keep the membership 
informed of its proceedings by publishing monthly in the Institute 
PROCEEDINGS a resumé of the business transacted at each meeting. These 
notices, however, are necessarily incomplete, as many important matters 
are considered which cannot be disposed of at one- meeting and which 
must be held over for future consideration and action. Eventually such 
matters are dealt with in subsequent issues. 

Directors’ Meetings.— During the year the Board of Directors held 10 
regular meetings, one adjourned meeting, and one special meeting. The 
adjourned meeting was held on December 11, 1915, for the purpose of 
considering the report of the Constitutional Revision Committee. The 
special meeting was held on January 21, 1916, for the purpose of acting 
upon an invitation from President Wilson to President Carty to nominate 
from the Institute’s membership, candidates for appointment by the 
Secretary of the Navy upon the Organization for Industrial Preparedness, 
referred to elsewhere in this report. 

Eleven of these meetings were held in New York, and one in Deer 
Park, Md., during the Annual Convention. 

Annual Convention.—The Thirty-Second Annual Convention was held 
in Deer Park, Maryland, June 29-July 2, 1915. The total attendance 
was 202, which included 43 ladies. Although the attendance was small, 
due possibly to the location being somewhat remote from the larger 
membership centers, the convention was very successful from a technical 
and social standpoint. Thirty-one papers were presented at the seven 
technical sessions. ‘ 

Panama-Pacific Convention.—The Panama-Pacific Convention was 
held in San Francisco September 16-18, 1915. It was arranged chiefly 
to provide an Institute meeting in San Francisco for Pacific coast members 
during the Panama-Pacific Exposition in place of the International Elec- 
trical Congress, which had been scheduled to be held on the same dates, 
but which had been postponed. The convention was unusually successful. 
Three hundred and fifty-five members registered, of which a considerable 
number were eastern members visiting the Exposition and’ attending 
the International Engineering Congress. Twenty-six papers were 
presented on a variety of engineering subjects. fre. 

Midwinter Convention, New York.—The Fourth Midwinter Conven- 
tion was held in New York on February 8 and 9, 1916. The total regis- 
tered attendance was 671, of which number 380 were members. The 
291 guests included 175 ladies. Eleven papers were presented and four 
technical sessions were held. A subscription dinner-dance was held at 
the Hotel Astor on the evening of February 8, which was attended by 425 
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members and guests. The proceeds from the sale of tickets to this func- 
tion covered all of the expenses and provided a surplus which will be 
available towards defraying the expenses of future midwinter social 
functions. 

Philadelphia Meeting.—An Institute meeting was held in Philadelphia, 
Pa., on October 11, 1915, under the auspices of the Philadelphia Section. 
Three papers were presented and the total attendance was 200. This is 
the third annual meeting of this kind to be held in Philadelphia at the 
opening of the active season. 

St. Louis Meeting —On October 19 and 20, 1915, Institute members in 
the middle west were given an opportunity to attend a two-day Institute 
meeting which was held in St. Louis, Mo., under the auspices of the St. 
Louis Section, on the occasion of the 100th meeting of that Section. 
Eleven papers were presented, and the total attendance was 201. Mem- 
bers of the Associated Engineering Societies of St. Louis, with which the 
Section is affiliated, participated in this meeting. 

Water Power Meeting, Washington, D. C.—This meeting was held 
in Washington on April 26, 1916, under the auspices of the Washington 
Section and the Committee on Development of Water Power. Five 
very carefully prepared papers were presented on the general subject of 
the relation of water power to the industrial advancement of the country. 
Two-hundred and fifty members and invited guests attended the meeting. 

National Meeting, May 16, 1916.—An event unique in the history of 
the Institute and one which is attracting widespread interest will take 
place on May 16, 1916. This is a National Meeting which will be 
held simultaneously through the medium of the long distance tele- 
phone in six different cities; namely, San Francisco, Chicago, Atlanta, 
Philadelphia, New York and Boston. The purpose of the meeting is to 
commemorate the achievements of Institute members in the fields of 
communication, transportation, lighting and power. Incidentally it is 
being held on the date of the Annual Meeting of the Institute, and al- 
though the business coming before the Annual Meeting will be transacted 
in the afternoon at the business meeting, it is planned to reserve a part 
of it for the National Meeting in the evening. 

Other Meetings.—In addition to these special meetings, held in various 
parts of the country for the benefit of the membership at large, eight 
regular monthly meetings were held in New York, with an average attend- 
ance of 300. 

The Sections and Branches have also continued active and have held a 
large number of regular monthly meetings as shown by the tabulated state- 
ment in the report of the Sections Committee. 

President.— President Carty has presided at all meetings of the Insti- 
tute held during the year, with the exception of the meeting in St. Louis, 
and also at all meetings of the Board of Directors. During the year he 
has attended the following meetings: Detroit, September 9, 1915, Joint 
Session of A. I. E. E. at Convention of Association of Iron and Steel Elec- 
trical Engineers: Panama-Pacific Convention, San Francisco, September 
16-18, 1915; Institute Meeting, Philadelphia, October 11, 1915; Schenec- 
tady Section, October 12, 1915; Boston Section, October 13, 1915; 
Pittsburgh’ Section, December 4, 1915; Ithaca Section, March 25, 1916; 
Water Power Meeting, Washington, April 26, 1916. 
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International Engineering Congress.—The International Engineering 
Congress has already received such wide publicity through its Committee 
of Management that no extended reference to it is necessary in this re- 
port. The Institute was one of the five national engineering societies 
which planned the Congress and which was interested in its success. It 
was held in San Francisco on the dates scheduled, September 20-25, 
1915, and was eminently successful in every way. 

The total registered attendance at the Congress was 851, of which 
number 71 were from 20 foreign countries. Fifty-two technical sessions 
were held, and over 200 papers were presented ona wide range of engineer- 
ing subjects. Inaddition to the registered attendance over 600 cards of 
admission were issued so that the attendance at the various sessions was 
well over 1,500. The Committee of Management is still acting, princi- 
pally with the publication and distribution of the volumes of the trans- 
actions, which it is estimated will be in the neighborhood of 10,000 to 
12,000. A full report will be submitted by the committee to the par- 
ticipating societies in the near future. 

National Preparedness.—The Institute has taken an active part in a 
number of the movements which have been organized recently in the 
interest of adequate national preparedness. Chief among these are the 
National Engineer Reserve, the Naval Consulting Board, and the Organi- 
zation for Industrial Preparedness. 

National Engineer Reserve.—The suggestion for the organization of a 
National Engineer Reserve was first made early in 1915, and ‘shortly 
thereafter a joint committee wasformed of representatives of the American 
Society of Civil Engineers, the American Society of Mechanical Engi- 
neers, the American Institute of Mining Engineers, the American Institute 
of Electrical Engineers, and the American Institute of Consulting En- 
gineers, to cooperate with the war department in the organization of such 
areserve. The members of this committee being widely separated geo- 
graphically, making full attendance at meetings difficult and impracticable 
a smaller working committee was formed consisting of the five chairman 
of the individual committees of each society constituting the joint com- 
mittee. This arrangement greatly facilitated the work. The committee 
has held conferences with Major General Leonard Wood, officers of the 
General Staff of the U. S. Army and of the War College, and with the 
chairmen of the House and Senate legislative committees on military 
affairs. The result of this work is that several of the military measures 
before Congress embody provisions for an Officers Reserve Corps under 
which the engineers of the country may take service. The committee 
is now waiting for the Navy Department to formulate its plan for an 
increase of the naval forces, and as soon as a decision has been reached 
by that Department, the committee will take up the question of an en- 
gineer reserve for the Navy similar to that contemplated for the Army. 

U. S. Naval Consulting Board.—On July 19, 1915, the Institute was 
invited by the Hon. Josephus Daniels, Secretary of the U. S. Navy Depart- 
ment, to select two members for appointment by Secretary Daniels upon 
a proposed advisory committee to be presided over by Mr. Thomas A. Edi- 
son and to be composed of men recognized throughout the country for their 

- inventive genius and engineering achievements, to assist the Navy Depart- 
ment, both instructively and critically, in the development of such new 
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ideas for naval advance as might be presented and found worthy of con- 
sideration. The underlying idea was to make available the latent inven- 
tive and engineering genius of our country to improve the navy, and to 
bring the officers of the service into more intimate contact with the indus- 
trial resources of the country. Similar invitations were extended to ten 
other scientific and engineering organizations. The two members officially 
selected for this service by the Institute were Mr. Frank Julian Sprague, 
of New York, and Mr. Benjamin G. Lamme, of Pittsburgh, Pa., both of 
whom were appointed by Secretary Daniels as members of the Naval 
Consulting Board. The excellent work of the Board has already re- 
ceived so much attention from the public press that no further statement 
regarding it is necessary in this report. Recently its usefulness has been 
greatly enlarged by the organization of representatives from each state 
in the Union to assist in the work of collecting data regarding the manu- 
facturing resources of the country. 

Organization for Industrial Preparedness.—This movement. was in- 
augurated as the result of the valuable service rendered by the Naval 
Consulting Board. Its purpose, as expressed in President Wilson’s 
letter to President Carty inviting the Institute to nominate representatives, 
is to assist the Naval Consulting Board in the work of collecting data for 
use in organizing the manufacturing resources of the country for the public 
service in time of emergency. The Institute was invited to nominate, for 
the approval of the Secretary of the Navy, a representative from its 
membership from each state in the Union to act in conjunction with repre- 
sentatives of the American Society of Civil Engineers, the American So- 
ciety of Mechanical Engineers, the American Institute of Mining En- 
gineers and the American Chemical Society. At the call of President 
Carty the Board of Directors of the Institute held.a special meeting on 
January 21, 1916, to act upon this invitation, and at this meeting Presi- 
dent Carty was empowered to select the nominees on behalf of the Insti- 
tute. A list of these nominees was subsequently submitted to the Secre- 
tary of the Navy and the appointments were made. The state repre- 
sentatives are officially known as the State Directors of the Organization 
for Industrial Preparedness, and Associate Members of the Naval Consulting 
Board of the United States, and it will be the duty of these directors to 
make a canvass of the industrial establishments in their respective States 
and have them fill out a confidential form giving in detail data regarding 
their manufacturing and producing resources. On April 20, 1916, Presi- 
dent Carty issued a letter to all Institute members in. the United States 
appealing to them to assist in the work. 

Representatives.—In addition to its regular representation upon the 
various joint committees and other local and national bodies with which 
it has been affiliated in past years, the Institute has also appointed special 
representatives on numerous occasions during the year in connection with 
matters of interest to the Institute and to the engineering profession, 
especially in civic affairs and matters pertaining to legislation affecting 
the profession. 

Committees.—There has been no change in the number and character 
of the standing, technical and special committees, but a committee has 
been investigating the fields of the respective technical committees, and 
it is probable that there will be some additions next year. With one or 
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two exceptions all of the committees have been more or less active. 
Abstracts of the reports of the chairmen of many of the Institute commit- 
tees to the Board of Directors are included herein as follows: 


Sections Committee.—The Sections Committee is able to report a 
gratifying increase in ac'ivity and interest on the part of the Sections and 
Branches during the year. 

Although the number of meetings has not greatly increased, the attend- 
ance has been considerably larger, notwithstanding the fact that two Sec- 
tions have necessarily been inactive during the present year; namely, 
Mexico and Toronto. The Toronto Section is inactive only temporarily. 

Two new Sections were organizéd during the year; one at Denver, Colo., 
on May 18, 1915, and the other at Kansas City, Mo., on April 14, 1916. 
The Denver Section has made an excellent start and is doing good work. 
The Kansas City section was just organized a month ago and has therefore 
not yet had an opportunity to become active. The officers, however, 
are enthusiastic and the Section will doubtless be of great usefulness 
to the membership. 

New Branches wére organized at the Carnegie Institute of Technology, 
Clarkson College of Technology, and the Brooklyn Polytechnic Institute. 

On April 14, 1916, the Board of Directors, acting upon the reeommenda- 
tion of the Sections Committee authorized a conference of Branch dele- 
gates at the Annual Convention, similar to the conference of Section del- 
gates which of late years has becomesuch a prominent feature of the annual 
conventions. It was considered inexpedient, however, to recommend 
that the transportation expenses of the Branch delegates be paid from the 
Institute treasury. 

In accordance with Section 60 A of the Institute by-laws, which was 
adopted upon recommendation of the committee, the Chairman is re- 
ceiving suggestions of questions for discussion at the coming conference 
of Section delegates at the Cleveland Convention. 

A tabulated table showing the activity of the Sections and Branches 
during the past five years follows: 


For Fiscal Year Ending 
May 1 May 1 May 1 May 1 May 1 
1912 1913 1914 1915 1916 
SECTIONS 
Number of Sections......... 28 29 30 31 32 
Number of Section meetings £ 
(No lay aes 2 oye oe eee 231 244 233 246 251 
Total Attendance........... 19,800 22,825 22,626 23,507 28,553 
BRANCHES 
Number of Branches...... . 42 47 47 52 54 
Number of Branch meetings 
Helder rane steteyene «2+ 281 357 306 328 360 
Atten@ante si. cs caine soos 10,255 11,808 11,617 12,712 15,166 
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Meetings and Papers Committee.—The Meetings and Papers Commit- 
tee has held regular monthly meetings throughout its term of office, at 
which meetings the disposition of all manuscripts submitted has 
been attended to and the regular Institute meetings and conventions 
decided upon. In addition to the monthly meetings in New York, 
meetings have been arranged for by this committee in St. Louis, Phila- 
delphia and Washington. The Panama-Pacific Convention, the 
Midwinter Convention, the Annual Convention, Cleveland, and the 
Pacific Coast Convention at Seattle, have also-been arranged for 
by this committee. Following its practise in previous years all manu- 
scripts which have been submitted have first been passed upon by one of 
the special technical committees before being finally acted upon by the 
main committee. 

Standards Committee.—The 1915 edition of the Standardization Rules, 
representing the work of the Standards Committee of 1914-1915, was 
presented to and approved by the Board of Directors at the Deer Park 
Convention meeting, July 1, 1915. The revision was not radical, but 
rather a completion and clarification of the radical revision of December 
1, 1914. 

The present committee has held monthly meetings for the considera- 
tion of amendments and additions. The work has been largely carried 
on through the medium of 20 sub-committees charged with various parts 
of the field, whose reports have beenreviewed by the whole committee. 
No final action will be taken on the proposed amendments until the May 
meeting, which will probably last for several days. 

The changes to be considered at the May meeting are for the most part 
not radical, although they constitute distinct improvements. These will 
be presented to the Board of Directors at the Cleveland Convention in 
June, and if approved will be incorporated in the 1916 edition which will 
become effective on August 1. 

In order to insure greater continuity of policy and method in the work 
of the Standards Committee from year to year the committee will pre- 
sent to the Board of Directors for its approval a set of by-laws with the 
recommendation that any future changes thereto can be made only with 
the sanction of the Board. 

During the year a number of additions have been made to the list of 
cooperating societies, which includes several foreign societies. 

Code Committee.—The Code Committee has continued to represent 
the Institute on the Electrical Committee of the National Fire Protection 
Association. Only one meeting was held, in Boston, and nothing trans- 
pired at this meeting of sufficient importance to merit special mention. 

A sub-committee of the Code Committee spent much time cooperating 
with the U. S. Bureau of Standards during the year, working on the Na- 
tional Safety Code which the Bureau is formulating and which it expects 
to issue sometime in the near future. This was a continuation of the 
kind of work carried on last year, and represents the real activity of the 
Code Committee for the year. 

Library Committee.—The united libraries of the founder societies and 
the United Engineering Society are now controlled and administered as 
one joint library by the Library Board of the United Engineering Society 
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under an agreement which took effect on January 1, 1915, and in accord- 
ance with the by-laws of that society. The first annual report of the 
Library Board, for the year 1915, was issued and published in pamphlet 
form in January 1916. A synopsis of the report appeared in the Institute 
PROCEEDINGS for February 1916. It includes many interesting statistics 
of the accessions to the library, its utilization, its finances, and a list of the 
donors of books and pamphlets. 

Railway Committee.—The Railway Committee this year has cooperated 
with the Standards Committee in respect to the revision of Rule No, 418 
of the Standardization Rules, and has made suggestions regarding the rule 
for incorporation in the final edition of the Rules. Some consideration 
has been given to a more standard terminology for electric railway de- 
vices and the standardization of voltages for railroad purposes. 


Transmission Committee.—The Transmission Committee has this 
year continued its practise of securing a consensus of opinion of the best 
informed engineers and operating men on some selected subject or sub- 
jects and either reproducing or digesting the material for the benefit of 
the membership. -Phis year the committee will make reports at the An- 
nual Convention on experiences in the effect of altitude in the operating 
temperature of electrical apparatus, and in the use of the grounded 
neutral in high tension systems. 


Electric Lighting Committee.—The Electric Lighting Committee has 
held several meetings during the year at which the principal subject of 
discussion was the arrangement of circuits for street lighting purposes. 
A paper on this subject will be presented at the Annual Convention. 


Industrial Power Committee.—As in previous years, the Industrial 
Power Committee cooperated with the Sections and Branches in arrang- 
ing meetings on the subject of industrial power. The Cleveland Section 
appointed a local industrial power committee and later a considerable 
number of Sections and Branches followed its example. Each Section and 
Branch was requested to hold at least one meeting during the year on the 
subject of industrial power, and the local committees were of great assist- 
ance in arranging for these meetings. The Industrial Power Committee 
was also able to obtain for the use of the Sections and Branches a num- 
ber of lantern slide lectures. The committee has been assigned one ses- 
sion of the Annual Convention. Four meetings were held during the year, 

Electrochemical Committee.—The Electrochemical Committee has 
confined its work to efforts to obtain suitable papers on electrochemical 
subjects which the committee considered might be of general interest to 
the membership. The committee arranged for the joint meeting with 
the New York Section of the American Electrochemical Society held in 
New York on March 10, 1916. 

Electrophysics Committee.—The work of the Electrophysics Committee 
has been directed chiefly to obtaining and reviewing, for the Meetings and 
Papers Committee, papers on subjects relating to the physical theory 
underlying the application of electricity to electrical engineering. Six 
papers have thus far been obtained and two others promised. Of the 
six, three have already been presented, one will be presented at the An- 
nual Convention, and two will be offered for future meetings. 
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Iron and Steel Industry Committee.—This committee has arranged for 
a joint session between the A.I.E.E. and the Association of Iron and Steel 
Electrical Engineers, for Wednesday, September 20, 1916, during the 
annual convention of the Association to be held in Chicago, September 
18-22, 1916. 

Committee on Use of Electricity in Mines.—A session of the Panama- 
Pacific Convention held in San Francisco in September 1915 was devoted 
to mining work and a number of papers were presented dealing particularly 
with metal mine problems. Some work was also done by the committee 
in conjunction with the U. S. Bureau of Mines regarding rules for elec- 
trical installation in mines, but owing to business conditions it has not 
been possible to get the members of the committee together for a thorough 
discussion of the subject. 

Committee on Use of Electricity in Marine Work.—The work of this 
committee has been directed, first, to obtaining papers dealing with elec- 
trical installations on shipboard, and, second, to continuing the work 
carried on during the previous two years in securing standard rules for 
various types of marine installations. A paper on this subject was pre- 
sented at the Panama-Pacific Convention, and several papers are in view 
dealing with auxiliary power plants on shipboard for lighting, and for 
power for radio telegraph sets in cases of emergencies. 

A sub-committee of this committee is now at work in conjunction with 
Lloyds and the American Bureau of Shipping in an endeavor to bring up 
to date and standardize the rules of the various building and insurance 
societies. 

Protective Apparatus Committee.—The work of the Protective Appara- 
tus Committee during the year might be divided into five categories, as 
follows: 1. An endeavor to standardize lightning arresters and similar 
protective devices. 2. Consideration and discussion of the factors in- 
volved in attempting to standardize the rating of oil switches. 3. An 
analysis of the protective problems connected with relays, split conductor 
cables, and like protective means. 4. Collection of data on partially 
solved problems relating to protective devices and continuity of service 
in the transmission of electrical energy. 5. Presentation of data in the 
form of papers; four dealing with operating experiences with protective 
devices, three on pressing problems relating to line insulators, and one on 
the theory of parallel grounded wires. 

. Committee on Records and Appraisals of Properties.—The geographical 
distribution of the committee has made it necessary to carry on its work 
through the medium of correspondence. One of the results of the com- 
mittee’s work was the presentation of several very important papers on 
various phases of appraisal work at the Panama-Pacific Convention. 

A considerable number of conferences have been held by members of 
the committee, as a result of which it is planned to present at the October 
meeting in New York a number of papers on appraisal work and a topical 


discussion on methods of keeping inventories and appraisals up to date. - 


In view of the wide variety of opinions concerning inventory and ap- 
praisal work, the committee believes that it is not wise to attempt to 
present anything in the nature of a complete report but recommends the 
continuance of the committee in order that further study and investiga- 


tion may be made of this important subject. 


i al 
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Educational Committee-——The Educational Committee has decided 
to begin the preparation of a list of topics suitable for advanced study, 
research and invention in electrical engineering. This was considered 
to be a piece of work which might be of benefit to colleges of engineering, 
and at the same time of such a technical nature as to be outside of the 
scope of activity of various educational associations. It is felt that work 
of this kind might well be made a part of the regular duties of the Educa- 
tional Committee or one of its sub-committees. The committee would 
thus in time establish closer relations with colleges of engineering, re- 
search laboratories and individual investigators, and would become a 
center of information and a source of wholesome inspiration for electrical 
research in this country. A list of topics for research with some sugges- 
tions, compiled by the chairman of the committee, has been accepted for 
presentation at the Annual Convention. 

Editing Committee.—The Editing Committee has had general supervi- 
sion over the discussions in the PROCEEDINGS and the contents of the 
TRANSACTIONS published during its incumbency. The method of handling 
this material has been the same asin the previous two or three years and 
it appears to have met with general satisfaction. The only important 
typographical changes which have been adopted for the current year 
have been the new style for the cover and the combination of the Section 
I and Section II tables of contents on the first page of the PROCEEDINGS 
immediately inside the cover. 

Committee on Development of Water Power.—During the past year 
this committee, through its members, has endeavored to keep informed 
respecting the progress of legislation affecting water power development 
and other allied questions. The committee has held several meetings, 
a large number of informal conferences, and has exchanged much cor- 
respondence. 

In the fall of 1915 the committee accepted an invitation from Governor 
James Withycombe of the State of Oregon to send a delegate to address 
a Western Water Power Conference held at Portland, Oregon, September 
21, 22 and 23. Mr. John H. Finney, a member of the committee, was 
appointed and presented to the conference a brief which had been pre- 
pared by the committee. 

Acting jointly with the Meetings and Papers Committee, this com- 
mittee arranged for the special Institute meeting held in Washington, 
D. C., under the auspices of the Washington Section, on April 26, at 
which various aspects of the water power situation were treated th-ough 
the medium of a carefully prepared program. 

Public Policy Committee—The Public Policy Committee has held four 
meetings during the year, at which various matters referred to the com- 
mittee were considered and discussed. Among the more important ques- 
tions reported upon by the committee to the Board of Directors were the 
following: Legislation providing for federal support for engineering 
experiment stations in each state; water power legislation; engineering 
cooperation; translation of standardization rules into foreign languages; 
legislation affecting the engineering profession. 

Committee on Relations of Consulting Engineers.—On May 13, 1915, 
the committee submitted to the Board of Directors a proposed schedule 
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of fees as a general guide for consulting engineers. No other matters 
have developed requiring the attention of the committee. 

U. S. National Committee of the International Electrotechnical Com- 
mission—The War has naturally interfered with the international 
activities of the Commission, but nevertheless a considerable amount of 
work has been carried on among the individual national committees. 

In America, electrical engineering standardization has been confined 
to the work of the A. I. E. E. Standards Committee. The British Stand- 
ardization Rules for Electrical Machinery have been published during 
the year, and are believed to be in substantial conformity with the last 
edition (1915) of the A. I. E. E. Standardization Rules, as well as with the 
international rules thus far adopted by the I. E. C. 

The Annual Report of the Honorary Secretary of the Commission, 
dated January 1916, which has been received. from the Central Office, 
indicates that the work of the Commission, in abeyance for the present, 
should be expected to recontinue as soon as the peace of the world shall 
have been restored. 

The U. S. National Committee held one meeting, in New York, in 
November 1915. 

Constitutional Revision Committee—The Constitutional Revision 
Committee was appointed at the beginning of the administrative year, 
and immediately began work upon the revision of the constitution. All 
suggestions which had been received since the last amendment to the 
constitution in 1912 were considered by the committee. Requests for 
further suggestions were made to each member of the present Board of 
Directors, each past-president, and each Section chairman. As the result 
of the suggestions received and those made by the members of the com- 
mittee the proposed amendments were agreed upon and submitted to the 
Board of Directors in December 1915. The amendments are now being 
voted upon by the membership and the result of the vote will be made 
known at the Annual Meeting. 

Employment Department.—The usefulness of the Employment Depart- 
ment has increased greatly during the year. A considerable number of 
Institute members have been helped to positions, and employers are more 
and more taking advantage of the facilities offered by the Institute for 
placing them in touch with desirable technical men. The Institute con- 
tinues to publish without charge in the monthly PROCEEDINGS announce 
ments of vacancies and men available. 

Board of Examiners.—The Board of Examiners has held 11 meetings 
during the year. It has considered and referred to the Board of Directors 
with its recommendations a total of 1,419 applications of all kinds. In 
addition to these, the Board has reviewed 29 applications for a second and 
third time. Although the total number of applications is less than last 
year, the amount of time devoted to the work by the Board was consider- 
ably greater this year. The reason for this is that there were less ap- 
plications for admission as Associates, which require very little detailed 
examination, but more applications for the higher grades, to which much 
time must necessarily be devoted. In considering applications 
for admission and transfer to the grade of Fellow the Board has adhered 
rigidly to its interpretation of the constitutional requirements, as-may be 
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inferred from the following figures showing that only 10 applicants were 
recommended for this grade, and 20 were not recommended. 


APPLICATIONS FOR ADMISSION, 


Recommended for grade of Associate...........--.. 624 
Not recommended for grade of Associate........... O20 
Recommended for grade of Member............... 44 
Not recommended for the grade of Member........ 14 58 
Recommended for grade of Fellow................ 3 
Not recommended for Fellow.........2—.......220 3 8 
Recommended for enrolment as students........... 643 643 
APPLICATIONS FOR TRANSFER. 
Recommended for grade of Member............... 54 
Not recommended for grade of Member........... 9 63 
Reeommended for grade of Fellow: ............... 7 
Not recommended for grade of Fellow............. 15 22 
Total number of applicatioms considered........... 1419 
wpplications et econsidered 1. foc.cse-. soso: oa P oe. 29 
Admission and-transfer all prades........2...0.. 8: 1448 


Membership Committee.—The work of the Membership Committee 
began early last fall when plans were formulated assigning a definite 
portion of the work to each member of the committee. This, based upon 
well established precedent, aimed to increase the membership without 
the employment of undignified methods. Later it was decided to extend 
operations in the same and new fields. 

The work of the committee, into which the individual members entered 
with considerable interest and activity, resulted in the filing of 777 ap- 
plications for membership, and the laying of a foundation for the work 
of-the succeeding committee. 

The Membership Committee, believing its duty to be the retention 
of existing as well as the acquisition of new members, has during the year 
cooperated with the Secretary of the Institute in securing the payment 
of dues in arrears, and, in general, seeking and endeavoring to remove the 
cause of difficulty. So much has been accomplished that it is urgently 
recommended that this function be delegated to the Membership Com- 
mittee each year. 

The following tabulated statement shows the number of members in 
each grade, the total membership, and the additions and deductions that 


have been made during the year: 
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Honorary 
Member Fellow Member | Associate Total 


Membership, April 30, 1915. 5 448 1079 6522 8054 | 

Additions: | 

lected srcenie ain nso eracts eas 4 41 584 areas | 

Eranstenred acim.) ssa els é wile 6 47 sees bathe 
Rieinsta ted jarromiemre wsewoeciers dS noes @ 46 

Deductions: | 

WIE, fel eharslolsetetneit orale ieee: 2 7 27 
Resigned)... cavenice cave ctor oe ete 13 -_ 206 

Dropped ste tis sissies Seaoieyere Boe 2 13 254 | 

Mransterred tyietalem eka weir sore ea 4 49 | 

| 

| 

Membership, April 30, 1916.. 5 454 1137 6616 8212 

Net increase! in| membership during the years... sc esuses sicielsie meee anise ienaroete 158 


Deaths.—The following deaths have occurred during the year: 

Fellows.-—Henry A. Mavor, Louis Duncan. 

Members.—Fred S. Pearson, Max Hebgen, C. E. Hogle, R. A. McKee, 
James I. Ayer, W. W. Cole, W. C. Robinson. 

Associates.—J. A. Culverwell, I. W. Moore, O. C: F. Hague, J. F. 
McElroy, E. J. Correa, R. W. Farr, Eugene Fischer, W. J. Henry, Geo. 
F. Kenyon, Joseph Herzog, John W. Barnett, R. C. Watson, Wm. F. 
Endress, Roy N. Wooster, Crellin Cartwright, W. C. Andrews, James S. 
Anthony, W. G. Roome, Frank Zencak, W. E. Dickinson, F. H. Varney, 
E. F, Cannon, J. Ray Wilson, C. J. H. Woodbury, John C. Manley, Chas. 
F. Baldwin, George H. Stockbridge. Total deaths, 36. 


Finance Committee.—The following correspondence and financial 


statements form a complete summary of the work of the Finance Com- 
mittee for the year. 


Board of Directors, New York, May 12, 1916 
American Institute of Electrical! Engineers. 
Gentlemen: 


Your Finance Committee respectfully submits the following report 
for the year ending April 30, 1916. 

During the past year the committee has held monthly meetings, 
has passed upon the expenditures of the Institute for various purposes 
and otherwise performed the duties prescribed for it in the Constitution 
and By-Laws. Haskins & Sells, certified public accountants, have audited 
the books, and their certification of the Institute finances follows. 

In company with your Treasurer, Secretary, and a member of the 
firm of accountants, the committee has examined the securities held 
by the Institute and finds them to be as stated in the accountants’ report. 

In accordance with the recommendation of your committee in their 
report dated May 11, 1915, the Board of Directors instructed the Finance 
Committee toliquidate the mortgage upon thelands on which the Engineer- 
ing Societies Building stands. This mortgage, amounting to $54,000.00, 
was paid June 25, 1915, and therefore the Institute is now free from all 
indebtedness save for current liabilities as shown in the accompanying 
report. Respectfully submitted, ‘ 
(Signed) J. Franklin Stevens, 

Chairman, Finance Committee. 
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HASKINS & SELLS 


WATERTOWN CERTIFIED PUBLIC ACCOUNTANTS 
BALTIMORE 30 BROAD STREET 
PITTSBURGH 

CLEVELAND NEW YORK 
CHICAGO 


ST. LOUIS 
ATLANTA 
DENVER 

SAN FRANCISCO 
EON DONG BG. 


CABLE ADDRESS “HASKSELLS* 


AMERICAN INSTITUTE OF ELECTRICAL ENGINEERS 


CERTIFICATE 

We have audited the books and accounts of the American Institute 
of Electrical Engineers for the year ended April 30, 1916, and 

WE HEREBY CERTIFY that the accompanying General Balance Sheet 
properly sets forth the financial condition of the Institute on April 30, 
1916, that the Statement of Income and Profit & Loss for the year ended 
that date is correct, and that the books of the Institute are in agreement 
therewith. 


HASKINS & SELLS 
Certified Public Accountants. 
NEw YorkK. 
May 12, 1916. 
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AMERICAN INSTITUTE OF 


GENERAL BALANCE SHEET 


EXHIBIT A. 


ASSFTS. 
LAND AND BUILDING: 
Interest in United Engineering Society’s Real Estate No. 
25 to 33 West 39th Street: 


(ohreltohtst Amt thee rem MOREA eI IS. tem Ore Aas oor oo $353,346.61 
Mand. (One-third of, Cost) ...55 fc cyces Gecte auerte solos bins oath ape Ane vee 180,000.00 
Total Landvand Building. csmcatoars cite se elena seine $533,316.61 
EQUIPMENT: 
Library—Vodlumes and Fixtures). 4.8 De has $ 39,217.30 
Wiorks of Att, Paintings; etc. o..... mat «(00 Sehe sal meee Set ete 3,001.35 
OfficebRurnittreand Fixtures. 332 oie aceie eieaeet sie nie cro 11,222.48 
Total Sot pmb S teak RASC E Ee co Ohlone ood sitteincs erties Mee $ 53,448.13 
éss Resetve tor Depreciationmas cir eeiaeiem it eine ae 6.989 .01 
Remainder—Eguipment. 2. eset te oelacies eee $ 46,459.12 
INVESTMENTS: 
Bonps—City of Wilmington, Delaware, 44%, 1934, Par 
SLSL000 aioe cos asap seta vctetals aeiss Pracebe Wie val a ae ee nee ae $ 15,938.83 
WoRrKING ASSETS: 
Publications entitled “° Transactions,’ etc...........:.0.0c88 $ 10,908.50 
Badoes’, ates. cntaee SMe Bercteesie sts acts roratedis caste ie Se 602.€5 
‘Total sWorking sAssetsy 3 hcl hud deck vet Ran atone $ 11,511.45 
CuRRENT ASSETS: : 
Casini a. ah, tesa teenies ote e cehee, Soran Reha Bet itch ce Panu $ 6,740.09 
Accounts Receivable: 
Members, for Entrance Fees and Past Dues.............. 7,750.00 
AGVErtiSCrs Myce ee eee ad ae eT eee ch eek ee 446.70 
Miscellaneous: 2c. eearceots es tiers sosaleueakonasi Oe eee 580.94 
Interest, Accrued—Imvestments..). ©-<.-.ice+ eens... seeds see 56.25 
Interest Accrued—Bank Balances....................-.... 107.73 
TotaliCutrent Assetsy twits. 521 2s. oo Gee 3 15,581.71 
Funpbs: 
Life Membership Fund: 
Cashin ta iy oe See ae ey ee ee ey ee ae $ 349.89 
Chicago, Burlington & Quincy Railroad Com- : 
pany,,4%, 1958; Par $5,000/ 00 amas, oe ence 4,868.75 
Interest; Accrueda-e nuk aoa eee ee ee 33.33 $ 5,251.97 


International Electiical Congress of St. Louis— 
Library Fund: 


Gashty cn neat chien por ieeen ae ae ie tera ercyat Retina $ 756.39 
New York City Bonas, 43%, 1957, Par 
$2,000.00...... sue Butta Secs ethele, et RAR One ea 2,261.47 
TnterestyAccrtiedia an. eee eae eee 45.00 3,062.86 
MAILLoux Funp: 
Cash ian to oseteastertaaie tthe eae $ 104.10 
New York Telephone Company Bond, 44%, 1939... 1,000.00 
TntcrestvA ccrted thy cesar ane een ene 22.50 
Midwinter Convention Fund—Cash..... aetei ssn necahteeee i ‘ 83 


Rotall Bunds:/5-fa)s cuenta ae ne 9,600. 36. 


PVOUUUDOC HO Im cTG OOM os 90k $632,538.08 


— 
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ELECTRICAL ENGINEERS - 
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y 


= LIABILITIES 
CuRRENT LIABILITIES: : 


Accounts Payable—Subject to Approval by the Finance 


Wort ante coe te P ate ee Fe vic a nda eee ae Reina e ie heenaiom $ 7,146.64 

DreseRCeekvedmneNGVanCUn, | <.52ii6 o.s.oad.as sa ssitee sue cee oe 1,322.97 
3 Entrance Fees and Dues Advanced by Applicants for Member- ‘ 
I Tk ee. oe cs das tesco eee ee 455.50 
/ ~ Total ——— Liabilities......... SiS OAc Sense eR Crea este  $ 8,925.11 
a a 

Funp RESERVES: ic es 

a Life Membership ‘Fund NNR AE ee cyte SK ciety Pons ode agnioinis, 98 $ 5,251.97 
y International Electrical Congress of St. eras Fund.. 3,062. 86 

-Mailloux Fund... .: : a wis 126.60 — 
Midwinter Convention Pund pee ae ea ate SRAM C LA 158.93 - 
az otal Maved Wrcety en irs Geo ce nawla sé cu nh eo tne 9,609. 36 


SURPLUS: Fg eee Se oe Hoc ema aecnr, aie ae 614,012.61 
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AMERICAN INSTITUTE OF ELECTRICAL ENGINEERS 


STATEMENT OF INCOME AND PROFIT AND LOSS 


For THE YEAR ENDED APRIL 30, 1916 


EXHIBIT B. 


REVENUE: 
Botrance Mees... ecco s qc a28 oi 9 oe cance a ee or $ 3,565.00 
Dc ene Agree a he ee en ete Pio eeea es <noToo Si tits oo re 87,695.28 
Stident's: Diese cco k go ceeke ecm © wee oreo eae eee ot oan ee eee 4,621.50 
"Transfer: FOES: cvamyecr esaie’e ora sinus asker tanta ae eRe ere 520.00 
AGVErtiSiN Goce, esse » ieee te ole Cen Get eke eaten nee 8,049.43 
SUuDSCrip tions sees eccnetei se ote aga ee tegen eae ote ee 2,688.38 
Salesiof “I tansactiomsinn et Cepynnits-. seers ione lol sr ietelien te tsietenier a= 2,323.86 
Bad@es/ Sold tice crane ietv ttc does ake nme ieee eke $1,684.00 
To Ot or tall Re MEG reine ORS GAO ORO Sa eS 1,475.05 
os 208.95 
Interest on, [nivestientsiicecicmre tes oe Gre tewerseneie cilerate erste sepreteiertee 965.97 
Interestion) Banke Balatices'tce nieve cintalceaset| ol eho ey stakene leet fe larstien= 533.92 
Exchampe'steraresastacsai ae aime iets ge veioltarelaau ss Save rie Renee na ieee teats 27.53 
40) 22 Benn hr CoRR RIEL hr io. crane 3 Os 
EXPENSES: 
Meetings and Papers Committee: 
Salattes ea ecceccucseratapsis so ante ole deine eae er ease Gea si eae eee $ 5,425.00 
Binding and Mailing Proceedings... . :. 0.2.25 acc. eee omen 6,426.13 
Printing: Proceed ti esigas ic cto Wlorags sel -iera cies oleremeheus cysne sei oterete 11,121.75 
Engraving: Proceedings jag) sce srathao oie uous a syste wanes ces 2,345.12 
Papervand :Cover: apenas ooscaswa answer she ace ee ae 6,320.34 
Fityelopesy, ee cs sche ciea tig Fes so cele al Meuse Screen tes 786.83 
Stationery and Miscellaneous Printing.................-. 89.95 
Gencral Expensesiny tise sare teeter ed. eae oie oe 128.23 
MGGtIn gS it saree tn cant eager Saimin, het OREN et eee 5,883.43 
WolumeNo: 32225 ,. xteue Baaeehon oes teas ee Be Set 5.90 
Volume No: 33:...7..- Sh Mert Tee tiend alan sta Lavette West ances kere eames 12,422.92 
Volume: No. 34....... dayhpsneieereue. siaiece sheen daw Onsheaaee MUSE eee 1,476.64 
LOtalivte he, edict disss okt coe ee soit oe eke ee $ 52,536.24 
Deduct Increase in Inventory of Publications:.. 
Gent gen at Wah Os Se eA eae Le Ores oer eRe cae nes eG $ 9,650.75 
AprilsOetOLGi... ceo oe ae ee mate 10,908.50 1,257.75 
Executive Department: 
Salaries ca ae ate eet One ear eee $ 16,448.50 
Generali Bxpensest.1 5% isc eek oe Cena TA eae ee 1,980.06 
United Engineering Society—Assessments................ 4,800.00 
EIR PrOSS 4 cata Pes Sues alay Say RE ee eh ey, od 412.59 
IPOSEARC Rath eect ot cle ovchdane elena cer ace ties dee rene Pe ee oe te 2,710.56 
aWertisimg eis’ ily hare escanatcs ates eRe ae oy tae ag 2,035.76 
Stationery and Miscellaneous Printing................... 3,111.67 
Wear Bool:ana! Cataloguecsser aa eae ree ene eee 2,750.85 
Interestion Bond and Mortgase.9:3......)...4.000. 000. 360.00 
ROR WARDS conc fapecehn noes $ 
REVENVE—(Forward)............. Aree eww Maleriani eens : 


$111,199.82 


$ 51,278.49 


34,609.99 


$ 85,888.48 
$111,199.82 
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REVENUE—(Forward) 


1851 


$111,199.82 


PSEENGES——-(HOrWward gt: <p ponies ae eT eae $ 85,888.48 
Sections Committee: 
Pection Moectings:. 4.4. eat ee ee 5,338.94 
BEtNcnEMectingg tens his oe ee wee oe ee 162.33 
Delegates’ Convention Expenses........................ 1,574.05 
Salaries, News vork ‘Office: :,. 3 ono. Sore ee 2,340.00 
Stationery and Printing, New York Office................ 647.00 
Express onrAdyance (Copies... 2c sks sues ee 43.94 
10,106. 26 
General: 
EADTaAry ACOMIMttCet Aaa cin ds hen, oes ce Ae ae ee ne, 3,999.99 
Membership (Committee yc. ois oe ose saw ee 890.55 
Penance: Committee at tasers eNOS kk Soe 150.00 
Standards: Committees. 025. cis. esas ccisthncs acters 363.41 
SodesCommenitcete see rie noe Ae a cs cet ee 73.45 
International Engineering Congress, 1915................ 750.00 
Reception Committee, International Engineering Congress 
UGURA se O85 a 2 eae Bk ee ee ee 224.17 
Constitutional Revision Committee................-..00. 695.50 
RibraryResearchs Deparbinent sn s..scieyeus snide cvs favs eae « 250.00 
Salary ana Traveling Expenses, Honorary Secretary....... 4,440.17 11,887.24 
LOCALE he A aN Se tera soars aches gst a $107,831.98 
Add: 
Increase in Accounts Payable—Subject to Approval of Finance 
Committee, Expenses Undistributed at: 
May 1 1915, not including liability for badges sold or on 
Bead SS 10:00) oeceerte cea tee ee le ee Steet 4,979.41 
ArAN SORT OT Gianna etree a id here ea) Oe oe nee ae Me as 7,146.64 2,167,23 
tals BOTSES 5 ce arse. aaeusis oblate ae oie eae $109,99¢.21 
SINT seem be LOW EON ULL G Layton cola oP sais Si ar'axoyenw ayes @: 5) ce ial sislyanya ela-ai aye olere ate, arate(evein s/s. oim wre $1,200.61 
ProFIT & Loss Crepits—Accessions to Library Volumes and 
LEE G3 beets Pus aan einer IR Ar jee reo IKE ce PEM DIC oON LEE CR 681.25 
Land, Building, and Endowment Fund Transferred to the 
(Brass Tapgat Ba Uris (s OMA ee PORTERS ate casts hin 7 Ae REPEC O Cae en 7,807.10 
Charged to Mailloux Fund on Account of Payment from Gen- 
eral Fund in December, 1914, which should have been paid 
Eronam Via dl ot: Pitiee ric. slots, © oar oie ayhurte hi OR on mmen ea ahaa 50.75 
Payment Received for Tickets to Annual Function, February 
BONG ae, Re es oe are te pele ioudtdve bid y, o aikten dues eke Maaechay els obeire 10.50 
Adjustment of Office Furniture and Fixtures, Applicable to 
Jagat Gio 0 6 Pa pieeet are orl Oto Gintianic arena ecm tan ae 466.50 9,016.10 
ROSS SURPLUS TOR THE Y BAR stersatey cin mee eiciols. supidiouare apaoyapeislvreiefele os) egs git kis els, $ 10,216.71 
Prorit & Loss CHARGES: 
Uncollectible Dues Written Off. 20)... 5400 ees ed eee me 3,403.00 
Provision for Depreciation of Furniture and Fixtures.......... 1,267.06 
Loss on Sale of Securities. ....5... 000020 e ce pean sidan ne 1,763.85 
Amortization of Premium on City of Wilmington, Delaware, 
ALOE BOnASIOL AOG4 4 fe soley oie aot efencie cle vieveistsie ia «ie viele 58.67 
SRE SHE Coen ree PR ae CORR OGG .OONT Te 6,492.58 
Weer SURPLUS VOR THE-VEAR. .c. 0-02-0002 cc ea ees anne ene te wenrseeee ses $ 3,724.13 
Surpius, MAY 1, 1815..0.....ees ee eee eee teens CE a TO OU. Cenc ite 610,288.48 
Supyaiee Cissy CO Seneene Dear Gor ORDO OCU Omit isi i Gas COI $614,012.61 
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AMERICAN INSTITUTE OF ELECTRICAL ENGINEERS 


STATEMENT OF CASH RECEIPTS AND DONATIONS FOR DESIGNATED PUR 
posEs. ALSO DISBURSEMENTS, FOR THE YEAR ENDED ApRIL 30, 1916. 


EXHIBIT C. 
RECEIPTS: : 
Land, Building and Endowment fund—Interest,..................05 Bu $104.62 
Life Mémbership Pund—Interest,o22 8. 20 oa es Lee eee owas bea sine 206.63 
International Electrical Congress of St. Louis Library Fund—Interest 4 
and “Royalties ices can sat hee ae sb ee Oe Smeg eis hueas usutete ame ite 97.65 
Mailloux Pund—Interéstiint i. oy cn Mtiuege ns ten oes Ree Ree ee ote eee 45.00 
Midwinter Convention Mund op esa ce «eo iene tk ere 158.93 
Total ori tee nie case, 5, aya si spot Qe ance Soe cee, re eR One eR $612.83 
DISBURSEMENTS: 
Land Building: and Endowment Fund—Account payment of mortgage 
on land, 25-33 West 39th Street, New York City Sates Sects vate memes $7807.10 
Life Membership shut ¢ ke lean tee RRC TE Te Mees ete oe ete cde Serene. enc 269.38 
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Credit Balance per Member $2.72 $1.32 $2.34 $ .75 *$2.12 $1.22 §$ .52 *$ .12 
* Deficit. 
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Respectfully submitted for the Board of Directors, 


F. L. HUTCHINSON, Secretary. 
New York, May 16, 1916. 
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The main headings under which these synopses are classified were 
arrived at by a careful study of all the papers contributed since the 
organization of the Institute. 

The method of making this classification may be called the automatic 
method, since it is created by sorting the papers themselves into groups 
and then naming the groups. 

Many papers fall naturally into several different groups and in such 
cases they are inserted under as many different heads as it is thought 
they rightfully belong. 

The classified synopses are designed for those searching for compre- 
hensive information on any given topic, while the subject index is in- 
tended for those looking up specific and definite data or information. 
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1. EDUCATION 


THE RELATION OF PURE SCIENCE TO INDUSTRIAL RESEARCH 
President’s Address 
J. J. Carty J Vol. xxxv—1916, pp. 479-488 


SUGGESTIONS FOR ELECTRICAL RESEARCH IN ENGINEERING COLLEGES 
V. Karapetoff Vol. xxxv—1916, pp. 895-910 


This paper gives a list of topics in electrical engineering suitable for 
thesis, research and advanced study. A plea is made for systematic 
research, each college specializing year after year in only a few topics. 
Cooperation is urged with individual inventors and investigators. 
Various types of investigation are enumerated, such as invention, ex- 
perimental study, theoretical study, library search, and compilation of 
data. 

Discussion, pages 911-923, by Messrs. J. B. Whitehead, A. E. Flowers, 
C. E. Skinner, F. C. Caldwell, E. E. Creighton, D. D. Ewing, C. F. 
Harding, N. S. Diamant, J. J. Carty, D. H. Braymer, A. A. Nims and 
A. Gray. 

A general discussion from the viewpoints of the college professor, 
inventor and manufacturer. 


2. GENERAL THEORY 


OUTLINE OF THEORY OF IMPULSE CURRENTS 
C. P. Steinmetz Vol. xxxv—1916, pp. 1-20 


In Part I it is shown how, from the integral of the general differential 
equation of the electric circuit, which has been discussed in a previous 
paper, all types of electric currents are derived as special cases, corres- 
ponding to particular values of the integration constants. 

In Part II an outline of the theory of impulse currents is given. They 
comprise two classes, the non-periodic and the periodic. The equations 
of both are given in different form, by exponential and by hyperbolic or 
trigonometric functions. 

A few special cases are discussed. 

Discussion, pages 20-31, by Messrs. C. P. Steinmetz, M. I. Pupin, 
H. Pender, H. Lippelt and A. E. Kennelly. 

A discussion of the advantages of the synthetic and analytic methods of 
studying engineering phenomena. A development of the special case 
under impulse currents of the circuit having. capacity in series. 


APPLICATION OF A POLAR FORM OF COMPLEX QUANTITIES TO THE CALCU- 


LATION OF ALTERNATING-CURRENT PHENOMENA 
N. S. Diamant Vol. xxxv—1916, pp. 957-978 


In the calculation of a-c. phenomena by means of complex quantities, 
as a rule, the rectangular components of the vector are used. A simple 
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method for dealing directly with the vectors themselves is described and 
consists in introducing the operator j”, where m, contrary to ordinary usage, 
may be any positive or negative fraction. For convenience of reference 
a summary of formulas is given and also a very short bibliography. 
Discussion, pages 979-981, by Messrs. A. Gray, E. E. F. Creighton, 
J. B. Whitehead, E. H. Colpitts and N. S. Diamant. 
A general discussion of the various mathematical determinations. 


3. UNITS, MEASUREMENTS AND INSTRUMENTS 


* CREST VOLTMETERS 
C. H. Sharp and -E. D: Doyle Vol. xxxv—1916, p. 99-107 


The paper shows how a voltmeter which will read directly the maximum 
or crest values obtained in high-voltage testing may be constituted by a 
combination of an electrostatic voltmeter and an electric valve. Dia- 
grams of connection are shown and results of test given to indicate the 
validity of the method. 

Discussion incorporated with that of paper by W. R. Work on “Notes 
on the Measurement of High Voltage’’. 


THE VOLTMETER COIL IN TESTIN G TRANSFORMERS 
A. B. Hendricks, Jr. Vol. xxxv—1916, p. 117 


The advantages of the voltmeter coil in the determination of the high- 
tension voltage in testing transformers. 

Discussion incorporated with that of paper by W. R. Work on “Notes 
on the Measurement of High Voltage’. 


THE CREST VOLTMETER 
L. W. Chubb Vol. xxxv—1916, pp. 109-116 


This paper mentions and compares some of the methods of high-voltage 
measurement and describes in more detail the crest voltmeter with its 
construction, operation, accuracy and application. The summary states 
that spark gaps should be only a calibrating standard and a more prac- 
tical instrument, such as described, the preferred working standard. 

Discussion incorporated with that of paper by W. R. Work on “Notes 
on the Measurement of High Voltage’. 


NOTES ON THE MEASUREMENT OF HIGH VOLTAGE 


W.R. Work Vol. xxxv—1916, pp. 119-126 


A brief account of some of the experiments made to determine the 
relative accuracy of certain methods used in measuring high voltage. 
The methods comprise the use of a tertiary (or voltmeter) coil in the 
high-tension transformer, the crest voltmeter and the derivation of the 
high-tension pressure from the primary voltage. 

Discussion (including that of papers by Sharp and Doyle, L. W. Chubb 
and A. B. Hendricks), pages 127-146, by Messrs. E. E. Creighton, F. W. 
Peek, Jr., F. M. Farmer, F. Bedell, C. A. Adams, W. I. Middleton, J. R. 
Craighead, C. L. Dawes, J. B. Whitehead, L. W. Chubb, C. H. Sharp, 


= F. Harding, W. D. Peaslee, M. G. Newman and A. B. Hendricks, 
r. 
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A general discussion with particular reference to the oscillograph and 
visual corona methods of measuring crest voltage. 


A METHOD OF DETERMINING THE CORRECTNESS OF POLYPHASE WATT- 
METER CONNECTIONS 

W. B. Kouwenhoven Vol. xxxv—1916, pp. 183-206 

A description of a method of checking the correctness of the connections 
of a polyphase watt-hour meter and proof that the methods most com- 
monly used are unreliable. Rules are worked out that make the recti- 
fication of incorrect connections simple. Another method is described 
which may be used on balanced or unbalanced three-phase circuits at 
any power factor, providing the opening of one phase at a time is permis- 
sible. 

Discussion, pages 207-211, by Messrs. W. H. Pratt, G. A. Sawin, L. 
W. Chubb, C. A. Adams and W. B. Kouwenhoven. 

A general discussion. 


IRON LOSSES IN DIRECT-CURRENT MACHINES 
B. G. Lamme Vol. xxxv—1916, pp. 261-286 

It is shown that no great accuracy is practicable in the calculation of 
actual iron losses, except in special cases. A brief explanation of several 
causes of variation in losses is given. 

The four principal sources of core loss are considered, namely—armature- 
ring loss, armature-tooth loss, eddy currents in buried conductors, and 
pole-face losses. Under eddy current losses an explanation is given of 
certain losses not usually taken into account with a crude method of 
calculation and some tabulated results. 

Under pole-face losses an empirical formula is given, also tabulated 
results. f 

The effect of load on losses is discussed and some of the effects of flux 
distortion on losses are shown. 

Discussion, pages 287-299, by Messrs. H. F. T. Erben, W. S. Moody, 
W. B. Potter, F. H. Kierstead, H. M. Hobart, W. J. Foster, J. L. Burn- 
ham, L. T. Robinson, A. S. Langsdorf and B. G. Lamme. 

A general discussion of iron losses in d-c. machines and transformers. 


STANDARDIZATION 
C. Le Maistre Vol. xxxv—1916, pp. 489-496 
A general review of development of standardization committees and 
organizations here and abroad. A citation of the many advantages of 
proper standardization and an appeal for universal cooperation. Par- 
ticular reference is given to standardization of electrical machinery with 
emphasis laid on the adoption of a standard temperature rise basis. 
Discussion, pages 497-500, by Messrs. C. H. Sharp, F. Osgood, C. P. 
Steinmetz, C. Le Maistre and C. A. Adams. 
A general discussion. 


REPORT OF THE TRANSMISSION COMMITTEE 
Percy H. Thomas, Chairman Vol. xxxv—1916, pp. 555-583 
I. Data from Operating Plants on the Effect of Altitude on the 
Operating Temperature Rise of Electrical Apparatus. 
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Il. Experience with Grounded Neutral on High-Tension Transmis- 
sion Lines. 

Discussion, pages 584-597, by Messrs. N. A. Carle, Mr: OF sire yae tae 
Junkersfeld, E. E. F. Creighton, D. B. Rushmore, J. T. Lawson, J. B. 
Taylor, P. H. Chase, H. R. Woodrow, E. C. Stone, F. L. Hunt, L. N. 
Crichton, R. F. Schuchardt, E. T. Street, H. Goodwin, Jr., W. A. Carter 
and B.-Price: 

A general discussion of experience with systems, grounded and un- 
grounded. Very complete description of the Victoria Falls and Trans- 
vaal Power Company, Ltd., and the Rand Mines Power Supply Co., 
Ltd. 


EFFECT OF BAROMETRIC PRESSURE ON TEMPERATURE RISE OF SELF- 
COOLED STATIONARY INDUCTION APPARATUS 

V. M. Montsinger Vol. xxxv-1916, pp. 599-626 

This paper is divided into three parts, as follows; (1) A general review 
of the principal laws of the dissipation of heat,—radiation, conduction 
and convection. (2) The development of a simple formula for the effect 
of altitude on the cooling of surfaces of different shapes. (3) A general 
discussion of the method of conducting experimental observations at 
different altitudes on three different shaped surfaces. 

Discussion, pages 627-633, by Messrs. R. W. Sorensen, A. Gray and 
V. M. Montsinger, 

A general discussion of methods and results obtained. 


MEGGER AND OTHER TESTS ON SUSPENSION INSULATORS 
F. L. Hunt Vol. xxxv—1916, pp. 735-738 


This paper gives the results of megger tests made on disk insulators on 
a 66,000-volt transmission line in Massachusetts after 2.5 years operation. 
The percentage of failures in different positions in the string is given on 
both strain and suspension towers. The actual cost of making these 
tests under different conditions of weather and of service requirements 
is given per insulator on the line, per bad insulator and per tower. 

Discussion incorporated with that of paper by R. H. Marvin on “A 
New Method of Grading Suspension Insulators’’. 


EXPERIENCES IN TESTING PORCELAIN 


E. E. F. Creighton Vol. xxxv—1916, pp. 739-744 


The results of numerous experiences in testing porcelain insulators 
particularly in regard to porosity, absorption of water, surface leakage 
and dielectric losses. Considerable energy is required to drive moisture 
out of a porous insulator and it has been found best to restrict the oscil- 
lator testing to dry porcelain, whereas the wetter the porcelain the 
more effective is the 60-cycle test. 

Discussion incorporated with that of paper by R. H. Marvin on “A 
New Method of Grading Suspension Insulators’’. 


Spend A NEW METHOD OF GRADING SUSPENSION INSULATORS 
- i. Marvin Vol. xxxv—1916, pp. 745-752 
Attention is drawn to the known disadvantages of the uneven distri- 
bution of voltage in long strings of disks. The general theory showing 
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how the distribution is determined by the various capacities of the units 
is given. It is shown how the distribution can be improved by grading, 
or varying the internal capacity of the units. 

The proposed method of grading consists in placing flat metal rings on 
the insulator, around cap and stud respectively, the porcelain disk being 
enlarged for this purpose. . 

A simple method of measuring the voltage distribution is described 
using a single needle gap. 

The results of tests with and without grading are given, the graded 
strings showing a decidedly better distribution of voltage. 

Discussion, pages 753-755, by Messrs. F. W. Peek, Aiea DCIS MODS 
Creighton. 

A general discussion. 


THE CORONA VOLTMETER 
J. B. Whitehead and M. W. Pullen Vol. xxxv—1916, pp. 809-833 

An instrument is described in which the first appearance of corona is 
used as a measure of the applied voltage. The electroscope, the gal- 
vanometer or the telephone are used to determine the first appearance 
of corona. Tests showing the constancy and permanence of the instru- 
ment are described. 

Discussion, pages 834-843, by Messrs. L. W. Chubb, C. H. Sharp, 
J. R. Craighead, C. F. Harding, F. W. Peek, Jr., J. Kunz, J. B. Taylor 
and J. By Whitehead. 

Arguments for and against the corona voltmeter as compared with 
other methods of measuring high voltages. 


TEMPERATURE RISE OF INSULATED LEAD-COVERED CABLES 
Richard C. Powell Vol. xxxv—1916, pp. 1017-1042 

After a brief historical note, the factors that determine the rate of temper- 
ature rise of a cable are considered. The thermal conductivity is ex- 
pressed in terms of volume thermal conductivity of the insulation, the 
surface thermal conductivity of the lead sheath, and the dimensions of 
the cable. A formula is given for calculating increased temperature due 
to stray currents in the lead sheath. Carrying capacity is also consid- 
ered from the viewpoint of the thermal properties of the duct line. The 
overload or intermittent rating is calculated from a given formula. 
Variable air temperature is discussed. Various formulas given are de- 
veloped in three appendixes. 

Discussion, pages 1043-1050, by Messrs. M. T. Crawford, L. T. Merwin, 
J. B. Fisken, S.-C. Lindsay, C. R. Collins, H. W. Buck, R. Howes, M. 
E. Cheney and W. A. Del Mar. 

A general discussion with special emphasis on the effect on temperature 

‘rise of adjacent power lines and crossovers. Experiences of several 


large power companies. 


TESTING FOR DEFECTIVE INSULATORS ON HIGH-TENSION ee ter 


LINES 
B. G. Flaherty Vol. xxxv—1916, pp. 1095-1109 


A discussion of the importance and necessity of field tests on high- 
tension insulators and three methods of making such tests, viz; with 
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the oscillator, the megger, and the telephone receiver. The latter is 
described in detail and some data given on its development and use on 
a 60,000-volt-line. Laboratory checks on defective insulators are given. 
Figures of cost for locating and replacing defective units are given. A 
method of studying rate of depreciation is outlined. 

Discussion, pages 1110-1129, by Messrs. H. J. Ryan, L. T. Merwin, 
E. A. Loew, J. B. Taylor, C. E. Magnusson, M. T. Crawford, W. D. 
Peaslee, R. W. Pope, C. P. Osborne, G. Harding, B. G. Flaherty, S. C. 
Lindsay, J. P. Jollyman, J. Mini, Jr., and E. E. Creighton. 

Advantages and disadvantages of various methods of detecting and 
testing faulty insulators, question of removal, oil impregnation of porous 
insulators, value of grounded neutral, etc. 


THE HIGH-VOLTAGE POTENTIOMETER 


Harris J. Ryan Vol. xxxv—1916, pp. 1131-1136 


Description of a high-voltage potentiometer which may be-made at 
reasonable expense consisting of a water resistance potential distributor 
and a sparking probe potential difference detector. The results of an 
integrity trial are charted. The device is intended for investigations in 
which the results are not required to be known within 2 or 3 per cent of 
their actual value. 

No discussion. 


AN ARTIFICIAL TRANSMISSION LINE WITH ADJUSTABLE LINE CONSTANTS 
C. Edward Magnusson and S. R. Burbank Vol. xxxv—i916, pp. 1137-1149 


A description of an artificial transmission line which can be readily 
adjusted to represent 200 miles (321.86 km.) of commercial transmission 
lines of any spacing up to a maximum of 120 in. (8 m.) and of any size 
wire up to 4/0 copper. It can also be made to correspond to aerial or 
cable telephone lines and to power cables. The use of this line is illus- 
trated by a number of typical experiments. 

Discussion, pages 1150-1153, by Messrs. L. J. Corbett, W. D. Peaslee, 
J..D. Ross, S: R. Burbank, C. A. Whipple and C. E. Magnusson. 

A general discussion of the value of artificial transmission lines. 


CHARACTERISTICS OF ADMITTANCE TYPE OF WAVE-FORM STANDARD 
Frederick Bedell Vol. xxxv—1916, pp. 1155-1170 


A description of the characteristics of a certain type of standard for 
determining how near an actual wave is to a true sine wave and for 
prescribing allowable limits of deviation. An investigation to determine 
whether a standard can be specified that will be more suitable in its 
characteristics and more practical in its application. 

Discussion, pages 1171-1186, by Messrs. H. S. Osborne, L. F. Curtis, 
C. E. Magnusson, L. W. Chubb, L. T. Merwin, L. J... Corbett) J..Be 
Fisken, W. D. Peaslee, H. J. Ryan, R. W. Mastick, F. Bedell and Report 
by Joint Committee on Inductive Interference. 

A discussion of the various factors involved in the selection of a 
wave-shape standard and the penalizing of upper harmonics. An appeal 


for cooperation between power companies, telephone companies and 
manufacturers. 


’ 
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EXPERIMENTS ON PORCELAIN SUSPENSION INSULATOR UNITS 
J. Cameron Clark Vol. xxxv-1916, pp. 1453-1466 


A very complete description of experiments on porcelain suspension 
insulator units. Preliminary organization, scope of tests, unusual equip- 
ment required to measure very high resistance of sound dry insulators. 
Results tabulated when insulators were subjected to mechanical stress, 
voltages of 1,000 to 30,000, to temperature variation, also effect of moisture. 
Description of attempted methods of water-logging insulators. 

No discussion. 


TEMPERATURE DISTRIBUTIONS IN ELECTRICAL MACHINERY 
B. G. Lamme Vol. xxxv—1916, pp. 1471-1488 


The fundamental principles governing heat distribution and temper- 
ature in electrical apparatus. Heat generation, heat flow and heat 
dissipation and resultant temperature are discussed. Paths of heat flow 
and effects of heat resistance of such paths discussed. The effects of 
rapid head flow on equalization of temperatures and on their measure- 
ment. Fallacies in temperature guarantees and indications pointed out. 
Some of more common errors in methods of measurement described. 

Discussion incorporated with that of paper by F. D. Newbury on 
“Rational Temperature Guarantees for Large A-C. Generators. 


RATIONAL TEMPERATURE GUARANTEES FOR LARGE A.C. GENERATORS 
F. D. Newbury Vol. xxxv—1916, pp. 1489-1502 


An argument for the standardization of temperature guarantees when 
based on internal temperatures as measured by thermocouples. It is 
recommended that in all cases the maximum safe operating temperature 
of the insulation be used as temperature guarantee instead of a lower 
temperature. Arguments are presented from the stand-point of both 
operating and designing engineers. Curves are shown illustrating tem- 
perature conditions in stator and rotor of a large high-voltage turbo- 
generator. Examples are given showing that a low temperature rise 
guarantee for the stator does not necessarily result in overload margin. | 
To be certain of overload margin specifications must call for maximum 
rating desired. 

Discussion, pages 1503-1522, by Messrs. A. Gray, W. J. Foster, C. J. 
Fechheimer, V. M. Montsinger, P. Junkersfeld, P. M. Lincoln, W. C. 
Bauer, N. J. Conrad, C. A. Keller, M. M. Flower, B. G. Lamme, and 


F. D. Newbury. 
A general discussion. 


4. INSULATION AND DIELECTRIC PHENOMENA 


STUDIES IN LIGHTNING PROTECTION ON 4000-VOLT CIRCUITS 
D. W. Roper Vol. xxxv—1916, pp. 655-694 


Investigations over a five-year period on a distributing system covering 
about 180 square miles of the city of Chicago, supplying about 250,000 
customers through about 16,000 transformers. A number of theories 


10 SYNOPTICAL INDEX 


were tried out in practise and results are given in detail. The conditions 
during the year 1915 and records obtained from lightning storms during 
the year are set forth by means of maps, drawings and tables. An analysis 
of results is followed by a list of conclusions. 

Discussion incorporated with that of paper by O. O. Rider on “Pro- 
tection of High-Voltage Distribution Systems by Isolating Transformers’. 


MEGGER AND OTHER TESTS ON SUSPENSION INSULATORS 

F.L Hunt Vol. xxxv—1916, pp. 735-738 

This paper gives the results of megger tests made-on disk insulators 
on a 66,000-volt transmission line in Massachusetts after 2.5 years oper- 
ation. The percentage of failures in different positions in the string is 
given on both strain and suspension towers. The actual cost of making 
these tests under different conditions of weather and of service require- 
ments is given per insulator on the line, per bad insulator and per tower. 

Discussion incorporated with that of paper by R. H. Marvin on “A 
New Method of Grading Suspension Insulators’. 


EXPERIENCES IN TESTING PORCELAIN 

E. E. F. Creighton Vol. xxxv—1916, pp. 739-744 

The results of numerous experiences in testing porcelain insulators 
particularly in regard to porosity, absorption of water, surface leakage 
and dielectric losses. Considerable energy is required to drive moisture 
out of a porous insulator and it has been found best to restrict the oscillator 
testing to dry porcelain, whereas the wetter the porcelain the more effec- 
tive is the 60-cycle test. , 

Discussion, incorporated with that of paper by R. H. Marvin on “A 
New Method of Grading Suspension Insulators.” 


A NEW METHOD OF GRADING SUSPENSION INSULATORS 
R. H. Marvin Vol. xxxv—1916, pp. 745-752 

Attention is drawn to the known disadvantages of the uneven distribu- 
tion of voltage in long strings of disks. The general theory showing how 
the distribution is determined by the various capacities of the units is 
‘given. It is shown how the distribution can be improved by grading, or 
varying the internal capacity of the units. , 

The proposed method of grading consists in placing flat metal rings 
on the insulator, around the cap and stud respectively, the porcelain 
disk being enlarged for this purpose. 

A simple method of measuring the voltage distribution is described 
using a single needle gap. 

The results of tests with and without grading are given, the graded 
strings showing a decidedly better distribution of voltage. 

Discussion, pages 753-755, by Messrs. F. W. Peek, Jr. sands) Boke 
Creighton. . 

A general discussion. 


THE EFFECT OF HIGH CONTINUOUS VOLTAGES ON AIR, OIL AND SOLID 
j INSULATIONS 
F. W. Peek, Jr. Vol. xxxv—1916, pp. 783-800 


: This paper gives the results of experiments on the dielectric strength of 
air, oil and solid insulations determined for d-c. voltages up to 150 kv. 


« 
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and compared with a-c. results. Visual corona voltage and variation of 
voltage with air density. Spark-over voltages in air and oil. D-c. break- 
down voltages of solid insulations as compared with a-c. High-voltage 
direct current in cable testing. 

Discussion, pages 801-808, by Messrs. J. B. Whitehead, W. Baum, 
S. Farwell, C. E. Skinner, C. L. Dawes, C. H. Sharp, J. B. Taylor, F. W. 
Peek, Jr., and L. T. Robinson. : 

A general discussion with amplification of certain features such as 
spark-over between concentric cylinders, the Thury high-tension d-c. 
system, etc. 


TESTING FOR DEFECTIVE INSULATORS ON HIGH-TENSION TRANSMISSION 
LINES 
B. G. Flaherty Vol. xxxv—1916, pp. 1095-1109 


A discussion of the importance and necessity of field tests on high-ten- 
sion insulators and three methods of making such tests, viz.: with the 
oscillator, the megger, and the telephone receiver. The latter is described 
in detail and some data given on its development and use on a 60,000- 
volt-line. Laboratory checks on defective insulators are given. Figures 
of cost for locating and replacing defective units are given. A method of 
studying rate of depreciation is outlined. 

Discussion, pages 1110-1129, by Messrs. H. J. Ryan, L. T. Merwin, E. 
A. Loew, J. B. Taylor, C. E. Magnusson, M. T. Crawford, W. D. Peaslee, 
R. W. Pope, C. P. Osborne, G. Harding, B. G. Flaherty, S. C. Lindsay, 
J. P. Jollyman, J. Mini, Jr., and E. E. Creighton. 

Advantages and disadvantages of various methods of detecting and 
testing faulty insulators, question of removal, oil impregnation of porous 
insulators, value of grounded neutral, etc. 


INSULATOR FAILURES UNDER TRANSIENT VOLTAGES 
W. D. Peaslee Vol. xxxv—1916, pp. 1187-1194 


This paper presents the results of recent investigations on the failure of 
insulators under impact and combined impact and normal frequency 
voltages. Microphotographs are included. The breakdown of a dielectric 
involves energy which is a time function, and the importance of the 
duration of the stress in determining the magnitude of the voltage neces- 
sary to puncture an insulator are discussed. The importance of the elimina- 
tion of air holes and defects in porcelain is shown. Some essential features 
of a successful line insulator are stated. 

Discussion, pages 1195-1205, by Messrs. J. B. Fisken, W. D. Peaslee, 
R. Howes, L. TF. Merwin, H. J. Ryan, R. W. Mastick, R. M. Boykin, 
A.A. Miller and E. E. F. Creighton. 

A general discussion including experiences of certain power transmission 


lines. 


CERAMICS IN RELATION TO THE DURABILITY OF PORCELAIN SUSPENSION 


INSULATORS 


Harris J. Ryan Vol. xxxv—1916, pp. 1437—1452 


The fundamental requirements in satisfactory high-voltage line insula- 
tors are summarized and particular emphasis is placed upon the need for 


12 SY NOPLTICAL, INDEX 


coordinated study of service durability. The effect of porosity upon 
durability is explained in detail and an appeal made for the establishment 
of a practical porosity elimination test. 

The manufacture and structure of electrical porcelain is studied from 
the viewpoint of the ceramist, with many quotations and illustrations 
taken from the Transactions of the American Ceramic Society. 

The author briefly states the conclusions at which he has arrived and 
gives a very complete list of references and notes. 

No discussion. 


EXPERIMENTS ON PORCELAIN SUSPENSION INSULATOR UNITS 
J. Cameron Clark Vol. xxxv—1916, pp. 1453-1466 


A very complete description of experiments on porcelain suspension 
insulator units. Preliminary organization, scope of tests, unusual equip- 
ment required to measure very high resistance of sound dry insulators. 
Results tabulated when insulators were subjected to mechanical stress, 
voltages of 1,000 to 30,000, to temperature variation, also effect of mois- 
ture. Description of attempted methods of water-logging insulators. 

No discussion. 


INVESTIGATION OF SUSPENSION INSULATOR DETERIORATION 
J. E. Woodbridge Voi. xxxv—1916, pp. 1467-1470 


This paper gives an outline of an investigation of suspension insulator 
deterioration. It cites the origin of the investigation, the limiting factors 
encountered and methods employed to overcome them. 

No discussion. 


5. ELECTRIC CONDUCTORS 


OUTLINE OF THEORY OF IMPULSE CURRENTS 
C. P. Steinmetz Vol. xxxv—1916, pp. 1-20 


In Part I it is shown how, from the integral of the general differential 
equation of the electric circuit, which has been discussed in a previous 
paper, all types of electric currents are derived as special cases, corres- 
ponding to particular values of the integration constants. 

In Part II an outline of the theory of impulse currents is given. They 
comprise two classes, the non-periodic and the periodic. The equations 


of both are given in different forms, by exponential and by hyperbolic or 
trigonometric functions. 


A few special cases are discussed. 

Discussion, pages 20-31, by Messrs. C. P. Steinmetz, M. I. Pupin, 
H. Pender, H. Lippelt and A. E. Kennelly. 

A discussion of the advantages of the synthetic and analytic methods 
of studying engineering phenomena. A development of the special cases 
under impulse currents of the circuit having capacity in series. 


TEMPERATURE RISE OF INSULATED LEAD-COVERED CABLES 
Richard C. Powell Vol. xxxv—1916, pp. 1017-1042 


After a brief historical note, the factors that determine the rate of 
temperature rise of a cable are considered. The thermal conductivity is 


‘ 
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expressed in terms of volume thermal conductivity of the insulation, the 
surface thermal conductivity of the lead sheath, and the dimensions of the 
cable. A formula is given for calculating increased temperature due to 
stray currents in the lead sheath. Carrying capacity is also considered 
from the viewpoint of the thermal properties of the duct line. The over- 
load or intermittent rating is calculated from a given formula. Variable 
air temperature is discussed. Various formulas given are developed in 
three appendixes. 

Discussion, pages 1043-1050, by Messrs. M. T. Crawford, L. T. Merwin, 
J. B. Fisken, S. C. Lindsay, C. R. Collins, H. W. Buck, R. Howes, M. E. 
Cheney and W. A. Del Mar. 

A general discussion with special emphasis on the effect on temperature 
rise of adjacent power lines and crossovers. Experiences of several large 
power companies. 


STEEL CONDUCTORS FOR TRANSMISSION LINES 

H. B. Dwight Vol. xxxv—1916, pp. 1237-1250 

This paper states that steel cables will not generally be economical on 
main transmission lines, except for long spans, and for high altitudes 
where corona is excessive. They may be advisable as bare conductors 
for d-c. railway feeders. They deteriorate more rapidly than copper 
conductors and have very low scrap value. Steel cables for alternating 
current should be finely stranded and different groups of wire should be 
spiraled in opposite directions. Medium grades of steel give better results 
with alternating currents than high priced grades. There is an opening 
for the profitable use of steel cables on branch lines of power systems of 
all voltages. 

Discussion, pages 1251-1258, by Messrs. R. E. Doane, T. H. Worcester, 
D. B. Rushmore, S. C. Coey, W. T. Snyder and H. B. Dwight. 

A general discussion. 


6. MAGNETIC PROPERTIES AND TESTING OF IRON 


IRON LOSSES IN DIRECT-CURRENT MACHINES 
B. G. Lamme Vol. xxxv—1916, pp. 261-286 


It is shown that no great accuracy is practicable in the calculation of 
actual iron losses, except in special cases. A brief explanation of several 
causes of variation in losses is given. 

The four principal sources of core loss are considered, namely—arma- 
ture-ring loss, armature-tooth loss, eddy currents in buried conductors, 
and pole-face losses. Under eddy current losses an explanation is given of 
certain losses not usually taken into account, with a crude method of 
calculation and some tabulated results. 

Under pole-face losses an empirical formula is given, also tabulated 


results. 
The effect of load on losses is discussed and some of the effects of flux 


distortion on losses are shown. | 
Dis ussion, pages 287-299, by Messrs. H. F. T. Erben, W.S. Moody, 
W. B. Potter, F. H. Kierstead, H. M. Hobart, W. J. Foster, J. L. Burn- 
ham, L. T. Robinson, A. S. Langsdorf and B. G. Lamme. 
A general discussion of iron losses in d-c. machines and transformers. 
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8. TRANSFORMERS 


THE VOLTMETER COIL IN TESTING TRANSFORMERS 
A. B. Hendricks, Jr. Vol. xxxv—1916, p. 117 


The advantages of the voltmeter coil in the determination of the high- 
tension voltage in testing transformers. 

Discussion incorporated with that of paper by W. R. Work on “Notes 
on the Measurement of High Voltage.” 


EFFECT OF BAROMETRIC PRESSURE ON TEMPERATURE RISE OF SELF- 
COOLED STATIONARY INDUCTION APPARATUS 
V. M. Montsinger Vol. xxxv—1916, pp. 599-626 


This paper is divided into three parts, as follows: (1) A general review 
of the principal laws of the dissipation of heat, radiation, conduction and 
convection. (2) The development of a simple formula for the effect of 
altitude on the cooling of surfaces of different shapes. (3) A general 
discussion of the method of conducting experimental observations at 
different altitudes on three different shaped surfaces. 

Discussion, pages 627-633, by Messrs. RW. Sorensen, A. Gray and 
V. M. Montsinger. 

A general discussion of methods and results obtained. 


PROTECTION OF HIGH-VOLTAGE DISTRIBUTION SYSTEMS BY ISOLATING 
TRANSFORMERS 
O. O. Rider Vol. xxxv—1916, pp. 717-719 


This paper calls attention to the practicability of localizing line dis- 
turbances by means of transformers. Application is made to high-voltage 
distribution systems serving the rural communities which results in an 
interconnected net work of overhead lines. 

Discussion, pages 720-734, by Messrs. E. E. F. Creighton, C. P. Stein- 
metz, P. H. Chase, J. T. Lawson, J. B. Taylor, J. O. Montignani, R. F. 
Schuchardt, P. Junkersfeld, D. B. Rushmore, D. W. Roper, N. S. Dia- 
mant, H. Mouradian and N. L. Pollard. 

A general discussion with particular reference to the split-conductor 
principle and its relation to ideal relay protection. 


9. ELECTRICAL MACHINERY AND APPARATUS 


THE LIQUID RHEOSTAT IN LOCOMOTIVE SERVICE 


A. J. Hall ’ Vol, xxxv—1916, pp. 167-171 


A description of the liquid rheostat in locomotive service giving in detail 
the arrangement of the mechanical parts and means of controlling it. 

Discussion, pages 172-173, by Messrs. C. D. Knight and R. E. 
Hellmund. 


A discussion mainly of the liquid rheostat used in mine-hoist service, 


IRON LOSSES IN DIRECT-CURRENT MACHINES 
Vol. xxxv—1916, pp. 261-286 


It is shown that no great accuracy is practicable in the calculation of 


actual iron losses, except in special cases. A brief explanation of several 
causes of variation in losses is given. : 


B. G. Lamme 
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The four principal sources of core loss are considered, namely—armature- 
ting loss, armature-tooth loss, eddy currents in buried conductors, and 
pole-face losses. Under eddy current losses an explanation is given of 
certain losses not usually taken into account with a crude method of cal- 
culation and some tabulated results. 

Under pole-face losses an empirical formula is given, also tabulated 
results. 

The effect of load on losses is discussed and some of the effects of flux 
distortion on losses are shown. 

Discussion, pages 287-299, by Messrs. H. F. T. Erben, W. S. Moody, 
W. B: Potter, F. H. Kierstead, H. M. Hobart, W. J. Foster, J. L. Burn- 
ham, L. T. Robinson, A. S. Langsdorf and B. G. Lamme. 

A general discussion of iron losses in d-c. machines and transformers. 


ELECTRIC DRIVE FOR REVERSING ROLLING MILLS 
Wilfred Sykes and David Hall Vol. xxxv—1916, pp. 501-519 


This paper answers some of the questions which have arisen in the 
rapid displacement of steam drive by electric drive for reversing rolling 
mills, and describes the constructions which have been found desirable. 

Discussion, pages 520-537, by Messrs. K. A. Pauly, E.*S. Jeffries. D. M. 
Petty, R. Tschentscher, H. D. James, F. G. Liljenroth, B. Wiley, H. S. 
Page, P. Lindemann, A. Gray and W. Sykes. 

A discussion of the relative merit of steam and electric drive for revers- 
ing mills: Statistics of installation at Steel Company of Canada. Com- 
parison of European and American practise. 


MOTOR EQUIPMENTS FOR THE RECOVERY OF PETROLEUM 
W. G. Taylor Vol. xxxv—1916, pp. 539-552 


This paper presents data covering the horse power requirements and 
kilowatt-hour consumption for the various operations in drilling and 
maintaining producing oil wells. The use of the slip-ring induction motor 
for drilling, pumping and cleaning wells. Special controllers and resist- 
ance. Pumping, cleaning and ‘‘pulling’’ rods by a Y-delta or two speed 
machine. 

Discussion, pages 553-554, by Messrs. F. Woodbury and A. M. Dudley. 

General discussion. 


EXPERIENCE AND RECENT DEVELOPMENTS IN CENTRAL STATION PROTEC- 
Fi TION FEATURES 


N. L. Pollard and J. T. Lawson Vol. xxxv—1916, pp. 695-715 


The protective features described in this paper are some of those now 
in use on the system of the. Public Service Electric Company, which serves 
a population of about 2,200,000. , 

The protective devices and schemes discussed are, as follows: Alumi- 
num cell arresters; arcing ground suppressor; faulty cable localizer; cable 
testing; high-potential and high-frequency testing; generator bus connec- 
tion scheme; exciter connection scheme; reactors; relays; multi-recorders; 
insulation resistance recorder; air washers; resistance bulbs and thermo- 
couples; dampers on air-blast transformers; coherer alarm devices; 


potential indicating devices, 
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Discussion incorporated with that of paper by O. O. Rider on “Protec- 
tion of High-Voltage Distribution Systems by Isolating Transformers.” 


ELECTRICAL MACHINERY TESTS AND SPECIFICATIONS BASED ON MODERN 
STANDARDS 
H. M. Hobart Vol. xxxv—1916, pp. 1259-1287 
Comparisons are made of the standardization rules for electrical 
machinery now in force in various countries showing that machinery built 
in conformance with the American rules will usually also conform with 
rules employed in other countries. Suggestion is made that 55 degrees 
could be employed as the ambient temperature of reference for tropical 
ratings. Attention is called to a series of acceptance tests on some large 
waterwheel generators and to the temperature results obtained by making 
cyclic heat runs on these machines. 
No discussion. 


TEMPERATURE DISTRIBUTIONS IN ELECTRICAL MACHINERY 

B. G. Lamme Vol. xxxv—1916, pp. 1471-1488 

The fundamental principles governing heat distribution and tempera- 
ture in electrical apparatus. Heat generation, heat flow and heat dissipa- 
tion and resultant temperature are discussed. Paths of heat flow and 
effects of heat resistance of such paths discussed. The effects of rapid 
heat flow on equalization of temperatures and on their measurement. 
' Fallacies in temperature guarantees and indications pointed out. Some 
of more common errors in methods of measurement described. 

Discussion incorporated with that of paper by F. D. Newbury on ‘‘Ra- 
tional Temperature Guarantees for Large A-C. Generators. 


RATIONAL TEMPERATURE GUARANTEES FOR LARGE A-C. GENERATORS 
F. D. Newbury Vol. xxxv—1916, pp. 1489-1502 

An argument for the standardization of temperature guarantees when 
based on internal temperatures as measured by thermocouples. It is 
recommended that in all cases the maximum safe operating temperature 
of the insulation be used as temperature guarantee instead of a lower 
temperature. Arguments are presented from the standpoint of both 
operating and designing engineers. Curves are shown illustrating tem- 
perature conditions in stator and rotor of a large high-voltage turbo- 
generator. Examples are given showing that a low temperature rise 
guarantee for the stator does not necessarily result in overload margin. 
To be certain of overload margin, specifications must call for maximum 
rating desired. 

Discussion, pages 1503-1522, by Messrs. A. Gray, W. J. Foster, C. J. 
Fechheimer, V. M. Montsinger, P. Junkersfeld, P. M. Lincoln, W. C. 


Bauer, N. J. Conrad, C. A. Keller, M. M. Flower, B. G. Lamme and 
F. D. Newbury. 


A general discussion. 


RUPTURING CAPACITIES OF OIL CIRCUIT BREAKERS 
Stephen Q. Hayes Vol. xxxv—1916, pp. 1523-1530 
A series of notes on the rupturing capacity of oil breakers. Descrip- 
tion of result obtained by root-mean-square of maximum peak of current 


SYNOPTICAL INDEX 17 


wave that occurs while breaker is opening multiplied by root-mean- 
Square of open-circuit voltage that occurs immediately after breaker 
opens. Attention called to different classes of ratings. Recommenda- 
tions made as to most desirable method of rating and ability of breakers 
to be re-operative. 

Discussion incorporated with that of paper by E. M. Hewlett on 
“Rating of Oil Circuit Breakers’. 


RATING OF OIL CIRCUIT BREAKERS 
E. M. Hewlett Vol. xxxv—1916, pp. 1531-1533 


Paper points out several difficulties which are encountered in rating of 
actual circuit breakers, but generally favors that these ratings be on 
the basis of the current to be opened in the arc at the operating voltage 
of the system: 

Discussion, pages 1534-1549, by Messrs. C. Lichtenberg, N. L. Pollard, 
G. A. Burnham, J. L. Harper, H. W. Buck, J. B. Taylor, K. C. Randall, 
L. E. Imlay, C. A. Adams, E. M. Hewlett, S. Q. Hayes, H. R. Summer- 
hayes, P. M. Lincoln, L. W. Chubb and P. Lindemann. 

A general discussion. 


11. POWER PLANTS AND CENTRAL STATIONS 


THE MUNICIPALLY-OPERATED ELECTRICAL UTILITIES OF WESTERN CANADA 
A. G. Christie Vol. xxxv—1916, pp. 33-87 

The paper discusses a number of public utilities in various cities in 
Western Canada. The characteristics of these cities are reviewed and a 
brief outline of equipments of the various plants is given. The costs and 
methods of financing these utilities are discussed at considerable length 
and the charges for various services are summarized. 

Discussion, pages 88-98, by Messrs. P. Betts, H. G. Stott, R. P. Bolton, 
E. J. Cheney, C. H. Sharp, A. Reid and A. G. Christie. 

A general discussion of the advantages and disadvantages of municipal 
ownership of public utilities and methods of financing them. 


THE POWER COMPANY’S PROBLEM IN THE ELECTRIC SUPPLY FOR LARGE 
SINGLE-PHASE LOAD 
W.C. L. Eglin Vol. xxxv—1916, pp. 1289-1292 


A power company must be able to supply energy of uniform pressure, 
single-phase, two-phase or three-phase, at whatever voltage best suits 
customer. These conditions best met by polyphase units. When de- 
mand for single-phase current is heavy enough to produce unbalance, 
some means of balancing must be provided. Three methods are discussed. 
Correction for power factor on each individual large consumer’s line is 
suggested. 

Discussion incorporated with that of paper by Philip Torchio on 
“Supply of Single-Phase Loads from Central Stations’. 


SUPPLY OF SINGLE-PHASE LOADS FROM CENTRAL STATIONS 
Philip Torchio — Vol. xxxv—1916, pp. 1293-1301 


American central stations have extensively adopted single-phase dis- 
tribution from polyphase stations. Individual regulators employed. 
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Generators with good single-phase characteristics or in certain cases 
generators with kilovolt ampere rating in excess of kilowatt capacity of 
steam unit are employed. Customers assist balancing by dividing load 
between phases. Question of power supply to N. Gein ue BLS oie. al wile Agel oe 
discussed. Equipment described. 

Discussion, including that of paper by W. C. L. Eglin, pages 1302-1313, 
by Messrs. W. S. Murray, P. Junkersfeld, D. B. Rushmore, L. E. Imlay, 
H. R. Summerhayes, N. W. Storer, E. H. Martindale, E. F. W. Alexander- 
son, J. L. Harper, H. W. Buck, J. E. Kershner, C.F. Scott, Wi Coe: 
Eglin, P. Torchio, F. Osgood and C. F. Harding. 

General discussion. 


SINGLE-PHASE POWER PRODUCTION 
E. F. W. Alexanderson and G. H. Hill Vol. xxxv—1916, pp. 1315-1327 


The general tendency of electric power supply is toward centralization 
of stations and to be consistent stations must be standardized. From 
this standpoint single-phase power can best be supplied from polyphase 
systems. Operation and theory of phase converters discussed. 

Discussion incorporated with that of paper by Gilman and Fortescue 
on “Single-Phase Power Service from Central Stations’’. 


SINGLE-PHASE POWER SERVICE FROM CENTRAL STATIONS 
R. E. Gilman and C. L. Fortescue Vol. xxxv—1916, pp. 1329-1347 


An outline of several methods by which single-phase power may be 
supplied from a polyphase system with advantages and disadvantages. 
Unbalance in voltage when single-phase power is supplied direct from 
polyphase circuit explained. Law of distribution of load in polyphase 
system deduced. Outline of theory of single-phase generator given. 
Essential requirements for phase balancing, requirements for control 
apparatus, behavior of balancer under short circuit. 

Discussion, (including that of paper by Alexanderson and Hill), pages 
1348-1368, by Messrs. R. E. Doherty, H. G. Reist, H. L. Wallau, H. R. 
Summerhayes, R. E. Gilman, W. C. L. Eglin, B. A. Béhrend, C. A. Adams, 
D. W. Roper, G. H. Hill, P. Torchio, P. Junkersfeld, C. F. Scott, H. C. 
Albright, E. F. W. Alexanderson, and C. L. Fortescue. 

A general discussion of the advantages of various methods of single- 


phase generation and operation with some facts relative to comparative 
costs. 


12. PARALLEL OPERATION 


ELECTRICAL MACHINERY TESTS AND SPECIFICATIONS BASED ON MODERN 


STANDARDS 


H. M. Hobart Vol. xxxv—1916, pp. 1259-1287 


Comparisons are made of the standardization rules for electrical ma- 
chinery now in force in various countries showing that machinery built 
in conformance with the American rules will usually also conform with 
rules employed in other countries. Suggestion is made that 55 degrees 
could be employed as the ambient temperature of reference for tropical 
ratings. Attention is called to a series of acceptance tests on some large 
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waterwheel generators and to the temperature results obtained by making 
cyclic heat runs on these machines. 
No discussion. 


13. TRANSMISSION LINES 


OUTLINE OF THEORY OF IMPULSE CURRENTS 
C. P. Steinmetz Vol. xxxv—1916, pp. 1-20 


In Part I it is shown how, from the integral of the general differential 
equation of the electric circuit, which has been discussed in a previous 
paper, all types of electric currents are derived as special cases, corres- 
ponding to particular values of the integration constants. 

In Part II an outline of the theory of impulse currents is given. They 
comprise two classes, the non-periodic and the periodic. The equations 
of both are given in different form, by exponential and by hyperbolic 
or trigonometric functions. 

A few special cases are discussed. 

Discussion, pages 20-31, by Messrs. C. P. Steinmetz, M. I. Pupin, 
H. Pender, H. Lippelt-and A. E. Kennelly. 

A discussion of the advantages of the synthetic and analytic methods 
of studying engineering phenomena. A development of the special cases 
under impulse currents of the circuit having capacity in series. 


REPORT OF THE TRANSMISSION COMMITTEE 
Percy H. Thomas, Chairman Vol. xxxv—1916, pp. 555-583 


I. Data from Operating Plants on the Effect of Altitude on the 
Operating Temperature Rise of Electrical Apparatus. 

Il. Experience with Grounded Neutral on High-Tension Transmission 
Lines. 

Discussion, pages 584-597, by Messrs. N. A. Carle, M. O. Troy, P. 
Junkersfeld, E. E. F. Creighton, D. B. Rushmore, J. T. Lawson, J. B. 
Taylor, P. H. Chase, H. R. Woodrow, E. C. Stone, F. L. Hunt, L. N. 
Crichton, R..F. Schuchardt, E. T. Street, H. Goodwin, Jr., W. A. Carter 
and B. Price. 

A general discussion of experience with systems, grounded and un- 
grounded. Very complete description of the Victoria Falls and Transvaal 
Power Company, Ltd., and the Rand Mines Power Supply Co., Ltd. 


THE RESTORATION OF SERVICE AFTER A NECESSARY INTERRUPTION 
F. E. Ricketts Vol. xxxv—1916, pp. 635-648 


The phenomenal growth during the last few years in the electrical 
industry has been due as much to the marked advances in the methods 
of maintaining a uniform service as to any other cause. Attention is 
called to that class of interruptions which so far have been and will 
likely continue to be unavoidable and a full description is given of certain 
means whereby the effect of unavoidable interruptions may be reduced 
to a minimum. 

Discussion, pages 649-654, by Messrs. H. Goodwin, Jr., R. F. Schuch- 
ardt, H. R. Woodrow, E. T. Street, G. A. Burnham, J. B. Taylor, L. N. 


Crichton and J. T. Kelly, Jr. 
A general discussion of protective features in use on various systems. 
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MEGGER AND OTHER TESTS ON SUSPENSION INSULATORS 
F. L. Hunt Vol. xxxv—1916, pp. 735-738 


This paper gives the results of megger tests made on disk insulators on 
a 66,000-volt transmission line in Massachusetts after 2.5 years operation. 
The percentage of failures in different positions in the string is given on 
both strain and suspension towers. The actual cost of making these 
tests under different conditions of weather and of service requirements 
is given per insulator on the line, per bad insulator and per tower. 

Discussion incorporated with that of paper by R..H. Marvin, on “A 
New Method of Grading Suspension Insulators’’. 


THEORY OF PARALLEL GROUNDED WIRES AND PRODUCTION OF HIGH 
FREQUENCIES IN TRANSMISSION LINES 
E. E. F. Creighton Vol. xxxv—1916, pp. 845-888 


An investigation of the value of the overhead grounded wire as used 
for lightning protection, mechanical support for towers, and a test circuit. 
The functions of the grounded wire are subdivided into four categories; 
first, the vertical grounded wire; second, the lightning rod extending above 
the ground; third, the electrostatic induction in the horizontally situated 
wires; and fourth, electromagnetic induction. The several factors de- 
termining the protective value of a ground wire are fully investigated. 
Equations expressing the protection of various arrangements of vertical 
and parallel grounded wires are developed. 

Discussion, pages 889-893, by Messrs. H. S. Osborne, N. S. Diamant, 
J. B. Taylor, J. B. Whitehead, L. W. Chubb and E. E. F. Creighton. 

A general discussion. 


TESTING FOR DEFECTIVE INSULATORS ON HIGH-TENSION TRANSMISSION 
LINES 
B. G. Flaherty } Vol. xxxv-1916, pp. 1095-1109 


A discussion of the importance and necessity of field tests on high- 
tension insulators and three methods of making such tests, viz; with the 
oscillator, the megger, and the telephone receiver. The latter is described 
in detail and some data given on its develpment and use on a 60,000- 
volt-line. Laboratory checks on defective insulators are given. Figures 
of cost for locating and replacing defective units are given. A method 
of studying rate of depreciation is outlined. : 

Discussion, pages 1110-1129, by Messrs. H. J. Ryan, L. T. Merwin, 
E. A. Loew, J. B. Taylor, C. E. Magnusson, M. T. Crawford, W. D. 
Peaslee, R. W. Pope, C. P. Osborne, G. Harding, B. G. Flaherty, S. C. 
Lindsay, J. P. Jollyman, J. Mini, Jr., and E. E. Creighton. 

Advantages and disadvantages of various methods of detecting and 
testing faulty insulators, question of removal, oil impregnation of porous 
insulators, value of grounded neutral, etc. 


AN ARTIFICIAL TRANSMISSION LINE WITH AD JUSTABLE LINE CONSTANTS 
C. Edward Magnusson and S. R. Burbank Vol. xxxv—1916, pp. 1137-1149 


A description of an artificial transmission line which can be readily 
adjusted to represent 200 miles (321.86 km.) of commerical transmission 
lines of any spacing up to a maximum of 120 in. (3 m.) and of any size 
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wire up to 4/0 copper. It can also be made to correspond to aerial or 
cable telephone lines and to power cables. The use of this line is illus- 
trated by a number of typical experiments. 

Discussion, pages 1150-1153, by Messrs. L. J. Corbett, W. D. Peaslee, 
J. D. Ross, S. R. Burbank, C, A. Whipple and C. E. Magnusson. 

A general discussion of the value of artificial transmission lines. 


STEEL CONDUCTORS FOR TRANSMISSION LINES 
H. B. Dwight Vol. xxxv—1916, pp. 1237-1250 


This paper states that steel cables will not generally be economical on 
main transmission lines, except for long spans, and for high altitudes where 
corona is excessive. They may be advisable as bare conductors for d-c. 
railway feeders. They deteriorate more tapidly than copper conductors 
and have very low scrap value. Steel cables for alternating current should 
be finely stranded and different groups of wires should be spiraled in 
opposite drections. Medium grades of steel give better results with 
alternating currents than high priced grades. There is an opening for 
the profitable use-of steel cables on branch lines of power systems of 
all voltages. 

Discussion, pages 1251-1258, by Messrs. R. E. Doane, T. H. Worcester, 
D. B. Rushmore, S. C. Coey, W. T. Snyder and H. B. Dwight. 

A general discussion. 


14. ELECTRIC SERVICE DISTURBANCES AND 
PROTECTION 


OUTLINE OF THEORY OF IMPULSE CURRENTS 
C. P. Steinmetz Vol. xxxv—1916, pp. 1-20 


In Part I it is shown how, from the integral of the general differential 
equation of the electric circuit, which has been discussed in a previous 
paper, all types of electric currents are derived as special cases, corres- 
ponding to particular values of the integration constants. 

In Part II an outline of the theory of impulse currents is given. They 
comprise two classes, the non-periodic and the periodic. The equations 
of both are given in different form, by exponential and by hyperbolic or 
trigonometric functions. 

A few special cases are discussed. 

Discussion, pages 20-31, by Messrs. C. P. Steinmetz, M. I. Pupin, 
H. Pender, H. Lippelt and A. E. Kennelly. : 

A discussion of the advantages of the synthetic and analytic methods 
of studying engineering phenomena. A development of the special cases 
under impulse currents of the circuit having capacity in series. 


CREST VOLTMETERS 


(& i. Sharp and E. D. Doyle Vol. xxxv—1916, pp. 99-107 


The paper shows how a voltmeter which will read directly the maximum 
or crest values obtained in high-voltage testing may be constituted by a 
combination of an electrostatic voltmeter and an electric valve. Diagrams 
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of connection are shown and results of test given to indicate the validity 
of the method. * 

Discussion incorporated with that of paper by W. R. Work on “Notes 
on the Measurement of High Voltage.”’ 


THE VOLTMETER COIL IN TESTING TRANSFORMERS 
A. B. Hendricks, Jr. Vol. xxxv—1916, p. 117 


The advantages of the voltmeter coil in the determination of the high- 
tension voltage in testing transformers. 

Discussion incorporated with that of paper by W. R. Work on “Notes 
on the Measurement of High Voltage.” 


THE CREST VOLMETER 
L. W. Chubb Vol. xxxv—1916, pp. 109-116 


This paper mentions and compares some of the methods of high-voltage 
measurement and describes in more detail the crest voltmeter with its 
construction, operation, accuracy and application. The summary states 
that spark gaps should be only a calibrating standard and a more practical 
instrument, such as described, the preferred working standard. 

Discussion incorporated with that of paper by W. R. Work on “Notes 
on the Measurement of High Voltage.” 


NOTES ON THE MEASUREMENT OF HIGH VOLTAGE 
W.R. Work Vol. xxxv—1916, pp. 119-126 


A brief account of some of the experiments made to determine the 
relative accuracy of certain methods used in measuring high voltage. 
The methods comprise the use of a tertiary (or voltmeter) coil in the high- 
tension transformer, the crest voltmeter and the derivation of the high- 
tension pressure from the primary voltage. 

Discussion (including that of papers by Sharp and Doyle, L. W. Chubb 
and A. B. Hendricks), pages 127-146, by Messrs. E. E. F. Creighton, F.W. 
Peek, Jr., F. M. Farmer, F. Bedell, C. A. Adams, W. I. Middleton, J. R. 
Craighead, C. L. Dawes, J. B. Whitehead; L. W. Chubb, C. H. Sharp, 
C. F. Harding, W. D. Peaslee, M. G. Newman and A. B. Hendricks, Jr. 

A general discussion with particular reference to the oscillograph and 
visual corona methods of measuring crest voltage. 


REPORT OF THE TRANSMISSION COMMITTEE 
Percy H. Thomas, Chairman Vol. xxxv—1916, pp. 555-583 


I. Data from Operating Plants on the Effect of Altitude on the Oper- 
ating Temperature Rise of Electrical Apparatus. 

II. Experience with Grounded Neutral on High-Tension Transmission 
Lines. 

Discussion, pages 584-597, by Messrs. N. A. Carle, M. O. Troy, P. 
Junkersfeld, E. E. F. Creighton, D. B. Rushmore, J. T. Lawson, j see 
Taylor, P. H. Chase, H. R. Woodrow, E. C. Stone, F. L. Hunt ee Ne 
Crichton, R. F. Schuchardt, E. T. Street, H. Goodwin, Jr. W... A.; Carter 
and B. Price. 


A general discussion of experience with systems, grounded and un- 
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grounded. Very complete description of the Victoria Falls and Transvaal 
Power Company, Ltd., and the Rand Mines Power Supply Co., Ltd. 


THE RESTORATION OF SERVICE AFTER A NECESSARY INTERRUPTION 
F. E. Ricketts Vol. xxxv—1916, pp. 635-648 


The phenomenal growth during the last few years in the electrical 
industry has been due as much to the marked advances in the methods of 
maintaining a uniform service as to any other cause. Attention is called 
to that class of interruptions which so far have been and will likely con- 
tinue to be unavoidable and a full description is given of certain means 
whereby the effect of unavoidable interruptions may be reduced to a 
minimum. 

Discussion, pages 649-654, by Messrs. H. Goodwin, Jr., R. F. Schuc- 
hardt, H. R. Woodrow, E. T. Street, G. A. Burnham, J. B. Taylor, L. N. 
Crichton and J. T. Kelly, Jr. 

A general discussion of protective features in use’on various systems, 


STUDIES IN LIGHTNING PROTECTION ON 4000-VOLT CIRCUITS 
D. W. Roper Vol. xxxv—1916, pp. 655-694 


Investigations over a five year period on a distributing system covering 
about 180 square miles of the city of Chicago, supplying about 250,000 
customers through about 16,000 transformers. A number of theories 
were tried out in practise and results are given in detail. The conditions 
during the year 1915 and records obtained from lightning storms during 
the year are set forth by means of maps, drawings and tables. An analysis 
of results is followed by a list of conclusions. 

Discussion, incorporated with that of paper by O. O. Rider on ‘‘Protec- 
tion of High-Voltage Distribution Systems by Isolating Transformers.” 


EXPERIENCE AND RECENT DEVELOPMENTS IN CENTRAL STATIONS PROTEC- 
TION FEATURES 
N. L. Pollard and J. T. Lawson Vol. xxxv—1916, pp. 695-715 


The protective features described in this paper are some of those now 
in use on the system of the Public Service Electric Company, which 
serves a population of about 2,200,000. 

The protective devices and schemes discussed are, as follows: Alumi- 
num cell arresters; arcing ground suppressor; faulty cable localizer; cable 
testing; high-potential and high-frequency testing; generator bus connec- 
tion scheme; exciter connection scheme; reactors; relays; multi-recorders; 
insulation resistance recorder; air washers; resistance bulbs and thermo- 
couples; dampers on air-blast transformers; coherer alarm devices; poten- 
tial indicating devices. 

Discussion incorporated with that of paper by O. O. Rider on ‘'Protec- 
tion of High-Voltage Distribution Systems by Isolating Transformers,”’ 


PROTECTION OF HIGH-VOLTAGE DISTRIBUTION SYSTEMS BY ISOLATING 

TRANSFORMERS 

O. O. Rider Vol. xxxv—1916, pp. 717-719 
This paper calls attention to the practicability of localizing line dis- 


turbances by means of transformers, Application is made to high-voltage 
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distribution systems serving the rural communities which results in an 
interconnected net work of overhead lines. 

Discussion, pages 720-734, by Messrs. E. E. F. Creighton, C. P. Stein- 
metz, P. H. Chase, J. T. Lawson, J. B. Taylor, J. O. Montignani, R. F. 
Schuchardt, P. Junkersfeld, D. B. Rushmore, D. W. Roper, N. S. Dia- 
mant, H. Mouradian and N. L. Pollard. 

A general discussion with particular reference to the split-conductor 
principle and its relation to ideal relay protection. 


MEGGER AND OTHER TESTS ON SUSPENSION INSULATORS 
F. L. Hunt Vol. xxxv—1916, pp. 735-738 


This paper gives the results of megger tests made on disk insulators on a 
66,000-volt transmission line in Massachusetts after 2.5 years operation. 
The percentage of failures in different positions in the string is given on 
both strain and suspension towers. The actual cost of making these tests 
under different conditions of weather and of service requirements is given 
per insulator on the line, per bad insulator and per tower. 

Discussion incorporated with that of paper by R. H. Marvin on “A 
New Method of Grading Suspension Insulators.” 


THEORY OF PARALLEL GROUNDED WIRES AND PRODUCTION OF HIGH 
FREQUENCIES IN TRANSMISSION LINES 
E. E. F. Creighton Vol. xxxv—1916, pp. 845-888 


An investigation of the value of the overhead grounded wire as used 
for lightning protection, mechanical support for towers, and a test circuit: 
The functions of the grounded wire are subdivided into four categories; 
first, the vertical grounded wire; second, the lightning rod extending above 
the ground; third, the electrostatic induction in the horizontally situated 
wires; and fourth, electromagnetic induction. The several factors de- 
termining the protective value of a ground wire are fully investigated. 
Equations expressing the protection of various arrangements of vertical 
and parallel grounded wires are developed. 

Discussion, pages 889-893, by Messrs. H: S. Osborne, N.S. Diamant, 
J. B. Taylor, J. B. Whitehead, L. W. Chubb and E. E. F. Creighton. 

A general discussion. ? 


INDUCTIVE INTERFERENCE AS A PRACTICAL PROBLEM 
A. H. Griswold and R. W. Mastick Vol. xxxv—1916, pp. 1054-1087 


A review of the factors which affect inductive interference in telephone 
circuits from high-voltage power transmission circuits, a presentation of 
practical considerations regarding the reduction of interference, and 
description of actual cases of the application of these means of reduction. 
Balanced and residual voltages and currents, wave shapes of voltages and 
currents, transposition schemes, three particular cases of parallels. 

Discussion, pages 1088-1094, by Messrs. F. Bedell, L. T. Merwin, 
J. B. Fisken, W. D. Peaslee, R. F. Robinson, L. J. Corbett, C. A. Whipple 
and R. W. Mastick. 

A discussion of effects of leaking insulators, charging electrolytic ar- 


resters, carelessness in making transpositions and an appeal for cooperation 
of telephone and power companies. ; 


it 
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TESTING FOR DEFECTIVE INSULATORS ON HIGH-TENSION TRANSMISSION 
LINES 
B. G. Flaherty Vol. xxxv—1916, pp. 1095-1109 


A discussion of the importance and necessity of field tests on high- 
tension insulators and three methods of making such tests, viz; with the 
oscillator, the megger, and the telephone receiver. The latter is de- 
scribed in detail and some data given on its development and use on a 
60,000-volt line. Laboratory checks on defective insulators are given. 
Figures of cost for locating and replacing defective units are given. A 
method of studying rate of depreciation is outlined. 

Discussion, pages 1110-1129, by Messrs. H. J. Ryan, L. T. Merwin, 
E. A. Loew, J. B. Taylor, C. E. Magnusson, M. T. Crawford, W. D. 
Peaslee, R. W. Pope, C. P. Osborne, G. Harding, B. G. Blaherty,.s.. G. 
Lindsay, J. P. Jollyman, J. Mini, Jr. and E. E. Creighton. 

Advantages and disadvantages of various methods of detecting and 
testing faulty insulators, question of removal, oil impregnation of porous 
insulators, value of grounded neutral, etc. 


THE HIGH-VOLTAGE POTENTIOMETER 
Harris J. Ryan Vol. xxxv—1916, pp. 1131-1136 


Description of a high-voltage potentiometer which may be made at 
reasonable expense consisting of a water resistance potential distributor 
and a sparking probe potential difference detector. The results of an 
integrity trial are charted. The device is intended for investigations in 
which the results are not required to be known within 2 or 3 per cent of 
their actual value. 

No discussion. 


CHARACTERISTICS OF ADMITTANCE TYPE OF WAVE-FORM STANDARD 
Frederick Bedell Vol. xxxv—1916, pp. 1155-1170 


A description of the characteristics of a certain type of standard for 
determining how near an actual wave is to a true sine wave and for pre- 
scribing allowable limits of deviation. An investigation to determine 
whether a standard can be specified that will be more suitable in its 
characteristics and more practical in its application. : 

Discussion, pages 1171-1186, by Messrs. H. S. Osborne, L. F. Curtis, 
C. E. Magnusson, L. W. Chubb, L. T. Merwin, L. J. Corbett, J. B. Fisken, 
W. D. Peaslee, H. J. Ryan, R. W. Mastick, F. Bedell and Report by 
Joint Committee on Inductive Interference. 

A discussion of the various factors involved in the selection of a wave- 
shape standard and the penalizing of upper harmonics. An appeal 
for cooperation between power companies, telephone companies and 


manufacturers. 


INSULATOR FAILURES UNDER TRANSIENT VOLTAGES 
W. D. Peaslee Vol. xxxv—1916, pp. 1187-1194 


This paper presents the results of recent investigations on the failure 
of insulators under impact and combined impact and normal frequency 
voltages. Microphotographs are included. The breakdown of a dielec- 
tric involves energy which is a time function, and the importance of the 
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duration of the stress in determining the magnitude of the voltage neces- 
sary to puncture an insulator are discussed. The importance of the elimin- 
ation of air holes and defects in porcelain is shown. Some essential 
features of a successful line insulator are stated. 

Discussion, pages 1195-1205, by Messrs. J. B. Fisken, W. D. Peaslee, 
R. Howes, L. T. Merwin, H. J. Ryan, R. W. Mastick, R. M. Boykin, 
A. A. Miller and E. E. F. Creighton. 

A general discussion including experiences of certain power transmission 
lines. 


STEEL CONDUCTORS FOR TRANSMISSION LINES 
H. B. Dwight Vol. xxxv—1916, pp.1237-1250 


This paper states that steel cables will not generally be economical on 
main transmission lines, except for long- spans, and for high altitudes 
where corona is excessive. They may be advisable as bare cormductors 
for d-c. railway feeders. They deteriorate more rapidly than copper 
conductors and have very low scrap value. Steel cables for alternating 
current should be finely stranded and different groups of wire should be 
spiraled in opposite directions. Medium grades of steel give better 
results with alternating currents than high priced grades. There is an 
opening for the profitable use of steel cables on branch lines of power 
systems of all voltages. 

Discussion, pages 1251-1258, by Messrs. R. E. Doane, T. H. Worcester, 
D. B. Rushmore, 8. C. Coey, W. T. Snyder and H. B. Dwight. 

A general discussion. 


15. DISTRIBUTION SYSTEMS 


REPORT OF THE TRANSMISSION COMMITTEE 
Percy H. Thomas, Chairman Vol. xxxv—1916, pp. 555-583 


I. Data from Operating Plants on the Effect of Altitude on the 
Operating Temperature Rise of Electrical Apparatus. 

II. Experience with Grounded Neutral on High-Tension Transmis- 
sion Lines. 

Discussion, pages 584-597, by Messrs. N. A. Carle, M. O. Eroy jee. 
Junkerfeld, E. E. F. Creighton, D. B. Rushmore, J. T. Lawson, J. B. 
Taylor, P. H. Chase, H. R. Woodrow, E. C. Stone, be La Ptmt. ia. une 
Crichton, R. F. Schuchardt, E. T. Street, H. Goodwin, Jr., W. A. Carter 
and B. Price. 

A general discussion of experience with systems, grounded and un- 
grounded. Very complete description of the Victoria Falls andTransvaal 
Power Company, Ltd., and the Rand Mines Power Supply Co., Ltd. 


aes RESTORATION OF SERVICE AFTER A NECESSARY INTERRUPTION 
. E. Ricketts Vol. xxxv—1916, pp. 635-648 


The phenomenal growth during the last few years in the electrical 
industry has been due as much to the marked advances in the methods 
of maintaining a uniform service as to any other cause. Attention is 
called to that class of interruptions which so far have been and will 
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likely continue to be unavoidable and a full description is given of ¢ertain 
means whereby the effect of unavoidable interruptions may be reduced 
to a minimum. 


Discussion, pages 649-654, by Messrs. H. Goodwin, Jr:, R. F. Schuch- 
ardt, H. R. Woodrow, E. T. Street, G. A. Burnham, je Be Waylor, LN: 
Crichton and J. T. Kelly, Jr. 


A general discussion of protective features in use on various systems. 


PROTECTION OF HIGH-VOLTAGE DISTRIBUTION SYSTEMS BY ISOLATING 
TRANSFORMERS 
O. O. Rider Vol. xxxv—1916, pp. 717-719 


This paper calls attention to the practicability of localizing line dis- 
turbances by means of transformers. Application is made to high- 
voltage distribution systems serving the rural communities which results 
in an interconnected net work of overhead lines. 

Discussion, pages 720-734, by Messrs. E. E. F. Creighton, C. P. Stein- 
metz, P. H. Chase, J. T. Lawson, J. B. Taylor, J. O. Montignani, R. F. 
Schuchardt, P. Junkersfeld, D. B. Rushmore, D. W. Roper, N.S. Diamant 
H. Mouradian and N. L. Pollard. 

A general discussion with particular reference to the split-conductor 
principle and its relation to ideal relay protection. 


A DISTRIBUTION SYSTEM FOR DOMESTIC POWER SERVICE FROM COM- 
MERCIAL AND ENGINEERING STANDPOINTS 
Carl H. Hoge and Edgar R. Perry Vol. xxxv—1916, pp. 983-990 


This paper endeavors to lay out a distribution system that will take 
care of the greatly increasing demand for power for heating and cooking. 
Units of load, consumption and revenue were taken from actual tests and 
applied to definite sections thought to be representative, as containing 
every class of house, with schools, churches, etc. Results obtained seem 
to indicate for this class of business a profit at a lower rate. The central 
station man is advised to make provision for this increased demand when 
rebuilding in the future. 

Discussion, pages 991-1000, by Messrs. D. F. Henderson, E. R. Perry, 
J. B. Fisken, M. T. Crawford, F. D. Weber, C. R. Collins, W. D. Peaslee, 
E. G. Robinson, L. T. Merwin, H. W. Buck, S. M. Kennedy, W. L. 
Chrysler, J. R. King, H. J. Gille and R. Howes. 

A general discussion with particular emphasis on the desirability of 
simpler rates and methods of metering. 


UNDERGROUND DISTRIBUTION SYSTEMS 
G. J. Newton Vol. xxxv—1916, pp. 1207-1222 


This paper shows the importance of properly designing an under- 
ground distribution system for the district it serves and the particular 
service it is to supply. Simply placing the wires underground does not 
constitute an efficient system. Underground distribution is the ultimate 
solution of the distribution problem that confronts every electric light and 
power company operating in progressive towns and cities. The sugges- 
tions offered are based on many years experience and are aimed to aid 
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particularly in the design and installation of the first system in the 
smaller cities. 

Discussion, pages 1223-1235, by Messrs. T. E. Tynes, ALM AEovieyn 
F. D. Egan, S. C. Coey, C. A. Menk, H. B. Gear, B. G. Beck, B. W. Gil- 
son, L. Hommel, G. T. Street and F. H. Woodhull. 

A discussion of the advantages of single conductor, three-phase cables, 
type of insulation, location and size of manholes, ventilation of ducts, 
fireproofing cables and joints, etc. 


THE POWER COMPANY’S PROBLEM IN THE ELECTRIC SUPPLY FOR LARGE 
SINGLE-PHASE LOAD 
W. C. L. Eglin Vol. xxxv—1916, pp. 1289-1292 
The power company must be able to supply energy of uniform pressure, 
single-phase, two-phase or three-phase, at whatever voltage best suits 
customer. These conditions best met by polyphase units. When demand 
for single-phase current is heavy enough to produce unbalance, some 
means of balancing must be provided. Three methods are discussed 
Correction for power factor on each individual large consumer’s line is 
suggested. 
Discussion incorporated with that of paper by Philip Torchio on “Sup- 
ply of Single-Phase Loads from Central Stations.” 


SUPPLY OF SINGLE-PHASE LOADS FROM CENTRAL STATIONS 
Philip Torchio Vol. xxxv—i916, pp. 1293-1301 

American central stations have extensively adopted single-phase 
distribution from polyphase stations. Individual regulators employed. 
Generators with good single-phase characteristics or in certain cases 
generators with kilovolt ampere rating in excess of kilowatt capacity of 
steam unit are employed. Customers assist balancing by dividing load 
between phases. Question of power supply to N. Y., N. H. & H.R. R. 
discussed. Equipment described. 

Discussion, (including that of paper by W.C.L. Eglin), pages 1302-1313, 
by Messrs. W. S. Murray, P. Junkersfeld, D. B. Rushmore, L. E. Imlay, 
H.R. Summerhayes, N. W. Storer, E. H. Martindale, E. F. W. Alexander- 
son, J. L. Harper, H. W. Buck, J. E. Kershner, C. F. Scott, W. C. L. Eglin, 
P. Torchio, F. Osgood and C. F. Harding. 

General discussion. 


SINGLE-PHASE POWER PRODUCTION 
E. F. W. Alexanderson and G. H. Hill Vol. xxxv—i916, pp. 1815-1327 


The general tendency of electric power supply is toward centralization 
of stations and to be consistent stations must be standardized. From this 
standpoint single-phase power can best ‘be supplied from polyphase 
systems. Operation and theory of phase converters discussed. 

Discussion incorporated with that of paper by Gilman and Fortescue 
on “‘Single-Phase Power Service from Central Stations.”’ 


SINGLE-PHASE POWER SERVICE FROM CENTRAL STATIONS 
R. E. Gilman and C. L. Fortescue Vol. xxxv—1916, pp. 1329-1847 


An outline of several methods by which single-phase power may be 
supplied from a polyphase system with advantages and disadvantages. 
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Unbalance in voltage when single-phase power is supplied direct from 
polyphase circuit explained. Law of distribution of load in polyphase 
system deduced. Outline of theory of single-phase generator given. 
Essential requirements for phase balancing, requirements for control 
apparatus, behavior of balancer under short circuit. 

Discussion, (including that of paper by Alexanderson and Hill), pages 
1348-1368, by Messrs. R. E. Doherty, H. G. Reist, H. L. Wallau, H. R. 
Summerhayes, R. E. Gilman, W. C. L. Eglin, B. A. Behrend, C. A. 
Adams, D. W. Roper, G. H. Hill, P. Torchio, P. Junkersfeld, C. F. Scott, 
H.C. Albright, E. F. W. Alexanderson, and C. L. Fortescue. 

A general discussion of the advantages of various methods of single- 
phase generation and operation with some facts relative to comparative 
costs. 


16. CONTROL, REGULATION AND SWITCHING 


THE LIQUID RHEOSTAT IN LOCOMOTIVE SERVICE 
A. J. Hail Vol. xxxv—1916, pp. 167-171 
A description of the liquid rheostat in locomotive service giving in de- 
tail the arrangement of the mechanical parts and means of controlling it. 
Discussion, pages 172-173, by Messrs. C. D. Knight and R. E. 
Hellmund. 
A discussion mainly of the liquid rheostat used in mine-hoist service. 


REPORT OF THE TRANSMISSION COMMITTEE 
Percy H. Thomas, Chairman Vol. xxxv—1916, pp. 555-583 

I. Data from Operating Plants on the Effect of Altitude on the Oper- 
ating Temperature Rise of Electrical Apparatus. 

Il. Experience with Grounded Neutral on High-Tension Transmis- 
sion Lines. 

Discussion, pages 584-597, by Messrs. N. A. Carle, M. O. Troy, BP? 
Junkersfeld, E. E. F. Creighton, D. B. Rushmore, J. T. Lawson, fe AB 
Taylor, P. H. Chase, H. R. Woodrow, E. C. Stone, F. oe earns. Coane 
Crichton, R. F. Schuchardt, E. T. Street, H. Goodwin, Jr., W. A. Carter 
and B. Price. 

A general discussion of experience with systems, grounded and un- 
grounded. Very complete description of the Victoria Falls and Transvaal 
Power Company, Ltd., and the Rand Mines Power Supply Co., Ltd. 


THE POWER COMPANY’S PROBLEM IN THE ELECTRIC SUPPLY FOR LARGE 


SINGLE-PHASE LOAD 
W.C. L. Eglin Vol. xxxv—1916, pp. 1289-1292 


The power company must be able to supply energy of uniform pressure, 
single-phase, two-phase or three-phase, at whatever voltage best suits 
customer. These conditions best met by polyphase units. When de- 
mand for single-phase current is heavy enough to produce unbalance, 
some means of balancing must be provided. Three methods are nes 
cussed. Correction for power factor on each individual large consumer s 
line is suggested. , 

ie ee incorporated with that of paper by Philip Torchio on ‘Sup- 
ply of Single-Phase Loads from Central Stations,” 


30 : SYNOPTICAL INDEX 


SUPPLY OF SINGLE-PHASE LOADS FROM CENTRAL STATIONS 
Philip Torchio ~ Vol. xxxv—1916, pp. 1293-1301 


American central stations have extensively adopted single-phase dis- 
tribution from polyphase stations. Individual regulators employed. 
Generators with good single-phase characteristics or in certain cases gen- 
erators with kilovolt ampere rating in excess of kilowatt capacity of steam 
unit are employed. Customers assist balancing by dividing load between 
phases. Question of power supply to N. Y., N. H. & H. R. R. discussed. 
Equipment described. 

Discussion, (including that ofpaper by W.C.L. Eglin), pages 1302-1313, 
by Messrs. W. S. Murray, P. Junkersfeld, D. B. Rushmore, L. E. Imlay, 
H. R. Summerhayes, N. W. Storer, E. H. Martindale, E. F. W. Alexan- 
derson, J. L. Harper, H. W. Buck, J. E. Kershner, (Co KR ocobe,. Wn Canle 
Eglin, P. Torchio, F. Osgood and C. F. Harding. 

General discussion. 


SINGLE-PHASE POWER PRODUCTION 
E. F. W. Atexanderson and G. H. Hill Vol. xxxv—1916, pp. 1315-1327 


The general tendency of electric power supply is toward centralization 
of stations and to be consistent stations must be standardized. From this 
standpoint single-phase power can best be supplied from polyphase 
systems. Operation and theory of phase converters discussed. 

Discussion incorporated with that of paper by Gilman and Fortescue 
on ‘‘Single-Phase Power Service from Central Stations.” 


SINGLE-PHASE POWER SERVICE FROM CENTRAL STATIONS 
R. E. Gilman and C. L. Fortescue Vol. xxxv—1916, pp. 1329-1347 


An outline of several methods by which single-phase power may be 
supplied from a polyphase system with advantages and disadvantages. 
Unbalance in voltage when single-phase power is supplied direct from 
polyphase circuit explained. Law of distribution of load in polyphase 
system deduced. Outline of theory of single-phase generator given. 
Essential requirements for phase balancing, requirements for control 
apparatus, behavior of balancer under short circuit. 

Discussion, (including that of paper by Alexanderson and Hill), pages 
1348-1368, by Messrs. R. E. Doherty, H. G. Reist, H. L. Wallau, H. R. 
Summerhayes, R. E. Gilman, W. C. L. Eglin, B. A. Behrend, C. A. Adams, 
D. W. Roper, G. H. Hill, P. Torchio, P. Junkersfeld, C. F. Scott, H. C. 
Albright, E. F, W. Alexanderson, and C. L. Fortescue. 

A general discussion of the advantages of various methods of single- 


phase generation and operation with some facts relative to comparative 
costs, : : 


RUPTURING CAPACITIES OF OIL CIRCUIT BREAKERS 
Stephen Q. Hayes Vol. xxxv—1916, pp. 1523-1530 


A series of notes on the rupturing capacity of oil breakers. Description 
of result obtained by root-mean-square of maximum peak of current wave 
that occurs while breaker is opening multiplied by root-mean-square of 
open-circuit voltage that occurs immediately after breaker opens. Atten- 
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tion called to different classes of ratings. Recommendations made as to 
most desirable method of rating and ability of breakers to be re-operative. 

Discussion incorporated with that of paper by E. M. Hewlett on 
“Rating of Oil Circuit Breakers.”’ 


RATING OF OIL CIRCUIT BREAKERS 
E. M. Hewlett Vol. xxxv—1916, pp. 1531-1533 


Paper points out several difficulties which are encountered in rating by 
actual current breakers, but generally favors that these ratings be on the 
basis of the current to be opened in the arc at the operating voltage of the 
system. 

Discussion, pages 1534-1549, by Messrs. C. Lichtenberg, N. L. Pollard, 
G. A. Burnham, J. L. Harper, H. W. Buck, JSB a Paylor ke C= Randall: 
L. E. Imlay, C. A. Adams, E. M. Hewlett, S. Q. Hayes, H. R. Summer- 
hayes, P. M.*Lincoln, L. W. Chubb and P. Lindemann. 

A general discussion. 


17. TRACTION 


£ OPERATION ON THE NORFOLK AND WESTERN RAILWAY 
F. E. Wynne Vol. xxxv—1916, pp. 147-153 


A description of the great advantages, from an operating standpoint, 
incident to the inauguration of electric service on the Elkhorn grade of the 
Norfolk and Western Railway Co. and why it is possible almost to double 
the capacity of the road by the use of 12 electric locomotives, instead of 
the 33 Mallet locomotives formerly in service. 

Discussion, pages 154-166, by Messrs. A. H. Armstrong, R. E. 
Hellmund, F. H. Shepard, B. A. Behrend, W. I. Slichter, C. F. Scott, 
W. Arthur, H. M. Hobart and F. E. Wynne. 

A general discussion with particular emphasis on regenerative braking 
and the operation of liquid rheostat. 


THE LIQUID RHEOSTAT IN LOCOMOTIVE SERVICE 
A. J. Hail Vol. xxxv—1916, pp. 167-171 


A description of the liquid rheostat in locomotive service giving in de- 
tail the arrangement of the mechanical parts and means of controlling it. 

Discussion, pages 172-173, by Messrs. C.D. Knight and R. E. 
Hellmund. s 

A discussion mainly of the liquid rheostat used in mine-hoist service. 


CHATTERING WHEEL SLIP IN ELECTRIC MOTIVE POWER 
G. M. Eaton Vol. xxxv—1916, pp. 175-179 


The paper shows that chattering wheel slip is characteristic of all types 
of electric motive power. The application of the motive power in the 
electric and steam drives is compared, and the reasons for the chattering 
wheel slip and the means of measuring and rectifying the same are given. 

Discussion, pages 180-182, by Messrs. S. T. Dodd, W. I. Slichter, C. F. 
Scott, W. L. Merrill and G. M. Eaton. 

A general discussion. 
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HIGH-VOLTAGE D-C. RAILWAY PRACTISE 


Clarence Renshaw Vol. xxxv—1916, pp. 347-360 


This paper deals with the fundamental differences in apparatus for 
1200 or 1500 volts as compared with former 600-volt standards. It points 
out the tendency to use higher d-c. voltages with the multiplicity of volt- 
ages slightly differing such as 2400, 3000, 3600, 4200, etc. It recommends 
in order to avoid confusion, the establishment at once of a standard high 
voltage. It is shown that final voltage standards are usually fixed by 
economic standards rather than physical limitations and 5000 volts is 
suggested as very satisfactory. The 5000-volt line at Jackson, Michigan, 
is briefly described. 

Discussion, pages 361 and 383, by Messrs. F. J. Sprague, W. J. Davis, 
Jr., W. B. Potter, Calvert Townley, S. I. Oesterreicher, B. F. Wood, 
E. V. Pannell, A. H. Armstrong, S. Haar, C. Schwartz, N. W. Storer and 
C. Renshaw. 

A detailed presentation of the arguments for and against the adoption 
of higher d-c. voltages and standardization. 


18. LIGHTING AND LAMPS 


ILLUMINATION OF THE PANAMA-PACIFIC INTERNATIONAL EXPOSITION 
W. D’A. Ryan Vol. xxxv—1916, pp. 757-782 


This paper describes the system of lighting adopted for the P-P. I. E., 
which was generally conceded to have initiated a new era in the art of il- 
lumination. From a narrow engineering point of view the lighting would 
have been regarded as inefficient, but the object striven for was to sup- 
press high intrinsic brilliancy, while bringing out the architectural beauties 
of the exposition structures in the most effective manner. 

No discussion. 


20. MISCELLANEOUS APPLICATIONS OF ELECTRICITY 


% THE TRUE NATURE OF SPEECH 
J. B. Flowers Vol. xxxv—1916, pp. 213-231 


A proof that speech is a rapid variation in the intensity of the voice and 
mouth tones according to definite sound patterns called letters of the 
alphabet. Photographs are taken with aid of string-galvanometer of each 
letter of the alphabet. From the curve the phonographic alphabet is 
oe by measuring the variations in intensity of the main tone of the 
record. 


A design for a voice-operated phonographic alphabet writing machine is 
described. 


Discussion, pages 232-248, by Messrs. H. B. Williams, L. T. Robinson, 
A. C. Crehore, W. Maver, Jr., W. J. Hammer, L. we Chubb, C. A. Adams, 
J. B. Taylor and J. B. Flowers. 


A general discussion including the development of the theory of the 
string galvanometer. 
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ELECTRIC DRIVE FOR REVERSING ROLLING MILLS 

Wilfred Sykes and David Hall Vol. xxxv—1916, pp. 501-519 

This paper answers some of the questions which have arisen in the rapid 
displacement of steam drive by electric drive for reversing rolling mills, 
and describes the constructions which have been found desirable. 

Discussion, pages 520-537, by Messrs. K. A. Pauly, E. S. Jeffries, D. M. 
Petty, R. Tschentscher, H. D. James, F. G. Liljenroth, B. Wiley, H. S. 
Page, P. Lindemann, A. Gray and W. Sykes. 

A discussion of the relative merit of steam and electric drive for revers- 
ing mills. Statistics of installation at Steel Company of Canada. Com: 
parison of European and American practise. 


MOTOR EQUIPMENTS FOR THE RECOVERY OF PETROLEUM 
W. G. Taylor Vol. xxxv—1916, pp. 539-552 


This paper presents data covering thé horse power requirements and 
kilowatt-hour consumption for the various operations. in drilling and 
maintaining producing oil wells. The use of the slip-ring induction 
motor for drilling, pumping and cleaning wells. Special controllers and 
resistance. Pumping, cleaning and “pulling’’ rods by a Y-delta or two- 
speed machine. 

Discussion, pages 553-554, by Messrs. F. Woodbury and A. M. Dudley. 

General discussion. 


SOME FEATURES OF DOMESTIC ELECTRIC COOKING AND HEATING 
H. B. Peirce Vol. xxxv—1916, pp. 1001-1011 


From tests made on a number of domestic cooking and heating instal- 
lations, it would appear that electric cooking has a better load factor 
than a lighting load and that this factor improves as the number of ranges 
increases. The errors incident to these tests are discussed. Sugges- 
tions are made for checking these results by others. In the heating 
field, the effect of water heaters superimposed on range loads is discussed 
in relation to their effect on the central station loads and income. 

Discussion, pages 1012-1015, by Messrs. J. B. Fisken, C. E. Magnusson, 
W. D. Peaslee, L. F. Curtis, R. W. Pope, E. R. Perry, H. F. Holland and 
H. J. Gille. 

A general discussion. 


21. TELEPHONY AND TELEGRAPHY 


INDUCTIVE INTERFERENCE AS A PRACTICAL PROBLEM 
A. H. Griswold and R. W. Mastick Vol. xxxv-—1916, pp. 1051-1087 


A review of the factors which affect inductive interference in telephone 
circuits from high-voltage power transmission circuits, a presentation 
of practical considerations regarding the reduction of interference, and 
description of actual cases of the application of these means of reduction. 
Balanced and residual voltages and currents, wave shapes of voltages and 
currents, transposition schemes, three particular cases of parallels. 

Di cussion, pages 1088-1094, by Messrs. F. Bedell, L. T. Merwin, 
J. B. Fisken W. D. Peaslee, R. F. Robinson, L. J. Corbett, C. A, Whipple 


and R. W. Mastick. 
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A discussion of effects of leaking insulators, charging electrolytic 
arresters, carelessness in making transpositions and an appeal for co- 
operation of telephone and power companies. 


CHARACTERISTICS OF ADMITTANCE TYPE OF WAVE-FORM STANDARD 
Frederick Bedeil Vol. xxxv-1916, pp. 1155-1170 


A description of the characteristics of a certain type of standard for 
determining how near an actual wave is to a true sine wave and for 
prescribing allowable limits of deviation. An investigation to determine 
whether a standard can be specified that will be more suitable in its 
characteristics and more practical in its application. 

Discussion, pages 1171-1186, by Messrs. H. S. Osborne, L. F. Curtis, 
C. E. Magnusson, L. W. Chubb, L. T. Merwin, L. J. Corbett, J. B. Fisken, 
W. D. Peaslee, H. J. Ryan, R. W. Mastick, F. Bedell and Report by 
Joint Committee on Inductive Interference. 

A discussion of the various factors involved in the selection of a wave- 
shape standard and the penalizing of upper harmonics. An appeal 
for cooperation between power companies, telephone companies and 
manufacturers. 


22. MISCELLANEOUS TOPICS AND INSTITUTE AFFAIRS 


THE MUNICIPALLY-OPERATED ELECTRICAL UTILITIES OF WESTERN CANADA 
A. G. Christie Vol. xxxv—1916, pp. 33-87 


The paper discusses a number of public utilities in various cities in 
Western Canada. The characteristics of these cities are reviewed and a 
brief outline of equipments of the various plants is given. The costs 
and methods of financing these utilities are discussed at considerable 
length and the charges for various services are summarized. 

Discussion, pages 88-98, by Messrs. P. Betts, H. G. Stott, R. P. Bolton, 
E. J. Cheney, C. H. Sharp, A. Reid and A. G. Christie. - 

A general discussion of the advantages and disadvantages of municipal 
ownership of public utilities and methods of financing them. 


ae CHATTERING WHEEL SLIP IN ELECTRIC MOTIVE POWER 
. M. Eaton Vol. xxxv—1916, pp. 175-179 


The paper shows that chattering wheel slip is characteristic of all types 
of electric motive power. The application of the motive power in the 
electric and steam drives is compared, and the reasons for the chattering 
wheel slip and the means of measuring and rectifying the same are given, 

Discussion, pages 180-182, by Messrs. S. T. Dodd, W. I. Slichter, C 
F. Scott, W. L. Merrill and G. M. Eaton. be 

A general discussion. 


A METHOD OF DETERMINING THE CORRECTNESS OF POLYPHASE WATT- 
pak 253 4 METER CONNECTIONS ; 
. B. uwenhoven Vol. xxxv—1916, pp. 183-206 


te a of a method of checking the correctness of the connections 
ot a polyphase watt-hour meter and proof that the methods most commonly 
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used are unreliable. Rules are worked out that make the rectification 
of incorrect connections simple. Another method is described which 
may be used on balanced or unbalanced three-phase circuits at any power 
factor, providing the opening of one phase at a time is permissible. 

Discussion, pages 207-211, by Messrs. W. H. Pratt, G. A. Sawin, L. 
W. Chubb, C. A. Adams and W. B. Kouwenhoven. 


A general discussion. 


THE TRUE NATURE OF SPEECH 
J. B. Flowers Vol. xxxv-—1916, pp. 213-231 


A proof that speech is a rapid variation in the intensity of the voice 
and mouth tones according to definite sound patterns called letters of 
the alphabet. Photographs are taken with aid of string-galvanometer of 
each letter of the alphabet. From the curves the phonographic alphabet 
is obtained by measuring the variations in intensity of the main tone of 
the record. 

A design for a voice-operated phonographic alphabet writing machine 
is described. 

Discussion, pages 232-248, by Messrs. H. B. Williams, L. T. Robinson, 
A. C. Crehore, W. Maver, Jr., W. J. Hammer, L. W. Chubb, C. A. Adams, 
J. B. Taylor and J. B. Flowers. 

A general discussion including the development of the theory of the 
string galvanometer. 


THE -FUTURE OF WATER POWER IN THE UNITLED STATES 
Charles W. Comstock Vol. xxxv—1916, pp. 249-260 


A compilation of figures showing the total fixed installed primary 
power in the United States and similar figures for the total installed water 
power. With these figures, those compiled by the Commissioner of 
Corporations are summarized and compared. The geographic distribu- 
tion of installed water power is studied together with the development 
of water power between 1889 and 1909. The author next takes up the 
possibilities of water power development and makes an appeal for a 
federal policy of encouraging business enterprise instead of obstructing 
ube 

No discussion. 


IRON LOSSES IN DIRECT-CURRENT MACHINES 


B. G. Lamme Vol. xxxv—1916, pp. 261-286 


It is shown that no great accuracy is practicable in the calculation of 
actual iron losses, except in special cases. A brief explanation of several 
causes of variation in losses is given. 

The four principal sources of core loss are considered, namely—armature- 
ring loss, armature-tooth loss, eddy currents in buried conductors, and 
pole-face losses. Under eddy current losses an explanation is given of 
certain losses not usually taken into account with a crude method of cal- 
culation and some tabulated results. 

Under pole-face losses an empirical formula is given, also tabulated 


results. 
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The effect of load on losses is discussed and some of the effects of flux 
distortion on losses are shown. 

Discussion, pages 287-299, by Messrs. H. F. T. Erben, W. S. Moody, 
W. B. Potter, F. H. Kierstead, H. M. Hobart, W. J. Foster, J. L. Burn- 
ham, L. T. Robinson, A. S. Langsdorf and B. G. Lamme. 

A general discussion of iron losses in d-c. machines and transformers. 


THE INFLUENCE OF FREQUENCY OF ALTERNATING OR INFREQUENTLY 
REVERSED CURRENT ON ELECTROLYTIC CORROSION 
Burton McCollum and G. H. Ahlborn Vol. xxxv—1916, pp- 301-327 


This paper describes experimental work done to determine the co- 
efficient of corrosion of iron and lead in soil with varying frequencies of 
alternating or reversed current with 60 cycles per second as the highest 
frequency and a two-week period as the-lowest. Some d-c. tests being 
made as a check on the methods. 

The importance of the conclusions reached grows out of the fact that 
there are large areas in practically every city in which the polarity of the 
underground pipes reverses with periods ranging from a few seconds to 
an hour or more due to the shifting of railway loads. Corrosion under 
such conditions is shown to be much less than has generally been supposed. 

Discussion, pages 328-345, by Messrs. P. Torchio, A. Maxwell, A. F. 
Ganz, J. L. R. Hayden, S. M. Kintner, C. Hering, A. P. Way, C. B. 
Martin, T. M. Roberts, L. W. Chubb, T. Spooner, M. Toch and B: 
McCollum. 

A general discussion of electrolytic corrosion and methods of mitigation. 


ELECTROCHEMICAL INDUSTRIES AND THEIR INTEREST IN THE DEVELOP- 
MENT OF WATER POWER 
Lawrence Addicks Vol. xxxv—1916, pp. 385-392 


A presentation of the great value of the electrochemical industries to 
this country and their fundamental interest in cheap power. They offer 
the almost ideal power load but-must be located strategically as regards 
supplies and markets. Niagara power is not cheap enough or sufficient 
for their needs under present conditions. Great expansion should follow 
the development of cheaper power particularly in that vital field, the ni- 
trate industry. An appeal is made fora more liberal water power policy on 
the part of the government. 

Discussion incorporated with that of paper by L. B. Stillwell on ‘‘Rela- 
tion.of Water Power to Transportation.” 


WATER POWER DEVELOPMENT AND THE FOOD PROBLEM 
Allerton S. Cushman Vol. xxxv—1916, pp. 393-402 


The great increase of the population of the United States, has been 
chiefly in the urban districts, resulting in a continuously growing demand 
for food with a relatively small proportion of the population as food pro- 
ducers. 

To increase production per acre requires the production of nitrogen, 
one of the three principal fertilizer ingredients. This is distinctly a water 
power proposition involving the fixation of atmospheric nitrogen. More 
than 80 per cent of mixed fertilizers produced in the United States is used 
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east of the Allegheny Mountains, and for the fertilizer problem water 
power must be developed where the demand for the fertilizer exists. A 
proper plan of water power development will have a profound influence on 
the development and distribution of cheap fertilizer ingredients. 

Discussion incorporated with that of paper by L. B. Stillwell on “‘Rela- 
tion of Water Power to Transportation.” 


: RELATION OF WATER POWER TO TRANSPORTATION 
Lewis B. Stillwell Vol. xxxv—1916, pp. 403-416 


The relative importance of water power in its relation to transportation, 
as depending upon its cost and the cost of competing steam power. 

Ratio of cost of fuel for locomotives in country as a whole, in various 
sections, and in a number of different railroads, to total cost of operation. 

Effect of recent progress in art of producing electric power by steam 
upon water power values. 

Power and transportation development on navigable streams. 

Illustrations of the limit of investment in developing a water power, as 
fixed by cost of competing steam power. 

Comparative cost of canals and railroads. 

Illustrations of comparative speed and power consumption in railroad 
and canal operation. 

Discussion (including that of papers by L. Addicks and A. S. Cushman), 
pages 417-430, by Messrs. D. B. Rushmore, F. A. Lidbury, H. G. Stott, 
G. Dunn, J. B. Whitehead, L. H. Baekeland, J. J. Carty, L. S. Randolph, 
L. Addicks, A. S. Cushman and L. B. Stillwell. 

A general discussion of the principal features of the three papers. 


WATER POWER AND DEFENSE 
W. R. Whitney Vol. xxxv—1916, pp. 431-439 


As the United States has no adequate domestic source of fixed nitrogen, 
and as nitric acid is an absolute necessity in the manufacture of explosives 
and in the production of dye stuffs, the Army, Navy Agriculture and 
Interior Departments should immediately cooperate in determining 
course to be taken. 

It is pointed out that failure to establish such an industry has been due 
to the proximity of Chile and the impossibility of competing with the 
cheap water powers of Scandinavia. National safety demands the 
development of such an industry whether it be supporting or not, but 
once established the products would be of the greatest value in times 
of peace, and many other industries would be stimulated. 

Discussion incorporated with that of paper by Gano Dunn on “The 
Water Power Situation, Including Its Financial Aspect.”’ 


THE WATER POWER SITUATION, INCLUDING ITS FINANCIAL ASPECT 


Gano Dunn Vol. xxxv—1916, pp. 441-456 


The endeavor of this paper is to present, from the point of view of the 
engineer, certain aspects of the attitude of capital towards water powers. 
Actual and threatened laws, popular prejudices, unprofitable develop- 
ments in the past, and also physical and natural difficulties which handi- 
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cap hydroelectric as compared with steam-electric plants make a reason- 
able profit essential to induce investment. The rising cost of water power 
and the decreasing cost of steam power. Length of time a permit or fran- 
chise may run before recapture clauses take effect. Water power devel- 
oped as a matter of conservation of coal supply. 

Discussion (including that of paper by W. R. Whitney), pages 457-477, 
by Messrs. F. A. Lidbury, L. Addicks, G. Dunn, J. H. Finney, Le He 
Backeland, C. G. Atwater, C. Townley, G. R. Smith, D. B. Rushmore, 
O27 lr Crosby. 

A general discussion from the viewpoints of the engineer, financier, 
manufacturer and congressman. 


THE RELATION OF PURE SCIENCE TO INDUSTRIAL RESEARCH 


President’s Address 
J. J. Carty Vol. xxxv—1916, pp. 479-488 
STANDARDIZATION 
C. Le Maistre Vol. xxxv—1916, pp. 489-496 


A general review of development of standardization committees and 
organizations here and abroad. A citation of the many advantages of 
proper standardization and an appeal for universal cooperation. Particu- 
lar reference is given to standardization of electrical machinery with 
emphasis laid on the adoption of a standard temperature rise basis. 

Discussion, pages 497-500, by Messrs. C. H. Sharp, F. Osgood, C. P. 
Steinmetz, C. Le Maistre and C. A. Adams. 

A general discussion. 


EFFECT OF BAROMETRIC PRESSURE ON TEMPERATURE RISE OF SELF-COOLED 
STATIONARY INDUCTION APPARATUS 
V. M. Montsinger Vol. xxxv—1916, pp. 599-626 


This paper is divided into three parts, as follows: (1) A general review 
of the principal laws of the dissipation of heat,—radiation, conduction and 
convection. (2) The development of a simple formula for the effect of 
altitude on the cooling of surfaces of different shapes. (3) A general 
discussion of the method of conducting experimental observations at 
different altitudes on three different shaped surfaces. 

Discussion, pages 627-633, by Messrs. R. W. Sorensen, A. Gray and 
V. M. Montsinger. 

A general discussion of methods and results obtained. 


EXPERIENCES IN TESTING PORCELAIN 


E. E. F. Creighton Vol. xxxv—1916, pp. 739-744 


The results of numerous experiences in testing porcelain insulators 
particularly in regard to porosity, absorption of water, surface leakage 
and dielectric losses. Considerable energy is required to drive moisture 
out of a porous insulator and it has been found best to restrict the oscillator 


testing to dry porcelain, whereas the wetter the porcelain the more effec- 
tive is the 60-cycle test. 


Discussion incorporated with that of paper by R. H. Marvin on “A 
New Method of Grading Suspension Insulators.” 
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A NEW METHOD OF GRADING SUSPENSION INSULATORS 
R. H. Marvin Vol. xxxv—1916, pp. 745-752 


Attention is drawn to the known disadvantages of the uneven dis- 
tribution of voltage in long strings of disks. The general theory showing 
how the distribution is determined by the various capacities of the units 
is given. It is shown how the distribution can be improved by grading, or 
varying the internal capacity of the units. 

The proposed method of grading consists in placing flat metal rings on 
the insulator, around the cap and stud respectively, the porcelain disk 
being enlarged for this purpose. 

A simple method of measuring the voltage distribution is described 
using a single needle gap. 

The results of tests with and without grading are given, the graded 
strings showing a decidedly better distribution of voltage. 

Discussion, pages 753-755, by Messrs. F. W. Rec kem)| ts andeh) aan. 
Creighton. 

A general discussion. 


ILLUMINATION OF THE PANAMA-PACIFIC INTERNATIONAL EXPOSITION 
W. D’A. Ryan Vol. xxxv—1916, pp. 757-782 


This paper describes the system of lighting adopted for the P-P. I..E., 
which was generally conceded to haveinitiated a new era in the art ofillum- 
ination. From a narrow engineering point of view the lighting would have 
been regarded as inefficient, but the object striven for was to suppress 
high intrinsic brilliancy, while bringing out the architectural beauties of 
the exposition structures in the most effective manner. 

No discussion. 


SUGGESTIONS FOR ELECTRICAL RESEARCH IN ENGINEERING COLLEGES 
V. Karapetoff Vol. xxxv—1i916, pp. 895-910 


This paper gives a list of topics in electrical engineering suitable for 
thesis, research and advanced study. A plea is made for systematic 
research, each college specializing year after year in only a few topics. 
Cooperation is urged with individual inventors and investigators. Various 
types of investigation are enumerated, such as invention, experimental 
study, theoretical study, library search, and compilation of data. 

Discussion, pages 911-923, by Messrs. J. B. Whitehead, A. E. Flowers, 
C. E. Skinner, F. C. Caldwell, E. E. Creighton, D. D. Ewing, C. F. Hard- 
ing, N. S. Diamant, J. J. Carty, D. H. Braymer, A. A. Nims and A. Gray. 

A general discussion from the viewpoint of the college professor, inven- 
tor and manufacturer. 


TRACTIVE RESISTANCES TO A MOTOR DELIVERY WAGON ON DIFFERENT 
ROADS AND AT DIFFERENT SPEEDS 
A. E. Kennelly and O. R. Schurig Vol. xxxv-1916, pp. 925-953 


A complete report on an investigation of tractive resistances of urban 
roads to a motor delivery wagon equipped with solid rubber tires. The 
“tractive resistance” as used in this paper, includes still-air resistance, 
but does not include wind resistance and the resistance internal to the 
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truck. The test truck is fully described. The results included are (1) 
overall efficiency of truck mechanism and (2) tractive resistances of a 
number of typical urban roads. The components of tractive resistance 
for a typical road are also given. 
Discussion, pages 954-955, by Messrs. A. A. Nims and O. R. Schurig. 
A discussion of ‘‘vehicle efficiency,” “road resistance,’’ “‘air resistance,” 
euce 


ry 66 


APPLICATION OF A POLAR FORM OF COMPLEX QUANTITIES TO THE CALCULA- 
TION OF ALTERNATING-CURRENT PHENOMENA 

N. S. Diamant Vol. xxxv—1916, pp. 957-978 

In the calculation of a-c. phenomena by means of complex quantities, as 
a rule, the rectangular components of the vector are used. A simple 
method for dealing directly with the vectors themselves is described and 
consists in introducing the operator j”, where n, contrary to ordinary 
usage, may be any positive or negative fraction. For convenience of 
reference a.summary of formulas is given and also a very short biblio- 
graphy. 

Discussion, pages 979-981, by Messrs. A. Gray, E. E. F. Creighton, 
J. B. Whitehead, E. H. Colpitts and N. S. Diamant. 

A general discussion of the various mathematical determinations. 


SOME FEATURES OF DOMESTIC ELECTRIC COOKING AND HEATING 
H. B. Peirce Vol. xxxv—1916, pp. 1001-1011 

From tests made on-a number of domestic cooking and heating installa- 
tions, it would appear that electric cooking has a better load factor than a 
lighting load and that this factor improves as the number of ranges 
increases. The errors incident to these tests are discussed. Suggestions 
are made for checking these results by others. In the heating field, the 
effect of water heaters superimposed on range loads is discussed in rela- 
tion to their effect on the central station loads and income. 

Discussion, pages 1012-1015, by Messrs. J. B. Fisken, C. E. Magnusson, 
W. D. Peaslee, L. F. Curtis, R. W. Pope, E. R. Perry, H. F. Holland and 
H. J. Gille. 

A general discussion. 


INSULATOR FAILURES UNDER TRANSIENT VOLTAGES 
W. D. Peaslee Vol. xxxv—1916, pp. 1187-1194 


This paper presents the results of recent investigations on the failure of 
insulators under impact and combined impact and normal frequency volt- 
ages. Microphotographs are included. The breakdown of a dielectric 
involves energy which is a time function, and the importance of the dura- 
tion of the stress in determining the magnitude of the voltage necessary to 
puncture an insulator are discussed. The importance of the elimination 
of air holes and defects in porcelain is shown. Some essential features of a 
successful line insulator are stated. 

Discussion, pages 1195-1205, by Messrs. J. B. Fisken, W. D. Peaslee, R. 


Howes, L. T. Merwin, H. J. Ryan, R. W. Mastick, R. M. Boykin, A. A. 
Miller and E. E. F. Creighton. 


A general discussion including experiences of certain power transmission | 


lines. 
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ELECTRICAL MACHINERY TESTS AND SPECIFICATIONS BASED ON. MODERN 
STANDARDS 
H. M. Hobart Vol. xxxv—1916, pp. 1259-1287 


Comparisons are made of the standardization rules for electrical 
machinery now in force in various countries showing that machinery built 
in conformance with the American rules will usually also conform with 
rules employed in other countries. Suggestion is made that 55 degrees 
could be employed as the ambient temperature of reference for tropical 
ratings. Attention is called to a series of acceptance tests on some large 
waterwheel generators and to the temperature results obtained by making 
cyclic heat runs on these machines. 

No discussion. 


THE EFFECT OF RECENT DECISIONS ON THE WORK OF INVENTORY AND 
APPRAISAL 
Philander Betts Vol. xxxv —1916, pp. 1369-1374 


In order that inventories and appraisals shall be useful in determining 
all the appropriate elements of value, they must be classified as to age, 
condition, use, and extent of use in each class of service. 

Discussion, incorporated with that of paper by Julian Loebenstein on 
“Growth and Depreciation.”’ 


CONTINUOUS INVENTORIES: THEIR PREPARATION AND VALUE 
Harry E. Carver Vol. xxxv—1916, pp. 1375-1387 


A discussion of the advisability of attempting a continuous inventory, 
giving possible uses and advantages to be derived therefrom. Also, the 
preparation of such aninventory. Suggestions for the division of property 
into four general groups for that purpose, outlines of general forms and 
methods for collecting and recording data required. 

Discussion incorporated with that of paper by Julian Loebenstein on 
“Growth and Depreciation.”’ 


GROWTH AND DEPRECIATION 
Julian Loebenstein Vol. xxxv—1916, pp. 1389-1407 


It is generally assumed that a complex utility property will depreciate to 
an approximately fixed per cent condition. This is shown by theoretical 
and actual curves to be incorrect. It is shown that the manner of the 
company’s growth affects its per cent condition. 

The necessity of reserves, the manner in which they may be kept and the 
return which should be allowed on them, whether reinvested or not, is 
discussed. Several commission and court decisions are quoted to show 
the tendency to disallow a return on a reserve and arguments are presented 
in refutation of the decisions. 

Discussion (including that of papers by Philander Betts and Harry E. 
Carver), pages 1408-1436, by Messrs. W. B. Jackson, G. W. Whittemore, 
D. B. Rushmore, E. J. Cheney, W. S. Franklin, P. Betts, H. E. Carver, 
W. R. McCann, F. Gill, L. R. Nash, F. C. Merriell and J. Loebenstein. 

A general discussion.of factors involved in the three papers. 
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RUPTURING CAPACITIES OF OIL CIRCUIT BREAKERS 
Stephen Q. Hayes Vol. xxxv—1916, pp. 1523-1530 


A series of notes on the rupturing capacity of oil breakers. Description 
of result obtained by root-mean-square of maximum peak of current wave 
that occurs while breaker is opening multiplied by root-mean-square of 
open-circuit voltage that occurs immediately after breaker opens. Atten- 
tion called to different classes of ratings. Recommendations made as to 
most desirable method of rating and ability of breakers to be re-operative. 

Discussion. incorporated with that of paper by E.. M. Hewlett on 
“Rating of Oil Circuit Breakers.” 


RATING OF OIL CIRCUIT BREAKERS 
E. M. Hewlett Vol. xxxv—1916, pp. 1531-1533 


Paper points out several difficulties which are encountered in rating by 
actual current breakers, but generally favors that these ratings be on the 
basis of the eurrent to be opened in the arc at the operating voltage.of the 
system. 

Discussion, pages 1534-1549, by Messrs. C. Lichtenberg, N. L. Pollard, 
G. A. Burnham, J. L. Harper, H. W. Buck, J. B. Taylor, K. C. Randall, 
L. E. Imlay, C: A. Adams, E. M. Hewlett, S. Q. Hayes, H. R. Summer- 
hayes, P. M. Lincoln, L. W. Chubb and P. Lindemann. 

A general discussion, 
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Power, single-phase, phase converter (continued) 
considered as a transformer. 
CUEHEM bevel tiOINSs 4. . alts co. 
explanation of action....... 
HOGTON AA Olle, oly oe oeE aeee 
power company s) problemi, 6. Sw) 0 wen 
PDONVC TRAC HO Ieee renee oa tics wn as 


generators designed for less than 
{BDOWLINY eo = ovine ne Cw ft 
repulattOne we wgey eee Les oo 
production.. 
railway, supply from 3- phase generators. 
Eeiativie Size OMmeenGratOns: sagen se suet val 4 sees 
several distributing substations. . eras 
synchronous condenser, justification oie 
three-phase generator with dampers, efficiency 
various methods of generation, comparative 
EUV May Ship potty oe eye ee ra 
voltage triangles, polyphase generator, bal- 
ancCeceancniabalancedarre. 4a est Sue 
steam locomotive generated, U.5S., estimated............ 
President Carty’s Address (Relation of Pure Science to Industrial 
RMCSCAILCIM Re tee R oe - Sie ee eee es pote € pedernt Niecy titre SE asin 
Protection, high-voltage systems, isolating transformers.......... 
lightning: 4000=VoliGreUits semis ae ciate o atin cle or 
behavior of arresters.. 
Chicago investigation, ‘data 
on transformers. . 
Chicago investigation, data 
on transformers burned 
out in 1915....668, 669 
Chicago investigation, loca- 
tion of burned out trans- 
forniers: w1ON DG otas a om 
Chicago investigation, 
transformer troubles ac- 
cording toisizew.... ..079 
Chicago investigation, trans- 
formers, relation of ter- 
minal boards to fuses 


determining effectiveness of 
AITESCCLS ete satel sts tere 
examination of transformers 
LOMATCING ar tem ese acne 
extra large transformer pri- 
MAT PUSeS er eae. Ae ae 
grounding transformer cases 
location of arresters on 
transformer poles....... 
service (See Service, restoration, etc.) 
individual differential or balance method. 
Public Service Electric Co., air washer....... 
aluminum cell ar- 
resters.. 

arcing ground 
suppressor..... 
, cable testing..... 
i coherer alarm de- 

vice.. , 
dampers ‘for air- 
blast transfor- 
mers.... a 


55 


Ie yail 
evey 
1352 
1318 
1289 
1306 
1292 
1309 
1356 
ToS 
1295 
1349 
1294 
1351 
1366 
1348 


1331 
250 


479 
Oly 
655 
690 


666 
670 
671 


680 


682 
659 
657 


662 
661 


658 


724 
713 


699 


699 
700 


714 


714 


56 TOPICAL INDEX 


Protection, service, Public Service Electric Co. (continued) 
exciter connection 


schemes sere 703 
experience....... 695 
faulty cable local- 

WAS PES ts Bro BTS 700 
generator bus 

scheme... :.. 701 


high- -potential and 
hig h-frequency 


LEStS hee eee 701 
insulation resist- 

ance recorder. . 712 
multi-recorder.... 712 


potential indicat- 


ime devices yas 115 
LEACLOTIS,. eer 7038 
relaySivee- were = 707 


resistance bulbs 
and thermo- 


couples... 25. er (is: 
troubles encount- 
eted4 ehis. 20% 698 
split-conductors principle res eats ac eaena ee 724 
Public Service Electric Co., plan*transmission system............ 570 


protective features, diagram of trans- 
mission sys- 
tem see 696 
experience... ae 
report on grounded neutral......... eh 
utilities, municipal, basis of criticism. . 

Canadian, central heating systems.. 
character of service. wae 
characteristics of cities... .. 
charges for municipal light- 

ing and railway power.... 
classes of service furnished. . 
costandiiinancting = saeeer 
cost per kw-hr., table...... 
data on cities, Calgary..... 
Edmonton... 
Medicine 
Hat and 
Lethbridge 
Moose Jaw.. 
Regina and 
Saskatoon. 
Winnipeg 
and Kam- 
lOO pSanaer 
debentures issues and sink- 
inet funid sae eee ee 
depreciation and obsoles- 
Cencet tRs Sano: 
disposal of surplus......... 
distribution systems. . 
extravagant investments. 
financial statements, tabu- 
lar summary. . 
monthly lighting charges, 
large consumers......... 
_ monthly lighting charges, 
smail consumers 


Wisi le. fe he cig ye) ua 


TOPICAL INDEX 
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, high-voltage (continued) 
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Rolling mills, reversing (continued) 
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Specifications, electrical machinery, temperature (continued) 
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Temperature, guarantees (continued) 
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Transformers (continued) 
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Transmission, high-tension, grounded neutral (continued) 
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Voltage, high, measurement (continued) : 
: P eCOrona Methods. case ene ware 136 
crest voltmeter method, errors intro- 


determination of crest factors........ 

diagram Of COnNeCHONSR ies ae 

electrostatic vs. oscillograph......... 

experimental apparatus............. 

impulse transformer method......... 
methods..235 sage eee een ae 

necessity for satisfactory standard.... 

secondary and tertiary voltages....... 

secondary voltage by crest voltmeter. . 

Sphere pap method sy eee eee 

rises, coherer alarm device... =f) eee 

Voltmeter coil, testing transiormers. 2s. ee a 
TESTING TaACCULA C\it at eee 

COFOMA ses aoe saeale sw 5a Skee ee ee ee oa 
5O:000-volttyp@s.2-s. ies settee 2 cee ee eee 
LOO2000S volt ty pene ee are eet 
calibta tion ee sae ae Oe ee ee 
perManetices cal. eee ee ee 

comparison with sphere gap readings........... 
dimensions ks oe Gee a eee ee 
1ONIZation, EH eCt. a. «Sis cnn eee Oe eee 
method of measurement. -.-) 45 eee eee 
PLESSULE, TY PEs. wise Gos. ec heen eee eee 

vs. temperature, table of values........ 


BCOUPACY 2 Gk c setee cand heen et eee ct rea ene ee 
advantagese nu. Sermon: ots cat ne ee 
over needle and sphere spark gaps...... 
applications 


calibration 


Gia graimmon COnMeCHiOns ei ays eee ee 103 
electrostatic’ types... ee ee eee 
construction... 0... st ere ORT 
galvanometer deflections vs. crest voltages, propor- 

CLONE tye eee 

historica lcs. eet aka oat ent a eee hte ee 

necessity of 

OPCTatlON ace cme aerek oon sae eee eh ee 

possibility.of measuring surges. ./.... .. 2k. oo 

rotating vs. hot cathode rectifiers 

testing, built-up waves, diagram................- 

transformer, variation of crest factor...... 

Wa Vic fOrmey tee ere ee 

distortions uur 

Washington Water Power Co., protection features 
Water heating, electric ' 


high: power factor heater, description... ... 

TAU ES eres hc tarts vpn fy tee. on anlage ate a 

_ Wiring diagram of range 

power, future in U.S 


Sie olde, ie) jeg wie We men Ge tots aisle [eciey w Wetiee sueSwe epicure) a bale a eee ere 


Wattmeter, polyphase, connections, checking.. 


TOPICAL INDEX 


Water power, development (continued) 
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Wheel slip, chattering (continued) 
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